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PREFACE 


This  Textbook  of  Engineering  Thermodynamics  has  been  prepared  to 
meet  the  requirements  of  technical  schools  desiring  a  briefer  treatment  of 
the  subject  than  that  contained  in  the  original  "  Engineering  Thermody- 
namics,"-by  Charles  E.  Lucke,  of  which  this  book  is  an  abridgment. 

Since  Rankine's  time  the  science  of  thermodynamics  has  been  highly 
developed  and  has  become  of  great  importance  in  the  formulation  of  modern 
physical  chemistry  and  its  correlated  branches  in  engineering.  Thermo- 
dynamics, per  se,  is  not  concerned  with  any  physical  substance,  it  is  rather 
a  theory  of  energy  in  relation  to  matter. 

Engineering  thermodynamics,  while  making  use  of  those  principles  of 
pure  thermodynamics  which  may  help  to  solve  its  problems,  must  rely  on 
a  great  mass  of  facts  or  relations  that  have  not  attained  the  dignity  of  ther- 
modynamic laws.  Its  field  includes  a  portion  of  that  of  pure  thermodynamics, 
but  it  extends  far  beyond  the  established  provinces  of  that  subject  and 
reaches  to  the  interpretation  of  all  pertinent  principles  and  facts  for  purely 
useful  purposes.  One  of  the  most  promising  applications  of  engineering 
thermodynamics  is  to  be  found  in  the  establishment  of  limits  of  possible  per- 
formance of  heat  apparatus  and  machines.  These  Umits  show  what  might 
be  expected  of  a  steam  engine,  gas  engine  or  refrigerating  machine  when  its 
mechanism  is  quite  perfect;  thus  they  become  standards  of  reference,  and 
a  measure  of  improvements  yet  possible.  These  methods  and  practices  are 
also  applicable  to  the  analysis  of  the  operating  performance  of  complete 
plants  to  discover  the  amount  of  energy  being  lost,  how  the  total  amount  is 
divided  between  the  diflferent  elements  of  the  apparatus,  which  of  the  losses 
can  be  prevented  and  how,  and  finally  which  are  unavoidable.  In  this  book 
the  treatment  has  followed  that  of  the  larger  work,  based  upon  the  appli- 
cation of  the  laws  of  pure  thermodynamics,  modified  by  conditions  of  prac- 
tice, to  guide  computation  on  thermal  problems  which  deal  with  physical 
substances  under  actual  conditions  of  operation. 

The  subject  is  divided  into  three  general  parts:  Part  I  deals  with  the 
conditions  surrounding  the  doing  of  work  without  any  consideration  of  heat 
changes;  Part  II,  with  heat  gains  and  losses  by  substances  without  refer- 
ence to  work  involved;  and  Part  III,  transformation  of  heat  into  work  or 
work  into  heat  in  conjunction  with  changes  in  the  condition  of  substances. 
The  first  part  applies  to  the  behavior  of  fluids  in  the  cylinders  of  compressors 
and  engines.     The  second  part  is  concerned  with  the  development  of  heat 
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by  combustion,  its  transmission  from  place  to  place,  and  the  effect  on  the 
physical  condition  of  solids,  liquids  and  gases  with  their  mixtures,  solutions 
and  reactions.  The  third  part  is  fundamental  to  the  efficient  production  of 
power  by  gases  in  internal  combustion  gas  engines  or  compressed-air  engines, 
and  by  steam  or  other  vapors  in  steam  engines  and  turbines,  and  likewise  to 
the  production  of  mechanical  refrigeration  by  ammonia,  carbon  dioxide  and 
other  vapors. 

The  nineteen  chapters  of  the  book  treat  these  three  Parts  accordingly. 
The  first  six  chapters  deal  with  work  without  any  particular  reference  to 
heat;  the  next  six  chapters,  with  heat,  without  any  particular  reference  to 
work;  while  the  last  seven  are  concerned  with  the  relation  between  heat 
and  work. 

After  establishing  in  the  first  chapter  the  necessary  units  and  basic  prin- 
ciples governing  work,  the  second  chapter  proceeds  to  the  determination 
of  the  work  done  in  compressor  cylinders,  which  is  followed  by  a  discussion 
of  the  available  work  in  engine  cylinders  in  terms  of  all  the  different  variables 
that  may  determine  the  work  for  given  dimensions  of  cylinder  or  for  given 
quantities  of  fluid.  Chapters  VII  to  IX,  Part  II,  are  devoted  to  the  qual- 
itative and  quantitative  heat  content  of  substances  and  their  physical- 
chemical  state;  the  remaining  portion  of  Part  II  relates  to  heating  by  combus- 
tion  and  discusses  fuels,  furnaces,  gas-producers  and  steam  boilers.  In  Part 
III  the  general  relations  between  heat  and  work  are  presented,  and  the 
thermal  efficiencies  of  steam,  gas,  and  compressed-air  engines  are  deduced^ 
The  flow  of  expansive  fluids  and  the  performance  of  refrigerating  systems 
are  discussed  in  the  last  two  chapters. 

Throughout  the  entire  work  there  have  been  established  a  series  of  working 
formulas  derived  from  a  few  simple  principles  having  in  view  maximum 
clearness  and  utility,  and  the  resulting  equations  have  been  presented  in 
such  form  as  to  be  readily  available  for  numerical  substitution,  either  directly 
or  by  the  use  of  derived  charts.  This  permits  the  solution  of  quite  involved 
thermodynamic  problems  with  very  little  labor  or  time,  although  it  has 
necessarily  required  the  expansion  of  the  subject  over  a  considerable  number 
of  pages,  but  it  is  confidently  believed  that  the  saving  of  time  thus  gained 
in  facilitating  numerical  solutions  more  than  justifies  the  presentation. 

The  book  treats  in  the  same  consistent  manner  all  the  important  related 
subjects  which  are  frequently  administered  in  a  technical  school  under  dif- 
ferent courses.  It  is  hardly  expected  that  teachers  of  Thermodynamics  will 
use  the  entire  text;  rather  it  is  assumed  that  those  portions  will  be  selected 
which  will  best  articulate  with  other  related  subjects,  serving  more  or  less 
as  a  basis  for  them.  In  this  way  the  present  text  can  be  made  to  supple- 
ment courses  on  gas  power,  compressed  air,  steam  engines  and  turbines,  steam 
boilers  and  power  plants,  refrigeration,  chemical  engineering,  laboratory 
practice  and  research. 

The  text  includes  many  tables  and  diagrams  which  are  essential  to  the 
proper  presentation  of  the  subject,  but  in  order  to  save  space  most  of  the 
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tables  and  working  charts  which  appear  in  the  original  work  on  Engineering 
Thermodynamics  have  been  omitted  from  the  present  book.  These  with 
some  additions  are  published  in  a  separate  volume  as  a  Handbook  of  Ther- 
modynamic Tables  and  Diagrams. 

The  authors  desire  to  express  their  obligations  to  Mr.  E.  D.  Thurston,  Jr., 
whose  invaluable  help  is  gratefully  acknowledged,  and  to  Mr.  T.  M.  Gunn 
for  fud  on  part  of  the  work. 

C.  E.  Lucre. 

J.  J.  Flatheb. 
1914. 
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acting  at  the  water  end.  Then  the  work  at  the  steam  end  of  the  pump  may  be 
considered  to  be  positive  and  at  the  water  end  negative,  so  far  as  the  move- 
ment of  the  rod  is  concerned;  when,  however,  this  same  movement  causes  a 
movement  of  the  water,  work  done  at  the  water  end  (although  negative  with 
reference  to  the  rod  motion,  since  it  opposes  that  motion)  is  positive  with  refer- 
ence to  the  water,  since  it  causes  this  motion.  It  may  also  be  said  that  the 
steam  does  work  on  the  steam  end  of  the  rod  and  the  water  end  of  the  rod  does 
work  on  the  water,  so  that  one  end  receives  and  the  other  delivers  work,  the  rod 
acting  as  a  transmitter;  or  that  the  work  performed  at  the  steam  end  is  the 
input  and  that  at  the  water  end  the  output  work. 

Example.  An  elevator  weighing  2000  lbs.  is  raised  80  ft.  How  much'  work  is  done  in 
foot-pounds?    Foot-pounds=forceXdistaDce=2000x80=160,000ft.-lb8. 

Prob.  !•  A  pump  lifts  150  gallons  of  water  to  a  height  of  250  ft.  How  much  woik  does 
it  do? 

Prob.  2.  By  means  of  a  jack  a  piece  of  machinery  weighing  10  tons  is  raised  }  in.  What 
is  the  work  done? 

Prob.  3.  A  rifle  bullet  weighing  2  oz.  travels  vertically  upward  1}  miles.  What  work  was 
done  in  foot-pounds? 

Prob.  4.  A  cubic  foot  of  water  falls  50  ft.  in  reaching  a  water-wheel.  How  much  work  can 
it  do? 

Prob.  5.  A  piston  of  an  elevator  is  12  ins.  in  diameter  and  has  acting  on  it  a  pressure  of 
80  lbs.  per  square  inch.    What  work  is  done  per  foot  of  travel? 

Prob.  6.  It  has  been  found  that  a  horse  can  exert  75  lbs.  pull  when  going  7  miles  per 
hour.    How  much  work  can  be  done  per  minute? 

Prob.  7.  How  much  work  is  done  by  an  engine  which  raises  a  10-ton  casting  50  ft.? 

Prob.  8.  The  pressure  of  the  air  on  front  of  a  train  is  50  lbs.  per  square  foot  when  the 
speed  is  50  miles  per  hour.  If  the  train  presents  an  area  of  50  5q.ft.,  what  work  is  done  in 
overcoming  wind  resistance? 

Prob.  9.  The  pressure  in  a  10-inch  gun  during  the  time  of  firing  is  2000  lbs.  per  square 
inch.    How  much  work  is  done  in  ejecting  the  projectile  if  the  gun  is  33  ft.  4  ins.  long? 

2.  Power  Defined.  Power  is  defined  as  the  rate  of  working  or  the  work 
done  in  a  given  time  interval,  thus  introducing  a  third  unit  of  mechanics,  time, 
so  that  power  will  always  be  expressed  as  a  quotient,  the  numerator  being  a  prod- 
uct of  force  and  distance,  and  the  denominator  time.  This  is  in  opposition 
to  the  popular  use  of  the  word,  which  is  very  hazy,  but  is  most  often  applied  to 
the  capability  of  performing  much  work  or  the  exertion  of  great  force,  thus, 
popularly,  a  powerful  man  is  one  who  is  strong,  but  in  the  technical  sense  a  man 
would  be  powerful  only  when  he  could  do  much  work  continuously  and  rapidly. 
An  engine  has  large  power  when  it  can  perform  against  resistance  many  foot- 
pounds per  minute.  The  unit  of  power  in  the  English  system  is  the  horse-power, 
or  the  performance  of  660  foot-pounds  per  second  or  33,000  foot-pounds  per 
minute,  or  1,980,000  foot-poimds  per  hour.  In  the  metric  sjrstem  the  horse- 
power is  termed  cheval-vapeur,  and  is  the  performance  of  76  killogrammeters 
=  542 J  foot-pounds  per  second,  or  4600  kilogr^ammeter8==  32,649  foot-pounds 
per  minute,   or   270,000   kilogranMneters= 1,952,932   foot-pounds   per   hour. 
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Bxampie.  The  piston  of  a  steam  engine  travels  600  ft.  per  minute  and  the  mean  force 
of  steam  acting  upon  it  is  65,000  lbs.    What  is  the  horse-power? 

forcoX^^^^^ 
TTp  _^oot-pounds  per  minute time        65,000X600  _ 1 1  qq  tt  p 

^33,000  "        33,000         "     33,000      ~^^«^^-^- 

Prob.  1-  The  draw-bar  pull  of  a  locomotive  is  3000  lbs.  when  the  train  is  traveling  50 
miles  per  hour.    What  horse-power  is  being  developed? 

Prob.  2.  Amine  cage  weighing  2  tons  is  lifted  up  a  2000-ft.  shaft  in  40  seconds.  What 
horae-power  will  be  required  if  the  wei^t  of  the  cable  is  neglected? 

Prob.  3.  By  direct  pull  on  a  cable  it  is  found  possible  to  lift  4  tons  20  ft.  per  second.  With 
a  differential  pulley  40tonsmay  be  lifted  3  ft.  per  second.  Wliat  is  the  difference  in  power 
required? 

Prob.  4.  A  horse  exerts  a  pull  of  100  lbs.  on  a  load.  How  fast  must  the  load  be  moved  to 
develop  one  horse-power? 

Prob.  5.  The  resLstanoe  offered  to  a  ship  at  a  speed  of  12  knots  was  39,700  lbs.  What 
horse-power  must  be  available  to  maint^  this  speed?  (One  knot  is  a  speed  of  one  nautical 
mile  per  hour.) 

Ptob.  6.  It  is  estimated  that  100,000  cu.  ft.  of  water  go  over  a  fall  60  ft.  high  every 
second.    What  horse-power  is  available?  *- 

Prob.  7.  The  force  acting  on  a  piston  of  a  pump  is  80,000  lbs.  If  the  piston  speed  is  150 
ft.  per  minute,  what  is  the  horse-power? 

Prob.  8.  To  draw  a  set  of  plows  2|  miles  per  hour  requires  a  draw-bar  pull  of  10,000 
Ibe.    What  must  be  the  horse-power  of  a  tractor  to  accomplish  this? 

Prob.  9.  The  horse-power  to  draw  a  car  up  a  grade  is  the  sum  of  the  power  necessary  to 
pull  it  on  a  level  and  that  necessary  to  lift  it  vertically  the  same  number  of  feet  as  it  nses  on 
the  grade.  What  will  be  the  horse-power  required  to  draw  a  car  20  miles  per  hour  up  a  12  per 
cent  grade  if  the  car  weighs  2500  lbs.  and  the  draw-bar  pull  on  the  level  is  250  lbs.? 

3.  Work  in  Terms  of  Pressure  and  Volume.  Another  of  the  definitions 
of  mechames  fixes  pressure  as  force  per  unit  area  so  that  pressure  is  always  a 
quotient,  the  numerator  being  force  and  the  denominator  area,  or  length  to 
the  second  power.  If,  therefore,  the  pressure  of  a  fluid  be  known,  and  accord- 
ing to  hydromechanics  it  acts  equally  and  normally  over  all  surface  in  contact 
with  it,  then  the  force  acting  in  a  given  direction  against  any  surface  will  be 
the  product  of  the  pressure  and  the  projected  area  of  the  surface,  the  projection 
being  on  a  plane  at  right  angles  to  the  direction  considered.  In  the  case  of  pis- 
tons and  plungers  the  line  of  direction  is  the  axis  of  the  cylinder,  and  the  pro- 
jected area  is  the  area  of  the  piston  less  the  area  of  any  rod  passing  completely 
through  the  fluid  that  may  be  so  placed.  When  this  plane  area  moves  in  a 
direction  perpendicular  to  itself,  the  product  of  its  area  and  the  distance  will  be 
the  volume  swept  through,  and  if  a  piston  be  involved  the  volume  is  technically 
the  dUplacement  of  the  piston.  Accordingly,  work  may  be  expressed  in  three 
ways,  as  follows:  Work = force X distance;  Work = pressure X area X distance; 
Work = pressure  X  volume. 

The  product  should  always  be  in  foot-pounds,  but  will  be,  only  when  appro- 
priate units  are  chosen  for  the  factors.  These  necessary  factors  are  given  as 
follows :  Work  in  foot-pounds = force  in  lbs.  X  distance  in  ft.  =  TF. 
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Tr= pressure  in  lbs.  per  sq.ft.  X  area  in  sq.ft.  X  distance  in  ft. ;« pressure 
in  lbs.  per  sq.in.Xarea  in  sq.in.X  distance  in  ft.  ;= pressure  in  lbs.  per  sq.ft.  X 
volume  in  cu.ft.;  =  pressure  in  lbs.  per  sq.in.X  144 X volume  in  cu.ft. 

In  thermodynamic  computations  the  pressure-volume  product  as  an  expres- 
sion for  work  is  most  useful,  as  the  substances  used  are  always  vapors  and  gases, 
which,  as  will  be  explained  later  in  more  detail,  have  the  valuable  property  of 
changing  volume  indefinitely  with  or  without  change  of  pressure  according 
to  the  mode  of  treatment.  Every  such  increase  of  volume  gives,  as  a  conse- 
quence, some  work,  since  the  pressure  never  reaches  zero,  so  that  to  derive  work 
from  vapors  and  gases  they  are  treated  in  such  a  way  as  will  allow  them  to  change 
volume  considerably  with  as  much  pressure  acting  as  possible. 

It  should  be  noted  that  true  pressures  are  always  absolvle,  that  is,  measured 
above  a  perfect  vacuum  or  counted  from  zero,  while  most  pressure  gages  and 
other  devices  for  measuring  pressure,  such  as  indicators,  give  results  measured 
above  or  below  atmospheric  pressure,  or  as  commonly  stated,  above  or  below 
atmosphere.  In  all  problems  involving  work  of  gases  and  vapors,  the  absolute 
values  of  the  pressures  must  be  used;  hence,  if  a  gage  or  indicator  measure- 
ment is  being  considered,  the  pressure  of  the  atmosphere  found  by  means  of  the 
barometer  must  be  added  to  the  pressure  above  atmosphere  in  order  to  obtain  the 
absolute  or  true  pressures.  When  the  pressures  are  below  atmosphere  the 
combination  with  the  barometric  reading  will  depend  on  the  record.  If  a  record 
be  taken  by  an  indicator  it  will  be  in  pounds  per  square  inch  below  atmosphere 
and  must  be  subtracted  from  the  barometric  equivalent  in  the  same  units  to 
give  the  absolute  pressure  in  pounds  per  square  inch.  When,  however,  a 
vacuum  gage  reads  in  inches  of  mercury  below  atmosphere,  as  such  gages 
do,  the  diflference  between  its  reading  and  the  barometric  gives  the  absolute 
pressure  in  inches  of  mercury  directly,  which  can  be  converted  to  the  desired 
units  by  the  proper  factors. 

While  it  is  true  that  the  barometer  is  continually  fluctuating  at  every  place, 
it  frequently  happens  that  standards  for  various  altitudes  enter  into  calculations, 
and  to  facilitate,  such  work,  values  are  given  in  the  Handbook  of  Tables  for 
the  standard  barometer  at  various  altitudes  with  equivalent  pressures  in 
pounds  per  square  inch. 

Frequently  in  practice,  pressures  are  given  without  a  definite  statement 
of  what  units  are  used.  Such  a  custom  frequently  leads  to  ambiguity,  but  it 
is  often  possible  to  interpret  them  correctly  from  a  knowledge  of  the  nature  of  the 
problem  in  hand.  Steam  pressures  are  most  conunonly  stated  in  pounds 
per  square  inch  and  should  be  designated  as  either  gage  or  absolute.  Pres- 
sures of  compressed  air  are  commonly  expressed  in  the  same  units  as  steam, 
either  gage  or  absolute,  though  sometimes  in  atmospheres.  Steam  pressures 
below  atmosphere  may  be  stated  as  a  vacuum  of  so  many  inches  of  mercury, 
meaning  that  the  pressure  is  less  than  atmosphere  by  that  amount,  or  may 
be  given  as  a  pressure  of  so  many  inches  of  mercury  absolute,  or  as  so  many 
pounds  per  square  inch  absolute.  The  pressures  of  gases  stored  in  tanks  under 
high  pressure  are  frequently  recorded  in  atmospheres,  due  to  the  convenience 


WORK  AND  POWER  5 

of  computation  of  quantities  on  this  basis.  Pressures  of  air  obtained  by  blowers 
or  fans  are  usually  given  by  the  manufacturers  of  such  apparatus  in  ounces 
per  square  inch  above  (or  below)  atmosphere.  Such  pressures  and  also  differ- 
ences of  pressure  of  air  due  to  chimney  draft,  or  forced  draft,  and  the  pressure 
of  illuminating  gas  in  city  mains,  are  commonly  stated  in  inches  of  water,  each 
inch  of  water  being  equivalent  to  5.196  lbs,  per  square  foot.  The  pressure  of 
water  in  city  mains  or  other  pressure  pipes  may  be  stated  either  in  pounds  per 
square  inch  or  in  feet  of  water  head. 

Example.  A  piston  on  which  the  mean  pressure  is  60  lbs.  per  square  inch  sweeps  through 
a  volume  of  300  cu.ft.    What  is  the  work  done? 

TF=PxF,  where  F=cu.ft.  and  P=Ibs.  per  sq.ft. 
.-.     TF=60X144X300     =2,592,000  ft.-lbs. 

Prob.  1.  The  mean  pressure  acting  per  square  inch  when  a  mass  of  air  changes  in 
volume  from  10  cu.ft.  to  50  cu.ft.  is  40  lbs.  per  square  inch.    How  much  work  is  done? 

Prob.  2.  An  engine  is  required  to  develop  30  H.P.  If  the  volume  swept  through  per 
minute  is  150  cuit.,  what  must  the  mean  pressure  be? 

Prob.  3.  The  mean  effective  pressure  in  compressing  air  from  one  to  five  atmospheres  is 
28.7  lbs.  per  square  mch.  How  many  horse-power  are  required  to  compress  1000  cu.ft.  of 
free  air  per  minute? 

Prob.  4.  At  an  altitude  of  4100  ft.  a  pressure  gage  showed  the  pressure  on  one  side  of 
a  piston  to  be  50  lbs.  per  square  inch  while  the  pressure  on  the  opposite  side  is  3  lbs.  per 
square  inch  absolute.    What  pressure  was  tending  to  move  the  piston? 

Prob.  6.  At  an  altitude  of  1  mile  the  mean  pressure  in  a  gas  engine  cylinder  during  the 
suction  stroke  was  found  to  be  12  lbs.  per  square  inch  absolute.  What  work  was  done 
by  the  engine  to  draw  in  a  charge  if  the  cylinder  was  5  ins.  in  diameter  and  the  stroke  6  ins.? 

Prob.  6.  After  explosion  the  piston  of  the  above  engine  was  forced  out  so  that  the  gas 
volume  was  five  times  that  at  the  beginning  of  the  stroke.  What  must  the  M.E.P.  have 
been  to  g^t  20,000  ft.-lbs.  of  work? 

Prob.  7.  On  entering  a  heating  oven  cold  air  expands  to  twice  its  volume.  What 
work  is  done  per  cubic  foot  of  air? 

Prob.  8.  A  projectile  is  forced  from  a  gun  by  a  constant  air  pressure  of  1000  lbs.  per 
square  inch.  Before  it  begins  to  move  there  is  i  cu.ft.  of  air  in  the  barrel,  and  at  the  instant 
it  leaves  the  barrel  the  volume  is  10  cu.ft.    What  work  was  done  on  the  projectile? 

Prob.  9.  Water  is  forced  from  a  tank  against  a  head  of  75  ft.  by  filling  the  tank  with 
compressed  air.    How  much  work  is  done  in  emptying  a  tank  containing  1000  cu.ft.? 

4.  Work  of  Acceleration  and  Resultant  Velocity.  When  a  force  acting 
on  a  mass  is  opposed  by  an  equal  resistance  there  may  be  no  motion  at  all,  or 
there  may  be  motion  of  constant  velocity.  Any  differences,  however,  between 
the  two  opposing  forces  will  cause  a  change  of  velocity  so  long  as  the  difference 
lasts,  and  this  difference  between  the  two  forces  may  be  itself  considered  as  the 
only  active  force.  Observations  on  unresisted  falling  bodies  show  that  they 
increase  in  velocity  32.16  ft.  per  second  for  each  second  they  are  free  to  fall, 
and  this  quantity  is  universally  denoted  by  g.  If  then,  a  body  have  any 
velocity,  wi,  and  be  acted  on  by  a  force  equal  to  its  own  weight  in  the  direction 
of  its  motion  for  a  time,  t  seconds,  it  will  have  a  velocity  U2  after  that  time. 

W2=wi+gT (1) 
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It  may  be  that  the  force  acting  is  not  equal  to  the  weight  of  the  body,  in  which 
case  the  acceleration  will  be  different  and  so  also  the  final  velocity,  due  to  the 
action  of  the  force,  but  the  force  producing  any  acceleration  will  be  to  the 
weight  of  the  body  as  the  actual  acceleration  is  to  the  gravitational  acceleration. 

g    xu  X  Actual  acceleration  force actual  acceleration 

Weight  of  body  or  gravitational  force  ""  gravitational  acceleration  (g)'  ^^ 

Actual  accelerating  force  = -- —     ^^^g     ^    ^  Y^^ — r-rX  actual  acceleration. 

gravitational  acceleration  (g) 

or  Force = mass  X  acceleration  =  mass  X    ,.     — ?— ; -. 

time  of  change 

F=MX^^' (2) 

The  work  performed  in  accelerating  a  body  is  the  product  of  the  resistance 
met  into  the  distance  covered,  L,  while  the  resistance,  or  the  above-defined  force, 
acts,  or  while  the  velocity  is  being  increased.  This  distance  is  the  product  of 
the  time  of  action  and  the  mean  velocity,  or  the  distance  in  feet, 

^=—2 — ^ (3) 

The  work  is  the  product  of  Eqs.  (2)  and  (3),  or,  work  of  acceleration  is 

W^ X 2 

where  w  is  the  weight  in  pounds.  Exactly  the  same  result  will  be  obtained  by 
the  calculus  when  the  acceleration  is  variable,  so  that  Eq.  (4)  is  of  universal 
application. 

The  work  performed  in  accelerating  a  body  depends  on  nothing  but  its  mass 
and  the  initial  and  final  velodiieSy  and  is  in  every  case  equal  to  the  product  of 
half  the  ma^s  and  the  difference  between  the  squares  of  the  initial  and  final 
velodtieSy  or  the  product  of  the  weight  divided  by  64.32  and  the  difference  between 
the  squares  of  the  initial  and  final  velocities. 

It  frequently  happens  that  the  velocity  due  to  the  reception  of  work  is  desired, 
and  this  is  the  case  with  nozzle  flow  in  injectors  and  turbines,  where  the  steam 
performs  work  upon  itself  and  so  acquires  a  velocity.  In  all  such  cases  the 
velocity  due  to  the  reception  of  the  work  energy  is 


U2 


where  W  is  work  in  foot-pounds  and  k?,  as  before,  is  weight  in  pounds.    Or  if 
the  initial  velocity  be  zero,  as  it  frequently  is. 


U2 


=J^^M^. (6) 

\  w       \  w 
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Example.  A  force  of  100  lbs.  acts  for  5  seconds  on  a  body  weighing  10  lbs.;  if  the 
original  velocity  of  the  body  was  5  ft.  per  second,  what  will  be  the  final  velocity,  the 
distance  traveled  and  the  work  done? 

F  =  M^lfiZifi) ;  therefore  100  =  ^5^  {ih:r3. ;  and  m,  - 1615  ft.  per  second ; 
T  32.2        5 

L=  (i^i^)T=4050ft.    Hence  TF  =  — ^^^"^''^  =406,000  ft.-lbs. 

Prob.  1.  A  stone  weighing  \  lb.  is  dropped  from  a  height  of  1  mile.  With  what  veloc- 
ity and  in  what  length  of  time  will  it  strike  if  the  air  resistance  is  zero? 

Prob.  2.  A  car  moving  20  miles  per  hour  and  weighing  25  tons  is  brought  to  rest  in 
500  ft.    What  is  the  negative  acceleration,  the  time  required  to  stop,  and  the  work  done? 

Prob.  3.  Steam  escapes  through  an  opening  with  a  velocity  of  half  a  mile  per  second. 
How  many  foot-pounds  of  energy  were  imparted  to  each  pound  of  it  to  accomplish  this? 

Prob.  4.  A  weight  of  100  lbs.  is  projected  upward  with  a  constant  force  of  200  lbs. 
How  much  further  will  it  have  gone  at  the  end  of  10  seconds  than  if  it  had  been  merely 
falling  under  the  influence  of  gravity  for  the  same  period  of  time? 

Prob.  6.  A  projectile  weighing  100  lbs.  is  dropped  from  an  aeroplane  at  the  height  of 
mile.    How  soon  will  it  strike,  neglecting  air  resistance? 

Prob.  6.  A  water-wheel  is  kept  in  motion  by  a  jet  of  water  impinging  on  flat  vanes. 
The  velocity  of  the  vanes  is  one-half  that  of  the  jet.  The  jet  discharges  1000  lbs.  of 
water  per  minute  with  a  velocity  of  200  ft.  per  second.  Assuming  no  losses,  what  is 
amount  of  the  work  done? 

Prob.  7.  With  the  wind  blowing  30  miles  per  hour,  how  much  work  could  a  12-ft. 
windmill  perform  if  25  per  cent  of  the  available  work  were  utilized. 

Note.    The  weight  of  a  cubic  foot  of  air  may  be  taken  as  .075  lb. 

Prob.  8.  An  engine  has  a  piston  speed  of  600  ft.  per  minute  and  runs  at  150  R.P.M. 
If  the  reciprocating  parts  weigh  500  lbs.,  how  much  work  is  done  in  accelerating  the 
piston  during  each  stroke? 

Prob.  9.  A  flywheel  with  rim  10  ft.  in  diameter  to  center  of  section  and  weighing  6 
tons,  revolves  at  a  rate  of  150  R.P.M. ;  100,000  ft.-lbs.  of  work  are  expended  on  it.  How 
much  will  the  speed  change? 

6.  Graphical  Representation  of  Work.  As  work  is  always  a  product  of 
force  and  distance  or  pressure  and  volume,  it  may  be  graphically  expressed  b}'' 
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¥iQ.  1. — Constant  Force,  Work  Diagram, 
Force-Distance  CJoordinates. 


Fig.  2. — Constant  Pressure  Work  Diagram, 
Pressure- Volume  Coordinates. 


an  area  on  a  diagram  having  as  coordinates  the  factors  of  the  product.  It  is 
customary  in  such  representations  to  use  the  horizontal  distances  for  volumes 
and  the  vertical  for  pressures,  which,  if  laid  off  to  appropriate  scale  and 
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in  proper  units,  will  give  foot-pounds  of  work  directly  by  the  area  enclosed. 
Thus  in  Fig.  1,  if  a  force  of  5  lbs.  (AB)  act  through  a  distance  of  5  ft.  (BC) 
there  will  be  performed  25  foot-pounds  of  work  as  indicated  by  the  area  of  the 
rectangle  A  BCD,  which  encloses  25  unit  rectangles,  each  representing  one  foot- 
pound of  work. 

If  a  steam  cylinder  piston  suffers  a  displacement  of  5  cu.ft.  under  the  steam 
pressure  (absolute)  of  5  lbs.  per  square  foot  then  the  operation  which  results 
in  the  performance  of  25  foot-pounds  of  work  is  represented  by  the  diagram 
Fig.  2,  ABCD. 

Prob.  1.  Following  the  method  given  for  Fig.  1,  draw  a  diagram  for  the  example  of 
Section  3. 

Prob.  2.  By  means  of  a  diagram,  show  that  the  work  done  by  a  pressure  of  1000  lbs. 
per  square  foot  traversing  a  distance  of  10  ft.  is  10,000  ft. -lbs. 

Prob.  3.  Draw  a  diagram  for  the  case  of  a  volume  change  from  1  to  10  cu.ft.  while  the 
pressure  acting  is  20  lbs.  per  square  inch. 

Prob.  4.  Draw  a  pressure  volume  diagram  for  the  case  of  forcing  a  piston  out  of  a 
-cylinder  by  a  water  pressure  of  15,000  lbs.  per  square  foot,  the  volume  of  the  cylinder  at 
the  start  is  i  cu.ft.  and  at  the  end  6  cu.ft.  Make  a  diagram  to  scale  and  report  work 
per  square  inch  of  diagram. 

Prob.  5.  A  pump  draws  in  water  at  a  constant  suction  pressiu'e  of  14  lbs.  and  dis- 
charges it  at  a  constant  delivery  pressure  of  150  lbs.  per  sq.in.  Considering  the  pump 
barrel  to  be  empty  at  beginning  of  suction  and  end  of  delivery  and  to  contain  3  cu.ft. 
when  full,  draw  the  diagram  for  this  case  and  find  the  foot-pounds  of  work  done. 

Prob.  6.  In  raising  a  weight  a  man  pulls  on  a  rope  with  a  constant  force  of  80  lbs. 
If  the  weight  is  lifted  40  ft.,  find  from  a  diagram  the  work  done. 

Prob.  7.  In  working  a  windlass  a  force  of  100  lbs.  is  applied  at  the  end  of  a  6-ft. 
lever,  the  drum  of  the  windlass  being  1  ft.  in  diameter.  Draw  a  work  diagram  for 
work  applied  and  for  work  done  in  lifting  if  there  be  no  loss  in  the  windlass. 

Prob.  8.  The  steam  and  water  pistons  of  a  pump  are  on  the  same  rod  and  the  area 
of  the  former  is  twice  that  of  the  latter,  the  stroke  being  3  ft.  Show  by  a  diagram 
that  the  work  done  in  the  two  cylinders  is  the  same  if  losses  be  neglected. 

Prob.  9.  An  engine  exerts  a  draw-bar  pull  of  8000  lbs.  at  speed  of  25  miles  an  hour. 
A  change  in  grade  occurs  and  speed  increases  to  40  miles  per  hour  and  the  pull  decreases 
to  5000  lbs.    Show  by  a  diagram  the  change  in  horse-power. 

6.  Work  by  Pressure-Volume  Change.  Suppose  that  instead  of  being 
constant  the  pressure  were  irregular  and,  being  measured  at  intervals  of  1  cu.ft. 

displacement,  found  to  be  as  in  table: 

This  condition  might  be  plotted  as  in 
Fig.  3,  A,  5,  C,  D,  E,  F,  G,  H.  The  work 
done  will  be  the  area  under  the  line  joining 
the  observation  points.  In  the  absence  of 
exact  data  on  the  nature  of  the  pressure 
variations  between  the  two  observation 
points  A  and  B,  a  variety  of  assumptions 
might  be  made  as  to  the  precise  evaluation 
of  this  area,  as  follows: 


Pressure. 

Displacement 

Lbs.  per  Sq.Ft. 

Volume.     Cu.Ft. 

100 

0 

125 

1 

150 

2 

100 

3 

75 

4 

50 

5 
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(a)  The  pressure  may  have  remained  constant  at  its  original  value  for  the 
first  cubic  foot  of  displacement,  as  shown  dotted  A-B\  and  then  suddenly  have 
risen  to  B,    In  this  case  the  work  done  for  this  step  would  be  100  foot-pounds. 

(6)  Inmiediately  after  the  measure- 
ment at  A  the  pressure  may  have  risen 
to  A'  and  remained  constant  during 
displacement  A'  to  B,  in  which  case 
the  work  done  would  be  126  foot- 
pounds. 

(c)  The  pressure  may  have  risen  regu- 
larly along  the  solid  line  AB,  in  which 
case  the  work  area  is  a  trapezoid  and  has 
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the  value  ^^^4^X1  =  112.5  ft.lbs. 


Fia.  3. — ^Work  Diagram,  Pressure-Volume 
Coordinates.  Discontinuous  Preesure- 
Volume  Relations. 


It  thus  appears  that  for  the  exact 
evaluation  of  work  done  by  pressure-volume  change,  continuous  data  are 
necessary  on  the  value  of  pressure  with  respect  to  the  volume.  If  such  con- 
tinuous data,  obtained  by  measurement  or  otherwise,  be  plotted,  there  will 
result  a  continuous  line  technically  termed  the  pressure-volume  curve  for  the 
process.  Such  a  curve  for  a  pressure-volume  change  starting  at  1  cu.ft.  and 
45  lbs.  per  square  foot,  and  ending  at  7  cu.ft.,  and  30  lbs.  per  square  foot,  is 

represented  by  Fig.  4,  A,  B, 
C,  D,  E. 

The  work  done  during 
this  displacement  imder  con- 
tinuously varying  pressure 
is  likewise  the  area  between 
the  curve  and  the  horizontal 
axis  when  pressures  are  laid 
off  vertically,  and  will  be  in 
foot-pounds  if  the  scale  of 
pressures  is  pounds  per 
square  foot  and  volumes, 
cubic  feet.  Such  an  irreg- 
ular area  can  be  divided 
into  small  vertical  rectangular  strips,  each  so  narrow  that  the  pressure  is  sensibly 
constant,  however  much  it  may  differ  in  different  strips.  The  area  of  the 
rectangle  is  PA7,  each  having  the  width  AF  and  the  height  P,  and  the  work 
area  will  be  exactly  evaluated  if  the  strips  are  narrow  enough  to  fulfill  the 
conditions  of  sensibly  constant  pressure  in  any  one.  This  condition  is  true  only 
for  infinitely  narrow  strips  having  the  width  dV  and  height  P,  so  that  each  has 
the  area  PdV  and  the  whole  area  or  work  done  is 

W=fPdV (7) 

This  is  the  general  algebraic  expression  for  work  done  by  any  sort  of  continuous 
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Fia.  4. — ^Work  Diagram,  Pressure-Volume  Coordinates. 
Continuous  Pressure-Volume  Relations. 
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pressure-volume  change.  It  thus  appears  that  whenever  there  are  available 
suflBicient  data  to  plot  a  continuous  curve  representing  a  pressure  volume  change, 
the  work  can  be  found  by  evaluating  the  area  lying  under  the  curve  and  bounded 
by  the  curve  coordinates  and  the  axis  of  volumes.  The  work  done  may  be 
found  by  actual  measurement  of  the  area  or  by  algebraic  solution  of  Eq.  (7), 
which  can  be  integrated  only  when  there  is  a  known  algebraic  relation  between 

the  pressure  and  the  corresponding  volume 
of  the  expansive  fluid,  gas  or  vapor. 


Preaaure  in  Pounds 

Per  Cent  of 

per  Sq.In.' 

stroke. 

100 

0 

100 

10 

100 

30 

100 

50 

83.3 

60 

71.5 

70 

62.5 

80 

55.5 

90 

50.0 

*100 

Prob.  1.  Draw  the  diagrams  for  the  follow- 
ing cases:  (a)  The  pressure  in  a  cylinder  12  ins. 
in  diameter  was  found  to  vary  at  different  parts 
of  an  18-in.  stroke  as  shown  in  the  table. 


(6)  On  a  gas  engine  diagram  the  following  pressures  were  found  for  parts  of  stroke. 


In 

Out 

V 

P 

V 

P 

V 

P 

0.25  cu.ft. 

14.7 

0.1 

45.2 

0.13 

146.2 

0.20    *' 

19.5 

0.102 

79.7 

0.15 

116.7 

0.14    " 

29.7 

0.104 

123.2 

0.17 

95.7 

0.10    *• 

45.2 

0.106 

,157.7 

0.19 

80.7 

0.108 

181.7 

0.21 

68.7 

0.11 

188.2 

0.23 

58.7 

0.12 

166.2 

• 

Prob.  2.  Steam  at  a  pressure  of  100  lbs.  per  square  inch  absolute  is  admitted  to  a 
cylinder  containing  .1  cu.ft.  of  steam  at  the  same  pressure,  until  the  cylinder  contains 
1  cu.ft.,  when  the  supply  valve  closes  and  the  volume  increases  so  that  the  product  of 
pressure  and  volume  is  constant  until  a  pressure  of  30  lbs.  is  reached.  The  exhaust 
valve  is  opened,  the  pressure  drops  to  10  lbs.  and  steam  is  forced  out  until  the  volume 
becomes  1  cu.ft.,  when  the  exhaust  valve  closes  and  the  remaining  steam  decreases  in 
volume  so  that  product  of  pressure  and  volume  is  constant  imtil  the  original  point 
is  reached.    Draw  the  pressiu'e-volume  diagram  for  this  case. 


Volume  in 

Preasuro  in  Lbs. 

Cu.Ft. 

Sq.In. 

2.0 

14.0 

1.8 

15.5 

1.6 

17.5 

1.4 

20.0 

1.2 

23.3 

1.0 

28.0 

0.8 

28.0 

0.4 

28.0 

0.0 

28.0 

Prob.  3.  During  an  air  compressor  stroke 
the  pressures  and  volumes  were  as  given  in  the 
accompanying  table. 

Draw  the  diagram  to  a  suitable  scale  to  give 
work  area  in  foot-pounds  directly. 


Prob.  4.  Draw  the  diagrams  for  last  two  problems  of  Section  3. 
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7.  Work  of  Expansion  and  Compression.  Any  given  quantity  of  gas  or 
vapor  confined  and  not  subject  to  extraordinary  thermal  changes  such  as 
explosion,  will  suffer  regular  pressure  changes  for  each  unit  of  volume  change, 
or  conversely,  suffer  a  regular  volume  change  for  each  imit  of  pressure  change, 
so  that  pressure  change  is  dependent  on  volume  change  and  vice  versa.  When 
the  volume  of  a  mass  of  gas  or  vapor,  Vi,  is  allowed  to  increase  to  V2  by  the 
movement  of  a  piston  in  a  cylinder,  the  pressure  will  regularly  increase  or 
decrease  from  Pi  to  P29  and  experience  has  shown  that  no  matter  what  the  gas 
or  vapor  or  the  thermal  conditions,  if  steady,  the  volumes  and  pressures  will 
have  the  relation  for  the  same  mass, 

PiVi'^P2V2'^K, (8) 

or  the  product  of  the  pressure  and  s  power  of  the  volume  of  a  given  mass 
will  always  be  the  same.  The  exponent  s  may  have  any  value,  but  usually 
lies  between  1  and  1.5  for  conditions  met  in  practice. 

The  precise  value  of  8  for  any  given  case  depends  on 

(a)  The  substance. 

(6)  The  thermal  conditions  surrounding  expansion  or  compression,  8  being 
different  if  the  substance  receives  heat  from,  or  loses  heat  to,  external  sur- 
roundings, or  neither  receives  nor  loses. 

(c)  The  condition  of  vapors  as  to  moisture  or  superheat  when  vapors  are 
under  treatment. 

Some  commonly  used  values  of  s  are  given  in  the  Handbook  of  Tables 
for  various  substances  subjected  to  different  thermal  conditions  during  expan- 
sion or  compression. 

Not  only  does  Eq.  (8)  express  the  general  law  of  expansion,  but  it  likewise 
expresses  the  law  of  compression  for  decreasing  volumes  in  the  cylinder  with 
corresponding  rise  in  pressure.  Expansion  in  a  cylinder  fitted  with  a  piston 
is  called  balanced  expansion,  because  the  pressure  over  the  piston  area  is 
balanced  by  resistance  to  piston  movement  and  the  mass  of  gas  or  vapor  is 
substantially  at  rest,  the  work  of  expansion  being  imparted  to  the  piston  and 
resisting  mechanism  attached  to  it.  On  the  other  hand,  when  the  gas  or  vapor 
imder  pressure  passes  through  a  nozzle  orifice  to  a  region  of  lower  pressure  the 
falling  pressure  is  accompanied  by  increasing  volumes  as  before,  but  the  work 
of  expansion  is  imparted  not  to  a  piston,  because  there  is  none,  but  to  the  fluid 
itself,  accelerating  it  until  a  velocity  has  been  acquired  as  a  resultant  of  the 
work  energy  received.  Such  expansion  is  termed  free  expansion  and  the  law  of 
Eq.  (8)  applies  as  well  to  free  as  to  balanced  expansion.  -  This  equation,  then, 
is  of  very  great  value,  as  it  is  a  convenient  basis  for  computations  of  the  work 
done  in  expansion  or  compression  in  cylinders  and  nozzles  of  all  sorts  involv- 
ing every  gas  or  vapor  substance.  Some  expansion  curves  for  different  values 
of  8  are  plotted  to  scale  in  Fig.  5,  and  the  corresponding  compression  curves  in 
Fig.  6,  in  which 

Curve  A  has  the  exponent  «=    0;    Curve  B  has  the  exponent  «=  .5; 
Curve  C         "  "      s=1.0;    Curve  D        "  "      «  =  1.1; 
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Curve  E  has  the  exponent  a="1.2;     Curve  F  has  the  exponent  s=  1.3; 
CurveG         "  "      s=1.4;    Curve/?        "  "      8=1.5. 


\P2l    ' '"' 

so  that  the  final  volume  depends  on  the  original  volume,  on  the  ratio  of  the  two 


(10) 


Volunus  IQ  Cubic  Feel 
Fio.  6. — Compariaon  of  ExpaniuoD  Linea  having  Different  Values  of  s. 

pressures  and  on  the  value  of  the  exponent.     Similarly,  the  pressure  after 
expansion  /VA' 

depends  on  the  original  pressure,  on  the  ratio  of  the  two   volumes  and  on 
the  exponent. 

The  general  equation  for  the  work  of  expansion  or  compression  can  now  be 
int^rated  by  means  of  the  Eq.  (8),  which  fixes  the  relation  between  pressures 

and  volumes.     From  Eq.  (8),  P=y;, 
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which,  substituted  in  Eq. (7),  givea  W=  j  -y—} 


but  as  K  is  a  constant, 


The  integral  of  Eq,  (11)  will  have  two  forms: 

(1)  When  s  is  equal  to  one,  in  which  case  PiVi  =  P2V2=K; 

(2)  When  s  is  not  equal  to  one. 


Volumes  in  Cubic  Feet 
Fig.  6. — Comparison  of  Comproisioii  Curves  having  DilTereot  Values  of  t. 

Taking  first  the  case  when  s  is  equal  to  one,  H'=K  i      -^,     Whence 


=  P,V,  l„B.|^ 

('); 

-P.V^log,]/    (c); 

-P.l'.log.^; 

M; 

-P»V'2log.p-;    (/). 

Whens-l.    . 

(12) 
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Eqs.  (12)  are  all  equal  and  set  down'  in  different  forms  for  convenience  in 
computation;  in  them 

F2  =  largest  volume = initial  vol.  for  compression —final  vol.  for  expansion. 
P2 = smallest  pressure  =  initial  pres.  for  compression = final  pres.  for  expansion. 
1^1=  smallest  volume = final  vol.  for  compression  =  initial  vol.  for  expansion. 
Pi = largest  pressure = final  pres.  for  compression = initial  pres.  for  expansion. 

These  Eqs.  (12)  all  indicate  that  the  work  of  expansion  and  compression  of 
this  class  is  dependent  only  on  the  ratio  of  pressures  or  volumes  at  the  beginning 
and  end  of  the  process,  and  the  PV  product  at  either  beginning  or  end,  this 
product  being  of  constant  value. 

When  the  exponent  s  is  not  equal  to  one,  the  equation  takes  the  form, 

As  s  is  greater  than  one,  the  denominator  and  exponents  will  be  negative,  so, 
changing  the  form  to  secure  positive  values, 


TF=-^p L_^ 


This  can  be  put  in  a  still  more  convenient  form.    Multipljdng  and  dividing  by 


1  1 

or 


Substituting  the  value  of  K=P2V2'=PiVi*, 

-i^P[(f:)--]=;^P[-(ft)'1- 

men.  ,r=^[(f;)--l]    (»,        -SKft)'^'-]       t') 

When  55^1. (13) 

Eqs.  (13)  gives  the  work  for  this  class  of  expansion  and  compression  in  terms 
of  pressure  ratios  and  voliune  ratios  as  previously  indicated. 

y2= largest  volimie  =  initial  vol.  for  compression  =  final  vol.  for  expansion; 
P2  =  smallest  pressure  =  initial  pres.  for  compression = final  pres.  for  expansion; 
yi  =  smallest  volume = final  vol.  for  compression = initial  vol.  for  expansion; 
Pi  =  largest  pressure = final  pres.  for  compression = initial  pres.  for  expansion. 

The  work  of  expansion  or  compression  of  this  class  is  dependent  according 
to  Eqs.  (13),  upon  the  ratio  of  pressures  or  volumes  at  beginning  and  end  of 
the  process,  the  exponent,  and  on  the  pressure-volume  product  appropriately 
taken.    It  should  be  remembered  that  for  the  result  to  be  in  f oot-poimds  appro- 


WORK  AND  POWER 


15 


priate  units  should  be  used  and  all*  pressures  taken  absolute.  Examination 
of  Eqs.  (12)  and  (13),  for  the  work  done  by  expansion  or  compression  of  both 
classes,  shows  that  it  is  dependent  on  the  initial  and  final  values  of  pressures 
and  volumes  and  on  the  exponent  s,  which  defines  the  law  of  variation  of 
pressure  with  volume  between  the  inittial  and  final  states. 

Example  1.    Method  of  calculating  Diagram,  Figs.  5  and  6.    Consider  the  curve 
for  which  s  » 1.4  as  t3rpical  of  the  group. 

Assumed  Data:        Fi  =  1 .0  cu.ft .    Pi  =  20,000  lbs.  per  square  foot.    «  =  1 .4. 

Then  Pi7i«  «/S:  =20,000X1^*  =20,000. 

For  any  other  value  of  P,  V  was  found  from  the  relation,  V  =  ( ~ ) 


Let  Px  =6000,  then  Vz 


{k\^     r2O,00OT^^^        .716 
\k)     -["6000-J=f3.331; 


log  3.33=. 5224;  hence  .715 X. 5224 =.373  =logFx.    .-.    7z=2.36. 
A  series  of  points,  as  shown  below,  were  foimd,  through  which  the  curve  was  drawn. 


p 

20.000 

P     ' 

,      20.000 
log      p     . 

1    ,      20,000 

V 

18000 

1.111 

0.0453 

0.032 

1.08 

14000 

1.430 

0.1553 

0.111 

1.30 

10000 

2.000 

0.3010 

0.214 

1.64 

6000 

3.330 

0.5224 

0.373 

2.36 

2000 

10.000 

1.0000 

0.714 

5.18 

1000 

20.000 

1.3010 

0.930 

8.51 

Curves  for  other  values  of  s  were  similarly  drawn.  Starting  at  a  common  volume 
of  20  cu.  ft.  the  compression  curves  of  Fig.  6  were  determined  by  the  same  methods. 

Example  2.  A  pound  of  air  at  32^  F.  and  under  atmospheric  pressiu'e  is  compressed 
to  a  pressure  of  five  times  the  original.  What  will  be  the  final  volume  and  the  work 
done  if  «  =  1  and  if  8  =  1.4?  The  volume  of  1  lb.  of  air  at  32°  F.  and  one  atmosphere 
is  12.4  cu.ft  approx.  The  initial  pressure  in  poimds  per  square  foot  is  equal  to  144  X 
14.7=2116. 

Pi 


ror«-l,  %^=5,        7,  =  12.4cu.ft.; 


7,^Pi 
Fi    P, 

Pi 


12.4 


=5,   whence    Fi  =2.48  cu.ft. 


W'-^PtVt  loge  -_-=2116xl2.4  lege  5;    =  21 16 X  12.4 xf.61= 42,300  ft.-lbs. 

Pa 


For  «= 1.4, 


f:-©" 


12  4       r*       -71 

r  1 
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5  may  be  raised  to  the  .71  power  by  means  of  logarithms  as  follows:     (5)*^^  is  equal  to 
the  nimiber  whose  logarithm  is  .71  log  5. 

Log  5  =  .699,  .71  X. 699  =  .4963,  and  number  of  which  this  is  the  logarithm  is  3.13, 
hence  Vi  =F2-i-3.13  or  Vi  =3.96; 

= '^"^^^^•^ X .583  =  38,200  ft.-lb8. 
.4 

The  value  of  W  can  also  be  found  by  any  other  form  of  equation  (13)  such  as 

The  value  of  Vi  being  foxmd  as  before,  the  work  expression  becomes  after  numerical 

substitution 

^    10,580X3.96  r,      /3.96V*1 

^= — 3 — L^-W  J- 

As  the  quantity  to  be  raised  to  the  .4  power  is  less  than  one,  students  may  find  it 
easier  to  use  the  reciprocal  as  follows: 


/3.96\  •*  J     1  1  1 

\12.4/ 


12.4/         /12.4\  '-*     (3.13)-*    1.58 
\3.96/ 


=  .632. 


Hence  ^^10.580X3.96^^  _  ^^2)  =38,200  ft.-lbs. 

.4 

Prob.  1.    Find  Vi  and  W  for  Example  2  if  s  =1.2  and  1.3. 

Prob.  2.  If  a  pound  of  air  were  compressed  from  a  pressure  of  1  lb.  per  square  inch 
absolute  to  15  lbs.  per  square  inch  absolute  find  V\  and  W  when  «  =  1  and  1.4.  Vt  =  180 
cu.ft.    What  would  be  the  H.P.  to  compress  1  lb.  of  air  per  minute? 

Prob.  3.  Air  expands  so  that «  =  1.  If  Pi  =  10,000  lbs.  per  square  foot,  Vi  =  10  cu.ft. 
and  Vi  =  100  cu.ft.  and  the  expansion  takes  place  in  20  seconds,  what  is  the  H.P.  devel- 
oped? 

Prob.  4.  100  cu.ft.  of  air  at  atmospheric  pressure  are  compressed  in  a  cylinder  to  a 
pressure  of  8  atmospheres  and  then  expelled  against  this  constant  pressure.  Find 
graphically  and  by  calculation  the  foot-pounds  of  work  done  for  the  case  where  s  =  1 
and  for  the  case  where  s  =  1.4. 

Prob.  6.  At  an  altitude  of  4000  ft.,  air  is  compressed  to  a  pressure  of  60  lbs.  per 
sq.in.  gage.    Find  the  H.P.  required  to  compress  1000  cu.ft.  of  free  air  per  minute. 

Prob.  6.  From  the  algebraic  equation  show  how  much  work  is  done  for  a  volume 
change  of  1  to  4,  provided  pressure  is  originally  1000  lbs.  per  square  foot  when 

(a)  PV'^K^;    (b)  PV=K,;    (c)  PV^^K,. 

Prob.  7.  A  vacuum  pump  compresses  air  from  1  lb.  per  square  inch  absolute  to  16 
lbs.  per  square  inch  absolute  and  discharges  it.  An  air  compressor  compresses  air  from 
atmosphere  to  15  atmospheres  and  discharges  it.  Compare  the  work  done  for  equal 
initial  volumes,  «  =  1.4. 
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Prob.  8.  For  steam  expanding  according  to  the  saturation  law,  compare  the  work 
done  by  1  lb.  expanding  from  150  lbs.  per  square  inch  absolute  to  15  lbs.  per  square  inch 
absolute  with  the  work  of  the  same  quantity  expanding  from  15  lbs.  to  1  lb.  per  square 
inch  absolute. 

Note,     1  lb.  of  steam  occupies  3  cu.ft.  at  iho  lbs.  per  square  inch  absolute. 

Prob.  9.  Two  air  compressors  of  the  same  size  compress  air  adiabatically  from  atmos- 
phere to  100  lbs.  gage  and  discharge  it.  One  is  at  sea  level,  the  other  at  10,000  ft.  ele- 
vation.    Compare  the  work  in  the  two  cases. 

8.  Values  of  Exponent  s  Defining  Special  Cases  of  Expansion  or  Compres- 
sion. There  are  three  general  methods  of  finding  $  for  the  definition  of  particular 
cases  of  expansion  or  compression  to  allow  of  the  solution  of  numerical  problems. 
The  first  is  experimental,  the  second  and  third  thermodynamic.  If  by  measure- 
ment the  pressures  and  volumes  of  a  series  of  points  on  an  expansion  or  com- 
pression curve,  obtained  by  test  with  appropriate  instruments,  for  example, 
the  indicator,  be  set  down  in  a  table  and  they  be  compared  in  pairs,  values  of 
s  can  be  found  as  follows:    Calling  the  points  A,  B,  C,  etc.,  then, 

PaVa'  =  PbVb% 

and  log  Pa+s  log  Fa  =  log  Pb+s  log  Vbj 

or  8(log  Vb—log  Fc)  =log  P«— log  Pbj 


'-  m 


"»"  "witft  <°'    ' — ^'^  <" <"' 


'-  O 


According  to  Eq.  (14a),  if  the  difference  between  the  logarithms  of  the  pressures 
at  B  and  A  be  divided  by  the  difference  between  the  logarithms  of  the  volumes 
at  A  and  B  respectively,  the  quotient  will  be  s.  According  to  Eq.  (146),  the 
logarithm  of  the  ratio  of  pressures,  B  to  A,  divided  by  the  logarithm  of  the  ratio 
of  volumes,  A  to  B  respectively  will  also  give  s.  It  is  interesting  to  note  that 
if  the  logarithms  of  the  pressures  be  plotted  vertically  and  logarithms  of  volimies 
horizontally  as  in  Fig.  7,  then  the  line  AC  equal  to  the  intercept  on  the  horizontal 
axis  represents  the   difference   between  the  logarithms  of  volumes  or. 


CA  =  Iog  Fa-log  Ft, 


CB 


and  similarly        CB = log  Pb — log  Pa^    Hence    s  =  -  =  =  tan  a , 

CA 

or  the  slope  of  the  line  indicates  the  value  of  s.  This  is  a  particularly  valuable 
method,  as  it  indicates  at  a  glance  the  constancy  or  variability  of  s,  and  there 
are  many  cases  of  practice  where  s  does  vary.  Should  s  be  constant  the  line 
will  be  straight;  should  it  be  variable  the  line  will  be  curved,  but  can  generally 
be  divided  into  parts,  each  of  which  is  substantially  straight  and  each  will 
have  a  different  a.    It  is  sometimes  most  convenient  to  take  only  the  beginning 
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and  end  of  the  curve  and  to  use  the  value  of  s  corresponding  to  these  points, 
neglecting  intermediate  values. 

A  second  method  for  finding  a  for  a  given  compression  or  expansion  line 
by  means  of  areas  is  indicated  in  a  note  in  Section  17  of  this  Chapter  that 
is  omitted  here  because  it  depends  on  formulas  not  yet  derived.  It  is  by  this 
sort  of  study  of  experimental  data  that  most  of  the  variable  values  of  s  have 
been  obtained.  There  is,  however,  another  method  of  finding  a  value  for 
8  by  purely  thermodynamic  analysis  based  on  certain  fundamental  hypoth- 
eses, and  the  value  is  as  useful  as  the  hypotheses  are  fair  or  true  to  the 
facts  of  a  particular  case. 

One  of  the  most  common  hypotheses  of  this  sort  is  that  the  gas  or  vapor 
undergoing  expansion  or  compression  shall  neither  receive  any  heat  from, 
nor  give  up  any  to  bodies  external  to  itself  during  the  process,  and  such  a  process 
is  given  the  name  adiabatic.  Whether  adiabatic  processes  are  possible  in  actual 
cylinders  or  nozzles  does  not  affect  the  analysis  with  which  pure  thermody- 
namics is  concerned.  By 
certain  mathematical  trans- 
formations, to  be  carried 
out  later,  and  based  on  a 
fundamental  thermody- 
namic proposition,  the  adia- 
batic hypothesis  will  lead 
to  a  value  of  s,  the  use  of 
which  gives  results  valuable 
as  a  basis  of  reference,  and 
which  when  compared  with 
an  actual  case  will  permit 
of  a  determination  of  how 
far  the  real  case  has  depart- 
ed from  the  adiabatic  con- 
dition, and  how  much  heat 
has  been  received  or  lost 
at  any  part  of  the  process.  The  particular  value  of  s  which  exists  in  an  adia- 
batic change  is  represented  by  the  symbol  y. 

Another  common  hypothesis  on  which  another  value  of  s  can  be  derived, 
is  that  gases  in  expansion  or  compression  shall  remain  at  a  constant  temperature, 
thus  giving  rise  to  the  name  isothermal.  .This  is  generally  confined  to  gases 
and  superheated  vapors,  as  it  is  difficult  to  conceive  of  a  case  of  isothermal  or  con- 
stant temperature  expansion  or  compression  of  wet  vapors,  as  will  be  seen  later. 
In  the  study  of  vapors,  which,  it  must  be  understood,  may  be  dry  or  wet, 
that  is,  containing  liquid,  a  common  hypothesis  is  that  during  the  expansion  or 
'  compression  they  shall  remain  just  barely  dry  or  that  they  shall  receive  or  lose 
just  enough  heat  to  keep  any  vapor  from  condensing,  but  no  more  than 
sufficient  to  keep  any  moisture  that  tends  to  form  always  evaporated.  Elxpan- 
sion  or  compression  according  to  this  hypothesis  is  said  to  follow  the  saturation 
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law^  and  the  substance  to  remain  saturated.  It  will  appear  from  this  thermal 
anal3rsis  later  that  the  value  of  s  for  the  isothermal  hypothesis  is  the  same  for  all 
gases  and  equal  to  one,  but  for  the  adiabatic  hypothesis  8=y  will  have  a 
different  value  for  different  substances,  though  several  may  have  the  same 
value,  while  for  vapors  y  will  be  found  to  be  a  variable  for  any  one,  its  value 
depending  not  only  on  the  substance,  but  on  the  temperatures,  pressures  and 

wetness. 

When  gases  or  vapors  are  allowed  to  expand  in  cylinders  and  nozzles  or 
are  compressed,  it  is  often  difficult  and  sometimes  impossible  or  perhaps  undesir- 
able to  avoid  interference  with  the  adiabatic  conditions  for  vapors  and  gases, 
with  the  isothermal  for  gases  or  with  the  saturation  law  for  vapors,  yet 
the  work  to  be  done  and  the  horse-power  developed  cannot  be  predicted 
without  a  known  value  of  s,  which  for  such  cases  must  be  found  by  experi- 
ence. A  frequent  cause  of  interference  with  these  predictions,  which  should 
be  noted,  is  leakage  in  cylinders,  which,  of  course,  causes  the  mass  under 
treatment  to  vary. 

Mixtures  of  common  gases  such  as  constitute  natural,  producer,  blast 
furnace  or  illuminating  gas,  alone  or  with  air  or  products  of  combustion, 
such  as  used  in  internal  combustion  engines,  have  values  of  8  that  can  be 
calculated  from  the  elementary  gases  or  measured  under  actual  conditions. 

All  vapors,  except  those  considerably  overheated,  have  variable  exponents 
for  adiabatic  expansion  and  compression.  This  fact  makes  the  exact  solution 
of  problems  of  work  for  wet  vapors,  expanding  or  compressing,  which  form  the 
bulk  of  the  practical  cases,  impoasible  by  such  methods  as  have  been  described. 
This  class  of  cases  can  be  treated  with  precision  only  by  strictly  thermal 
methods  to  be  described  later. 

Prob.  1.  By  plotting  the  values  for  the  logarithms  of  the  following  pressures  and  vol- 
umes, see  if  the  value  for  a  is  constant,  and  if  not  find  the  mean  value  in  each  case. 

(a)  Gas  Enqinb  Comprbssion 


V          p 

10  45.2 

11  39.7 

12  35.7 

Y          p                 Y 

13  32.2                18 

14  29.7                20 
16        24.7               25 

P 
21.0 

19.5 

14.7 

(h)  Gas  Engine  Expansion 

Y        p 

11  188.2 

12  166.2 

V         p                 Y 
13       146.2                19 
15      116.7               21 
17        95.7               23 

P 
80.7 

68.7 

58.7 

(c)  Steam  Expansion 

V           p 
2.242      203.3 
2.994      145.8 
4.566        89.9 

V              p 
7.338        52.5 
12.44          28.8 
22.68          14.7 
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Prob.  2.  By  plotting  the  values  for  the  logarithms  of  the  volumes  and  pressures  on 
the  expansion  and  compression  curves  of  the  following  cards,  find  value  for  8, 


Atmosphere 


Prob.  3.  From  the  steam  tables  select  the  pressures  and  volumes  for  dry-saturat«d 
steam  and  find  the  value  of  8  between 


(a)  150  lbs.  per  square  inch  and  1  lb.  per  square  inch. 
(6)     15 

Prob.  4«  Find  for  superheated  steam  at  150  lbs.  per  square  inch  and  with  100° 
of  superheat  expanding  to  100  lbs.  per  square  inch  without  losing  any  superheat,  the 
corresponding  value  of  Sj  using  tabular  data. 

Prob.  5.  From  the  ammonia  table  data  for  dry-saturated  vapor  find  the  value  of  8 
between 

(a)  150  lbs.  per  square  inch  and  1  lb.  per  square  inch. 

(b)  15 


ti 


ti 


tt 


9.  Work  Phases  and  Cycles,  Positive  and  Negative  and  Net  Work.  Accord- 
ing to  the  preceding  it  is  easy  to  calculate  or  predict  numerically  the  work  of 
expansion  or  compression  whenever  the  conditions  are  sufficiently  definite  to 
permit  of  the  selection  of  the  appropriate  8,  It  very  seldom  happens,  however, 
that  the  most  important  processes  are  single  processes  or  that  the  work  of 
expansion  or  compression  is  of  interest  by  itself.  For  example,  before  expansion 
can  begin  in  a  steam  cylinder  steam  must  be  first  admitted,  and  in  air  com- 
pressors air  must  be  drawn  in  before  it  can  be  compressed.  Similarly,  after 
expansion  in  a  steam  cylinder  there  must  be  an  expulsion  of  used  vapor  before 
another  admission  and  expansion  can  take  place,  while  in  the  air  compressor 
after  compression  the  compressed  air  must  be  expelled  before  more  can  enter 
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for  treatment.  The  whole  series  of  operations  is  a  matter  of  more  concern 
than  any  one  alone,  and  must  be  treated  as  a  whole.  The  effect  can  be  most 
easily  found  by  the  summation  of  the  separate  effects,  and  this  method  of 
summation  will  be  found  of  universal*  application. 

The  whole  series  of  processes  taking  place  and  involving  pressure-volume 
changes  is  called  a  cyclcj  any  one  of  them  a  phase.  It  is  apparent  that  there 
can  be  only  a  limited  number  of  phases  so  definite  as  to  permit  of  the  mathe- 
matical treatment  necessary  for  prediction  of  work,  but  it  is  equally  clear  that 
there  may  be  a  far  greater  number  of  combinations  of  phases  constituting 
cycles.  Before  proceeding  to  analyze  the  action  of  steam  or  gas  in  a  cylinder 
it  is  necessary  first  to  determine  on  structural,  thermal  or  any  other  logical 
grounds,  what  series  of  separate  processes  will  be  involved,  in  what  order,  and 
the  pressure-volume  characteristics  of  each.  Then  and  then  only,  can  the 
cycle  as  a  whole  be  treated.  These  phases  or  separate  and  characteristic  proc- 
esses affecting  the  work  done,  or  involving  pressure  volume  changes,  are  divisible 
into  two  classes  so  far  as  the  causes  producing  them  are  concerned;  the  first 
thermal  and  the  second  mechanical.  It  requires  no  particular  knowledge  of 
thermodynamics  to  realize  that  if  air  be  confined  in  a  cylinder  with  a  free  piston 
and  is  heated,  that  the  volume  will  increase  while  pressure  remains  constant, 
since  the  piston  will  move  out  with  the  slightest  excess  of  pressure  inside  over 
what  is  outside.  This  is  a  pressure  constant,  volume  increasing,  phase,  and 
is  thermal  since  it  is  a  heat  effect.  If  an  ample  supply  of  steam  be  available 
from  a  boiler  held  at  a  constant  pressure  by  the  manipulation  of  dampers  and 
fires  by  the  fireman  and  the  steam  be  admitted  so  a  cylinder  with  a  piston, 
the  piston  will  move  out,  the  pressure  remaining  constant  and  volimae  increas- 
ing. This  is  also  a  pressure  constant,  volume  increasing  phase,  exactly  as  before, 
but  is  mechanical  because  it  is  due  to  a  transportation  of  steam  from  the  boiler 
to  the  cylinder,  although  in  another  sense  it  may  be  considered  as  thermal  if 
the  boiler,  pipe  and  cylinder  be  considered  as  one  part  during  the  admission. 
A  similar  constant  pressure  phase  will  result  when  a  compressor  piston  is 
forcibly  drawn  out,  slightly  reducing  the  pressure  and  permitting  the  outside 
atmosphere  to  push  air  in,  to  follow  the  piston;  and  after  compression  of 
air  to  a  slight  excess,  the  opening  of  valves  to  storage  tanks  or  pipe  lines  having 
a  constant  pressure  will  allow  the  air  to  flow  out  or  be  pushed  out  of  the  cylinder 
at  constant  pressure.  These  two  constant  pressure  phases  are  strictly  mechan- 
ical, as  both  represent  transmission  of  the  mass.  If  a  cylinder  contain  water 
and  heat  be  applied  without  permitting  any  piston  movement,  there  will  be 
a  rise  of  pressure  at  constant  volume;  a  similar  constant  volume  pressure  rise 
phase  will  result  from  the  heating  of  a  contained  mass  of  gas  or  vapor  under  the 
same  circumstances,  both  of  these  being  strictly  thermal. 

However  much  the  causes  of  the  various  characteristic  phases  may  differ, 
the  work  effects  of  similar  ones  is  the  same,  and  at  present  only  work  effects 
are  under  consideration.  For  example,  all  constant  volume  phases  do  no 
work  as  work  cannot  be  done  without  change  of  volume. 

The  consideration  of  the  strictly  thermal  phases  is  one  of  the  principal 


22  ENGINKERINa  THERM0DTNAMI08 

problems  of  thermodynamics,  for  by  this  means  the  relation  between  the  work 
done  to  the  heat  necessary  to  produce  the  phase  changes  is  established,  and  a 
basis  laid  for  determining  the  ratio  of  work  to  heat,  or  efficiency.  For  the 
present  it  is  sufficient  to  note  that  the  work  effects  of  any  phase  will  depend 
only  on  the  pressure-volume  changes  which  characterize  it. 

Consider  a  cycle.  Fig.  8,  consisting  of  (AB),  admission  of  2  cu.ft  of  steam  at 
&  constant  pressure  of  200,000  lbs.  per  square  foot,  to  a  cylinder  originally 
containing  nothing,  followed  by  (BC),  expansion  with  8  =  1,  to  a  pressure  of 
20,000  lbs.  per  square  foot;  {CF),  constant  volume  change  of  pressure,  and 
(FG),  constant  pressure  exhaust  at  10,000  lbs,  per  square  foot.  These  opera- 
tions are  plotted   to  scale.     Starting  at  zero   volume,  because   the   cylinder 


ori^alty  contains  nothing,  and  at  a  pressure  of  200,000  lbs.  per  square  foot, 
the  line  AB,  ending  at  volume  2  cu.ft.,  represents  admission  and  the  area 
under  AB  represents  the  400,000  ft.-lbs.  of  work  done  during  admission. 
At  B  the  admission  ceases  by  closure  of  a  valve  and  the  2  cu.ft.  of  steam  at 
the  ordinal  pressure  expands  with  lowering  pressure  according  to  the  law 
P«V«  =  .P»V»=200,OOOX2  =  400,000  ft.-lbs., 
so  that  when       F  =  4  cu.ft.,  P=^^^^  =  100,000  lbs.  per  sq.ft.; 

V  =  5  cu.ft.,  p=12^2?=  80,000  lbs.  per  sq.ft.; 


This  continues  until  F  =  20  at  point  C,  at  which  time   /*= — 20^=20,000 
lbs.  per  square  foot,  and  the  work  done  during  expansion   is   the  area  JBCD 
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under  the  expansion  curve  BC^  the  value  of  which  can  be  found  by  measuring 
the  diagram  or  by  using  the  formula  Eq.  (12),  which  on  substitution  gives 

F6c=400,000  log.  10=400,000X2.3; 

= 920,000  ft.-lbs. 

This  completes  the  stroke  and  the  work  for  the  stroke  can  be  found  by  addition 
of  the  numerical  values, 

Wah = 400,000  ft.-lbs. ;        TF^c = 920,000  f t.-Ibs. ; 

TFaft+TTbc*  1,320,000  ft.-lbs. 

It  is  often  more  convenient  to  find  an  algebraic  expression  for  the  whole, 
which  for  this  case  will  be, 

Wac^Wab+Wbc^Pj,Vi,U+\0^y\, 

= 400,000(1 +log.  10)=400,000X3.3  =  l,320,000ft.-lbs. 

On  the  return  of  the- piston  it  encounters  a  resistance  due  to  a  constant  pressure 
of  10,000  lbs.  per  square  inch,  opposing  its  motion;  it  must,  therefore,  do  work 
on  the  steam  in  expelling  it.  Before  the  return  stroke  begins,  however,  the 
pressure  drops  by  the  opening  of  the  exhaust  valve  from  the  terminal  pressure 
of  the  expansion  curve  to  the  exhaust  or  hack  pressure  along  the  constant  volume 
line,  CFj  of  course,  doing  no  work,  after  which  the  return  stroke  begins,  the 
pressure  volume  line  being  FG  and  the  work  of  the  stroke  being  represented  by 
the  area  DFGH,  Tr/a=P/F/=  10,000X20 =200,000  ft.-lbs.  This  is  negative 
work,  as  it  is  done  in  opposition  to  the  movement  of  the  piston.  The  cycle  is 
completed  by  admission  of  steam  at  constant  zero  volume,  raising  the  pressure 
along  GA.  The  net  work  is  the  difference  between  the  positive  and  negative 
work,  or  algebraically 


Tr=ftn(^l+loge  ^  -PfVf, 


=  1,320,000-200,000  =  1,120,000  ft.-lbs. 

Consider  now  a  cycle  of  an  air  compressor,  Fig.  9.  Admission  or  suction 
is  represented  by  AB,  compression  by  BC,  delivery  by  CD  and  constant  volume 
drop  in  pressure  after  delivery  by  DA.  The  work  of  admission  is  represented 
by  the  area  ABFE  or  algebraically  by  Wab=PbVb,  the  work  of  compression 
by  the  area  FBCG,  or  algebraically  since  s  =  1.4  by 

•^-s-[(g)"-']. 

the  work  of  delivery  by  the  area  CDEG,  or  algebraically  Wed  =  PcVc. 
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The  positive  work  is  that  assisting  the  motion  of  the  pbton  during  suction ; 
the  area  ABFE  or  algebraically  Pel's.  The  negative  work,  that  in  opposi- 
tion to  the  motion,  is  the  sum  of  the  compression  and  delivery  work,  the  area 
FBCDE,  or  algebraically, 

The  net  work  is  the  difference  and  is  negative,  as  such  a  cycle  is  mainly  resistant. 


Volumes  in  CuUfc  Feet 


and  to  execute  it  the  piston  must  be  driven  with  expenditure  of  work  on  the 
gas.     The  value  of  the  net  work  is, 

an  expression  which  will  be  siniplihed  in  the  chapter  on  compressors.  This 
net  work  is  represented  by  the  area  ABCD,  which  is  the  area  enclosed  by  the 
cycle  itself  independent  of  the  axes  of  coordinates. 

It  might  seem  from  the  two  examples  given  as  if  net  work  could  be 
obtained  without  the  tedious  problem  of  summation,  and  this  is  in  a  sense  true 
if  the  cycle  is  plotted  to  scale  or  an  algebraic  expression  be  available,  but 
these  processes  are  practically  equivalent  to  summation  of  phase  results.  It 
might  also  peem  that  the  work  area  would  always  be  that  enclosed  by  the 
cycle,  and  this  is  true  with  a  very  important  limitation,  which  enters  when 
the  cycle  has  loops.  If,  for  example,  as  in  Fig.  10,  steam  admitted  A  to  B, 
expanded  along  BC  to  a  pressure  C,  then  on  opening  the  exhaust  the  pressure 
instead  of  falling  to  the  back  pressure  or  exhaust  line  as  in  Fig.  8,  would  here 
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rise  along  CD,  as  the  back  pressure  is  higher  than  the  terminal  expansion  pres- 
sure, after  which  exhaust  will  take  place  at  constant  back  pressure  along  DE. 
The  forward  stroke  work  ia  that  under  AB  and  BC  or  ABCEG,  the  return 
stroke  work  is  the  area  DEGH  and  the  netvork'ia  AreA  ABC  EG— Area  DEGH. 
As  the  area  HGECX  is  common  to  both  tenns  of  the  difference,  the  net  work 
may  be  set  down  as  equal  to  Area.  ABXH—CDX. 

It  may  be  said  then,  in  general,  for  looped  cycles  that  the  net  work  area 
is  the  difference  between  that  of  the  two  loops.  If,  however,  the  method  laid 
down  for  the  treatment  of  any  cycle  be  adhered  to  there  need  not  be  any  dis- 
tinction drawn  between  ordinary  and  looped  cycles,  that  is,  in  finding  Ike  loork 


Volumei  Id  Cubtc  Feet 
Fio.  10. — AnalyBis  of  Work  Diagram  for  Engine  with  Over-expanmon  Negative  Work  Loop. 

of  a  cyde  divide  il  into  characteristic  phases  and  group  them  into   positive  and 
negative,  find  the  work  for  each  and  take  the  algebraic  sum. 

Special  cases  of  cycles  and  their  characteristics  for  steam,  compressor  and 
gas  engine  cylinders,  as  well  as  nozzle  expansion,  will  be  taken  up  later  in  more 
detail. 


Example  1.    Method  of  calculating  Diagram,  Fig.  8. 


F.-Ocu.ft. 

P.  =200,000  lbs.  per  square  foot 

n=2  " 

P»=P„ 

Assumed  data 

n=n" 

P. -20,000 

V.=2     " 

P/- 10,000          "                 " 

s  =  l 

Pe~P/.                  "                  " 

obtain  point  C 

P.Vc=  f »F» 

or    V..'- 

'»F»     200,000X2     „ 
]\            20,000 

Intermediate  points   5  to  (7  are  obtained   by   assuming  various   pressures   and 
fioding  the  corresponding  volumes  as  for  Vc. 
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Example  2.    Method  of  calculating  Diagram,  Fig.  9. 


Assumed  data  • 


\ 


f  r«=ocu.ft.  1 

5  =  1.4 


Pa  =2116  lbs.  per  square  foot.  ' 

Pl>=Pa 


Pc  =  14,812   " 
1 


To  obtain  point  C,  Pft7,i  4  =  p^7^i.4    or    7,=  y,^  ^^V^^Fft^^—V^^'^ 

^=7,    log  7  =.845;     and     .715 X.845=log^^y*  =.6105, 

Therefore,  Fc=4.97,    and    Pc= 14,812. 

Intermediate  values  £  to  C  may  be  found  by  assuming  pressures  and  finding  volumes  cor- 
responding as  for  Vc 

Prob.  1.  Steam  at  150  lbs.  per  square  inch  absolute  pressure  is  admitted  into  a  cylin- 
der in  which  the  volume  is  originally  zero  until  the  volume  is  2  cu.ft.,  when  the  valve  is 
closed  and  expansion  begins  and  continues  until  the  volume  is  8  cu.ft.,  then  exhaust 
valve  opens  and  the  pressure  falls  to  10  lbs.  absolute  and  steam  is  entirely  swept  out. 
Draw  the  diagram  and  find  the  net  work  done. 

Prob.  2.  A  piston  moving  forward  in  a  cylinder  draws  in  10  cu.ft.  of  COs  at  a  pressure 
of  .9  of  an  atmosphere  at  sea  level  and  then  compresses  it  adiabatically  until  the  pressure 
rises  to  9  atmospheres  and  discharges  it  at  constant  pressure.  Draw  the  diagram  and 
find  net  work  done. 

Prob,  3.  A  cylinder  18  ins.  in  diameter  and  24  ins.  piston  stroke  receives  steam  at 
100  lbs.  per  square  inch  absolute  pressure  for  f  of  the  stroke.  It  then  expands  to  the 
end  of  the  stroke  and  is  exhausted  at  atmospheric  pressure.  Draw  the  diagram  and 
find  the  H.P.  if  the  engine  makes  100  strokes  per  minute. 

Prob.  4.  Two  compressors  without  clearance  each  with  a  cylinder  displacement  of 
2  cu.ft.  draw  in  air  at  14  lbs.  per  square  inch  absolute  and  compress  it  to  80  lbs.  per 
square  inch  absolute  before  delivery.  Find  the  difiFerence  in  H.P.  per  1000  cu.ft.  of 
free  air  per  minute  if  one  is  compressing  isothermally  and  the  other  adiabatically. 
Draw  diagram  for  each  case. 

Prob.  5.  A  quantity  of  air  5  cu.ft.  in  volume  and  at  atmospheric  pressure  is  compressed 
in  a  cylinder  by  the  movement  of  a  piston  until  the  pressure  is  50  lbs.  per  square  inch 
gage.  If  the  air  be  heated,  the  pressure  will  rise,  as  in  an  explosion.  In  this  case  the 
piston  remains  stationary,  while  the  air  is  heated  until  the  pressure  reaches  200  lbs.  per 
square  inch  gage.  It  then  expands  adiabatically  to  the  original  volume  when  the 
pressure  is  reduced  to  atmosphere  with  no  change  in  volume.  Draw  the  diagram,  and 
find  the  work  done. 

Prob.  6.  The  Brayton  cyde  is  one  in  which  gas  is  compressed  adiabatically  and  then 
by  the  addition  of  heat,  the  gas  is  made  to  expand  without  change  of  pressure.  Adi- 
abatic  expansion  then  follows  to  original  pressure  and  the  cycle  ends  by  decrease  in  volume 
to  original  amount  without  change  of  pressure.  Draw  such  a  cycle  starting  with  5  cu.ft. 
of  air  at  atmospheric  pressure,  compressing  to  4  atmospheres,  expanding  at  constant 
pressure  to  5  cu.ft.,  expanding  adiabatically  to  original  pressure  and  finally  ending  at 
ori^nal  point.    Find  also,  work  done. 

Prob.  7.  In  the  Ericsson  cycle  air  is  expanded  at  constant  temperature,  cooled  at 
constant  pressure,  compressed  at  constant  temperature  and  receives  heat  at  constant 
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pressure.  Draw  a  diagram  for  the  case  where  5  cu.ft.  at  atmospheric  pressure  are  com- 
pressed to  1  cu.ft.,  heated  until  volume  is  8  cu.ft.,  expanded  to  atmosphere  and  then 
cooled  to  original  volume.    Find  the  work. 

Prob.  8.  In  the  Stirling  cyde  constant  volume  heating  and  cooling  replace  that  at 
constant  pressure  in  the  Ericsson.  Draw  diagram  starting  with  5  cu.ft.  and  atmospheric 
pressure  compressing  to  1  cu.ft.  and  then  after  allowing  the  pressure  to  double,  expand 
to  original  volmne  and  cool  to  atmosphere.    Find  the  work. 

Prob.  9.  The  Joule  cyde  consists  of  adiabatic  compression  and  expansion  and  con- 
stant pressure  heating  and  cooling.  Assuming  data  as  in  last  problem  draw  the 
diagram  and  find  the  work. 

Prob.  10.  The  Camot  cyde  consists  of  isothermal  expansion,  adiabatic  expansion, 
isothermal  compression  and  adiabatic  compression.  Draw  the  diagram  for  this  cycle 
and  find  the  work. 

10.  Work  Determination  by  Mean  Effective  Pressure.  While  the  methods 
afaready  described  are  useful  for  finding  the  work  done  in  foot-pounds  for  a  defined 
cycle  with  known  pressure  and  volume  limitSf  they  are  not,  as  a  rule,  convenient 
for  the  calculation  of  the  work  done  in  a  cylinder  of  given  dimensions.  As 
work  done  can  always  be  represented  by  an  area,  this  area  divided  by  its  length 
will  give  its  mean  height.  If  .the  area  be  in  foot-pounds  with  coordinates 
pounds  per  square  foot,  and  cubic  feet,  then  the  division  of  area  in  foot-pounds 
by  length  in  cubic  feet  will  give  the  mean  height  or  the  mean  pressure  in 
pounds  per  sqiiare  foot.  Again,  dividing  the  work  of  the  cycle  into  forward- 
stroke  work  and  back-stroke  work,  or  the  respective  foot-pound  areas  divided 
by  the  length  of  the  diagram  in  cubic  feet,  will  give  the  m^ean  forward  pressure 
and  the  mean  back  pressure.  The  difference  between  mean  forward  pressure 
and  mean  back  pressure  will  give  the  m^ean  effective  pressure,  or  that  average 
pressure  which  if  maintained  for  one  stroke  would  do  the  same  work  as  the 
cycle  no  matter  how  many  strokes  the  cycle  itself  may  have  required  for  its 
execution,  which  is  very  convenient  considering  the  fact  that  most  gas  engines 
require  four  strokes  to  complete  one  cycle.  The  mean  effective  pressure  may 
also  be  found  directly  from  the  enclosed  cycle  area,  taking  proper  account  of 
loops,  as  representative  of  net  work  by  dividing  this  net  work  area  by  the  length 
of  the  diagram  in  appropriate  units.  This  method  is  especially  convenient 
when  the  diagram  is  drawn  to  odd  scales  so  that  areas  do  not  give  foot-pounds 
directly,  for  no  matter  what  the  scale  .the  mean  height  of  the  diagram,  when 
multiplied  by  the  pressure  scale  factor,  represents  the  mean  effective  pressure. 
This  mean  height  can  always  be  found  in  inches  for  any  scale  of  diagram  by 
finding  the  area  of  the  diagram  in  square  inches  and  dividing  it  by  the  length 
in  inches;  and  this  mean  height  in  inches  multiplied  by  the  scale  of  pressures 
in  whatever  imits  may  be  used  will  give  the  mean  effective  pressure  in  the  same 
units. 

Mean  pressures,  forward,  back  or  effective,  are  found  and  used  in  two  general 
ways;  first,  algebraically,  and  second  graphically;  generally  in  this  case 
from  test  records.  By  the  first  method,  formulas,  based  on  some  assumed 
laws  for  the  phases,  can  be  foimd,  and  the  mean  effective  pressure  and  its  value 
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predicted.  This  permits  of  the  prediction  of  work  that  may  be  done  by  a  given 
quantity  of  gas  or  vapor,  or  the  work  per  cycle  in  a  cylinder,  or  finally  the  horse- 
power of  a  machine,  of  which  the  cylinder  is  a  part,  operating  at  a  given  speed 
and  all  without  any  diagram  measurement  whatever.  By  the  second  method, 
a  diagram  of  pressures  in  the  cylinder  at  each  point  of  the  stroke  can  be  obtained 
by  the  indicator,  yielding  information  on  the  scale  of  pressures.  The  net  work 
area  measured  in  square  inches,  when  divided  by  the  length  in  inches,  gives 
the  mean  height  in  inches,  which,  multiplied  by  the  pressure  scale  per  inch 
of  height,  gives  the  mean  effective  pressure  in  the  same  units,  which  are 
usually  pounds  per  square  inch  in  practice. 

As  an  example  of  the  algebraic  method  of  prediction,  consider  the  cycle 
represented  by  Fig.  8.     The  forward  work  is  determined  from 


Forward  work ■=PbVbll+ logc  ^ ] , 


the  length  of  the  diagram  representing  the  volume  swept  through  in  the  per- 
formance of  this  work  is  Vc,  hence 

Mean  forward  pressure  =  — !^(  1  +  log,  ^'^1. 

But  PbVb  =  PcVc  by  the  law  of  this  particular  expansion  curve,  hence 

Mean  forward  pressure  =  Pr  ( 1  +log«  z/-  j . 

As  the  back  pressure  is  constant  its  mean  value  is  this  constant  value,  hence 

Constant  (mean)  back  pressure =P/.    By  subtraction 
Mean  effective  pressure  =  Pc(  1+logc  t^*")  ~  P/ 

=3.3Pc-Pr=3.3X20,000-10,000; 
=66,000-10,000  =  56,000  lbs.  per  sq.ft. 

The  work  done  in  foot-pounds  is  the  mean  effective  pressure  in  pounds  per 
square  foot,  multiplied  by  the  displacement  in  cubic  feet. 

TF= 56,000X20  =  1420,000  ft.-lbs.  as  before. 

As  an  example  of  the  determination  of  mean  effective  pressure  from  a  test 
or  indicator  diagram  of  unknown  scale  except  for  pressures,  and  without  axes 
of  coordinates,  consider  Fig.  11,  which  represents  a  gas  engine  cycle  in  four 
strokes,  the  precise  significance  of  the  lines  being  immaterial  now.  The 
pressure  scale  is  120  lbs.  per  square  inch,  per  inch  of  height. 

By  measurement  of  the  areasin  square  inches  it  is  found  that 

Large  loop  area  CDEXC  =2.6  sq.in. 

Small  loop  area  ABXA  =0.5  sq.in. 

Net  cycle  area  =2.1  sq.in. 

Length  of  diagram  =3.5  in. 

Mean  height  of  network  cycle =0.6  in. 

Mean  effective  pressure  =  120X0.6 =72  lbs.  per  square  inch. 
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It  is  quite  immaterial  whether  this  diagram  were  obtained  from  a  large  or 

a  small  cylinder;  no  matter  what  the  size,  the  same. diagram  might  be  secured 

and  truly  represent  the  pressure-volume  changes  therein.     If  this  particular 

cylinder    happened  to  have      d 

a  diameter  of  10  ins.  and  a 

stroke  of   12  ins.    the  work 

per  stroke    can    be    found. 

The  area  of  the  cylinder  will 

be  78.54  sq.ins.^   hence  the 

average  force  on  the  piston 

is  72   lbs.   per  square   inch 

X78.54  sq.ins.  =5654.88  lbs., 

and  the  stroke  being   1ft.     „^       ^^.,,.         ^,t.^ 

.,  ,  f     Ir        '  — Gas- Engine  Indicator  Card.    For  Determina. 

^     .,  *^  _     ,  .  tion  of  Mean  Effective  Pressure  without  Volume  Scale. 

5654.88  ft.-lbs.  Both  of  these 

methods  are  used  in  practical  work  and  that  one  is  adopted  in  any  particular 

case  which  will  yield  results  by  the  least  labor. 

Prob.  1.  An  indicator  card  from  an  air  compressor  is  found  to  have  an  area  of  3.11 
sq.  ins.,  while  the  length  is  2i  ins.  and  scale  of  spring  is  given  as  80  lbs.  per  square  inch 
per  inch  height.  What  is  m.e.p.  and  what  would  be  the  horse-power  if  the  compressor 
ran  with  a  piston  speed  of  250  ft.  per  minute  and  had  a  piston  9  ins.  in  diameter? 

Prob.  2.  For  the  same  machine  another  card  was  taken  with  a  60-lb.  spring  and  had 
an  area  of  4.12  sq.ins.  How  does  this  compare  with  first  card,  the  two  having  the  same 
length? 

Prob.  3.  A  steam  engine  having  a  cylinder  18  ins.  in  diameter  and  a  stroke  of  24  ins., 
takes  in  i  cu.ft.  of  steam  at  100  lbs.  absolute,  allows  it  to  expand  and  exhausts  at  atmos- 
pheric pressure.  An  indicator  card  taken  from  the  same  engine  showed  a  length  of  3 
ins.,  an  area  of  .91  sq.in.  when  an  80-lb.  spring  is  used.  How  does  the  actual  m.e.p. 
compare  with  the  computed? 

Prob.  4.  Find  m.e.p.  by  the  algebraic  method  of  prediction  for  the  following  cycles: 
(o)  Brajrton;  (h)  Camot;  (c)  Stirling;  (d)  Ericsson;  (e)  Joule. 

(See  problems  following  Section  9.) 

11«  Relation  of  Pressure-Volume  Diagrams  to  Indicator  Cards.  The 
Indicator.  When  a  work  cycle  or  diagram  of  pressure-voliune  changes  is  drawn 
to  scale  with  pressures  and  volumes  as  coordinates,  it  is  termed  a  pressure 
volume  or  PV  diagram,  and  may  be  obtained  by  plotting  point  by  point  from 
the  algebraic  expression  for  the  law  of  each  phase  or  by  modifying  the  indicator 
card.  The  indicator  card  is  that  diagram  of  pressures  and  stroke  obtained 
by  applying  a  steam  engine-indicator  to  a  cylinder  in  operation. 

By  means  of  this  instrument  the  pressures  within  the  cylinder  correspond- 
ing to  the  movement  of  the  engine  piston  may  be  recorded  aut(^raphically; 
but  it  must  be  clearly  understood  that  such  indicator  diagrams  or  cards  do 
not  give  the  true  or  absolute  pressures  nor  the  true  volumes  of  steam  or  gas 
in  the  cylinder,  but  only  the  pressures  above  or  below  atmosphere  and  the 
changes  of  volume  of  the  fluid  corresponding  to  the  piston  movement.    Of 
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course,  if  there  is  no  gas  or  steam  in  the  cylinder  at  the  beginning  of  the  strokei 
the  true  volume  of  the  fluid  will  be  always  equal  to  the  displacement,  but  no 
such  cylinder  can  be  made. 

While  the  indicator  card  is  sufficient  for  the  determination  of  mean  effective 
pressure  and  work  per  stroke,  its  lack  of  axes  of  coordinates  of  pressure  and 
volume  prevents  any  study  of  the  laws  of  its  curves.  That  such  study  is 
important  must  be  clear,  for  without  it  no  data  nor  constants,  such  as  the 
exponent  s,  can  be  obtained  for  prediction  of  results  in  other  similar  cases; 
neither  can  the  presence  of  leaks  be  detected,  nor  the  gain  or  loss  of  heat  be 
determined  during  the  various  processes  studied.  In  short,  the  most  valuable 
analysis  of  the  operations  is  impossible. 

To  convert  the  indicator  card  into  a  pressure-volume  diagram,  there  must 
first  be  found  (a)  the  relation  of  true  or  absolute  pressures  to  gage  pressures, 

which  involves  the  pressure 
equivalent  of  the  barometer, 
and  (b)  the  relation  of  dis- 
placement volumes  to  true 
volumes  of  vapor  or  gas 
present,  which  involves  the 
clearance  or  inactive  volume 
of  the  cylinder.  The  con- 
version of  gage  to  absolute 
pressures  by  the  barometer 
Fig.  12. — ^Ammonia  CJompressor  Indicator  Card  with  Coor-  reading  has  already  been 
dinates  of  Pressures  and  Volumes  Added  toCJonvert  it  ^  _i  • j    « 4.:^^  o  .     au^ 

.  .      T»^  ,,  ,        T^.  explainea,  Section  3:    the 

into  a  Pressure- Volume  Diagram.  ^        .         i^    ,.     i 

conversion  of  displacement 
volumes  to  true  fluid  volumes  is  made  by  adding  to  the  displacement  volume 
the  constant  value,  in  the  same  units,  of  the  clearance,  which  is  usually  the 
result  of  irregularity  of  form  at  .the  cylinder  ends  dictated  by  structural 
necessities  of  valves,  and  of  linear  clearance  or  free  distance  between  the 
piston  at  the  end  of  its  stroke  and  the  heads  of  the  cylinder  to  avoid  any 
possibility  of  touching,  due  to  wear  or  looseness  of  the  bearings. 

Let  A  BCD,  Fig.  12,  represent  an  indicator  card  from  an  ammonia  compressor 
on  which  EF  is  the  atmospheric  line.  The  cylinder  bore  is  14  ins.,  stroke 
22  ins.,  and  the  scale  of  the  indicator  spring  100,  barometer  28  ins.,  and  measured 
clearance  32  cu.in.  According  to  the  Tables,  28  ins.  of  mercury  corresi)onds  to 
13.753  lbs.  per  square  inch,  and  as  100  lbs.  per  square  inch,  according  to  the  spring 
scale,  corresponds  to  1  in.  of  height  on  the  diagram,  1  lb.  per  square  inch  cor- 
responds to  0.01  in.  of  height,  or  13.75  lbs.  per  square  inch  atmospheric  pres- 
sure to  .137  in.  of  height.  The  zero  of  pressures  then  on  the  diagram  must 
lie  .137  in.  below  the  line  EF.  Lay  off  then  a  line  MH,  this  distance  below 
EF.     This  will  be  the  position  of  the  axis  of  volume  coordinates. 

Actual  measurement  of  the  space  in  the  cylinder  with  the  piston  at  the  end 
of  its  stroke  gave  the  clearance  volume  of  32  cu.ins.  As  the  bore  is  14 
ins.  the  piston  area  is  153.94  sq.ins.   which  in  connection  with  the  stroke 
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of  22  ins.    gjves    a    displacement  volume  of  22X153.94  =  3386.68   cu.ins. 

32 
Compared  with  this  the  clearance  volume  is  ooog  oo  =  '9^  P^r  cent  of  the 

OOoO.Do 

displacement.  It  should  be  noted  here  that  clearance  is  generally  expressed 
m  per  cent  of  displacement  volume.  Just  touching  the  diagram  at  the  ends 
drop  two  lines  at  right  angles  to  the  atmospheric  line  intersecting  the  axis  of 
volumes  previously  found  at  G  and  H.  The  intercept  GH  then  represents  the 
displacement,  or  3386.68  cu.in.  or  1.96  cu.ft.  Lay  ofif  to  the  left  of  6,  .0094,  or 
in  round  numbers  1/ 100  of  GHj  fixing  the  point  Af ,  MG  representing  the  clearance 
to  scale,  and  a  vertical  through  M  the  axis  of  pressures.  The  axes  of  coordinates 
are  now  placed  to  scale  with  the  diagram  but  no  scale  marked  thereon.  The 
pressure  scale  can  be  laid  off  by  starting  at  M  and  marking  off  inch  points 
each  representing  100  lbs.  per  square  inch.  Pounds  per  square  foot  can  also 
be  marked  by  a  separate  scale  144  times  as  large.  As  the  length  of  the  diagram 
is  2.94  ins.  and  displacement  1.96  cu.ft.,  1  in.  of  horizontal  distance  corresponds 
to  .667  cu.ft.  or  1  cu.ft  to  1.50  ins.  of  distance.  Lay  off  then  from  M  dis- 
tances of  1.50  ins.  and  mark  the  first  1  cu.ft.  and  the  second  2  cu.ft.,  dividing 
the  intervals  into  fractions.  A  similar  scale  of  volumes  in  cubic  inches  may 
also  be  obtained. 

By  this  process  any  indicator  card  may  be  converted  into  a  pressure  volume 
diagram  for  study  and  analysis,  but  there  will  always  be  required  the  two  factors 
of  true  atmospheric  pressure  to  find  one  axis  of  coordinates  and  the  clearance 
volume  to  find  the  other. 

• 

Prob.  1.  If  in  cards  Nos.  1  and  2,  Section  8,  the  clearances  are  5  per  cent  and  3  per 
cent  respectively  of  the  displacement,  convert  the  cards  to  P7  diagrams  on  the  same 
base  to  scales  of  4  ins.  to  1  cu.ft.  and  1  in.  to  1000  lbs.  per  square  foot,  for  cylinders 
9}  ins.  and  14}  ins.  respectively  in  diameter  and  stroke  12  ins. 

Prob.  2.  Do  the  same  for  cards  Nos.  3  and  4,  if  clearances  are  7  per  cent  and  4  per 
cent  respectively,  for  cylinders  10  ins.  and  17  ins.  respectively  in  diameter  and  stroke 
12  m£ 

12.  To  Find  the  Clearance.  There  are  two  general  methods  for  the  find- 
ing of  clearance:  the  first,  a  direct  volumetric  measurement  of  the  space 
itself  which  is  filled  with  measured  liquid;  and  the  second,  a  determination 
by  algebraic  or  graphic  means  from  the  location  of  two  points  on  the  expan- 
sion or  compression  curves  of  the  indicator  card,  based  on  an  assumed  law 
for  the  curves. 

The  first  method  of  direct  measurement  is  the  only  one  that  offers  even  a 
promise  of  accuracy,  but  even  this  is  difficult  to  carry  out  because  of  the 
tendency  of  the  measuring  liquid  to  leak  past  piston  or  valves,  which  makes 
the  result  too  large  if  the  liquid  be  measiu'ed  before  the  filling  of  the  clearance 
space  and  too  small  if  the  liquid  be  measured  after  filling  and  drawing  off. 
There  is  also  a  tendency  in  the  latter  case  for  some  of  the  liquid  to  remain, 
inside  thes  pace,  besides  the  possibility  in  all  cases  of  the  failure  to  fill  the 
space  completely  due  to  air  pockets  at  high  places. 

By  the  second  general  method  any  two  points,  A  and  B,  on  an  expansion  or 
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compression  curve,  Fig,  13,  may  be  selected  and  horizontals  drawn  to  the 
vertical  line  indicating  the  beginning  of  the  stroke.  The  points  A'  and  B' 
are  distant  from  the  unlocated  axis  an  amoimt  A'A"  —  B'B"^  representing  the 

clearance. 

Let  the  clearance  volume        =CZ.; 
the  displacement  up  to  il  =/)«; 
the  displacement  up  to  fi=Z)ft; 
the  whole  displacement    =D; 
8  be  the  exponent  in  PF*=    con  • 
stant,  which  defines  the  law  of 
the  curve. 
Then  in  general,  PaTV = PhYb\ 
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Fig.  13.— Diaf^ram  Illustrating  Location 
of  Clearance  Line  from  Expansion  or 
Compression  Lines   of  Known  Laws. 


But 


1  1 

hence      PJ  (Da+C0  =  P6- (I>6+C0,    or 


^a=J5a+C?,       and      Vh^Dh^-Cl, 
/     1        i\         1  1 


whence  the  clearance  in  whatever  units  the  displacement  may  be  measured  will  be 

1  1 


Pa^  -P6« 


or    Cl= 


Clearance  as  a  fraction  of  displacement  =c= ^-^^ 

\pJd 


When  8=1  this  takes  the  form 


Clearance  in  fraction  of  (lisplacement=c= 


D 


ipy 


(15) 


To  use  such  an  expression  it  is  only  necessary  to  measure  oflF  the  atmospheric 
pressure  below  the  atmospheric  line,  draw  verticals  at  ends  of  the  diagram 
and  use  the  length  of  the  horizontals  and  verticals  to  the  points  in  the  formula, 
each  horizontal  representing  one  D  and  each  vertical  a  P. 

Graphic  methods  for  the  location  of  the  axis  of  pressures,  and  hence  the 
clearance,  depend  on  the  properties  of  the  curves  as  derived  from  anal3i;ic8. 
For  example,  when  s  =  l,  PaVa—PbVbj  which  is  the  equation  of  the  equi- 
lateral hyperbola,  a  fact  that  gives  a  common  name  to  the  law,  i.e.,  hyperbolic 
expansion  or  hyperbolic  compression.  Two  common  characteristics  of  this 
curve  may  be  used  either  separately  or  together,  the  proof  of  which  need  not 
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be  given  here,  first  that  the  diagonal  of  the  rectangle  having  two  opposite 
comers  on  the  curve  when  drawn  through  the  other  two  comers  will  pass 
through  the  origin  of  coordinates;  and  second,  that  the  other  diagonal  drawn 
through  two  points  of  the  curve  and  extended  to  intersect  the  axes  of  coor- 
dinates will  have  equal  intercepts  between  each  point  and  the  nearest  axis  cut. 
According  to  the  first  principle,  lay  ofif,  Fig.  14,  the  vacuum  line  or  axis 
of  volume  XY  and  selecting  any  two  points  A  and  B,  construct  the  rectangle 
ACBD.  Draw  the  diagonal  CDE  and  erect  at  E  the  axis  of  pressures  EZ, 
then  will  EZ  and  EY  b^  the  axes  of  coordinates.  According  to  the  second 
principle,  proceed  as  before  to  locate  the  axes  of  volumes  XY  and  select  two 
points,  A  and  By  Fig.  15.  Draw  a  straight  line  through  these  points,  which 
represents  the  other  diagonal  of  the  rectangle  ACBD,  producing  it  to  inter- 
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Fig.  14.  Fig.  15. 

Graphic  Methods  of  Locating  the  Clearance  Line  for  Logaiithmic  or  Hyperbolic 

Expansion  and  Compression  Curves. 


sect  XY  B,t  M  and  lay  ofif  AN=BM,  Then  will  the  vertical  NE  be  the  axis 
of  pressures.  It  should  be  noted  that  these  two  graphic  methods  apply  only 
when  s=  1 ;  other  methods  must  be  used  when  8  is  not  equal  to  1. 

A  method  of  finding  the  axis  of  zero  volume  is  based  upon  the  slope  of  the 
exponential  curve,  PV'=c. 

Differentiation  with  respect  to  V  gives 


PsF'-i  +  y«^=0, 


or 


Ps  .dP 


|-5T-r  =  0, 


whence 


V= 


Pa 


{-%) 


V  '  dV 


(16) 


In  other  words,  the  true  volume  at  any  given  point  on  the  known  curve 
may  be  found  by  dividing  the  product  of  P  and  8  by  the  tangent  or  the  slope 
of  the  line  at  the  given  point,  with  the  sign  changed.  This  method  gives 
results  dependent  for  their  accuracy  upon  the  determination  of  the  tangent  to 
the  curve,  which  is  sometimes  difficult. 

The  following  graphical  solution  is  dependent  upon  the  principle  just  given, 
and  while  not  mathematically  exact,  gives  results  so  nearly  correct  that  the 
error  is  not  easily  measured.  The  curve  ACB^  Fig.  16,  is  first  known  experi- 
mentally or  otherwise  and  therefore  the  value  of  s,  and  the  axis  FV  from 
which  pressures  are  measured  is  located.    Assume  that  the  axis  of  zero  volume, 
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FiQ.  16. — Graphic  Method  of  Locating 
the  Cleacance  Line  for  Exponential 
Expansion  and  Compression  Curves. 


/fP,  is  not  known  but  must  be  found.  Selecting  any  two  convenient  points, 
A  and  B,  on  the  curve,  complete  the  rectangle  AHBG  with  sides  parallel  and 
perpendicular  to  FV.  The  diagonal  HG  cuts  the  curve  at  C  and  the  horizontal 
axis  at  E,  From  C  drop  the  perpendicular  CD.  K  now  the  distance  DE 
be  multiplied  by  the  exponent  s,  and  laid  o£f  DK,  and  the  vertical  KP  erected, 

this  may  be  taken  as  the  zero  volume 
axis,  from  Eq.  (16). 

It  cannot  be  too  strongly  stated  that 
methods  for  the  finding  of  clearance  or 
the  location  of  the  axes  of  pressures 
from  the  indicator  card,  much  as  they 
have  been  used  in  practice,  are  inac- 
curate and  practically  useless  unless  it  is 
positively  known  beforehand  just  what 
value  8  has,  since  the  assumed  value 
of  8  enters  into  the  work,  and  s  for  the 
actual  diagram,  as  already  explained, 
is  affected  by  the  substance,  leakage, 
moisture  or  wetness  of  vapor  and  by  all  heat  interchange  or  exchange 
between  the  gas  of  vapor  and  its  container. 

Prob«  L  If  in  card  No.  6,  Section  8,  compression  follows  the  law  PV'^K, 
where  «  =  1.4  and  the  barometer  reads  29.9  ins.  of  mercury,  locate  the  axes  algebraically 
and  graphically. 

Prob.  2.  If  in  card  No.  3,  Section  8,  expansion  follows  the  law  PV*—K,  where 
£  » 1.37  and  the  barometer  reads  29.8  ins.  of  mercury,  locate  the  axes  algebraically  and 
graphically. 

Prob.  8.  If  in  card  No.  5,  Section  8,  expansion  follows  ithe  law  PV'=K,  where 
8  =  1  and  the  barometer  reads  27.5  ins.  of  mercury,  locate  axes  algebraically  and 
graphically. 

13.  Measurement  of  Areas  of  PV  Diagrams  and  Indicator  Cards.  Areas 
of  pressure  volume  diagrams  or  indicator  cards  must  be  evaluated  for  the 
determination  of  work  or  mean  effective  pressure,  except  when  calculation  by 
formula  and  hypothesis  is  possible.  There  are  two  general  methods  applicable 
to  both  the  indicator  card  and  PV  diagram,  that  of  average  heights,  and  the 
planimeter  measure,  besides  a  third  approximate  but  very  useful  method, 
especially  applicable  to  plotted  curves  on  cross-section  paper. 

The  third  method  assumes  that  the  diagram  may  be  divided  into  strips  of 
equal  width  as  in  Fig.  17,  which  is  very  easily  done  if  the  diagram  is  plotted  on 
cross-section  paper.  At  the  end  of  each  strip,  a  line  is  drawn  perpendicular  to 
the  axis  of  the  strip,  such  that  the  area  intercepted  inside  the  figure  is  apparently 
equal  to  that  outside  the  figure.  If  this  line  is  correctly  located,  the  area  of  the 
rectangular  strip  will  equal  the  area  of  the  strip  bounded  by  the  irregular  lines. 
If  the  entire  figure  has  irregular  ends  it  may  be  necessary  to  subdivide  one  or 
both  ends  into  strips  in  the  other  direction,  as  shown  at  the  left-hand  side  of 
Fig.  17.    The  area  of  the  entire  figure  will  be  equal  to  the  summation  of  lengths 
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Fig.  17. — ^Approximate  Method  of  Eval- 
uating Areas  and  Mean  Effective 
Pressures  of  Indicator  Cards  and  P.V* 
Diagrams. 


of  all  such  strips,  multiplied  by  the  common  width.  This  total  length  may  be 
obtained  by  marking  on  the  edge  of  a  strip  of  paper  the  successive  lengths  in 
such  a  way  that  the  total  length  of  the  strip  of  paper  when  measured  will  be  the 
total  length  of  the  strips. 

The  mean  height  will  be  the  total  length  of  such  strips  divided  by  the  num- 
ber of  strip-widths  in  the  length  of  the  diagram.  By  a  little  practice  the  proper 
location  of  the  ends  of  the  strips  can 
be  made  with  reasonable  accuracy,  and 
consequently  the  results  of  this  method 
will  be  very  nearly  correct  if  care  be 
exercised. 

By  dividing  the  diagram  into  equal 
parts,  usually  ten,  and  finding  the  length 
of  the  middle  of  each  strip,  an  approxi- 
mation to  the  mean  height  of  each  strip 
will  be  obtained;  these  added  together 
and  divided  by  the  number  will  give 
the  mean  height  in  inches  from  which 
the  mean  effective  pressure  may  be  found 

by  multiplying  by  the  scale  as  above,  or  the  area  in  square  inches  by  multiply^ 
ing  by  the  length  in  inches,  which  can  be  converted  into  work  by  multiplying 
by  the  foot-pounds  per  square  inch  of  area  as  fixed  by  the  scales.  As  the  pres- 
sures usually  vary  most,  near  the  ends  of  the  diagram  a  closer  approximation 
can  be  made  by  subdividing  the  end  strips,  as  shown  in  Fig.  18,  which  repre- 
sents two  steam  engine  indicator  cards  taken  from  opposite  ends  of  the  same 
cylinder  and  superimposed.    The  two  diagrams  are  divided  into  ten  equal 

spaces  and  then  each  end  space  is  sub- 
divided.  The  mean  heights  of  the  sub- 
divisions are  measured  and  averaged  to 
get  the  mean  height  of  the  whole  end 

J  "^  1     ^^^  ^"^  I       division,  or  average  pressure  in  this  case 

for  the  division.  The  average  heights 
of  divisions  may  be  set  down  in  columns 
on  the  left  and  right  respectively;  the 
sum  of  each  column  divided  by  ten 
and  multiplied  by  the  spring  scale 
gives  the  whole  m.e.p.  The  heights 
of  the  one  in  inches  marked  off  con- 
tinuously on  a  slip  of  paper  measured  a  total  of  11.16  ins.  and  of  the  other, 
10.79  ins.,  each  of  these  quantities  divided  by  10  (number  of  strips)  and 
multiplied  by  the  spring  scale,  50,  gives  the  m.e.p.,  as  before.  This  method 
is  often  designated  as  Simpson's  rule. 

The  best  and  most  commonly  used  method  whether  for  work  or  m.e.p. 
determination,  is  to  evaluate  the  area  by  means  of  the  planimeter,  a  well-known 
instrument  specially  designed  for  direct  measurements  of  area. 


M     M      70 


80      M    100 


Fig.  18. — Simpson's  Method  for  Finding 
Mean  Effective  Pressure  of  Indicator 
Cards. 
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14.  Indicated  Horse-power.  Work  done  by  the  fluid  in  a  cylinder,  because  it 
is  most  often  determined  by  indicator  card  measurements,  measures  the  indicated 
horse-power,  but  the  term  is  also  applicable  to  work  that  would  be  done  by  the 
execution  of  a  certain  cycle  of  pressure  volume  changes  carried  out  at  a  specified 
rate.  The  mean  effective  pressure  in  pounds  per  square  inch,  whether  of  an 
indicator  card  or  PF  cycle,  when  multiplied  by  piston  area  in  square  inches, 
gives  the  average  force  acting  on  the  piston  for  one  stroke,  whether  the  cycle 
required  one,  two  or  x  strokes  for  its  execution,  and  this  mean  force  multiplied 
by  the  stroke  in  feet  gives  the  foot-pounds  of  work  done  by  the  cycle.    Therefore, 

Let  m.e.p.=mean  effective  pressure  in  pounds  per  square  inch  for  the  cycle 

referred  to  one  stroke; 

a = effective  area  of  piston  in  square  inches; 

L= length  of  stroke  in  feet; 

71= number  of  equal  cycles  completed  per  minute; 

iV^= number  of  revolutions  per  minute; 

S=mean  piston  speed  =  2LiV  feet  per  minute; 

N 
2= number  of  revolutions  to  complete  one  cycle  =—.    Then  will  the 


indicated  horse-power  be  given  by, 

T  TT  P  __  (m.e.p.)Lan    .  .       _ (m.e.p.)La^    .,.        _{m.e,p.)aS    .  . 
33000      '  ^^^       "      330002"'^^       "■33000x22'^^^ 


(17) 


When  there  are  many  working  chambers,  whether  in  opposite  ends  of  the 
same  cylinder  or  in  separate  cylinders,  the  indicated  horse-power  of  each  should 
be  found  and  the  sum  taken  for  that  of  the  machine.  This  is  important  not 
only  because  the  effective  areas  are  often  .unequal,  as,  for  example,  in  opposite 
ends  of  a  double-acting  cylinder  with  a  piston  rod  passing  through  one  side 
only  or  with  two  piston  rods  or  one  piston  rod  and  one  tail  rod  of  unequal 
diameters,  but  also  because  unequal  valve  settings  which  are  most  common 
will  cause  different  pressure-volume  changes  in  the  various  chambers. 

It  is  frequently  useful  to  find  the  horse-power  per  pound  mean  effective  pressure j 
which  may  be  symbolized  by  Ke,  and  its  value  given  by 

*"  33000"*  330007 

Using  this  constant,  which  may  be  tabulated  for  various  values  of  n,  stroke 
and  bore,  the  indicated  horse-power  is  given  by  two  factors,  one  involving 
cylinder  dimensions  and  cyclic  speed  or  machine  characteristics,  and  the  other 
the  resultant  PV  characteristic,  of  the  fluid,  symbolically, 

I.H.P.  =  /?c(m.e.p.). 

These  tables  of  horse-power  per  pound  m.e.p.  are  usually  based  on  piston  speed 
rather  than  rate  of  completion  of  cycles  and  are,  therefore,  directly  applicable 
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when  z—i  or  n=2iV,  which  means  that  the  two  cycles  are  completed  m  one 
revolution,  in  which  case, 

aS 


S^2LN  =  Ln,      and      Ke== 


33000' 


whence  I.R.P.^Ke  {m.e.p.)^^^^'''^- (18) 

Tables  are  frequently  given  for  what  is  called  the  engine  constant,  which 
is  variously  defined  as  either 

La 
(a)  ooQQQj  which  must  be  multiplied  by  m.e.p.Xn  to  obtain  H.P.,  or 

(fc)  qo5qq»  which  must  be  multiplied  by  m.e.p. XLXn  to  obtain  H.P. 

For  an  engine  which  completes  two  cycles  per  revolution,  this  is  the  same  as 
multiplying  by  m.e.p.  XS.  Before  using  such  a  table  of  engine  constants  it 
must  be  known  whether  it  is  computed  as  in  (a)  or  in  (b). 

Example.  A  9  in.  X 12  in.  double-acting  steam  engine  runs  at  250  R.P.M.  and  the 
mean  effective  pressure  is  30  lbs.    What  is  H.P.  per  pound  m.e.p.  and  the  I.H.P.? 

^'=^''-^^^^'    I.H.P.=.9636X30=28.908. 

Prob.  !•  A  pump  has  a  piston  speed  of  250  ft.  per  minute;  piston  diameter  is  24  ins. 
What  is  the  H.P.  per  pound  mean  effective  pressure? 

Prob.  2.  A  simple  single-acting  2-cylinder  engine  has  pistons  10  ins.  in  diameter  with 
2-iii.  rods  and  a  stroke  of  15  ins.  It  runs  with  a  mean  effective  pressure  of  45  lbs. 
per  square  inch  at  a  speed  of  220  R.P.M.    What  is  the  H.P.? 

Prob.  3.  A  gas  engine  has  one  working  stroke  in  every  four.  If  the  speed  is  300 
R.P.M.  what  must  be  the  m.e.p.  to  give  6  H.P.  when  the  cylinder  has  a  diameter  of  6  ins. 
and  a  stroke  of  12  ins.? 

Prob.  4.  An  air  compressor  is  found  to  have  a  mean  effective  pressure  of  50  lbs.  If 
the  cylinder  is  double  acting  and  is  12  ins.  diameter  and  16  ins.  stroke^  what  H.P.  will 
be  needed  to  drive  it  at  80  R.P.M.? 

Prob.  6.  A  gasoline  engine  has  an  engine  constant  (a)  of  .3.  What  must  be  the 
m.e.p.  to  give  25  H.P.  for  150  cycles  per  minute? 

Prob.  6.  A  blowing  engine  has  a  m.e.p.  of  10  lbs.  Its  horse-power  is  500.  What 
is  the  H.P.  per  pound  m.e.p.? 

Prob.  7.  Two  engines  of  the  same  size  and  speed  are  so  run  that  one  gives  twice  the 
power  of  the  other.    How  will  the  engine  constants  and  m.e.p.  vary? 

Prob.  8.  From  the  diagrams  following  Section  9  what  must  have  been  the  H.P.  per 
pound  m.e.p.  to  give  300  H.P.  in  each  case? 

Prob.  9.  How  will  the  H.P.  per  pound  m.e.p.  vary  in  two  engines  if  the  speed  of 
one  is  twice  that  of  the  other,  if  the  stroke  is  twice,  if  the  diameter  of  piston  is  twice? 

16.  Effective  Horse-power,  Brake  Horse-power,  Friction  Horse-power, 
Mechanical  Efficiency,  Efficiency  of  Transmission,  Thermal  Efficiency.  Work 
is  done  and  power  developed  primarily  in  the  power  cylinder  of  engines,  and  is 
transmitted  through  the  mechanism  with  friction  loss  to  some  point  at  which 
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it  is  utilized.  There  is  frequently  a  whole  train  of  transmission  which  may 
involve  transformation  of  the  energy  into  other  forms,  but  always  with  some 
losses,  including  the  mechanical  friction.  For  example,  a  steam  cylinder  may 
drive  the  engine  mechanism  which  in  turn  drives  a  dynamo;  this  transforms 
mechanical  into  electrical  energy  which  is  transmitted  to  a  distance  over 
wires  and  used  in  motors  to  hoist  a  cage  in  a  mine  or  to  drive  electric  cars. 
There  is  mechanical  work  done  at  the  end  of  the  system  and  at  a  certain  rate, 
so  that  there  will  be  a  certain  usefid  or  effective  horse-power  output  for  the 
system,  which  may  be  compared  to  the  horse-power  primarily  developed  in 
the  power  cylinders.  A  similar  comparison  may  be  made  between  the  primary 
power  or  input  and  the  power  left  after  deducting  losses  to  any  intermediate 
point  in  the  system.  For  example,  the  electrical  energy  per  minute  delivered 
to  the  motor,  or  motor  input,  is,  of  course,  the  output  of  the  transmission  line. 
Again,  the  electrical  energy  delivered  to  the  line,  or  electrical  transmission 
inpiUy  is  the  same  as  dynamo  output,  and  mechanical  energy  delivered  to  the 
dynamo  from  a  direct-connected  engine  is  identical  with  engine  output.  The 
comparison  of  these  measurements  of  power  usually  takes  one  of  two  forms, 
and  frequently  both;  first,  a  comparison  by  differences,  and  second,  a  com- 
parison by  ratios.  The  ratio  of  any  horse-power  measurement  in  the  system 
to  the  I.H.P.  of  the  power  cyhnder  is  the  efficiency  of  the  power  system  up  to 
that  point,  the  difference  between  the  two  is  the  horse-power  loss  up  to  that 
point.  It  should  be  noted  that,  as  both  the  dynamo  and  motor  transform 
energy  from  mechanical  to  electrical  or  vice  versa,  the  engine  mechanism 
transmits  mechanical  energy  and  the  wires  electrical  energy;  the  system  then, 
is  made  up  of  parts  which  have  the  function  of  (a)  transmission  without  change 
of  form,  and  (fc)  transformation  of  form.  -  The  ratio  of  output  to  input  is 
always  an  efficiency,  so  that  the  efficiency  of  the  power  system  is  the  product 
of  all  the  efficiencies  of  transformcUion  and  of  transfer  or  transmission,  and  the 
power  loss  of  the  system  is  the  sum  of  transformation  and  transmission  losses. 
Some  of  these  eflSiciencies  and  losses  have  received  names  which  are  generally 
accepted  and  the  meaning  of  which  is  generally  understood,  but  it  is  equally 
important  to  note  that  others  have  no  names,  simply  because  there  are  not 
names  enough  to  go  around.  In  dealing  with  efficiencies  and  power  losses 
that  have  accepted  names  these  names  may  with  reason  be  used,  but  in  other 
cases  where  names  are  differently  understood  or  where  there  is  no  name, 
accurate  description  must  be  relied  on.  As  a  matter  of  fact  controversy 
should  be  avoided  by  definition  of  the  quantity  considered,  whether  descrip- 
tive names  be  used  or  not. 

Effective  horse-power  is  a  general  term  applied  to  the  output  of  a  machine, 
or  power  system,  determined  by  the  form  of  energy  output.  Thus,  for  an  engine 
it  is  the  power  that  might  be  absorbed  by  a  friction  brake  applied  to  the  shaft, 
and  in  this  case  is  universally  called  Brake  Horse-power.  The  difference  between 
brake  and  indicated  horse-power  of  engines  is  the  friction  horse-power  of  the 
engine,  and  the  ratio  of  brake  to  indicated  horse-power  is  the  mechanical  efficiency 
of  the  engine.    For  an  engine,  then,  the  effective  horse-power  or  useful  horse- 
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power  is  the  brake  horse-power.  When  the  power  cylinders  drive  in  one  machine 
a  pump  or  an  air  compressor,  the  friction  horse-power  of  the  machine  is  the 
difference  between  the  indicated  horse-power  of  the  power  cylinders  and  that 
for  the  pump  or  compressor  cylinders,  and  the  mechanical  eflSciency  is  the 
ratio  of  pump  or  air  cylinder  indicated  horse-power  to  indicated  horse-power 
of  the  power  cylinders.  Whether  the  indicated  horse-power  of  the  air  or  pump 
cylinders  can  be  considered  a  measure  of  useful  output  or  not  is  a  matter  of 
difference  of  opinion.  From  one  point  of  view  the  machine  may  be  considered  as 
built  for  doing  work  on  wat«r  or  on  air,  in  which  case  these  horse-powers  may 
properly  be  considered  as  useful  output.  On  the  other  hand,  the  power  pump 
is  more  often  considered  as  a  machine  for  moving  water,  in  which  case  the 
useful  work  is  the  product  of  the  weight  of  water  moved  into  its  head  in  feet, 
and  includes  all  friction  through  ports,  passages  and  perhaps  even  in  pipes  or 
conduits,  which  the  indicated  horse-power  of  the  pump  cylinder  does  not  include, 
especially  when  leakage  or  other  causes  combine  to  make  the  pmnp  cylinder 
displacement  differ  from  the  volume  of  water  actually  moved.  With  compressors 
the  situation  is  still  more  complicated,  as  the  air  compressor  may  be  considered 
useful  only  when  its  discharged  compressed  air  has  performed  work  in  a  rock 
drill,  hoist  or  other  form  of  an  engine,  in  which  case  various  measures  of  use- 
ful output  of  the  compressor  may  be  devised,  even,  for  example,  the  purely 
hypothetically  possible  work  derivable  from  the  subsequent  admission  and 
complete  expansion  of  the  compressed  air  in  a  separate  air  engine  cylinder. 

Too  great  care  in  definition  of  ottiptU  and  input  energy  in  machines  and 
power  systems  is  not  possible  for  avoidance  of  misunderstanding,  which  may 
affect  questions  both  of  power  losses  and  eflBciency  of  transmission  and  trans- 
formation whether  in  a  power  system  or  single  machine.  It  is  interesting  to 
note  here  that  not  only  is  the  indicated  work  of  the  power  cylinder  always  con- 
sidered the  measure  of  power  input  for  the  system  or  machine,  but,  as  in  the 
other  cases,  it  is  itself  an  ovijmt  or  result  of  the  action  of  heat  on  the  vapor  or 
gas  and  of  the  cycle  of  operations  carried  out.  The  ratio  of  the  indicated  power 
or  cylinder  work,  to  the  heat  energy  both  in  foot-pound  units,  that  was  expended 
on  the  fluid  is  the  thermal  efficiency  of  the  engine  referred  to  indicated  horse- 
power or  the  efficiency  of  heat  transformation  into  work,  the  analysis  of  which 
forms  the  bulk  of  the  subject  matter  of  Part  III.  Similarly,  the  ratio  of 
any  power  measurement  in  the  system  to  the  equivalent  of  the  heat  supplied, 
is  the  thetaial  efficiency  of  as  much  of  the  system  that  is  included. 

Example.  It  has  been  found  that  when  the  indicated  horse-power  of  an  engine  is 
250,  a  generator  is  giving  out  700  amperes  at  220  volts.  At  end  of  a  transmission  line  is  a 
motor  using  the  output  of  the  generator.  This  motor  on  test  gave  out  180  brake  horse- 
power. Assuming  no  losses  in  the  transmission  line,  what  was  the  efficiency  of  the 
motor,  of  the  generator,  of  the  engine,  and  of  the  system? 

Motor  efficiency -^=^=87.2%. 

746 
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Note:  Volts  xampcres  =  watts,  and  watts  -5-746  =H.P. 

220x700 
Engine  and  generator  efficiency  =-  -  -  -- —  =82.4%. 

746 

250~ 

180 
Efficiency  of  system  =  — -  =72%    or     82.4 x87.2  -72%. 

Prob.  1.  An  engine  is  belted  to  a  pump;  the  I.H.P.  of  the  engine  is  50,  of  the  pump 
40,  and  the  pump  delivers  1200  gallons  water  per  minute  against  100-ft.  head.  What  is 
the  efficiency  of  each  part  and  of  the  entire  system? 

Prob.  2.  An  engine  is  geared  to  air  compressor.  Upon  test,  the  efficiency  of  the  engine 
alone,  gearing  alone  and  compressor  alone  were  each  80  per  cent.  When  the  com- 
pressor H.P.  was  100  wliat  was  that  of  the  engine? 

Prob.  3.  A  water-wheel  is  run  by  the  discharge  from  a  pump.  The  B.H.P.  of  wheel 
is  found  to  be  20  when  the  pump  is  deUvenng  45  gallons  of  water  per  minute  at  a 
head  of  1000  lbs.  per  square  inch.  The  water  I.H.P.  of  the  pump  is  30  and  the 
steam  I.H.P.  is  40.  What  are  the  efficiencies  of  each  part  of  the  system  and  the  over-all 
efficiency? 

Prob.  4.  Perry  gives  a  rule  for  the  brake  horse-power  of  steam  engines  as  being 
equal  to  .95  I.H.P.  — 10.  On  this  basis  find  the  mechanical  efficiency  of  a  500-H.P. 
engine  from  200  to  500  H.P.  Show  results  by  a  curve  with  B.H.P.  and  per  cent  efficiency 
as  coordinates. 

Prob.  6.  Perry  gives  a  rule  for  the  efficiency  of  an  hydraulic  line  as  H  =  ,71  —25  where 
H  is  the  useful  power  of  the  pump  and  /  is  the  indicated.  Find  /  for  values  of  H  from 
100  to  300  and  plot  a  curve  of  results. 

Prob.  6.  An  engine  gives  one  I.H.P.  for  every  3  lbs.  of  coal  per  hour.  One  pound 
of  coal  contains  9,500,000  ft.-lbs.  of  energy.    What  is  the  thermal  efficiency? 

Prob.  7.  A  gas  engine  has  a  mechanical  efficiency  of  70  per  cent  when  delivering 
power  to  a  generator  which  in  turn  has  an  efficiency  of  90  per  cent.  If  the  engine  uses 
15  cu.ft.  of  gas  per  indicated  horse-power  hour  and  the  gas  contains  700,000  ft.-lbs.  per 
cubic  foot,  what  is  the  net  thermal  efficiency  of  the  system? 

16.  Specific  Displacement,  Quantity  of  Fluid  per  Hour  or  per  Minute  per 
I.H.P.  It  has  been  shown  that  the  work  done  in  cylinders  by  pressure -volume 
changes  of  the  vapor  or  gas  depends  on  the  mean  eflfective  pressure  and  on  the 
displacement,  or  that  there  is  a  relation  between  I.H.P.  and  displacement. 
The  quantity  bf  fluid  used  also  depends  on  the  displacement  and  may  be  expressed 
in  cubic  feet  per  minute  at  either  the  low  pressure  or  high  pressure  'con- 
dition when  the  work  is  done  between  two  definite  pressure  limits;  or  in  terms 
of  pounds  per  minute  or  hour,  which  involves  the  application  of  fluid  densities 
to  volumes  and  eliminates  the  double  expression  for  the  two  conditions 
of  pressure.  The  displacement  per  hour  per  horse-power,  termed  the  specific 
displacement,  is  the  basis  of  computations  on  the  steam  consumption  of  steam 
engines;  the  horse-power  per  cubic  foot  of  free  air  per  minute  for  air  compressors; 
the  horse-power  per  ton  refrigeration  for  refrigerating  machines,  and  the  con- 
sumption of  fuel  per  hour  per  horse-power  for  gas  and  oil  engines.  It  is, 
therefore,  a  quantity  of  great  importance  in  view  of  these  applications.    Apply- 
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ing  the  symbols  already  defined  to  displacement  in  one  direction  of  one  side  of 
a  piston 

a 


Displacement  in  cu.ft.  per  stroke =LX 


144' 


a 


Displacement  in  cu.ft.  per  minute=I/XTT7XiV: 

144 

Displacement  in  cu.ft.  per  hour     =60LXjt7XN. 

T  J.    X  J  t_                      (m.e.p.)La7i     (m.e.i).)LaN 
Indicated  horse-power^ 3^^^ SSOOOi-" 

Whence  expressing  displacement  per  hour  per  I.H.P.  or  specific  displacement 
in  one  direction  for  one  side  of  a  piston  by  Db, 


D.= 


60LX:^XN 


^60X33000g^   13750g 

^m.e.p.)LaiV      144(m.e.p.)     (m.e.p.) 
3300(te 


.     .     (19) 


From    E3q.  (19)  it  appears  that  (he  specific  displacement  is  equal  to  zXl3,750 
divided  by  the  mean  effective  pressure  in  pounds  per  square  inch. 

If  two  points,  A  and  By  be  so  located  on  the  indicator  card,  Fig.  19,  as  to 
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Fia.  19. — Determination  of  Consumption  of  Fluid  per  Hour  per  Indicated  Horac-power  from 

the  Indicator  Card. 


have  included  between  them  a  fluid  transfer  phase,  either  admission  to,  or 
expulsion  from  the  cylinder,  then  calling  5a = pounds  per  cubic  foot  or  density 
at  point  Af  and  8^= pounds  per  cubic  foot  or  density  at  point  S,  the  weight 
of  fluid  present  at  A  is  {Da+Cl)^^  lbs.,  and  weight  of  fluid  present  at  B  is 
{Db+Cl)db  lbs.,  whence  the  weight  that  has  changed  places  or  passed  in  and 
out  per  stroke  is  (Db+C1)Sh—{Da+Ct)Sa  lbs.  per  stroke.  If  both  A  and  B  lie 
on  the  same  horizontal  as  A  and  B',  ^a=^5=^,  the  density  of  fluid  at  the 
pressure  of  measurement,  whence  the  weight  of  fluid  used  per  stroke,  will  be 
{Dt—Da)Sf  and  the  volume  per  stroke  used  at  density  d  is  Dt^Da  cu.ft.,  which 

compared  to  the  displacement  is  — ^ — -.    This  is  the  fraction  of  the  displace- 
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ment  representing  the  volume  of  fluid  passing  through  the  machine  at  the 
selected  pressure.    Multiplying  the  specific  displacement  by  this,  there  results, 

Cu.ft.  of  fluid  per  hr.  at  density  {8)  per  I.H.P.  =  -7 r^     ^  y. — ^, 

and  Lbs.  of  fluid  per  hr.  per  LH-P^-^^P^^^^^-^a (20) 

More  generally,  that  is,  when  A  and  B  are  not  taken  at  the  same  pressures 

Lbs.  fluid  per  hr.  per  I.H.P.  =  y-^^^^\  (Db+CDdt-  {D,+Cl)dJ\      .    (21) 

^m.e.p.yiy  L  -J 

•  The  particular  forms  which  this  may  take  when  applied  to  special  cases  will  be 
examined  in  the  succeeding  chapters. 

Example.  An  air  compressor  whose  cylinder  is  18x24  ins.  (18  ins.  in  diameter  and 
stroke  2  ft.)  runs  at  60  R.P.M.  and  is  double  acting.  The  mean  effective  air  pressure 
is  50  lbs.  per  square  inch.    What  is  the  specific  displacement? 

Cu.ft.  per  hour  ^^J^  - 60  X2  X^^  X 120  =25,600. 

144  144 

jjrjy     m.e.p.Lan     50  X2x  254.5X1^  _qoq. 
I.H.F. -^^^  33^gg  92.^, 

Cu.ft.  per  hour    25,600    o^-  u    xu   r        i    j-     ^i        13750      13750    o-- 
LH¥. "^^5""^^'     or  by  the  formula  directly,     "i;^. --5o""^5. 

Prob.  1.  What  will  be  the  cubic  feet  of  free  air  per  hour  per  horse-power  delivered 
by  a  56  x72-in.  blowing  engine  with  4  per  cent  clearance  and  mean  effective  pressure  of 
10  lbs.  per  square  inch? 

Prob.  2.  An  18x22-in.  ammonia  compressor  works  with  a  mean  effective  pressure 
of  45  lbs.  per  square  inch.  What  is  the  weight  of  NHt  per  I.H.P.  hour  if  the  speed  is 
50  R.P.M.  and  compressor  is  double  acting  having  a  volumetric  efficiency  of  90  per 
cent?    Use  tabular  NHt  densities. 

Prob.  3.  A  steam  engine  whose  cylinder  is  9  X 12  ins.  runs  at  a  speed  of  300  R.P.M. 
and  is  double  acting.  If  the  m.e.p.  is  60  lbs.  and  the  density  of  steam  at  end  of  the 
stroke  is  .03,  how  many  poimds  of  steam  are  used  per  hour  per  indicated  horse-power? 

17.  Velocity  Due  to  Free  Expansion  by  PV  Method.  All  the  cases  examined 
for  the  work  done  by  PV  cycles  have  been  so  far  applied  only  to  their  execution 
in  cylinders,  but  the  work  may  be  developed  in  nozzles  accelerating  the  gas 
or  vapor  in  free  expansion,  giving,  as  a  consequence,  a  high  velocity  to  the  fluid. 
It  was  noted  that  for  cylinders  many  combinations  of  phases  might  be  found 
worthy  of  consideration  as  typical  of  possible  actual  conditions  of  practice, 
but  this  is  not  true  of  proper  nozzle  expansion,  which  has  but  one  cycle,  that  of 
Fig.  20.  That  this  is  the  cycle  in  question  is  seen  from  the  following  considera- 
tions. Consider  a  definite  quantity  of  the  gas  or  vapor  approaching  the  nozzle 
from  a  source  of  supply  which  is  capable  of  maintaining  the  pressure.  It  pushes 
forward  that  in  front  of  it  and  work  will  be  done,  ABCD,  equal  to  the  admission 
of  the  same  substance  to  a  cylinder,  so  that  its  approach  AB  may  be  considered 
as  a  constant  pressure,  volume  increasing  phase  for  which  the  energy  comes 
from  the  source  of  supply.    This  same  substance  expanding  to  the  lower  pres- 
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sure  will  do  the  work  CBEF;  but  there  will  be  negative  work  equivalent  to  the 
pushing  away  or  displacing  of  an  equivalent  quantity  of  fluid  at  the  low  pres- 
sure, or  FEGD,  making  the  work  cycle  ABEGj  in  which  AG  \a  the  excess  of 
initial  over  back  pressure  or  the  effective  working  pressure,  remaining  constant 
during  approach  and  lessening  regularly  during  expansion  to  zero  excess  at  E. 
The  work  done  will  be  from  Eq.  (13), 

Pt 


8-1 


But 


Whence 


Tr=p»F»+- 


8 


8-1 


8 


Pi^Vt 


•  -1 


HW] 


(22) 


Assuming  the  initial  velocity  to  be  zero,  .and  the  work  of  Eq.  (22)  to  be  done 
on  1  lb.,  the  final  or  resultant  velocity  will  be  according  to  Eq.  (6), 


J 


8 


u = y/2gW  =  \  2g~^PbVb 


8-1 


or 


tt=8.orv-^ 


Hm 


PbVb 


b-m 


(23) 


(24) 


This  velocity  is  in  feet  per  second  when  pressures  are  in  pounds  per  square  foot 
and  volumes  in  cubic  feet  of  1  lb.  of  pi 
substance,  and  is  known  as  Zeuner's 
equation  for  the  velocity  of  a  gas  or 
vapor  expanding  in  a  nozzle.  It  is 
generally  assumed  that  such  expansion, 
involving  as  it  does  very  rapid  motion 
of  the  fluid  past  the  nozzle,  is  of  the 
adiabatic  sort,  as  there  seems  to  be  no 
time  for  heat  exchange  between  fluid 
and  walls.  As  already  noted,  the  value 
of  8  for  adiabatic  expansion  of  vapors 
«is  not  constant,  making  the  correct 
solution  of  problems  on  vapor  flow 
through  orifices  practically  impossible 
by  this  method  of  pressure-volume 
qnal3rsi3,  but  as  will  be  seen  later  the 
thermal    method   of  solution  is   exact   and   comparatively   easy. 

Note.    A  comparison  of  Eqs.  (22)  and  (13)  and  the  figures  corresponding 
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Fig.  20. — ^Pressure-Volume  Diagram  for 
Nozzle  Expansion  Measuring  the 
Acceleration  Velocity  and  Horse-power 
of  Jets. 
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will  show  that  the  area  under  the  process  curve,  which  is  the  same  as  the  work 
done  during  the  compression  or  expansion,  if  multiplied  by  «  will  equal  the  area 
to  the  left  of  the  process  curve,  which  in  turn  represents,  as  in  Fig.  19,  for 
engines,  the  algebraic  sum  of  admission,  complete  expansion,  and  exhaust  work 
areas,  or  as  in  Fig.  9  for  compressors,  the  algebraic  sum  of  suction,  compression 
and  delivery  work  areas.  This  statement  must  not  be  thought  to  refer  to  the 
work  area  of  such  a  cycle  as  that  of  Fig.  8,  where  expansion  is  incomplete,  nor  a 
case  of  over-expansion,  Fig.  10. 

Example.  In  Fig.  20  assume  the  initial  pressure  at  100  lbs.  per  square  inch  absolute, 
back  pressure  at  atmosphere,  and  expansion  as  being  adiabatic.  What  will  be  the 
work  per  pound  of  steam  and  the  velocity  of  the  jet,  if  7^  is  4.36  cu.ft.  and  5  =  1.3  for 
superheated  steam? 

•-1 


s— 1 


['-©•] 


=^Xl44xl00x4.36[l  -  (^)  ^"^J  =  272,060 X. 608  =  165,410  ft.-lbs.; 

u  =  ^2gW  =  8.02^165,410 ;     =  3262  ft.  ppr  second. 

Prob.  1.  Taking  the  same  pressure  range  as  above,  find  W  and  u  for  adiabatic  expan- 
sion of  air,  also  for  isothermal  expansion. 

Prob.  2.  How  large  must  the  effective  opening  of  the  suction  valve  be,  in  an  air 
compressor  18x24  ins.  to  allow  the  cylinder  to  properly  fill  if  the  mean  pressure-drop 
through  the  valve  is  1  lb.  per  square  inch  and  the  compressor  runs  at  80  R.P.M.? 

Prob.  3.  What  must  be  the  diameter  of  the  inlet  valve  in  a  gas  engine  to  fill  a 
cylinder  of  \  cu.ft.  capacity  if  the  lift  of  the  valve  is  f  ins.,  allowing  a  pressure-drop  of 
1  lb.  per  square  inch?    Engine  makes  150  working  strokes  per  minute. 

Prob.  4.  It  has  been  found  from  experiment  that  the  velocity  of  air  issuing  from  a  hole 
in  plate  orifice  is  72  p)er  cent  of  what  would  be  expected  from  calculation  as  above  when 
the  absolute  pressure  ratio  is  2  to  1,  and  65  per  cent  when  the  absolute  pressure  ratio 
is  H  to  1.  What  will  be  the  actual  velocity  for  air  flowing  from  a  tank  to  atmosphere 
for  these  pressure  ratios? 

Prob.  6.  COa  stored  in  a  tank  is  allowed  to  escape  through  an  orifice  into  the  air. 
What  will  be  the  maximum  velocity  of  the  jet  if  the  pressure  on  the  tank  be  100  lbs. 
per  square  inch  gage? 

Note:  1  lb.  COa  at  pressure  of  100  lbs.  per  square  inch  gage  occupies  1.15  cu.ft. 

Prob.  6.  If  ammonia  gas  and  hydrogen  were  allowed  to  expand  from  the  same  pres- 
siu-e,  how  would  their  maximum  velocities  compare?  Vol.  of  1  lb.  of  NH,  at  50  lbs.  per 
square  inch  gage  is  4.5  cu.ft.    Vol.  of  1  lb.  of  H  at  same  pressure  is  77.5  cu.ft. 

18.  Weight  of  Flow  through  Nozzles.  Applying  an  area  factor  to  the 
velocity  equation  will  give  an  expre&sion  for  cubic  flow  per  second  which 
becomes  weight  per  second  by  introducing  the  factor,  density. 

Let  the  area  of  an  orifice  at  the  point  of  maximum  velocity,  u,  be  A  sq.ft., 
then  will  the  cubic  feet  per  second  efl9ux  be  Au,  Assume  the  point  of  maxi- 
mum velocity,  having  area  A,  to  be  that  part  of  the  nozzle  where  the  pressure 
has  fallen  to  P«,  Fig.  20,  and  the  gas  or  vapor  to  have  the  density  bt  pounds 
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per  cubic  foot.  Then  will  the  nozzle  flow  in  pounds  per  second  be  w=uA8e. 
But  the  weight  per  cubic  foot  is  the  reciprocal  of  the  cubic  feet  per  pound, 
F«,  which  it  has  already  been  assumed^  is  the  final  volume,  of  one  pound  of  the 
fluid.    Hence,  ^^ 

1 

This  may  be  put  in  terms  of  initial  gas  or  vapor  conditions  for,  Ve  =  Vh[-^y* 
Whence,  w= r=^frl^/    • 

Substituting  in  this  the  value  of  u  from  Eq.  (24), 

-8-<(K)'{.-=T''*''{'-(R)^]r""-'^'«'-  "■   <'^> 

This  weight  will  be  a  maximum  for  a  certain  value  of  the  pressure  ratio,  depend- 
ing on  the  value  of  s  only,  and  this  value  can  be  found  by  placing  the  first  dif- 

(Pe\  dw 

■^ )  equal  to  zero :        vpv  =  0. 
''  .     "(ft) 

To  accomplish  this,  rearrange  Eq.  (25)  as  follows: 

2  »+l      ,    1 


W 


-A^^MW-{W]Y- 


But  as  the  other  factors  do  not  enter  to  afifect  the  result  so  long  as  Pt>  does  not 
vary,  w;  is  a  maximum  when  the  bracket 


1    1-1 


or 


or 

1 


(g)'[KS)'"'-'-'>]-«- 


But  fiince  (  p^  J  'cannot  be  equal  to  zero  in  practice,  it  follows  that 


p. 
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Li* 
which  gives  the  condition  that  w  is  a  maximum  when  y^]      ""T"' 

or  maximum  flow  for  given  initial  pressure  occurs  when 

m-{W' « 

For  air  expanding  adiabatically  8=1.407.  Maximum  flow  occurs  when 
^  =.528  and  for  most  common  values  of  a  it  will  be  between  .50  and  .60. 

This  result  is  quite  remarkable  and  is  verified  by  experiment  reasonably  closely. 
It  shows  thaty  contrary  to  expectation,  the  weight  of  efflux  from  nozzles  will  not 
coniinuously  and  regularly  increase  with  increasing  differences  in  pressure,  but 
for  a  given  initial  pressure  the  weight  discharged  per  second  will  have  reached 
its  limit  when  the  final  pressure  has  been  diminished  to  a  certain  fraction  of  the 
initial,  and  any  further  decrease  of  the  discharge  pressure  will  not  increcLse  the 
flow  through  an  orifice  of  a  given  area. 

The  subject  of  flow  in  nozzles  will  be  treated  more  completely  in 
Part  III. 

Prob.  1.  For  the  following  substances  under  adiabatic  expansion  determine  the 
pressure  ratio  for  maximum  flow  and  find  the  rate  of  flow  per  square  inch  of  orifice  imder 
this  condition  when  flow  is  into  a  vacuum  of  10  ins.  of  mercury  with  standard  barometer: 

(a)  Carbon  dioxide;  (6)  Nitrogen;  (c)  Hydrogen;  (d)  Ammonia;  (e)  Dry  steam  ac- 
cording to  saturation  law. 

19.  Horse-power  of  Nozzles  and  Jets.  Although,  strictly  speaking,  nozzles 
can  have  no  horse-power,  the  term  is  applied  to  the  nozzle  containing  the 
orifice  through  which  flow  occurs  and  in  which  a  certain  amount  of  work  is 
done  per  minute  in  giving  to  a  jet  of  gas  or  vapor  initially  at  rest  a  certain 
final  velocity,  and  amount  of  kinetic  energy.  The  foot-pounds  of  work  per 
pound  of  fluid  multiplied  by  the  pounds  flowing  per  second  will  give  the  foot- 
pounds of  work  developed  per  second  within  the  nozzle,  and  this  divided  by 
550  will  give  the  horse-power  developed  by  the  jet,  or  the  nozzle  horse-power. 
Accordingly, 

•H.P.ofjet=-55^«g^X:p-y    Xu (a) 


W  A 
550  F, 


(g)^^TF 


m 


•»'<(ft)M;^^.''.h(gr]^*>, 


(27) 


where  the  expression  in  the  bracket  is  the  work  done  per  pound  of  substance. 
The  pressures  are  expressed  in  pounds  per  square  foot,  areas  in  square  feet 
and  volumes  in  cubic  feet. 
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Example.  A  steam  turbine  operates  on  wet  steam  at  100  lbs.  per  square  inch  abso- 
lute pressure  which  is  expanded  adiabatically  to  atmospheric  pressure.  What  must  be 
the  area  of  the  nozzles  if  the  turbine  is  to  develop  50  H.P.  ideally? 

Note  :  1  cuit.  of  steam  at  100  lbs.  =  .23  lb. 

By  Eq.  (26),  maximum  flow  occurs  when  the  pressure  ratio  is  ( — -j       ,  or,  for 

1.11 

this  case  when  the  pressure  is  1004-  (^-tt)        ~^  ^^®*  P^^  square  inch  absolute.     As 

the  back  pressure  is  one  atmosphere,  the  flow  will  not  be  greater  than  for  the  above 

critical  pressure.    Substituting  it  in  Eq.  (25)  wiU  give  the  flow  weight  w,  and  using  the 

actual  back  pressure  in  Eq.  (22)  will  give  the  work  W. 

.11 

T>    t;.      /oon  ht     /111\      /14400\r      /2116\ni'| 

ByEq.(22),  ^  =  (n)  ><  (^  [^  -  ( 14^)       J 

=  110000  ft. -lbs.  per  pound  of  steam. 

*  ( 1 11   14400  r  -^n )  i 

ByEq.(25),  w;  =8.02Ax. 23 X (.58)01  j-^X^^   l-(.58)rri    V 

-  198A  lbs.  of  steam  per  second. 

T>     Ti.      /o»7  N    Tn>      ^Xtg     ^    110000  X198A 
By  Eq.  (27a),  H.P.=-^^=50 — 

50 
Whence  A  «-^--  square  feet. 

oyt)00 

Prob.  1-  What  will  be  the  horse-power  per  square  inch  of  nozzle  for  a  turbine  using 
hot  gases  if  expansion  follows  law  PV'  =k,  when  a  » 1.37,  the  gases  being  at  a  pressure  of 
200  lbs.  per  square  inch  absolute  and  expanding  to  atmosphere? 

Let  the  volume  per  pound  at  the  high  pressure  be  2  cu.ft. 

Prob.  2.  What  will  be  the  horse-power  per  square  inch  of  nozzle  for  the  problems 
of  Section  17? 

Prob.  3.  Suppose  steam  to  expand  according  tolawPF  «A;,  where  s  =  1.111,  from 
atmosphere  to  a  pressure  of  2  lbs.  per  sq.  inch  absolute.  How  will  the  area  of  the  ori- 
fice compare  with  that  of  the  example  to  give  the  same  horse-power? 

Note:  Fft=26.4. 

Prob.  4.  Suppose  steam  to  be  superheated  in  the  case  of  the  example  and  of  the  last 
problem,  how  will  this  affect  the  area  of  nozzle? 

Note:  Let  Fd  «5  and  32  respectively. 

Prob.  5.  How  much  work  is  done  per  inch  of  orifice  if  initial  pressure  is  100  lbs. 
absolute  on  one  side  and  final  10  lbs.  absolute  on  other  aide  of  a  valve  through  which 
air  is  escaping? 


CHAPTER  II 

WORK  OF  COMPRESSORS,  HORSE-POWER  AND  CAPACITY  OF  AIR,  GAS  AND 
VAPOR  COMPRESSORS,  BLOWING  ENGINES  AND  DRY  VACUUM  PUMPS. 

20.  General  Description  of  Structure  and  Processes.  There  is  quite  a 
large  class  of  machines  designed  to  receive  a  cylinder  full  of  some  gas  at  one 
constant  pressure,  and,  after  doing  work  on  the  gas  through  decreasing 
volumes  and  rising  pressures,  discharge  the  lesser  volume  of  gas  against  a 
constant  higher  pressure.  These  machines  are  in  practice  grouped  into  sub- 
classes, each  having  some  speciiSc  distinguishing  characteristic.  For  example, 
blowing  engines  take  in  air  at  atmospheric  pressure  or  as  nearly  so  as  the 
valve  and  port  resistance  will  permit,  and  after  compression  deliver  the  air 
at  a  pressure  of  about  three  atmospheres  absolute  for  use  in  blast  furnaces. 
These  blowing  engines  are  usually  very  lai^e,  work  at  low  and  variable  speeds, 
but  always  deliver  against  comparatively  low  pressures;  therefore,  they  have 
the  characteristics  of  large  and  variable  capacity  and  low  pressures.  A  great 
variety  of  valves  and  driving  gears  are  used,  generally  mechanically  moved 
suction  and  automatic  spring  closed  discharge  valves,  but  all  valves  may  be 
automatic.  The  compressor  cylinder  is  often  termed  the  blowing  tub  and  the 
compressed  or  blast  air  frequently  is  spoken  of  as  wind  by  furnace  men.  They 
are  all  direct-connected  machines,  an  engine  forming  with  the  compressor  one 
machine.  The  engine  formerly  was  always  of  the  steam  type,  but  now  a  change 
is  being  effected  to  permit  the  direct  internal  combustion  of  the  blast  .furnace 
waste  gases  in  the  cylinders  of  gas  engines.  These  gas-driven  blowing  engines, 
showing  approximately  twice  the  economy  of  steam-driven  machines,  will  in 
time  probably  entirely  displace  steam  in  steel  plants,  and  this  change  will  take 
place  in  proportion  to  the  successful  reduction  of  cost  of  repairs,  increase  of 
reliability  and  life  of  the  gsis-driven  blowing  engines  to  equal  the  steam-driven. 
Some  low-pressure  blowers  are  built  on  the  rotary  plan  without  reciprocating 
pistons,  some  form  of  rotating  piston  being  substituted,  and  these,  by  reason 
of  greater  leakage  possibilities,  are  adapted  only  to  such  low  pressures  as  6  lbs. 
per  square  inch  above  atmosphere  or  thereabouts.  These  blowers  are  coming 
into  favor  for  blasting  gas  producers,  in  which  air  is  forced  through  thick  coal 
beds  either  by  driving  the  air  or  by  drawing  on  the  gas  produced  beyond  the 
bed.  They  are  also  used  for  forcing  illuminating  gas  in  cities  through  pipes 
otherwise  too  small,  especially  when  the  distances  are  long.  In  general,  very 
low  pressures  and  large  capacities  are  the  characteristics  of  the  service  whether 
the  work  be  that  of  blowing  or  exhausting  or  both.  For  still  lower  pressures, 
measurable  by  water  or  mercury  columns,  fans  are  used  of  the  disk  or  propeller 
or  centrifugal  type.  These  fans  are  most  used  for  ventilation  of  buildings  and 
mines,  but  a  modification,  based  on  the  principles  of  the  steam  turbine  reversed, 
and  termed  turbo-compressors,  is  being  rapidly  adapted  to  such  higher  pres- 
sures as  have  heretofore  required  piston  compressors, 

48 
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When  high-pressure  air  is  required  for  driving  rock  drills  in  mines  and  for 
hoisting  engines,  tools,  as  metal  drills,  riveters,  chipping  chisels,  and  for  car 
air  brakes,  the  compressors  used  to  provide  the  air  are  termed  simply  air 
compressors.  These  compressors  usually  take  in  atmospheric  air  and  compress 
it  to  the  desired  pressure,  the  capacity  required  being  usually  adjustable; 
they  have  valves  of  the  automatic  type  throughout  commonly,  but  in  large 
sizes  frequently  are  fitted  with  mechanically  operated  suction  valves  to 
decrease  the  resistance  to  entrance  of  air  and  so  increase  economy,  a  com- 
plication not  warranted  in  small  machines.  When  the  pressures  of  delivery 
are  quite  high  the  compression  is  done  in  stages  in  successive  cylinders,  the 
discharge  from  the  first  or  low-pressure  cyUnder  being  delivered  through  a 
water  cooler  or  intercooler  to  the  second  cylinder  and  occasionally  to  a  third 
in  turn.  This  staging  with  intermediate  or  intercooling  results  in  better 
economy,  as  will  .be  seen  later  in  detail,  and  permits  the  attainment  of  the 
desired  quantity  of  cool  compressed  air  for  subsequent  use  with  the  expenditure 
cf  less  work;  the  extra  compUcation  and  cost  being  warranted  only  when 
machmes  are  large  and  final  pressures  high. 

In  the  operation  of  large  steam  condensers,  non-condensible  gases  will 
collect  and  spoil  the  vacuum,  which  can  be  maintained  only  by  the  continuous 
removal  of  these  gases,  consisting  of  air,  carbon  dioxide  and  gases  of  animal 
and  vegetable  decomposition  originally  present  in  the  water.  When  these  gases 
are  separately  removed  the  machine  used  is  a  special  form  of  compressor  termed 
a  dry  vacuiun  pump  which,  therefore,  receives  a  charge  at  the  absolute  pres- 
sure corresponding  to  the  vacuum,  or  as  nearly  so  as  the  entrance  resistance 
permits,  and  after  compression  discharges  into  the  atmosphere  at  a  pressure 
in  the  cylinder  above  atmosphere,  equivalent  to  discharge  resistance.  Natural- 
gas  wells  near  exhaustion  can  sometimes  be  made  to  flow  freely  by  the  applica- 
tion of  a  compressor  capable  of  drawing  a  charge  at  a  pressure  below  atmosphere; 
but  whether  the  chaise  be  received  below  atmospheric  pressure  or  above  as 
in  normal  wells,  the  compressor  will  permit  the  delivery  of  the  gas  to  distant 
cities  or  points  of  consumption,  even  250  miles  away,  through  smaller  pipes 
than  would  otherwise  be  possible.  Natural-gas  compressors,  some  steam-  and 
some  gas-engine  driven,  are  in  use  for  both  these  purposes,  compressing  natural 
gas  from  whatever  pressure  may  exist  at  the  well  to  that  desired  at  the  be- 
ginning of  the  pipe  line. 

In  the  preparation  of  liquid  ammonia  or  carbonic  acid  gas  for  the  market, 
or  in  the  operation  of  refrigerating  machinery,  wet  or  dry  vapor  is  com- 
pressed into  a  condenser  to  permit  liquefaction  by  the  combined  effect  of  high 
pressure  and  cooling.  One  form  of  refrigerating  machine  merely  compresses 
air,  subsequently  expanding  it  after  preliminary  cooling  by  water,  so  that 
after  expansion  is  complete  it  will  become  extremely  cold. 

All  these  compressing  machines  have,  as  a  primary  purpose,  either  the 
removal  of  a  quantity  of  low-pressure  gases  from  a  given  place,  or  the  delivery 
of  a  quantity  of  higher-pressure  gas  to  another  place  or  both,  but  all  include 
compression  as  an  intermediate  step  between  constant-pressure  admission  and 
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constant-pressure  discharge,  as  nearly  as  structure  may  permit.  They  will  all 
involve  the  same  sort  of  physical  operations  and  can  be  analyzed  by  the  same 
principles  except  the  wet-vapor  or  wet-gas  compressors,  in  which  condensation 
or  evaporation  may  complicate  the  process  and  introduce  elements  that  can 
be  treated  only  by  thermal  analysis  later.  Safe  compressors  cannot  be  built 
with  zero  cylinder  clearance,  hence  at  the  end  of  delivery  there  will  remain  in 
the  clearance  space  a  volume  of  high-pressure  gases  equal  to  the  volume  of  the 
clearance  space.  On  the  return  stroke  this  clearance  volume  will  expand  until 
the  pressure  is  low  enough  to  permit  suction,  so  that  the  new  charge  cannot 
enter  the  cj'linder  until  some  portion  of  the  stroke  has  been  covered  to  permit 
this  re-^xpansion  of  clearance  gases. 

It  is  quite  impossible  to  study  here  all  the  effects  or  influences  of  structure 
as  indicated  by  the  compressor  indicator  cards,  but  a  quite  satisfactory  treat- 
ment can  be  given  by  establishing  reference  diagrams  as  standards  of  com- 
parison, and  noting  the  nature  of  the  differences  between  the  actual  cases  and 
the  standard  reference  diagram.  These  standard  reference  diagrams  will  really 
be  pressure-volume  diagrams,  the  phases  of  which  correspond  to  certain  hypoth- 
eses capable  of  mathematical  expression,  such  as  constant  pressure,  constant 
volume,  expansion,  and  compression,  according  to  some  law,  or  with  some 
definite  value  of  s  fixing  either  the  heat-exchange  character  of  the  process  or 
the  substance,  as  already  explained. 

21.  Standard  Reference  Diagrams  or  PV  Cycles  for  Compressors  and 
Methods  of  Analysis  of  Compressor  Work  and  Capacity.  All  the  standard  refer- 
ence diagrams  will  include  constant-pressure  lines  corresponding  to  delivery  and 
supply  at  pressures  assumed  equal  to  whatever  exists  outside  the  cylinder  on 
either  delivery  or  suction  side,  that  is,  assuming  no  loss  of  pressure  on  delivery 
or  suction.  The  compression  may  be  single  or  multi-stage  with  various  amounts 
of  cooling  in  the  intercooler,  but  in  multi-stage  compression  the  standard 
reference  diagram  will  be  assumed  to  involve  intermediate  cooling  of  the  gases 
to  their  original  temperature,  so  that  the  gases  entering  all  cylinders  will  be 
assumed  to  have  the  same  temperature  and  to  maintain  it  constant  during 
admission.  Another  difference  entering  into  the  classification  of  standard 
reference  diagrams  is  that  shown  by  the  law  of  compression  as  defined  by  the 
exponent  8.  Integration  of  the  differential  work  expression  will  take  a  loga- 
rithmic form  for  8  =  1,  and  an  exponential  form  for  all  other  values,  thus  giving 
two  possible  reference  compression  curves  and  two  sets  of  work  equations. 

(a)  The  isothermal,  for  which  «=1,  no  matter  what  the  gas;  this  is  the  con- 
sequence of  assuming  that  all  the  heat  liberated  by  compression  is  continuously 
carried  away  as  fast  as  set  free,  so  that  the  temperature  cannot  rise  at  all. 

(6)  The  exponential,  for  which  s  has  a  value  greater  than  one,  generally 
different  for  every  gas,  vapor  or  gas-vapor  mixture,  but  constant  for  any  one 
gas,  and  also  for  dry  vapors  that  remain  dry  for  the  whole  process.  Wet  vapors 
having  variable  values  of  s  cannot  be  treated  by  the  simple  pressure-volume 
analysis  that  suffices  for  the  gases,  but  must  be  analyzed  thermally.  The 
adiabatic  value  of  8  is  a  consequence  of  assuming  no  heat  exchange  at  all 
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between  the  gas  and  anything  else  and  is  a  special  ease  of  the  general  exponen- 
tial class. 

Just  why  these  two  assumptions  of  thermal  condition  should  result  in  the  speci- 
fied values  of  s  will  be  taken  up  later  under  the  thermal  analysis  part  of  this  work. 

As  a  consequence  of  these  phase  possibilities  there  may  be  established  various 
standard  reference  diagrams  or  pressure-volume  cycles  defined  by  their  phases; 
thus  in  Fig.  21,  four  cycles  are  shown  for  single-stage  compression.  Similarly 
for  multi-stage  compression  there  are  two  additional  cycles  for  two-stage  com- 
pression: cycle  5 — ^twoHStage  exponential  compression  without  clearance, 
perfect  intercooling  at  best-receiver  pressure;  and  cycle  6 — two-stage  expo- 
nential compression  with  clearance  and  perfect  intercooling  at  best-receiver 
pressure.  These  are  shown  in  the  second  series  of  Fig.  21  in  which  the  first 
diagram  represents  cycle  5  and  the  other  two  represent  cycle  6;  the  dif- 
ference in  the  latter  being  due  to  the  relative  clearances.  The  lower  set  of  dia- 
grams in  Fig.  21  indicates  three-stage  compression.  The  first  of  these  is 
typical  of  cycle  7  for  three-stage  exponential  compression,  without  clear- 
ance, perfect  intercooling  at  best  two  receiver-pressures.  The  others  repre- 
sent cycle  8,  three-stage  compression  with  clearance  and  perfect  intercool- 
ing at  best  two  receiver-pressures.  Multi-stage  compression  could  be 
extended  to  four-stage  by  adding  two  more  cycles,  and  so  on. 

Since  three-stage  and  four-stage  compressors  are  less  frequently  used  in 
practice  the  analysis  of  the  various  cycles  will  not  be  carried  beyond  that 
required  for  two-stage  compression,  although  the  phase  relations  and  the 
more  important  formulas  for  three-stage  compressions  will  be  presented. 

Single-stage  Compression  Reference  Cycles  or  PV  Diagrams 
Cycle  1.    Single-stage  Isothermal  Compression  without  Clearance. 
Phase  (a)  Constant  pressure  supply. 
"      (5)  Isothermal  compression. 
"      (c)  Constant  pressure  delivery, 
"      (d)  Constant  zero-volume  pressure  drop. 
Cycle  2.    Single-stage  Isothermal  Compression  with  Clearance. 
Phase  (a)  Constant  pressure  supply. 
"      (6)  Isothermal  compression. 
"      (c)  Constant  pressure  delivery. 
"      (d)  Isothermal  re-expansion. 
Cycle  3.    Single-stage  Exponential  Compression  without  Clearance. 
Phase  (a)  Constant  pressure  supply. 
"      (6)  Exp)onential  compression. 
"      (c)  Constant  pressure  delivery. 
"      (d)  Constant  zero-volume  pressure  drop. 
Cycle  4.    Single-stage  Exponential  Compression  with  Clearance. 
Phase  (a)  Constant  pressure  supply. 
"      (6)  Exponential  compression. 
"      (c)  Constant  pressure  delivery. 
**     (d)  Exponential  re-expansion. 
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MULTI-BTAGE   COMPRESSION 

The  phases  making  up  multi-stage  compression  cycles  may  be  considered  in 
two  ways;  first,  as  referred  to  each  cylinder  and  intercooler  separately,  or 
second,  as  referred  to  the  pressure-volume  changes  of  the  gases  themselves 
regardless  of  whether  the  changes  take  place  in  cylinders  or  intercoolers. 

For  example,  if  10  cu  Jt.  of  hot  compressed  air  be  delivered  from  the  first 
cylinder  of  50  cu.ft.  displacement,  the  phase  referred  to  this  cylinder  is  a  con- 
stant^ressure  decreasing  volume  delivery  line,  whose  length  is  i  of  the  whole 
diagram,  exactly  as  in  single-stage  compression.  If  this  10  cu.ft.  of  air  deliv- 
ered to  an  intercooler  became  8  ft.  at  the  same  constant  pressure  as  the  first 
cylinder  delivery,  the  phase  would  be  indicated  by  a  constant-pressure  volume 
reduction  line  2  cu.ft.  long  to  scale,  or  referred  to  the  original  volume  of  air 
admitted  to  the  first  cylinder,  a  line  ^  of  its  length.  Finally,  admitting  this 
8  cu.ft  of  cool  air  to  the  second  cylinder  and  compressing  it  to  i  of  its  vol- 
ume would  result  in  a  final  delivery  line  at  constant  pressure  of  a  length  of  J  of 
the  length  of  the  second  cylinder  diagram,  but  as  this  represents  only  8  cu.ft., 
the  final  delivery  will  represent  only  iX8  =  1.6  cu.ft.     This  1.6  cuit.  will, 

when  referred  to  the  original  60  cu.ft.  admitted  to  the  first  cylinder,  be  repre- 

1.6 
sented  by  a  constant-pressure  line,  —=.032,  of  the  whole  diagram  length, 

which  in  volume  is  equivalent  to  ^^  of  the  length  of  the  second  cylinder 
diagram.  It  should  be  noted  also  that  three  volume  change  operations  take 
place  at  the  intermediate  pressure;  first,  first  cylinder  delivery;  second, 
volume  decrease  due  to  intercooling;  third,  second  cylinder  admission:  the 
net  effect  of  which  referred  to  actual  gas  volumes,  regardless  of  place  where 
the  changes  happen,  is  represented  by  the  volume  decrease  due  to  inter- 
cooling only.  A  diagram  of  volumes  and  pressures  representing  the  resultant 
of  all  the  gas  processes  is  called  in  practice  the  combined  PV  diagram  for  the 
two  cylinders,  or  when  plotted  from  actual  indicator  cards  with  due  regard 
for  the  different  clearances  of  each  cylinder  the  combined  indicator  diagrams. 
It  is  proper  in  the  study  of  the  whole  process  of  compression  to  consider  the 
cycle  as  consisting  of  phases  referred  to  true  gas  volumes  rather  than  phases 
referred  to  separate  cylinder  processes,  which  is  equivalent  to  imagining  the 
whole  cycle  carried  out  in  one  cylinder. 

Intercooling  effects  measured  by  the  amount  of  decrease  of  volume  at 
constant  pressure  will,  of  course,  depend  on  the  amount  of  cooling  or  reduc- 
tion of  temperature,  but  in  establishing  a  standard  reference  diagram  some 
definite  amount  capable  of  algebraic  description  must  be  assumed  as  an 
intercooling  hypothesis. 

It  has  already  been  shown.  Fig.  6,  Chapter  I,  that  from  any  original  state 
of  pressure  and  volume  the  exponential  and  isothermal  could  be  drawn,  diverging 
an  amount  depending  on  the  defining  exponent,  8,  If,  after  reaching  a 
given  state  on  the  exponential  curve,  the  gas  be  cooled  at  constant  pressure 
to  its   original  temperature^  the  point  indicating  its  condition  will  lie,  by 
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definition,  on  the  other  curve  or  isothermal,  and  the  cooling  process  will  be 
represented  by  a  horizontal  joining  the  two  curves.  Such  intercooling  as 
this  will  be  defined  as  perfect  intercooling,  for  want  of  a  better  name,  and  its 
pressure-volume  effects  can  be  treated  by  the  curve  intersections.  It  is  now 
possible  to  set  down  the  phases  for  the  standard  reference  diagrams  of  multi- 
stage compression,  if  in  addition  to  the  above  it  be  admitted,  that  there  is  a 
best  or  most  economical  receiver  pressure. 

Two-STAOE  Compression  Reference  Cycles  or  PV  Diagrams 

Cycle  5.    Two-stage  Exponential  Compression  without  Clearance,  Perfect 

Intercooling  at  Best  Receiver  Pressure. 
Phase  (a)  Constant  pressure  supply. 
'*      (b)  Exponential  compression  to  best  receiver  pressure. 
' '      (c)  Constant  pressure  perfect  intercooling  of  delivered  gas. 
' '      (d)  Exponential  compression  from  best  receiver  pressure. 
' '      (e)  Constant  pressure  delivery. 
' '      (/)   Constant  zero-volume  pressure  drop. 
Cycle  6.    Two-stage  Exponential  Compression  with  Clearance,  Perfect 

Intercooling  at  Best  Receiver  Pressure. 
Phase  (a)  Constant  pressure  supply. 
* '      (5)  Exponential  compression  to  best  receiver  pressure. 
' '      (c)  Constant  pressure  perfect  intercooling  of  delivered  gas. 
' '      (d)  Exponential  re-expansion  of  first  stage  clearance. 
' '      (e)  Exponential  compression  from  best  receiver  pressure. 
' '      (/)   Constant  pressure  delivery. 
' '      (g)  Exponential  re-expansion  of  second  stage  clearance. 

Three-stage  Compression  Reference  Cycles  or  PF  Diagrams 

Cycle  7.    Three-stage  Exponential  Compression,  without  Clearance,  Per- 
fect Intercooling  at  Best  Two  Receiver  Pressures. 
Phase  (a)  Constant  pressure  supply. 
*'      (5)  Exponential  compression  to  first  receiver  pressure. 
**      (c)  Perfect  intercooling  at  best  first  receiver  pressure. 
"      (d)  Exponential  compression  from  best  first  to    best    second 

receiver  pressure. 
' '      (e)  Perfect  intercooling  at  best  second  receiver  pressure. 
* '      (/)   Exponential  compression  from  best  second  receiver  pressure. 
' '      (g)  Constant  pressure  delivery. 
*'      (h)  Constant  zero-volume  pressure  drop. 
Cycle  8.    Three-stage    Adiabatic    Compression    with  Clearance,  Perfect 

Intercooling  at  Best  Two  Receiver  Pressures. 
Phase  (a)  Constant  pressure  admission. 
' '      (5)  Exponential  compression  to  best  first  receiver  pressure. 
' '      (c)  Perfect  cooling  of  delivered  gas  at  best  first  receiver  pressure. 
' '      (d)  Exponential  re-expansion  of  first  stage  clearance. 
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Phase  (e)  Exponential  compression  from  best  first  to  best  second 

receiver  pressure. 
*  *      (/)  Perfect  intercooling  of  delivered  gas  at  best  second  receiver 
pressm-e. 
(g)  Exponential  re-expansion  of  second  stage  clearance. 
(A)  Exponential  compression  from  best  second  receiver  pressure. 
(i)  Constant  pressure  delivery. 
(j)   Exponential  re-expansion  of  third  stage  clearance. 


it 
it 


It  should  be  noted  that  cycles  6  and  8  may  be  sub-divided  into  any  nimoiber 
of  cases,  of  which  some  of  the  most  characteristic  are  shown:  (a)  where  the 
clearance  volume  in  each  cylinder  bears  the  same  ratio  to  the  displacement 
of  that  cylinder,  and  commonly  called  equal  clearances;  (b)  where  the  clearances 
are  such  that  the  volume  after  re-expansion  in  the  higher-pressure  cylinder 
is  equal  to  the  volume  of  clearance  in  the  next  lower-pressm-e  cylinder,  causing 
the  combined  diagram  to  have  a  continuous  re-expansion  line,  a  case  which 
may  be  called  proportionate  clearance;  and  (c)  the  general  case  in  which  there 
is  no  particular  relation  between  clearances  in  the  several  cylinders. 

By  means  of  these  definitions  or  their  mathematical  equivalents  in  s3mibols 
it  will  be  possible  to  calculate  work  as  a  function  of  pressures  and  volumes, 
and  by  various  transformations  of  a  general  expression  for  work  of  a  reference 
cycle,  to  calculate  the  horse-power  corresponding  to  the  removal  of  a  given 
volume  of  gas  per  minute  from  the  low-pressure  supply,  or  to  the  delivery  of 
another  volume  per  minute  to  the  high-pressure  receiver,  or  per  unit  weight, 
per  minute.  It  will  also  be  possible  to  calculate  the  necessary  cylinder  size 
or  displacement  per  unit  of  gas  handled,  and  the  horse-power  necessary  to 
drive  the  compressing  piston  at  a  specified  rate,  and  further  to  calculate  the 
work  and  horse-power  of  cylinders  of  given  size  and  speed.  In  order  that  these 
calculations  of  a  numerical  sort  may  be  quickly  made,  which  is  quite  necessary 
if  they  are  to  be  useful,  the  formulas  must  be  definite  and  of  proper  form,  the 
form  being  considered  proper  when  little  or  no  algebraic  transformation  is 
necessary  before  numerical  work  is  possible.  While  special  expressions  for 
each  ease  are  necessary  to  facilitate  numerical  work,  it  is  equally  important, 
if  not  more  so,  to  make  clear  the  broad  general  principles  or  methods  of  attack, 
because  it  is  quite  impossible  to  set  down  every  case  or  even  to  conceive  at  the 
time  of  writing  of  all  different  cases  that  must  in  future  arise.  The  treat- 
ment, then,  must  be  a  combination  of  general  and  special;  the  general  methods 
being  applied  successively,  to  make  them  clear  and  as  a  matter  of  drill,  not 
to  every  possible  case,  but  only  to  certain  characteristic  or  type  forms 
of  cases,  such  as  are  here  set  down  as  standard  reference  diagrams. 
Individual  cases  may  be  judged  by  comparison  with  these  and  certain  factors 
of  relation  established  which,  being  ratios,  may  be  and  are  called  efficiencies. 
Thus,  if  a  single-stage  compressor  should  require  two  horse-power  per  cubic 
foot  of  free  air  compressed  per  minute,  and  Cycle  I  should  for  the  same 
pressure  limits  require  only  one  horse-power  for  its  execution,  then  the  eflSciency 
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of  the  real  compression  would  be  60  per  cent  referred  to  Cycle  I,  and  similar 
factors  or  efficiencies  for  other  compressors  similarly  obtained;  a  com- 
parison of  the  factors  will  yield  information  for  a  judgment  of  the  two 
compressors. 

In  what  follow;s  on  the  work  and  gas  capacity  of  compressors  tfwo  methods 
of  attack  will  be  used. 

1.  General  pressure-volume  analysis  in  terms  of  gas  pressures  and  volumes 
resulting  in  the  evaluation  of  work  per  cubic  foot  of  low-  or  high-pressure 
gaseous  substance. 

2.  Transformation  of  results  of  (1)  to  yield  volumetric  efficiencies,  mean 
effective  pressures,  work,  horse-power,  and  capacity  in  terms  of  dimensions 
of  cylinders  and  clearances. 

22.  Single-stage  Compressor,  No  Clearance,  Logarithmic  Compression 
(Cycle  1),  Work,  Capacity,  and  Work  per  Cubic  Foot  in  Terms  of  Pressures 
and  Volumes.  The  standard  reference  diagram  is  represented  by  Fig.  22,  on 
which  the  process  {A  to  B)  represents  admission  or  supply  at  constant  pressure; 
(B  to  C)  compression  at  constant  temperature;  (C  to  D)  delivery  at  constant 
pressure;  and  (Z>  to  A)  zero-volume. 

Let  Fft=The  number  of  cubic  feet  of  low  pressure  gas  in  the  cylinder  after 

admission,  represented  to  scale  on  the  diagram  by  AB  and  equal 

to  the  volume  at  B; 
Fc= volume  in  cubic  feet  of  the  gas  in  cylinder  when  discharge  begins, 

represented  by  DC,  which  is  the  volmne  at  C; 
P»= absolute  pressure  in  pounds  per  square  foot,  at  which  supply 

enters  cylinder  =  (Sup.Pr.)  =  pressure  at  B; 
Pft='Pft-r  144  =  absolute  supply  pressure  in  pounds  per  square  inch  = 

(sup.pr.) ; 
P«= absolute  pressure  in  pounds  per  square  foot,  at  which  deliver^' 

occurs  =  (Del.  Pr.)  =  pressure  at  C; 

Pc=Pe-r- 144  =  absolute  delivery  pressure  in  poimds  per  square  inch 

=  (del.pr.) ; 
p 
Rp^  j5^= ratio  of  delivery  pressure  to  supply  pressiu'e; 

TF= foot-pounds  work  done  for  the  cycle; 

(H.  P.  Cap.)  =  volume  of  gas   delivered  in  cubic  feet  per  cycle,  at 

temperature  same  as  that  of  supply; 
(L.  P.  Cap.)  =  volume  of  gas  drawn  into  cylinder,  cubic  feet  per  cycle. 

For  this  no-clearance  case  (L.  P.  Cap.)  =  V^, 

Referring  to  Fig.  22,  the  work  for  the  cycle  is  the  sum  of  compression  and 
delivery  work,  less  admission  work,  or  by  areas 


Net  work  A  BCD  =  compression  work  jE?BCG+delivery  work  GCDF 


—admission  work  EBAF, 
p^ 
Algebraically  this  is  equivalent  to   W  =  Pt,Vi,  log«  p^+Pc7c— P^F^. 
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But  Bince  PtVt=PbVb  the  expresBJon  becomes 


ir=p»niog.^, 


which  b  the  work  for  the  execution  of  the  cycle  when  pressures  are  ia  pouods 


Fia.  22. — One-stage  Compressor  Cycle  1,  No  ClearEmce,  Isothermal. 

per  square  foot,  and  volumes  in  cubic  feet.     The  equivalent  expression  for 
pounds  per  square  inch  and  cubic  feet  is 

Tr=144  psF.log,^ (29) 

Since,  when  there  is  no  clearance  the  volume  taken  into  the  cylinder  for 
each  cycle  (L.  P.  Cap.)  is  equal  to  the  volume  at  B,  =  Vb,  the  expression  Eq.  (29) 
may  be  stated  thus,  symbolic  form: 

tr-144(sup.pr.)(L.  P.  Cap.)log,R, (30) 
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The  work  per  cubic  foot  of  low  pressiire  gas,  foot-pounds,  will  be  the  above 
expression  divided  by  (L.  P.  Cap.),  or 

^L-^^  =  144(8up.pr.)log.B, (31) 

The  work  per  cubic  foot  of  high-pressure  gas  delivered  will  be 

W 
Tg^p  Q^  =  144  (sup.pr.)  fip  loge  i2p,       ....     (32) 

since  AF^ = P^c\  then  Fa  =  Yc 5^, 

which  expressed  symbolically  is 

(L.P.Cap.)  =  (H.P.Cap.)X/2p (33) 

Expressions  (31)  and  (32)  for  the  isothermal  compressor  are  especially  useful 
as  standards  of  comparison  for  the  economy  of  the  compressors  using  methods 
other  than  isothermal.  It  will  be  found  that  the  work  per  cubic  foot  of  either 
low-pressure  or  cooled  high-pressure  gas  is  less  by  the  isothermal  process  than 
by  any  other  process  discussed  later,  and  that  it  is  the  limiting  case  for  the 
economy  of  multi-stage  compressors  with  a  great  number  of  stages.  The  fact 
that  this  process  of  isothermal  compression  is  seldom  if  ever  approached  in 
practice  does  not  make  it  any  the  less  a  suitable  basis  for  comparison. 

Example  1.    Method  of  calculating  Diagram  Fig.  22. 

iissumed  DaXa,    Pa=Pb^  21 16  lbs.  per  square  foot.        Va  =  Vd  =0. 

Pc^Pd- 18,000  lbs.  per  square  foot.     Capacity  =5  cu.ft.    «  =  1. 

To  obtain  point  C,     P^n=PcFe    or    ^^«JVft  =  ^|^^=.59. 

Intermediate  points  B  to  C  are  obtained  by  assuming  various  pressures  and  finding 
corresponding  volumes  as  for  Vc 

Example  2.  To  compress  and  deliver  5  cu.ft.  of  air  from  atmospheric  pressure  (2116 
lbs.  per  square  foot)  to  8.5  atmospheres  (18,000  lbs.  per  square  foot)  isothermally 
without  clearance,  how  much  work  is  necessary? 

P6=2116        Pc  =  18,000       76=5        ^~=p-==8.5      .'.     7c-.588 

Work  of  admission  ^P^Fa  =2116  X5  =  10,585  ft.-lbs. 

p 

Work  of  compression =P6 76  log*  y  - 10,585  xloge  8.5  =22,600  ft.-lbs. 

Work  of  deUvery  =Pc7c  =  10,585  ft.-lbs. 

Total  work  =  10,585  +22,600-10,585  =22,600  ft.-lbs. 

Or  by  the  general  formula, 

W  =  144(8up.pr.)(L.P.Cap.)  log*  Rp  -21 16  X5 xlog.  8.5  -2116  X5  X2.14  =22,652  ft.-lbs. 

Prob.  1.  How  many  cubic  feet  of  free  air  may  be  compressed  and  delivered  per 
minute  from  14  lbs.  absolute  to  80  lbs.  per  square  inch  absolute,  per  horse-power  in  a 
compressor  with  zero  clearance  if  compression  is  isothermal? 
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Prob.  2.  Gas  is  being  forced  through  mains  at  the  rate  of  10,000  cu.ft.  per  minute 
under  a  pressure  of  5  lbs.  per  square  inch  above  atmosphere.  The  gas  is  taken  into  the 
compressor  at  atmospheric  pressure  and  compression  is  isothermal.  What  horse- 
power will  be  needed  at  sea  level,  and  at  an  elevation  of  5000  feet? 

Prob.  3.  Natural  gas  is  drawn  from  a  well,  compressedisothermally  and  forced  through 
a  main  at  the  rate  of  200,000  cu.ft.  per  hour  measured  at  the  pressure  on  the  suction 
side.  What  horse-power  will  be  required  to  operate  the  compressor  if  the  mechanical 
efficiency  be  80  per  cent?  Suction  pressure  is  8  lbs.  per  square  inch  absolute,  delivery 
pressure  60  lbs.  per  square  inch  absolute. 

Prob.  4.  A  vacuum  cleaning  pump  is  required  to  maintain  a  pressure  of  14  lbs.  per 
square  inch  absolute,  move  500  cu.ft.  of  free  air  per  minute  and  discharge  it  against 
an  atmospheric  pressure  of  15  lbs.  per  square  inch  absolute.  What  horse-power  wiU 
be  required  (isothermal)? 

Prob.  6.  A  blower  furnishes  45  cu.ft.  of  air  a  minute  at  a  pressure  of  5  ins.  of  mercury 
above  atmosphere.  Assuming  compression  to  be  isothermal  and  supply  pressure  to  be 
atmospheric,  what  horse-power  will  be  needed? 

Prob.  6.  A  compressor  has  a  piston  displacement  of  3  cu.ft.  At  what  speed  can  it  be 
run  if  air  be  compressed  isothermally  from  1  to  10  atmospheres  and  the  horse-power 
supplied  is  100? 

Prob.  7.  A  tank  of  1000  cu.ft.  capacity  contains  air  at  atmospheric  pressure.  A 
compressor  taking  air  from  atmosphere  compresses  it  isothermally  and  discharges  it  into 
the  tank  imtil  the  pressure  reaches  100  lbs.  per  square  inch  gage.  What  horse-power 
will  be  required  to  fill  tank  at  this  pressure  in  ten  minutes? 

Prob.  8.  A  compressor  receives  air  at  atmosphere  and  compresses  it  isothermally  to 
five  atmospheres  above  atmosphere.  It  takes  in  1000  cu.ft.  of  free  air  per  minute. 
How  much  would  the  capacity  increase  if  the  discharge  pressure  dropped  to  3  atmos- 
pheres and  the  horse-power  remained  the  same? 

Prob.  9.  Suppose  that  the  pressure  in  the  preceding  problem  were  raised  to  8 
atmospheres.  How  much  would  the  capacity  decrease  if  the  horse-power  remained  the 
same  and  how  much  more  power  would  be  required  to  keep  the  capacity  the  same? 

Prob.  10.  By  means  of  suitable  apparatus,  the  water  from  the  side  of  a  waterfall  is 
diverted  to  a  vertical  shaft,  and  in  falling  126  ft.  compresses  air  from  atmospheric  pressure 
to  a  value  equal  to  90  per  cent  of  the  head  of  the  water.  To  deliver  1000  cu.ft.  of  com- 
pressed air  per  hour,  how  much  water  is  required  if  the  work  of  falling  water  is  80  per 
cent  useful  in  compressing  the  air? 

23.  Single-stage  Compressor  with  Clearance,  Isothermal  Compression, 
(Cycle^2).  Work,  Capacity,  and  Work  per  Cubic  Foot  in  Terms  of  Pressures 
and  Volumes.     . 

Referring  to  Fig.  23,  the  work  of  the  cycle  is,  by  areas. 


Net  work  a,te&=EBCG+GCDF-HADF-EBAH^  Area.  ABCD. 


It  is  easily  seen  that  this  area  is  also   equal  to  (J BCL)  ^  (JADL),  both 
of  which  are  areas  of  the  form  evaluated  in  the  preceding  section.    Accordingly 


Net  work  area =J5CL—JADL, 
Algebraically, 
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which  is  the  general  expression  for  the  work  of  the  cycle  in  foot-pounds  when 
pressures  are  in  [>ounds  per  square  foot,  and  volumes  in  cubic  feet.  Substituting 
the  symbolic  equivalents  and  using  pressures  in  pounds  per  square  inch,  there 
results,  since  CV»-Fa)-(L.  P.  Cap.). 

Work=144(sup.pr.)(L.  P.  Cap.)log.B„  ....  (35) 
which  is  identical  with  Eq.  (30),  showing  that /or  a  given  Uno-preaaure  capacity 
the  work  of  isothermal  compressors  is  independent  of  clearance.     The  value  of 


Volumo  In  Cubic  Feet  . , 


I,  ^Jff D , 

Fia.  23.— Oae-stage  CompreeBor  Cycle  2,  Clearance,  Isothermal. 

the  low-pressure  capacity  (F»— Va)  may  not  be  known  directly,  but  may 
be  found  if  the  volume  before  c<HnpresBion,  F»,  the  clearance  volume  before 
re-expansion,  Vt,  and  the  ratio  of  delivery  to  supply  pressure,  R,,  are  known, 
thus  V,=  VJtr,  from  which 

(L.P.Cap.)-(r,-rjZ,) C36) 

Since  Eq.  (35)  is  the  same  as  Eq.  (30)  it  follows  that  the  work  per  cubic  foot 
of  low-pressure  gas,  in  foot-pounds,  may  be  obtained  from  Eq.  (31);  and 
the  work  per  cubic  foot  of  high-pressure  gas  deUvered,  ft.-lbs.  will  be  that 
obtained  from  Eq.  (32). 

That  is  clearance  has  no  effect  on  the  work  done  for  a  given  volume  of  gas 
admitted,  hmvever  much  it  may  affect  the  work  of  the  cyde  between  given  vU'ume 
limits  or  work  per  unit  of  displacement. 
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It  is  interesting  to  note  that  the  work  areas  of  Figs.  22  and  23  are  equal 
when  plotted  on  equal  admission  lines  AB  or  delivery  lines  CD  and  any 
horizontal  intercept  xy  will  be  equal  in  length  on  both  if  drawn  at  the  same 
pressure.  

In  what  precedes,  it  has  been  assumed  that  AB  represents  admission  volume 
and  CD  represents  delivery  volume  which  is  true  for  these  established  cycles 
of  reference,  but  it  is  well  to  repeat  that  for  real  compressors  these  are  only 
apparent  admission  and  delivery  lines,  as  both  neglect  heating  and  cooling 
effects  on  the  gas  during  its  passage  into  and  out  of  the  cylinder.  Also  that 
in  real  compressors  the  pressure  of  the  admission  line  cannot  ever  be  as  high 
as  the  pressure  from  which  the  charge  is  drawn,  and  the  delivery  pressure  must 
be  necessarily  higher  than  that  which  receives  the  discharge,  in  which  cases 
the  volume  of  gas  admitted,  as  represented  by  AB,  even  if  the  temperature 
did  not  change,  would  not  equal  the  volume  taken  from  the  external 
supply^  because  it  would  exist  in  the  cylinder  at  a  lower  pressure  than  it 
originally  had.     A  similar  statement  would  be  true  for  delivered  gas. 

Problems.  Repeat  all  the  problems  of  the  last  section,  assuming  any  numerical 
value  for  the  clearance  up  to  10  per  cent  of  the  displacement. 

24.  Single-stage  Compressor  Isothermal  Compression.  Capacity,  Volu- 
metric EfSciency,  Work,  Mean  Effective  Pressure,  Horse-power  and  Horse- 
power per  Cubic  Foot  of  Substance,  in  Terms  of  Dimensions  of  Cylinder  and 
Clearance. 

Consider  first  the  case  where  clearance  is  not  zero.  Then  Fig.  23  is  the 
reference  diagram. 

Let  i>  =  displacement = volume,  in  cubic  feet,  displaced  by  piston  in  one 
stroke=area  of  piston  in  sq.ft.  Xstroke  in  ft.  =  (Fft— Fa). 
(H.  P.  Cap.)  =  high  pressure  capacity  =  vol.  cu.ft.  of  gas  delivered  per 

cycle  at  temperature  equal  to  that  of  supply  =  (Ff—Ftf); 
(L.  P.  Cap.)  =  low  pressure  capacity = vol.   in  cu.ft.  of  gas   entering 
cylinder  per  cycle  =  (Vj—  Vq)  ; 

„         ,       4.  •      a:  •            ^'^'  Cap.     Vt—Va 
J?,  =  volumetric  efficiency  = pj — —  =  Y/ — t7  '» 


CI = volume  of  clearance,  cubic  feet  =Fd 

c= Clearance  volume  expressed  as  a  fraction  of  the  displacement; 

whence  Cl^cD; 


CI        Frf 


D    y,-Fd 

W 
M.E.P.  =  mean  eflfective  pressure,  lbs.  per  square  foot  =  y.-; 

W 
m.e.p.  =  mean  eflfective  pressure,  lbs.  per  square  inch  =  .- 


144Z) ' 
iV= number  of  revolutions  per  minute; 

n= number  of  cycles  per  minute; 

N 
z= number  of  revolutions  per  cycle  =— ; 

n 

I.H.P.= indicated  horse-power  of  compressor; 
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MULTI-BTAGE   COMPRESSION 

The  phases  making  up  multi-stage  compression  cycles  may  be  considered  in 
two  ways;  first,  as  referred  to  each  cylinder  and  intercooler  separately,  or 
second,  as  referred  to  the  pressure-volume  changes  of  the  gases  themselves 
regardless  of  whether  the  changes  take  place  in  cylinders  or  intercoolers. 

For  example,  if  10  cuit.  of  hot  compressed  air  be  delivered  from  the  first 
cylinder  of  50  cu.ft.  displacement,  the  phase  referred  to  this  cylinder  is  a  con- 
stant-pressure decreasing  volume  delivery  line,  whose  length  is  i  of  the  whole 
diagram,  exactly  as  in  singlenstage  compression.  If  this  10  cuit.  of  air  deliv- 
ered to  an  intercooler  became  8  ft.  at  the  same  constant  pressure  as  the  first 
cylinder  delivery,  the  phase  would  be  indicated  by  a  constant-pressure  volume 
reduction  line  2  cu.ft.  long  to  scale,  or  referred  to  the  original  volume  of  air 
admitted  to  the  first  cylinder,  a  line  ^  of  its  length.  Finally,  admitting  this 
8  cu.ft  of  cool  air  to  the  second  cylinder  and  compressing  it  to  Jr  of  its  vol- 
ume would  result  in  a  final  delivery  line  at  constant  pressure  of  a  length  of  i;  of 
the  length  of  the  second  cylinder  diagram,  but  as  this  represents  only  8  cu.ft., 
the  final  delivery  will  represent  only  tX8  =  1.6  cu.ft.     This  1.6  cu.ft.  will, 

when  referred  to  the  original  50  cu.ft.  admitted  to  the  first  cylinder,  be  repre- 

1.6 
sented  by  a  constant-pressure  line,  —  =  .032,  of  the  whole  diagram  length, 

which  in  volume  is  equivalent  to  i  of  the  length  of  the  second  cylinder 
diagram.  It  should  be  noted  also  that  three  volume  change  operations  take 
place  at  the  intermediate  pressure;  first,  first  cylinder  delivery;  second, 
volume  decrease  due  to  intercooling;  third,  second  cylinder  admission:  the 
net  effect  of  which  referred  to  actual  gas  volumes,  regardless  of  place  where 
the  changes  happen,  is  represented  by  the  volume  decrease  due  to  inter- 
cooling only.  A  diagram  of  volumes  and  pressures  representing  the  resultant 
of  all  the  gas  processes  is  called  in  practice  the  combined  PV  diagram  for  the 
two  cylinders,  or  when  plotted  from  actual  indicator  cards  with  due  regard 
for  the  different  clearances  of  each  cylinder  the  combined  indicaior  diagrams. 
It  is  proper  in  the  study  of  the  whole  process  of  compression  to  consider  the 
cycle  as  consisting  of  phases  referred  to  true  gas  volumes  rather  than  phases 
referred  to  separate  cylinder  processes,  which  is  equivalent  to  imagining  the 
whole  cycle  carried  out  in  one  cylinder. 

Intercooling  effects  measured  by  the  amount  of  decrease  of  volume  at 
constant  pressure  will,  of  course,  depend  on  the  amount  of  cooling  or  reduc- 
tion of  temperature,  but  in  establishing  a  standard  reference  diagram  some 
definite  amount  capable  of  algebraic  description  must  be  assumed  as  an 
intercooling  hypothesis. 

It  has  already  been  shown.  Fig.  6,  Chapter  I,  that  from  any  original  state 
of  pressure  and  volume  the  exponential  and  isothermal  could  be  drawn,  diverging 
an  amount  depending  on  the  defining  exponent,  s.  If,  after  reaching  a 
given  state  on  the  exponential  curve,  the  gas  be  cooled  at  constant  pressure 
to  its    original  temperature,  the  point  indicating  its  condition  will  lie,  by 
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definition,  on  the  other  curve  or  isothermal,  and  the  cooling  process  will  be 
represented  by  a  horizontal  joining  the  two  curves.  Such  intercooling  as 
this  will  be  defined  as  perfect  intercooling,  for  want  of  a  better  namsy  and  its 
pressure-volume  eflfects  can  be  treated  by  the  curve  intersections.  It  is  now 
possible  to  set  down  the  phases  for  the  standard  reference  diagrams  of  multi- 
stage compression,  if  in  addition  to  the  above  it  be  admitted,  that  there  is  a 
best  or  most  economical  receiver  pressure. 

Two-stage  Compression  Reference  Cycles  or  PV  Diagrams 

Cycle  5.    Two-stage  Exponential  Compression  without  Clearance,  Perfect 

Intercooling  at  Best  Receiver  Pressure. 
Phase  (a)  Constant  pressure  supply. 

(6)  Exponential  compression  to  best  receiver  pressure. 

(c)  Constant  pressure  perfect  intercooling  of  delivered  gas. 

(d)  Exponential  compression  from  best  receiver  pressure. 

(e)  Constant  pressure  delivery. 

(f)  Constant  zero-volume  pressure  drop. 
Cycle  6.    Two-stage  Exponential  Compression  with  Clearance,  Perfect 

Intercooling  at  Best  Receiver  Pressure. 

Phase  (a)  Constant  pressure  supply. 

"      (6)  Exponential  compression  to  best  receiver  pressure. 

' '      (c)  Constant  pressure  perfect  intercooling  of  delivered  gas. 

'  *      (d)  Exponential  re-expansion  of  first  stage  clearance. 

' '      (c)  Exponential  compression  from  best  receiver  pressure. 

' '      (/)  Constant  pressure  delivery. 

' '      (g)  Exponential  re-expansion  of  second  stage  clearance. 

Three-stage  Compression  Reference  Cycles  or  PF  Diagrams 

Cycle  7.    Three-stage  Exponential  Compression,  without  Clearance,  Per- 
fect Intercooling  at  Best  Two  Receiver  Pressures. 
Phase  (a)  Constant  pressure  supply. 
* '      (b)  Exponential  compression  to  first  receiver  pressure. 
' '      (c)  Perfect  intercooling  at  best  first  receiver  pressure. 
"      (d)  Exponential  compression  from  best  first  to   best   second 

receiver  pressure. 
'*      (e)  Perfect  intercooling  at  best  second  receiver  pressure. 
* '      (/)   Exponential  compression  from  best  second  receiver  pressure. 
' '      ((/)  Constant  pressure  delivery. 
"      (h)  Constant  zero-volume  pressure  drop. 
Cycle  8.    Three-stage   Adiabatic    Compression   with  Clearance,  Perfect 

Intercooling  at  Best  Two  Receiver  Pressures. 
Phase  (a)  Constant  pressure  admission. 
' '      (b)  Exponential  compression  to  best  first  receiver  pressure. 

(c)  Perfect  cooling  of  delivered  gas  at  best  first  receiver  pressure. 

(d)  Exponential  re-expansion  of  first  stage  clearance. 


<< 
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Phase  (e)  Exponential  compression  from  best  first  to  best  second 

receiver  pressure. 
*'      (f)   Perfect  intercooling  of  delivered  gas  at  best  second  receiver 

pressure. 
^'      (g)  Exponential  re-expansion  of  second  stage  clearance. 
' '      (A)  Exponential  compression  from  best  second  receiver  pressure, 
(t)  Constant  pressure  delivery. 
(j)   Exponential  re-expansion  of  third  stage  clearance. 


( < 
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It  should  be  noted  that  cycles  6  and  8  may  be  sub-divided  into  any  number 
of  cases,  of  which  some  of  the  most  characteristic  are  shown:  (a)  where  the 
clearance  volume  in  each  cylinder  bears  the  same  ratio  to  the  displacement 
of  that  cylinder,  and  commonly  called  equal  clearances;  (6)  where  the  clearances 
are  such  that  the  volume  after  re-expansion  in  the  higher-pressure  cylinder 
is  equal  to  the  volume  of  clearance  in  the  next  lower-pressure  cylinder,  causing 
the  combined  diagram  to  have  a  continuous  re-expansion  line,  a  case  which 
may  be  called  proportionate  clearance;  and  (c)  the  general  case  in  which  there 
is  no  particular  relation  between  clearances  in  the  several  cylinders. 

By  means  of  these  definitions  or  their  mathematical  equivalents  in  symbols 
it  will  be  possible  to  calculate  work  as  a  function  of  pressures  and  volumes, 
and  by  various  transformations  of  a  general  expression  for  work  of  a  reference 
cycle,  to  calculate  the  horse-power  corresponding  to  the  removal  of  a  given 
volume  of  gas  per  minute  from  the  low-pressure  supply,  or  to  the  delivery  of 
another  volume  per  minute  to  the  high-pressure  receiver,  or  per  unit  weight, 
per  minute.  It  will  also  be  possible  to  calculate  the  necessary  cylinder  size 
or  displacement  per  unit  of  gas  handled,  and  the  horse-power  necessary  to 
drive  the  compressing  piston  at  a  specified  rate,  and  further  to  calculate  the 
work  and  horse-power  of  cylinders  of  given  size  and  speed.  In  order  that  these 
calculations  of  a  munerical  sort  may  be  quickly  made,  which  is  quite  necessary 
if  they  are  to  be  useful,  the  formulas  must  be  definite  and  of  proper  form,  the 
form  being  considered  proper  when  little  or  no  algebraic  transformation  is 
necessary  before  numerical  work  is  possible.  While  special  expressions  for 
each  case  are  necessary  to  facilitate  numerical  work,  it  is  equally  important, 
if  not  more  so,  to  make  clear  the  broad  general  principles  or  methods  of  attack, 
because  it  is  quite  impossible  to  set  down  every  case  or  even  to  conceive  at  the 
time  of  writing  of  all  dififerent  cases  that  must  in  future  arise.  The  treat- 
ment, then,  must  be  a  combination  of  general  and  special;  the  general  methods 
being  applied  successively,  to  make  them  clear  and  as  a  matter  of  drill,  not 
to  every  possible  case,  but  only  to  certain  characteristic  or  type  forms 
of  cases,  such  as  are  here  set  down  as  standard  reference  diagrams. 
Individual  cases  may  be  judged  by  comparison  with  these  and  certain  factors 
of  relation  established  which,  being  ratios,  may  be  and  are  called  eflSciencies. 
Thus,  if  a  single-stage  compressor  should  require  two  horse-power  per  cubic 
foot  of  free  air  compressed  per  minute,  and  Cycle  I  should  for  the  same 
pressure  limits  require  only  one  horse-power  for  its  execution,  then  the  efiiciency 
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(L.  P.  Cap.),  Pft  is  the  supply  pressure  (sup.pr.)  pounds  per  square  inch 

absolute,  and  —  is  the  ratio  of  delivery  to  supply  pressure,  Rp. 

Accordingly,  the  work  of  an  exponential,  single-stage  compressor  with  no 
clearance  is  /   •_zl      \ 

Tr=144-43;(8up.pr.)(L.,P.  Cap.)  (iZp*  -l) (48) 

The  work  per  cubic  foot  of  low  pressure  ^,  foot-pounds  is 

•-1 


W 


^  =  144^(sup.pr.)(/J/  -l) (49) 


(L.  P.  Cap.) 

Before  obtaining  the  work  per  cubic  foot  of  high-pressure  gas,  it  is  neces- 
sary to  describe  two  conditions  that  may  exist.  Since  the  exponential  com- 
pression is  not  isothermal,  it  may  be  concluded  that  a  change  in  temperature 
will  take  place  during  compression.  This  change  is  a  rise  in  temperature 
and  its  law  of  variation  will  be  presented  in  another  chapter. 

1.  If  the  compressed  air  is  to  be  used  inunediately,  before  cooling  takes 
place,  the  high-pressure  capacity,  or  capacity  of  delivery,  will  be  equal  to  the 
volume  at  C,  Ve  and  may  be  represented  by  (H.  P.  Cap.  hot). 

2.  It  more  commonly  occurs  that  the  gas  passes  to  a  constant-pressure 
holder  or  reservoir,  in  which  it  stands  long  enough  to.  cool  approximately 
to  the  original  temperature  before  compression,  and  the  volume  available 
after  this  cooling  takes  place  is  less  than  the  actual  volume  discharged  from 
the  cylinder  in  the  heated  condition.  Let  this  volume  of  discharge  when 
reduced  to  the  initial  temperature  be  represented  by  (H.  P,  Cap.  cold)  which 
is  represented  by  Vjtj  Fig.  24. 

Since  B  and  C  in  Fig.  24  lie  on  the  exponential  compression  line,  PbVb'^PeVey 

1 

or  (L.  P.  Cap.)  =  (H.  P.  Cap.  hot)  (Rp)T (60) 

Hence,  the  work  in  foot-poimds  per  cubic  foot  of  hot  gas  delivered  from 

compressor  is  W  i^^    «    /  \u-(i>'—     A  /e.\ 

(H.  P.  Cap.  hot)^^^^~l^^^P-P^')^^^  \^'  '  "V      •     •     (51) 

On  the  other  hand,  B  and  iC  lie  on  an  isothermal  and  P»F»=PtFt,  or 
since  P»=Pe, 


Pc 


'Pi' 

whence  (L.  P.  Cap.)  =  (H.  P.  Cap.  <5old)i2p. (52) 

The  work  foot-pounds  per  cubic  foot  of  gas  cooled  to  its  original  tempera- 
ture is,  therefore, W  ,..     8     .  \D   /d^=^      ,\  /..«x 

(H.P.Cap.cold)°^^a-^^""P-P"-^^A^  '  -V>       •     (53) 
°'  (H.  P.  cip.  cold)  °  l^(d«tP'^0  {r^^-  l)  >       •    .     (54) 
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This  last  equation  is  useful  in  determining  the  work  required  for  the  storing 
or  supplying  of  a  given  amount  of  cool  compressed  air  or  gas,  under  conditions 
quite  comparable  with  those  of  common  practice. 

Example  1.    Method  of  calculating  Diagram  Fig.  24. 
Assumed  data: 

Pa  =P»  =2116  lbs.  per  square  foot;  Pc  =Pd^  18,000  lbs.  per  square  foot. 

Cl=0;      Va  =  Va=0;  L.  P.  Capacity  =5  cu.ft.;  8  =  1.4  (adiabatic  value  of  «). 

j_ 

To  obtain  point  C:        PcVc^-^--Pi,Vt^'^  or  Vc^Vj^-^fjY^ 

1 
P<,/P» »8.5;  log 8.5  =  .929,  and  .71  log 8.5 =.665;  (Pc/Pft)!*  =4.6, 

hence  Ve  =5-5-4.6  =  1.09  cu.ft.        Pc  =  18,000  lbs.  per  sq.ft. 

Intermediate  points  B  to  C  are  obtained  by  assuming  various  pressures  and  finding 
the  corresponding  volumes  as  for  Ve. 

Example  2.  To  compress  5  cu.ft.  of  air  from  atmospheric  pressure  (2116  lbs.  per 
square  foot)  to  8.5  atmospheres  (18,000  lbs.  per  square  foot)  adiabatically,  with  no 
clearance,  requires  how  many  foot-pounds  of  work? 

Vt,  =6  cuit.,    P»  =2116  lbs.  sq.ft.,    Pc  =  18,000  lbs,  sq.ft., 

Vc  ^-ttty-tT  =5-h4.57  =1.092  cu.ft. 

Work  of  admission  is        Pj^Vt,  =2116X5  =  10,585  ft.-lbs. 

Work  of  compression,  using  y  to  represent  the  adiabatic  value  of  «  is, 

^[(^y-l]  -lf^[(8.5)--l]=^X.860.22,3S0ft.-lb8. 

Work  of  deUvery  is    PcVc  =  18,000X  1.092  =  19,650  ft.-lbs. 
Total  work  =19,650+22,350  -10,585  =31,425  ft.-lbs., 

or  by  the  formula  Eq.  (48)  directly    IF  =  144-^(8up.pr.)  (L.  P.  Cap.)  [Rp  "^   -1 ) 

=3.46X2116X5X[(8.5)-2»-l]; 
=3.46X2116X5X.86  =31,450  ft.-lbs. 

Prob.  1.  A  single-stage  zero  clearance  compressor  compresses  air  adiabatically  from 
1  to  6  atmospheres.  How  many  cubic  feet  of  free  air  per  minute  can  be  handled  if  the 
compressor  is  supplied  with  25  H.  P.  net? 

Prob.  2.  The  same  compressor  is  used  for  superheated  ammonia  imder  the  same 
pressure  conditions.  For  the  same  horse-power  will  the  capacity  be  greater  or  less 
and  how  much? 

Prob.  3.  A  dry-vacuum  pump  receives  air  at  28  ins.  of  mercury  vacuum  and  delivers 
it  against  atmospheric  pressure.  What  will  be  the  work  per  cubic  foot  of  low-pressure 
air  and  per  cubic  foot  of  high-pressure  air  hot?    Barometer  reads  29.9  ins. 
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Prob.  4.  The  manufacturer  gives  for  a  10}X12  in.  double  acting  compressor  run- 
ning at  160  R.P.M.,  a  capacity  of  177  cu.ft.  of  free  air  per  minute  and  a  horse-powerof 
25  to  35  when  delivering  against  pressures  from  50  to  100  lbs.    Check  these  figures. 

Prob.  6.  A  set  of  drills,  hoists,  etc.,  are  operated  on  compressed  air.  For  their 
operation  3000  cu.ft.  of  air  at  70  lbs.  gage  pressure  are  required  per  minute.  What  must 
be  the  pitson  displacement  and  horse-power  of  a  compressor  plant  to  supply  this  air  if 
compression  is  adiabatic  and  there  is  assumed  to  be  no  clearance? 

Prob.  6.  Air  is  compressed  from  atmosphere  to  60  lbs.  per  square  inch  gage  by  a 
compressor  running  at  100  R.P.M.  having  a  12X18  in.  cylinder.  Find  its  capacity 
and  horse-power  at  sea  level  and  loss  in  capacity  and  horse-power  if  operated  at  an  alti- 
tude of  10,000  ft.  for  zero  clearance. 

Prob.  7.  10,000  cu.ft.  of  free  air  per  minute  are  compressed  and  delivered  by  a  blow- 
ing engine  at  a  pressure  of  15  lbs.  above  atmosphere.  Find  the  horse-power  required 
to  do  this  and  find  how  much  free  air  could  be  delivered  by  same  horse-power  if  the 
pressure  were  tripled. 

Prob.  8.  In  a  gas  engine  the  mixture  of  air  and  gas  is  compressed  in  the  cylinder 
before  ignition.  If  the  original  pressure  is  14  lbs.  per  square  inch  absolute,  final 
pressure  85  lbs.  absolute  and  compression  is  adiabatic,  what  will  be  the  work  of  com- 
pression only,  per  pound  of  mixture? 

Note:  Weight  per  cubic  foot  may  be  taken  as  .07  and  7  as  1.38. 

Prob.  9.  A  vacuum  pump  is  maintaining  a  25-in.  vacuum  and  discharging  the  air 
removed  against  atmospheric  pressure.  Compare  the  work  per  cubic  foot  of  low  pres- 
sure air  with  that  of  a  compressor  compressing  from  atmosphere  to  110  lbs.  above  atmos- 
phere. 

26.  Single-stage  Compressor  with  Clearancei  Exponential  Compression^ 
(Cycle  4).  Work,  Capacity,  and  Work  per  Cubic  Foot  in  Terms  of  Pressures 
and  Volumes.  When  clearance  exists  in  the  cylinder,  it  is  evident  that  a 
volume  equal  to  the  clearance,  Fj,  will  not  be  expelled  during  the  delivery 
of  compressed  gas,  and  this  volume  will  expand  with  fall  in  pressure  as  the 
piston  returns,  causing  pressure-volume  changes  represented  by  the  line  DA 
on  the  diagram,  Fig.  25.  Until  the  pressure  has  fallen  to  that  of  supply,  the 
admission  valve  will  not  open,  so  that  while  the  total  volume  in  the  cylinder 
at  end  of  admission  is  Fj,  the  volume  Va  was  already  present  by  reason  of 
the  clearance,  and  the  volume  taken  in  is  (Vb—Va)  which  is  the  low-pressure 
capacity  (L.  P.  Cap.). 

The  work  area  of  the  diagram  is  ABCD,  which  may  be  expressed  as 


Work  s,Tea^JBCL-JADL, 

which  areas  are  of  the  form  evaluated  in  Section  25.    Hence,  the  above  expres- 
sion in  algebraic  terms  is 


8-1 


=«-3i^»(^-v'4(ft) '  -i]-  • <^«> 
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This  ia  the  general  expression  for  the  work  of  the  cycle,  in  foot-pounds,  when 
the  pressures  are  expressed  in  pounds  per  square  foot,  and  volumes  in  cubic 
feet.     Using  symbolic  equivalents 

F'  =  144^(sup.pr.)(L.  P.  Cap.)[(fl,r'-l].     ...    (56) 

Eq.  (56)  is  identical  with  £q.  (48),  showing  that  for  adiabalic  as  for 
isothermal  compressors,  the  work  done  for  a  given  louHpressure  capacity  ia  inde- 

■ ^(H.P.;Ciip.Hq4) 


Fig.  25. — One-atage  Compressor  Cycle  4,  Clearance,  Exponential. 

pendent  of  clearance.  Owing  to  this  fact,  the  expressions  derived  for  the 
exponential  compressor  without  clearance  will  hold  for  those  with  clear- 
ance, hence  the  work,  in  foot-pounds  per  cubic  foot  of  low-pressure  gas  is  that 
given  in  Eq.  (49);  an<l  the  work,  in  foot-pounds  per  cubic  foot  of  hot  gas 
delivered  is  that  given  in  Eq.  (51). 

The  work,  in  foot-pounds  per  culiic  foot  of  gas  cooled  to  its  original  tem- 
perature may  be  obtained  from  Eq.  (5J). 

The  relation  of  high-pressure  capacity  either  hot  or  cold  to  the  low-pressure 
capacity  is  the  same  as  that  given  for  the  case  of  no  clearance,  as  will  be 
Bbown. 
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In  Fig.   25,  the  high-pressure  capacity,  hot,  is  DC^Ve—Vd.    The  low- 

II  11 

pressure  capacity  is  AB=  Vb—  Va,  but  VcPc'  =  V^Pt'  and  YdTd*  =  VaPa'f  or 

1  1 

Vb^VcRv'     and    Va^VaRp'' 

1 
Hence  (L.P.Cap.)  =  (H.P.Cap.hot)/?,« (57) 

which  is  identical  with  Eq.  (50).  Therefore  if  the  delivered  gas  be  cooled 
to  its  original  temperature,  then  the  volume  after  delivery  and  cooling  will 
be  that  obtained  from  Eq.  (52). 

From  the  work  relations  given  above,  it  is  seen  that  in  general,  the  work 
per  unit  of  gas,  or  the  horse-power  per  unit  of  gas  per  minute  is  independent 
of  clearance. 

27.  Single-stage  Compressor  Exponential  Compressor.  Relation  between 
Capacity,  Volumetric  Efflciencyi  Work,  Mean  Effective  Pressure,  Horse- 
power and  H  J^.  per  Cubic  Foot  of  Substance  and  the  Dimensions  of  Cylinder 
and  Clearance.  As  indicated  on  Fig.  25,  for  the  single-stage  exponential  com- 
pressor with  clearance,  the  cylinder  displacement  D,  is  (Vb—Vd).  The  low- 
pressure  capacity  per  cycle  is  (L.  P.  Cap.)  =  (76— Fa).  The  actual  volume  of 
gas  or  vapor  delivered  by  the  compressor  is  (H.  P.  Cap.  hot)  =  (7c— 7d). 
This  is,  in  the  case  of  a  gas  at  a  higher  temperature  than  during  supply, 
but  if  cooled  to  the  temperature  which  existed  at  B  will  become  a  less  volume. 
This  delivered  volume  after  cooling  is  symbolized  by  (H.  P.  Cap.  cold)  and  is 

y^   ^  ^      V     (sup.pr.)      (L.  P.  Cap.)     ,        ^  .     ,  .      .  , 

equal  to  (L.  P.  Cap.)  X  tti ;  or where  R,  is  the  ratio  of  delivery 

(del.pr.)  Rp 

pressure  to  supply  pressure. 

Volumetric  efficiency,  Et,  already  defined  as  the  ratio  of  low-pressure 

capacity  to  displacement  is 

^_y,-ya_(L.P.Cap.) 

'^Vb-Vd"         D 

Clearance,  c,  expressed  as  a  fraction  of  the  displacement  is  the  ratio  of 
clearance  volume,  CI,  to  displacement,  D,  and  is, 

^Cl^     Vd 


D     V*-F, 


ft—  Yd 


Mean  effective  pressure,  pounds  per  square  foot  (M.E.P.),  is  the  mean  height 
of  the  diagram  or  the  work  area,  W,  divided  by  displacement  D.,  If  expressed 
in  pounds  per  square  inch  the  mean  effective  pressure  will  be  indicated  by 

(m.cpO^j;^. 

Let  (I.H.P.)  be  indicated  horse-power  of  the  compressor; 
N  the  number  of  revolutions  per  minute; 
n  the  number  of  cycles  per  minute  and 
z  the  number  of  revolutions  per  cycle,  whence  nXz—N. 
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Then,  the  low-pressure  capacity  is  (L.  P.  Cap.)  =  (Vb— Fa). 

1 

But  '"•"^'^(SV' 

since  the  re-expansion  DA  is  exponential  and  similar  to  compression  as  to 

value  of  8,  whence  (L.  P.  Cap.)  =  (7*—  Va)  =  F»—  VdRp  ; 

1  1 

or  (L.  P.  Cap.)=D(l+c-ci2,V (58) 

From  this,  by  definition,  the  volumetric  efficiency  is 

E,J^^^^§^^1+c-cr) (69) 

Referring  to  Eq.  (55),  in  which  may  be  substituted  the  value  Eq.  (58)  for 
(Vb^Va),  the  work  of  the  single-stage  exponential  compressor  in  terms  of  dis- 
placement, clearance  (as  a  fraction  of  displacement),  and  pressures  of  supply 
and  delivery  in  pounds  per  square  foot,  is, 

w-^^p^[i+.-.{^y][{^f -i] <60) 

or  using  pressures,  pounds  per  square  inch,  and  inserting  the  symbols,  this 
may  be  stated  in  either  of  the  following  forms: 

Tr=144^(sup.pr.)Z)(l+c-c/2pT)[fl,V-l].    .     .     .     (61) 

=  144--£-(sup.pr.)I)£.[flpT"^--l] (62) 

The  mean  effective  pressure  in  pounds  per  square  foot  is  this  work  divided 
by  the  displacement,  in  cubic  feet,  and  may  be  converted  to  pounds  per  square 
inch  by  dividing  by  144,  whence 

Mean  effective  pressure,  pounds  per  square  inch, 

(m.e.p.)  =  -3Y(sup.pr.)  \l+c— c/ZpTJ  |^i2p"l"  —  lj,      .    .     (63) 

=^(sup.pr.)S.[/2,V-l] (64) 

The  indicated  horse-power  of  the  single-stage  exponential  compressor  from 
(61)  is, 

THP-^^-    ^     (sup.pr.)nZ)g,r     i^^      ] 

^•"•^  ""33000"«-l        229.2        L^'         ij.  .    .    .     ^w>; 

Where  n  is.the  number  of  cycles  per  minute,  or  in  terms  of  piston  speed  S  and 
effective  area  of  piston,  square  inches,  and  z  the  number  of  revolutions  per 
cycle, 

I.H.P.-— ^       660000       L^'  •  "^J-  •         •     •     (66) 
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Since  it  was  found  in  Section  26,  that  the  work  per  unit  volume  of  gas  is  the 
same  with  clearance  as  without  clearance,  the  horse-power  per  cubic  foot  per 
minute  will  also  be  independent  of  clearance.    (See  Eqs.  (49),  (51)  and  (54).) 

Horse-power  per  cubic  foot  of  gas  supplied  per  minute 

I'HP-           «     (sup.pr.)  r     L=l      1 
n(L.P.Cap.)""i^    229.2    L^'      "^-1 ^^^^ 

The  horse-power  per  cubic  foot  of  hot  gas  delivered  per  minute  is 

IH.R  8    (sup.pr.)pir    izJ      1  ^ 

n(H.P.Cap.hot)"^^    229.2   ^^'L^p'-^J-    •     •    •     C^b). 

Horse-power  per  cubic  foot  of  gas  delivered  and  cooled  is 

I'H.P.  _    s     (sup.pr.)     r     ^^^J  ,^Qv 

n(H.P.Cap.cold)"«-l    229.2    ^^L^^  •       ^J,    •     •     •     vb9) 

=;^'S^[«.^"-'] w 

In  the  above  formulae  (del.pr.)  and  (sup.pr)  indicate  delivery  pressure  and 
supply  pressure,  in  poimds  per  square  inch. 

Example  1.     Method  of  calculating  Diagram,  Fig.  25. 
Assumed  data:  Pa  -Pb  -2116  lbs.  per  square  foot. 

Pc  ^Pd  =  18,000  lbs.  per  square  foot. 

CI  «3.5  per  cent.    L.  P.  Capacity  =5  cu.ft.    «  =  1.4. 

To  obtain  point  D:    L.  P.  Cap.=D(l+c-cfi,T)     or    6=d(i+.035-.035(8.6)-^^«)  ; 

Hence  D  «5-J- (1+. 035 -.035X4.6)  =5.72  cuit.      and    CZ  =  ,035X5.72 -.2  cu.ft.-Fd. 

_\_ 

To  obtain  point  A:  Fa  «  \^}^^  =4.6X.2  =.92. 

Intermediate  points  D  to  ii  are  obtained  by  assuming  various  pressures  and  finding  the 
corresponding  volumes  as  for  Fa. 

To  obtain  point  B:         Fft  =  Fo +L.  P.  Cap.  =  .92-|-5  =  5.92  cu.f t. 

To  obtain  point  C:  Fc  =  F»  +  i^y)  ^  *     =5.92  -^4.6  =  1.29  cu.ft. 

Example  2.  It  is  required  to  compress  1000  cu.ft.  of  air  per  minute  from  1  to  8.5 
atmospheres  absolute  so  that  s  =  1.4,  in  a  compressor  having  4  per  cent  clearance.  What 
must  be  the  displacement  of  the  compressor,  work  per  100  cu.ft.  of  supplied  and  delivered 
air,  hot  and  cold,  and  horse-power  of  machine?  Speed  is  150  R.P.M.,  compressor  is 
double  acting  and  stroke  =  1.5  diameters.  . 

D=L.  P.  Cap. -?-£»,    and    ^,=  (l+c-ci^pTJ.     • 
/.    £.«(l+.04-.04x(8.5)-^*)  =.86; 
:.    D = 1000  -!-  .86  =  1 162  cu.ft,  per  mm. 
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s  — 

Work  per  cubic  foot  of  supplied  air  » 144  ?  (sup.pr)[i2p  •   "^U 

8—1 

=     144  X3.46X  14.7  X.86=  6300  ft..lbB. 

.*.    Work  per  1000  cu.f t.  =  6,300,000  f t.-lbs. 

Work  per  cubic  foot  of  delivered  air  cold  is  Rp  times  work  per  cubic  foot  of  supplied  air, 
hence  work  per  100  cu.ft.  of  delivered  cooled  air  is  5,350,000  ft.-lbs. 

! 
Work  per  cubic  foot  of  delivered  air  hot  laRpt  times  work  per  cubic  foot  of  supplied  air, 

hence  work  per  100  cuit.  of  hot  delivered  air  is  2,800,000  ft.-lbs. 

I.H.P.-^5^^|^.      ^«j.      (m.e.p.)-^j(sup.pr.)^{l2p^-l], 

or  (m.e.p.)  =3.46  X  14.7  X  .86  x  .86  =  37.7  lbs.  per  square  inch. 

a--;    ^«150X2X-^;    —  =D-1162; 

/.    d»=5690    or    d  =  17.85. 
a»250  square  inches.        S  =670  ft.  per  min.        .*.    I.H.P.  =191. 

Prob.  1.  A  dense-air  ice  machine  requires  that  4000  cu.ft.  of  air  at  50  lbs.  per  square 
inch  absolute  be  compressed  each  minute  to  150  lbs.  per  square  inch  absolute.  The 
compression  being  such  that  8  =  1.4,  clearance  being  6  per  cent,  find  the  work  required. 
What  would  be  the  work  if  clearance  were  twice  as  great?    One-half? 

Prob.  2.  The  compressor  for  an  ammonia  machine  compresses  from  one  atmos- 
phere to  8  atmospheres  absolute.  With  adiabatic  compression  and  4  per  cent  clear- 
ance, what  will  be  work  per  cubic  foot  of  vapor  at  the  low  pressure  and  at  the  high? 
Assume  v^por  to  be  superheated. 

Prob.  3.  On  a  locomotive  an  air-brake  pump  compresses  air  adiabatically  from 
atmosphere  to  80  lbs.  per  square  inch  gage.  It  is  required  to  compress  50  cu.ft.  of  free 
air  per  minute;  clearance  is  5  per  cent.    What  horse-power  must  be  supplied  to  it? 

Prob.  4.  In  a  manufacturing  process  a  tank  must  be  maintained  with  a  vacuum  of 
29  ins.  when  barometer  reads  30  ins.  To  do  this  100  cu.ft.  of  carbon  dioxide  must  be 
removed  from  it  per  minute  and  returned  under  atmospheric  pressure.  Compression  is 
adiabatic  and  clearance  7  per  cent.  How  much  power  must  be  supplied  to  compressor 
and  what  should  be  its  displacement? 

Prob.  6.  Two  compressors  each  12x18  in.,  double  acting,  running  at  150  R.P.M. 
with  8  per  cent  clearance,  compress  in  the  one  case  air,  in  the  other  carbon  disul- 
phide.  The  compression  being  adiabatic  in  each  case,  what  (a),  is  the  difference  in 
power  required,  (6),  in  low-pressure  capacities?  Take  pressures  as  2  and  15  atmos- 
pheres of  26  inches  mercury. 

Prob.  6.  A  compressor  is  supplied  with  40  horse-power.  If  it  draws  in  air  from 
atmosphere  to  what  pressure  can  500  cu.ft.  per  minute  be  compressed,  when  9  =  1.38 
and  clearance  10  per  cent? 

Prob.  7.  For  forcing  gas  through  a  main,  a  pressure  of  50  lbs.  per  square  inch  gage 
is  required.  What  is  the  work  done  per  cubic  foot  of  high-pressure  gas,  if  a  compressor 
having  6  per  cent  clearance  is  used,  and  s  for  the  gas  is  1.36?  What  should  be  its  dis- 
placement? 

Prob.  8.  A  gas  compressor  20X22  ins.  has  a  volumetric  efficiency  of  90  per  cent, 
supply  pressure*" 4  lbs.  per  square  inch  and  delivery  110  lbs.  per  square  inch  gage. 
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What  are  its  L.  P.,  H.  P.,  hot  and  cold  capacities,  and  its  I.H.P.  if  single  acting  at  70 
R.P.M.  when  «  =  1.35? 

28.  Two-Stage  Compressor,  no  Clearance,  Perfect  Intercooling,  Ei^ponential 
Compres^on,  Best  Receiver  Pressure,  Equalily  of  Stages  (Cycle  V).  Work  and 
Capacity  in  Terms  of  Pressures  and  Volumes.  The  common  assumption  in  con- 
sidering the  multi-stage  compressor  is  that  in  passing  from  one  cylinder  to  the 
next,  the  gas  is  cooled  to  the  temperature  it  had  before  entering  the  com- 
pressor, which  has  already  (Section  21)  been  defined  as  "perfect  intercooling." 

This  condition  may  be  stated  in  other  words  by  saying  that  the  product 
of  pressure  and  volume  must  be  the  same  for  gas  entering  each  cylinder.  If 
then  the  volume  and  pressure  of  gas  entering  the  first  stage  be  determined, 
fixing  the  volume  entering  the  second  stage  will  determine  the  pressure  of  the 
gas  entering  the  second  stage,  or  fixing  the  pressure  of  the  gas  entering  the 
second  stage  will  determine  the  volume  that  must  be  taken  in. 

Using  subscripts  referring  to  Fig.  26,  for  the  no-clearance  case, 

Pl^r,=P4Va (71) 


The  net  work  of  the  compressor,  area  ABCDEF—SiTe&  ABCH  first  stage+ 
area  HDEF  second  stage.  Using  the  general  expression,  Eq.  (46)  for  these 
work  areas  with  appropriate  changes  in  subscripts. 

izl 
Tr=^P.y5[(^)  '  -ll.    .    (first stage) 

'^'^Zi^^^Avf)  *  "^r    '    (second  stage) 
But  from  the  above,  and  since  Pc^Pd, 

which  is  the  general  expression  for  work  of  a  two-stage  compressor  without 
clearance,  perfect  intercooling,  and  may  be  restated  with  the  usual  symbols  as 
follows: 


W^=144^(sup.pr.)(L.P.Cap.)[(/J,i)V-|-(ftp2)V-2],  .    . 


(73) 


in  which  (B,i)  and  (Rp2)  are  the  ratios  of  delivery  to  supply  pressures  for  the 
first  stage  and  for  the  second  stage  respectively.  From  Eq.  (73),  work  per 
cubic  foot  of  gas  supplied  is, 

__^_^  =  144^_(sup.pr.)[fi,;-r+fl,2^'-2].    .    .     (74) 
Work  per  cubic  foot  of  gas  discharged  and  cooled  to  its  original  temperature  is 

(H.  P.  cip.  cold)  =  ^^^«"=T^^"PP'^)^''[^>''"^+^'*"^'-'^]' 

=  144j^(del.pr.)[ft,/"r+fi,2T^-2].     .    .    (76) 
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The  low-pressure  capacity  stated  in  terms  of  high-pressure  capacity  hot, 
as  actually  discharged  is 

(L.  P.  Cap.)  =  (H.P.Cap.hot)Bp3'^Kpi, (76) 

whence,  work  per  cubic  foot  of  hot  gaa  dischai^ed 

^g-g-^_^  =  U4-l^(,up.p,.)S.,-is„[fl,;^+fl„^'-2].     (77) 

Examination  of  fig.  26  will  show  without  analysis  that  there  must  be  some 


Fia.  26.— Two-etage  Compreaaor  Cycie  6,  No  Clearance,  Expoaentiat.    Perfect  Interoooling, 
Beat  Receiver  Preaaure. 

betl-receiver  pressure  at  which  least  work  will  be  required.  For  if  the  receiver 
pressure  approached  /*»  then  the  compression  would  approach  single  stage  and 
the  compression  line  approach  BCQ.  The  same  would  be  true  as  the  receiver 
pressure  approached  P,=  P„  whereas  at  any  intermediate  point  C,  intercoolJng 
causes  the  process  to  follow  BCDE  with  a  saving  of  work  over  single-stage 
operation  represented  by  the  area  DCGE.    This  area  being  zero  when  C  is  at 
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either  B  or  G,  it  must  have  a  maximum  value  somewhere  between,  and  the 

pressure  at  which  this  least-compressor  work  will  be  attained  is  the  best-4'eceiver 

pressure.  ^    . 

By  definition  the  best-receiver  pressure  is  that  for  which  TT  is  a  minimum, 

dW 
or  that  corresponding  to  T5"~^' 

Performing  this  differentiation  upon  Eq.  (72),  equating  the  result  to  zero, 
and  solving  for  Pc^ 

(Best  rec.pr.)  =  {J't'P^  =  [(sup.pr.)  (del.pr.)l^ (78) 

Substituting  this  value  in  the  general  expression  for  work  Eq.  (72),  noting  that 

Pc       {Pt>Pe)^       (Pe\^  ^      Pe       /Pe\^ 


Pl>  Pt 


[pj   ^^^  pr[pj 


Eq.  (79)  is  the  general  expression  for  two-stage  work  with  perfect  intercooling 
at  best-receiver  pressure  in  terms  of  pressures  and  volumes.  Substituting 
the  symbols  for  the  pressures  and  volumes  and  noting  that  as  in  Cycle  1, 

Vb=  (L.  P.  Cap.)     and     7«=(H.  P.  Cap.  hot)  and  using  (Rp)  for  (nr), 

W  «  288-4T(sup.pr.)  (L.  P.  Cap.)  {r^^  - 1) (80) 

o       X 

This  equation  gives  the  same  value  as  Eq.  (79),  but  in  terms  of  different  units. 

It  should  be  noted  here  that  the  substitution  of  best-receiver  pressure  in  the 
expressions  for  the  two  stages  preceding  Eq.  (76),  mil  show  that  the  work  done 
in  the  two  cylinders  is  equal. 

The  work  per  cubic  foot  of  low-pressure  gas,  from  Eq.  (80)  is, 

^j-p^^=288^4^(sup.pr.)[«;-^'-l].      ....     (81) 

To  transform  Eq.  (79)  into  a  form  involving  delivery  volumes,  use  the  rela- 
tion from  the  diagram. 

Whence  ^'-''•^){W ' 

which  for  the  best-receiver  pressure  becomes  Vb  =  VtRp  2«  . 

Substituting  in  Eq.  (79),  W =2-^PbVe{Rpy^  [ftpV* - 1] .  .  .  .  (82) 
Introducing  the  symbols, 

Tf  =  288-^7 (sup.pr.) (H.  P.  Cap.  hot)Kp"27  I  ff;,  2.  -ij,    .     .     (83) 

8       JL 

^"^^^  (H.  P.  ^ap.  ^^,:^=^~l^-^V.Vr.)R:^[li:^^ -l\      •     .     (84) 
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The  volume  of  gas  discharged  at  the  higher  pressure  when  reduced  to  its 
original  temperature  will  become  such  that 

(L.  P.  Cap.)         P,     ^ 


(H.  P.  Cap.  cold)     Pb 
or  (sup.pr.)  (L.  P.  Cap.)  =  (del.pr.)  (H.  P.  Cap.  cold),     .     .     .     (85) 

which  may  be  substituted  in  Eq.  (80), 

}r=288-4T(del.pr.)(H.P.Cap.cold)[/2,'"^^-l],    .     .     .     (86) 
from  which  the  work  per  cubic  foot  of  gas  delivered  and  cooled  is, 

(H.  P.  cTp.  coldr^^l^^^'-^i'^'^-'l      •     •     •     (8^> 
Example  1.  Method  of  calculating  diagram,  Fig.  26. 
Assumed  data:  Fa  =0  cu.ft.    Pa  =2116  lbs.  per  square  foot. 

Vf = 0  cu.f t.    Pc--Pd^  y/PaP.  =  6172  lbs.  8q.ft, 
Fft  =5  cu.ft.     Pf =Pe  ^Pg^  18,000  lbs.  sq.ft. 

To  obtam  point  C:     Vc  -  Vt>-i-  (~) ^^  -2.36  cu.ft. 

To  obtain  point  D:     Va  -  ^X^  «5X-r=r  =  1.71  cu.ft. 


1 


To  obtain  point  E:    7.  =  Fd-^  \jj  ^  *,    but  by  definition (^j  *  *  =  (^j ^'^  =2.14, 

hence,  W  =  1.71  •^2.14  =  .8  cu.ft.      Pe  =  18000  lbs.  sq.ft. 

Example  2.  To  compress  5  cu.ft.  of  air  from  one  atmosphere  (2116  lbs.  per  square 
foot)  to  8.5  atmospheres  (18,050  lbs.  per  square  foot)  in  two  stages  with  be^receiver 
pressure  and  perfect  intercooling  requires  how  much  work? 

W  =288—,  (sup.pr.) (L.  P.  Cap.)  (i?pV  -l)  , 

5  —  1  ^  ' 

(sup.pr)  =  14.7.        (L.  P.  Cap.)  =5.        7?p  =  8.5. 

/.     ?r=288X3.463Xl4.7X5X  (8.5V  -l)  =26,800  ft.-lbs. 

Prob.  1*  Air  at  14  lbs.  per  square  inch  absolute  is  compressed  to  150  lbs.  per  square 
inch  absolute  by  a  two-stage  compressor.  What  will  be  the  work  per  cubic  foot  of  air 
delivered?  What  will  be  the  work  per  cubic  foot  if  the  air  be  allowed  to  cool  to  the 
original  temperature,  and  how  will  this  compare  with  the  work  per  cubic  foot  of  sup- 
plied air?  Best  receiver-pressure  and  perfect  intercooling  are  assumed  for  the  above 
compressor,  »  =  1.4. 

Prob.  2.  A  compressor  receives  air  at  atmosphere  and  compresses  it  to  half  its  vol- 
ume, whereupon  the  air  is  discharged  to  the  cooler  and  its  temperature  reduced  to  the 
origbal  point.    It  then  enters  a  second  cylinder  and  is  compressed  to  80  lbs.  absolute. 


78  ENGINEERING  THERMODYNAMICS 

What  will  be  the  work  per  cubic  foot  of  supplied  air  in  each  cylinder?  How  will  the 
work  of  compressing  a  cubic  foot  to  the  delivery  pressure  compare  with  the  work  done 
if  compression  were  single  stage,  compression  being  adiabatic? 

Prob.  3.  Air  is  to  be  compressed  from  15  lbs.  per  square  inch  absolute  to  10  times 
this  pressure.  What  would  be  the  best-receiver  pressure  for  a  twoHstage  compressor? 
How  many  more  cubic  feet  may  be  compressed  per  minute  in  two  stage  than  one  stage 
by  the  same  horse-power? 

Prob.  4.  A  manufacturer  sells  a  compressor  to  run  at  best-receiver  pressure  when 
(sup.pr.)  is  14  lbs.  per  square  inch  absolute  and  (del.pr.)  100  lbs.  per  square  inch  absolute. 
What  will  be  the  work  done  in  each  cylinder  per  cubic  foot  of  supply-pressure  air? 
Another  compressor  is  so  designed  that  the  receiver  pressure  for  same  supply  pressure 
and  delivery  pressure  is  30  lbs.  per  square  inch  absolute,  while  a  third  is  so  designed 
that  receiver  pressure  is  50  lbs.  per  square  inch  absolute.  How  will  the  work  done 
in  each  cylinder  of  these  machines  compare  with  that  of  first  machine? 

Prob.  5.  For  an  ice  machine  a  compressor  works  between  50  and  150  lbs.  per  square 
inch  absolute.  It  is  single  stage.  What  would  be  the  saving  by  making  compression 
two  stage  at  best-receiver  pressure? 

,  Prob.  6.  A  compressor  has  been  designed  to  compress  1000  cu.ft.  of  carbon  dioxide 
per  minute  from  15  to  150  lbs.  per  square  inch  absolute.  What  horse-power  will  be 
required  at  best-receiver  pressure?  Should  delivery  pressure  change  to  200  lbs.,  what 
power  would  be  required?    To  100  lbs.  what  power? 

Prob.  7.  A  gas-compressing  company  operates  a  compressor  which  has  to  draw 
CO2  gas  from  a  spring  and  compress  it  to  150  lbs.  per  square  inch  gage.  In  the  morn- 
ing pressure  on  the  spring  is  10  lbs.  gage,  while  by  evening  it  has  dropped  to  5  lbs.  absolute. 
If  the  compressor  was  dedgned  for  the  first  condition,  how  will  the  high-pressure  capacity 
cold  and  horse-power  per  cubic  foot  of  high-pressure  gas  at  night  compare  with  coiv 
responding  values  in  morning?    Assume  a  barometric  reading. 

Prob.  8.  On  a  mining  operation  a  compressor  is  supplying  a  number  of  drills  and 
hoists  with  air  at  150  lbs.  per  square  inch  absolute,  the  supply  pressure  being  14  lbs. 
What  will  be  the  difference  in  horse-power  per  cubic  foot  of  delivered  air  at  compressor 
and  per  cubic  foot  received  at  drills  if  air  is  a  long  time  in  reaching  drills? 

Prob.  9.  With  a  best-receiver  pressure  of  40  lbs.  per  square  inch  absolute  and  a 
supply  pressure  of  14  lbs.  per  square  inch  absolute,  what  horse-power  will  be  required 
to  compress  and  deliver  1000  cu.ft.  of  high-pressure  air  per  minute  at  the  delivery 
pressure  for  which  compressor  is  designed  and  what  is  that  deliveiy  pressure? 

29.  Two-stage  Compressory  with  Clearancei  Perfect  Intercooling  Expo- 
nential Compressiony  Best-receiver  Pressurei  Equality  of  Stages,  (Cycle  6). 
Work  and  Capacity  in  Terms  of  Pressures  and  Volumes.  The  two-stage  expo- 
nential compressor  with  clearance  and  perfect  intercooling  is  represented  by 
the  PV  diagrams  Figs.  27,  28,  29,  which  are  clearly  made  up  of  two  single-stage 
compression  processes,  each  with  clearance. 

Applying  Eq.  (55)  to  the  two  stages  and  supplying  proper  subscripts, 
referring  to  Fig.  27,  ^,i 

Tr=^P*(75-Fa)[(~V  -ll.    .    (first  stage) 

St  r/pA 


8 


3jPd(7d-7*)r(^)  '  -ll.    .    (second  stage) 
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If  the  condition  of  perfect  intercooling  be  imposed,  it  ie  plain  tliat  since 
the  weight  of  gas  entering  the  second  stage  must  equal  that  entering  the  first 
stage,  and  the  temperature  in  each  case  is  the  same, 

and  noting  also  that  P,=Pa 

^._l_p.(V-.-V.,[(P!)-+(P;)-.2],        ...    (88) 

!     ^ |(HJ.(tap-Oold> 


Fio.  27. — ^Two-fltage  Compresaor,  Cycle  6,  Clearance,  Exponential.    Perfect  Intercooling, 
Beet^vceiver  Pleasure.    (H.P.  Re-expansion  Volume  Xjem  than  L.P.  Clearaoce.) 

Eq.    (88)   is   the  general   expression  for  the   work   of  two-stage  exponential 
cominessor  with  perfect  intercooling,  Pe  being  the  receiver  pressure. 

p 
As  in  Section  28,  let  (£pi)  be  the  pressure  ratio  p- for  the  first  stage  and  (iipz) 

p^ 

the  pressure  ratio  -s-  for  the  second  stage  and  using  instead  of  Pt  its  equivalent 

144  (8up.pr.)  lbs.  per  square  inch. 

Tr=144j~-(8up.pr.)(L.P.  Cap.)[(K,i)'"^+(«p2)''T^-2],        .     (89) 
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which  18  identical  with  (73),  showing  that  for  two-stage  compreaaors  mtii^perfect 
iviercooliTm,  {as  for  single  stage  Section  2ff),  the  work  for  a  given  low-pressure 
capacUy  ia  indepeTuleTit  of  clearance. 

The  work  per  cubic  foot  of  gas  supplied  is  given  by  Eq.  (80);  per  cubic 
foot  of  cold  gas  delivered,  by  Eq.  (75)  and  per  cubic  foot  hot  gas  delivered,  by 
Eq.  (77). 

The  reasoning  regarding  best-receiver  pressing  followed  out  in  Section  28,  will 

I  (H.P.  Cap.Hot) 

I.       .--rr l-(H  J.  Oa[M>)ld) 


i'la.  28. — Two^tago  Compressor,  Cycle  6,  Clearanre,  Exponential.    Perfect  Intercooling 
Beat-receiver  Picssure.    (H.P.  Ite-expansion  Volume  Equal  to  L.P.  Gleanmce.) 

hold  again  in  this  case,  and  by  putting  jp-=0  in  Eq.  (88),  and  solving  for  Pt 

it  will  again  be  found  that  best-receiver  pressure  ia  that  given  in  Eq.  (78). 

Substitution  of  this  value  for  I'e  in  Eq.  (88),  gives  the  foUowii^  expression 
for  work  of  the  two-fltage  exponential  compressor  with  best-receiver  pressure, 

lV.2ji-.p.(V,-F.)[(g^-l] (90) 
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which  may  be  expressed  in  terms  of  supply  pressure,  poimds  per  square  inch, 
low-pressure  capacity,  cubic  feet,  and  ratio  of  compression, 

TF=288^(sup.pr.)(L.P.Cap.)[«p^^-l],        .    .    .    (91) 

which  is  the  same  as  Eq.  (80). 

Substitution  of  the  value  of  best-receiver  pressure  in  the  expression  for  the 
work  of  the  two  stages  separately  will  show  the  equahty  of  work  done  in  the 
respective  stages  for  this  case  with  clearance. 

Owing  to  the  fact  that  clearance  has  no  effect  upon  the  work  per  cubic 
foot  of  substance,  as  previously  noted,  the  equation  for  work  per  cubic  foot  of 
gas  supplied  to  compressor  will  be  identical  with  Eq.  (81).  In  the  same  way 
the  work  per  cubic  foot  of  high-pressure  gas  hot  is  given  by  Eq.  (84)  and  the 
work  per  cubic  foot  of  air  delivered  and  cooled  to  its  original  temperature 
is  given  by  Eq.  (87). 

30.  Two-stage  Compressori  any  Receiver  Pressurci  Exponential  Compres- 
sioQ.  Capacity,  Volumetric  Efficiencyi  Work,  Mean  Effective  Pressure  and 
HoxBe-poweiy  in  Terms  of  Dimensions  of  Cylinders  and  Clearances.  Referring  to 
Fig.  27,  let  Di  be  the  displacement  of  the  first  stage  cylinder  in  cubic  feet  = 
(y*— y»),  D2  the  displacement  of  the  cylinder  of  the  second  stage  in  cubic 
feet=(y4— F/),  ci  the  clearance  of  the  first  stage,  stated  as  a  fraction  of  the 
displacement  of  that  cylinder,  so  that  the  clearance  of  the  first  stage  cubic 
feet=ciDi,  and  that  of  the  second  stage =C2l>2. 

The  low-pressure  capacity  of  the  first  stage  (L.P.  Cap.)  in  cubic  feet  is 
(y^— Ffl),  and,  as  for  the  single-stage  compressor,  is  expressed  in  terms  of  dis- 
placement, clearance,  and  ratio  of  compression  of  the  first  stage  as  foUows  see 
Eq.  (58)  and  (59). 

(L.P.Cap.i)=Di(l+ci-cii?piT)=i)i^ei (92) 

For  the  second  stage,  the  low-pressure  capacity  (L.P.  Cap.2)  ifl  (Fd— Fn), 

and  is  equal  to      (L.P.  Cap.2)  =  1>2  (l +C2 - C2Rp2^)  =  D2Et2 (93) 

Volumetric  efficiency  of  the  first  stage  is  given  by  E^i  =  1  +ci  —  ciiZpi  • ,   .     (94) 

1 
Volumetric  efficiency  for  second  stage  -B»2=l+C2— C2fip2* (95) 

It  may  be  required  to  find  the  receiver  pressure  (incidental  to  the  finding  of 
work  or  horse-power)  for  a  compressor  with  given  cylinder  sizes  and  delivery 
pressure.     The  condition  assumed  of  perfect  intercooling  stipulates  that 

(L.P.  Cap.i)(sup.pr.)  =  (L.P.  Cap.2)  (rec.pr.), 
whence  (rec.pr.)  =  (sup.pr.)  .j  '   '  ^       . 

=(«"p-p')|fe (««> 

If  the  voltimetric  efficiencies  are  known  or  can  be  sufficiently  well  approx- 
imated this  can  be  solved  directly.    If,  however,  Eoi  and  E42  are  not  known. 
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but  the  clearances  are  known,  ance  these  are  both  dependent  upon  the  receiver, 
preasure  sought,  the  eubstitution  of  the  values  of  these  two  quantities  will  g^ve 

(rec.pr.)-(»up.pr.)— L '""PP'''  ,-1 (97) 


I 


FlQ.  29.— Two-stafce  CompreHBor,  Cycle  6,  Clearaoce,  Exponential.    Perfect  Intercocriing, 
Beet-receiver  Pressure.     (H.P.  Re-expansioD  Volume  Greater  than  L.P.  Clearance.) 

an  expression  which  contains  the  receiver  pressure  on  both  sides  of  the  equation. 
This  can  be  rearranged  with  respect  to  (rec.pr.),  but  results  in  a  very  complex 
expression  which  is  difficult  to  solve  and  not  of  sufficient  value  ordinarily  to 
warrant  the  expenditure  of  much  labor  in  thesolution.  Therefore,  the  relations 
are  left  in  the  form  (97).  It  may  be  solved  by  a  series  of  approximations, 
the  first  of  which  is 

(rec.pr.)  =  (sup.pr.)^  approx (98) 
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With  this  value  for  the  receiver  pressure,  substitution  may  be  made  in  the  sec- 
ond member  of  the  Eq.  (97),  giving  a  result  which  will  be  very  nearly  correct. 
If  desirable,  a  third  approximation  could  be  made. 

To  find  the  work  of  a  two-stage  exponential  compressor  in  terms  of  displace- 
ment of  cylinders,  supply  pressure,  receiver  pressure  and  delivery  pressure, 
pounds  per  square  inch,  and  volumetric  efficiency  of  the  first  stage,  E91,  from  (73) 
or  (88) 

Tr=144 — T(mp.pr.)DiEti\Rpi  •  +Rp2  •  -2j,    .    .    .    (99) 
5*""  1  *"  "* 

free  Dr  )  (del  Dr ) 

in  which  Rpi = 7 — ^^^      and      Rp2  =  7 — ^^^. 

(sup.pr.)  (rec.pr.) 

To  solve  this,  the  receiver  pressiu^  must  be  foimd  as  previously  explained  and 
the  voliunetric  efficiency  must  be  computed  by  Eq.  (94)  or  otherwise  be  known. 
It  is  impracticable  to  state  work  for  this  general  case  in  terms  of  displace- 
ment and  clearances  directly,  due  to  the  difficulty  of  solving  for  (rec.  pr.)  in  Eq. 
(97).  It  may,  however,  be  stated  purely  in  terms  of  supply  and  delivery  pres- 
sures, in  pounds  per  square  inch,  displacement,  in  cubic  feet,  and  volumetric 
efficiencies  as  follows: 


From  Eq.  (96),  JB,i  = 


D2Et2* 


^.  J?        delpr.  ,,D2g,2     j.D2Et2 


»-l  •-! 


hence    TF-m4j(sup.pr.)i),^.x[(gg)  '  +{r.^^)  '  -2].    .    (100) 

The  mean  effective  pressure  of  the  two-stage  compressor  referred  to  the  low- 
pressure  cylinder  is  found  by  dividing  the  work  of  the  entire  cycle  Eq.  (100),  by 
the  displacement  of  the  first-stage  cylinder,  and  by  144,  to  give  pounds  per 
square  inch. 

m.e.p.  referred  to  first-stage  cylinder,  pounds  per  square  inch  is, 

j^.j±j(»p.p,.)E„[(|g)'^'+(«^)'^'-4  .  (.01, 

It  is  well  to  note  that  this  may  also  be  foimd  by  multiplying  (work  done 
per  cubic  foot  of  gas  supplied)  by  (volumetric  efficiency  of  the  first  stage,  £,i), 
and  dividing  the  product  by  144. 

In  terms  of  the  same  quantities,  an  expression  for  indicated  horse-power 
may  be  given  as  follows: 

where  n  is  the  number  of  cycles  completed  per  minute  by  the  compressor. 
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For  n  may  be  substituted  the  number  of  revolutions  per  minute,  divided  by  the 

revolutions  per  cycle,  n=— . 

The  horse-power  per  cubic  foot  of  gas  supplied  per  minute  is 

IH.P.  8    (sup.pr.)r/Z?ig,i\V     /     D2E^\~      ] 

n(L.P.  Cap.)  "^=1    229.2    [Vd^^;^;       ^\^'DvEJ       '^J'  *     ^^"^^ 
Horse-power  per  cubic  foot  of  gas  delivered  and  cooled  per  minute. 

I.H.P.  8     (del. 


&'[(S£)"+K7fe)"-4<««> 


w(H.P.  Cap.  cold)     5-1    229, 
Horscrpower  per  cubic  foot  of  hot  gas  delivered  per  minute 

I.H.P. 8    sup.pr./DjggA  «  ^  1 

n(H.P.  Cap.  hot)"«-l  229.2  \D2JE;, 

For  the  case  where  clearance  is  zero  or  negligible,  these  expressions  may  be 
simplified  by  putting  £^#2  and  E^i  equal  to  unity. 


«-i  «-i 


«-i  «-i 


■■H-^-.4T^^-«.[(ii)  ■  +K:)  ■  -4  •  •  '«»> 

I.H.P.  per  cubic  foot  gas  supplied  per  minute 

IH.P.  «     (8up.pr.)r/Z),VT-'     /     DaX'-T-*      l 

n(L.P.  Cap.)  -V~\  "22972"  L\dJ       "''r'DlJ       "^J*     '     ^^^^ 

I.H.P.  per  cubic  foot  gas  delivered  and  cooled  per  minute 

n(H.P.  Cap.cold)"  ^J^\  "^^  [w       "^'V^W       "^J"  ^'^^^ 
I.H.P.  per  cubic  foot  hot  gas  delivered  per  minute 

TiciTrrcap.  hot) °7h  Sf'vzyl)  *  ^"'[fe) '  '^\^'w)  '    J-  ^^^^ 

Example  1.    Method  of  calculating  diagram,  Figs.  27,  28,  29.      Assumed  data: 
Pa  -Pft  =2116  lbs.  per  sq.ft.;  Pc  =Pd  ^Ph  =P»  -6172  lbs.  per  sq.ft.; 
P^  «  p, «  p,  =  1 8,000  lbs.  per  8q.f t. 

C/(H.P.)  =7.5  per  cent;    CZ(L.P.)  7.5  per  cent;    «  =  1.4;  L.P.  Capacity  =5  cu.ft. 

To  obtain  point  K,    From  formula  Eq.  (58),  L.P.  Cap.  =Di  (l+Ci  —CiRpi^) 

5  =A(1+. 075 -.075X2.14),  hence  Di-5.45  cu.ft. 
Ch  =  Vt  =5.45  X.075  =  .41  cu.ft. 

To  obtain  point  A:        ra-F^f-Y"*  =.4X2.14  =.856  cu.ft. 
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To  obtain  point  B:    F>  =  ya+5«. 86+5  =5.85  cu.ft.;  P6-2116.  lbs.  sqit 

J 

To  obtain  point  C:  F«  -  n  +  (~j  ^'^  -5.85  -*.2.14  - 2.73. 

To  obtain  point  D: 

Volume  at  D  is  the  displacement  plus  clearance  of  H.P.  cylinder.  This  cannot  be 
found  until  the  captaclty  is  known.  The  capacity  is  the  amount  of  gas  which  must  be 
taken  in  each  stroke  and  which  is  also  the  amount  actually  delivered  by  L.P.  cylinder 
cooled  to  original  temperature.    The  amount  of  cool  gas  taken  in  by  the  second  cylinder 

is  (L.P.  Cap.,)  =  /?5P:P£' )  (L.P.  Cap.,)  =  U^X5  - 1.7  cu.ft. 

\rec.pr./  6172 

^'^  ^'^7~ ~Tx-'l+.075-.075X2.14''^-^  '"•^- 

Xl+Ct-CiRptt ) 

C7,  =  V>=cJ),  =  .075X1.88=.14  cu.ft. 

Va  =a,+i>,  =  1.88+.14  =2.02  cu.ft. 

Other  points  are  easily  determined  by  obvious  relations. 

Bxample  2.  What  will  be  the  capacity,  volumetric  efficiency  and  horse-power  per 
1000  cu.ft.  of  free  air  and  per  1000  cu.ft  of  hot  compressed  air  per  minute  for  the  follow- 
ing compressor:  Two-stage,  double-acting  cylinders,  22}  and  34^X24  in.,  running 
at  100  ILP.M.  High-pressure  clearance  6  per  cent,  low-pressure  4  per  cent.  Supply 
pressure  14  lbs.  per  square  inch  absolute.  Deliveiy  pressure  115  lbs.  per  square  inch 
absolute. 

The  capacity  will  be  the  cylinder  displacement  times  the  volumetric  efficiency. 

Di  ^displacement  of  a  34}X24  in.  cylinder,  or  12.8  cu.ft.  and  Z)i=  displacement  of 
a  22}X24^'  cylinder  or  5.4  cu.ft.  To  obtain  the  volumetric  efficiency,  make  use  of 
approximation  of  formula  Eq.  (08). 

(rec.pr.)  "(sup.pr.)^^  =14X-=-t=33.2  lbs.  sq.in., 

Dt         .    0.4 

and  then  by  Eq.  (07)  checkmg, 

JL  1 

^ti  =  l+ci-ci(i2,i)  t     from  Eq.  (94),     =l+.04-.04X(2.5) «  =96.8  per  cent. 

Therefore  the  capacity  will  be,     200X  12.8X .968  =2480  cu.ft.  per  minute; 

J^w  =  l+ci-ct(/?pt)»     fromEq.  (95),     =l+.06-.06X  (3.28)-^^*  =92  per  cent. 
From  Eq.  (113),  I.H.P.  per  cu.ft.  (sup.pr.)  air  per  minute  is, 

#-1  «-i 


(recpr.)  =14X-r-7  y /  i'i k\  .tui  =35.1  lbs.  sq.  in. 


—  1    ZZif,^  L\iyi/Sfi/  \      Uirjti/  J 


1.4      14   r/12.8X.968Y'»'  ,  (^^  5.4X.92  \=»°      ] 
~  .4  ^229.2L\  5.4X.92  /       '^'V       12.8X.968/       ~^\  "•^^- 

Whence  horse-power  per  1000  cu.ft.  of  free  air  per  minute  is  150. 
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From  Eq.  (105)  horse-power  per  cubic  foot  (deLpr.)  air,  hot«th&t  of  (sup.pr.) 

8-1 

axr X  Rp'*  I  f^l^)  or    6.85  times  that  of  (sup.pr.)  air. 

.\  Horse-power  per  1000  cu.ft.  of  hot  (del.pr.  air) « 150X5.85  =877. 

Prob.  1.  A  two-stage  double-acting  compressor  has  volimietric  efficiencies  as  shown 
by  cards  of  98  per  cent  and  90  per  cent  for  the  high-  and  low-pressure  cylinders  respect- 
ively. It  compresses  from  atmosphere  to  80  lbs.  per  square  inch  gage.  If  the  cylin- 
ders are  15^X25^X18  ins.,  and  speed  is  120  R.P.M.,  what  horse-power  is  being  used 
and  how  many  cubic  feet  of  free  and  compressed  air  (hot  and  cold)  are  being  delivered 
per  minute,  when  8  equals  1.41? 

Prob.  2.  What  horse-power  will  be  needed  to  drive  a  two-stage  compressor  lOi  ins. 
and  16i  Xl2  ins.,  double  acting,  with  5  per  cent  clearance  in  each  cylinder  at  160  R.P.M. 
when  the  supply  pressure  is  atmosphere,  delivery  pressure  100  lbs.  per  square  inch 
gage,  when  8  equals  1.357 

Prob.  3.  A  thousand  cubic  feet  of  free  air  per  minute  must  be  compressed  by  a  two- 
stage  compressor  to  80  lbs.  per  square  inch  gage  from  a  supply  pressure  of  10  lbs.  per 
square  inch  absolute.  The  volumetric  efficiencies  for  the  high-  and  low-pressure  cylin- 
ders are  85  per  cent  and  95  per  cent  respectively,  and  the  receiver  pressure  is  25  lbs. 
per  square  inch  absolute.  What  will  be  the  displacement  of  each  cylinder  and  the 
horse-power  per  cubic  foot  of  (sup.pr.)  air? 

Prob.  4.  How  many  cubic  feet  of  free  air  can  be  compressed  in  two-stage  compres- 
sor 18i  X30i  X24  ins.  with  5  per  cent  clearance  in  high-pressure  cylinder  and  3  per  cent 
in  low  if  (sup.pr.)  is  atmosphere  and  (del.pr.)  80  lbs.  per  square  inch  gage?  How  would 
the  answer  be  affected  if  clearance  were  taken  as  zero?    Take  «  » 1.41. 

Prob.  5.  The  volimaetric  efficiency  of  the  low-pressure  cylinder  is  known  to  be  95  per 
cent,  and  of  the  high-pressure  cylinder  85  per  cent.  The  cylinder  sizes  are  15i  X25^  X 18 
ins.  and  speed  is  120  R.P  M.  What  horse-power  must  be  supplied  to  the  machine  if 
the  mechanical  efficiency  is  80  per  cent  and  the  pressure  ratio  10  with  a  (sup.pr.)  of  one 
atmosphere? 

Prob.  6.  A  compressor  runs  at  120  R.P.M.  and  is  double  acting.  It  is  compresdng 
air  from  14  lbs.  per  square  inch  absolute  to  pressures  ranging  from  70  lbs.  per  square 
inch  gage  to  100  lbs.  per  square  inch  gage.  The  cylinders  are  20ix32^x24  ins.,  and 
clearances  8  per  cent  and  4  per  cent.  Find  the  approximate  receiver  pressure,  capacity 
and  horse-power  for  the  range  of  discharge  pressure,  for  «  =  1.3. 

Prob.  7.  The  volumetric  efficiency  of  the  low-pressure  cylinder  of  a  twoHstage  com- 
pressor is  known  to  be  95  per  cent,  the  receiver  pressure  as  shown  by  gage  is  40  lbs., 
delivery  pressure  100  lbs.,  and  supply  pressure  one  atmosphere.  What  will  be  the 
horse-power  if  the  machine  runs  at  120  R.P.M.  and  the  low-pressure  cylinder  is  18  Xl2  in.7 
«»1.4. 

Prob.  8.  An  air  compressor  appears  to  require  more  power  to  run  it  than  should 
be  necessary.  It  is  a  double-acting  18x30x24  in.  machine  running  at  100  R.P.M. 
The  volumetric  efficiencies  are  85  per  cent  and  90  per  cent  respectively  and  supply  and 
delivery  pressures  14  lbs.  and  1 10  lbs.  per  square  inch,  both  absolute.  What  should  be 
the  minimum  work  per  cubic  foot  of  (sup.pr.)  air,  per  cubic  foot  of  (del.pr.)  air,  hot  and 
cold,  for  adiabatic  compression? 

Prob.  9.  The  efficiency  of  the  driving  gear  on  an  electric-driven  compressor  is 
75  per  cent.    Power  is  being  supplied  at  the  rate  of  150  H.P.    How  much  air  should 
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be  compressed  per  minute  from  4  lbs.  per  square  inch  absolute  to  100  lbs.  per  square 
inch  gage,  if  the  receiver  pressure  is  35  lbs.  per  square  inch  absolute  and  the  low-pressure 
volumetric  efficiency  is  90  per  cent,  8  being  1.4? 

31.  Two-stage  Compressor  with  Best-receiver  Pressure.  Exponential 
Cooqiression.  Capacity,  Volumetric  Efficiency,  Work,  Mean  Eflfective  Pres- 
sures and  Horse-power  in  Terms  of  Dimensions  of  Cylinders  and  Clearances. 

For  the  twoHstage  exponential  compressor  with  or  without  clearance,  and  per- 
fect intercooling,  the  best-receiver  pressure  was  found  to  be  (Eq.  78), 

(bestrrec.pr.)  =  [(sup.pr.)(del.pr.)]*.    ......    (110) 

This  expression  Eq.  (110)  for  best-receiver  pressure  makes  it  possible  to 
evaluate  Rpi  and  Rp2  as  follows: 

fi,.for (b€8t-rec.pr.)=^"°^^^P"=^^^"PP"-^^^^P''-^^*  =  F^^^T^g,*,  (111) 

sup.pr.  sup.pr.  Lsup.pr. J  '  ^      ' 

J      T>     r     /u    X  \        (del.pr.)  (del.pr.) 

and     Rp2  for  (best-rec.pr.)  =  ..  \    ^       .  =  i7 ./\  ; — rrr 

(best-rec.pr.)     [(sup.pr.)  (del.pr.))* 


-[(^)]'-«^-  •  <"^) 


The  use  of  these  values  for  Rpi  and  Rp2  in  the  expressions  previously  given 
for  volumetric  efficiency  for  the  general  case,  Eqs.  (94)  and  (95)  results  in 

Volumetric  efficiency,  first  stage     Eti=  {l+ci—ciR^) , (113) 

and  volimaetric  efficiency,  second  stage     S,2=  (1+C2— C2iBp2i).  .    .    .    (114) 

The  work  was  found  to  be  represented  by  Ekj.  (91),  which  may  be  stated 
in  terms  of  displacement  and  volumetric  efficiency  of  the  first  stage,  as  follows: 


TF=288-4-|(sup.pr.)Di£n[flpV^-l],      .     .    .     . 


(115) 


where    Rp^^i '^-^  and  where  (sup.pr.)  is  in  pounds  per  square  inch. 

If  the  clearance  is  known  for  the  first  stage  this  becomes  by  the  use  of 
pr=288^--j(sup.pr.)Di^l+ci-ciffp2ij[ftp^-lJ,    .     .     (ne) 

which  is  a  direct  statement  of  the  work  of  a  two-stage  adiabatic  compressor 
with  perfect  intercooling  in  terms  of  supply  pressure  and  delivery  pressure, 
pounds  per  square  inch,  displacement,  cubic  feet  and  clearance  as  a  fraction 
of  displacement,  provided  the  cylinder  sizes  and  clearances  are  knoum  to  be  such 
as  to  give  best-receiver  pressures. 

The  mean  effective  pressure  reduced  to  first-stage  displacement,  in  pounds 
per  square  inch,  may  be  derived  from  either  Eq.  (115)  or  (116)  by  dividing  the 
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work  by  the   displacement   of   the  first-stage  cylinder,  and  again  dividing 
by  144. 

ni.e.p.=j||^=^3^  (8up.pr.)£.i  [/2p  2*  -ij 


144Z>i 

=  -3r(sup.pr.)  \l+Ci—CiRj^)  [/?p"2r  — ij 


(117) 


Since  the  work  done  is  equally  divided  between  the  two  cylinders  when  best- 
receiver  pressure  is  maintained,  the  mean  effective  pressure,  in  poimds  per 
square  foot,  for  each  cylinder  will  be  one-half  the  total  work  divided  by  the 
displacement  of  the  cylinder  in  question, 

m.e.p.,  first  stage = oqqT)"  ~ -3T(sup.pr.)£^»i \Rp  2«  —  Ij .   .     (118) 

Note  that  this  is  one-half  as  great  as  the  m.e.p.  of  the  compressor  reduced 
to  first  stage  (117), 

m.e.p.,    second  stage =000;^  ""IIT  (8up.pr.)^S,i [fip  2«  — Ij. .     (119) 
But  (sup.pr.)^^   '^  =  (rec.pr.)  =  [(sup.pr.)(del.pr.)l*,    whence, 

m.e.p.,  second  stage  =  — rKsup.pr.) (del.pr.)l*iJf,2  Rp~^  —  1 1  •    •     (120) 

8 —  1  L  J 

It  is  next  necessary  to  investigate  what  conditions  must  be  fulfilled  to  obtain 
the  best-receiver  pressure,  the  value  of  which  is  stated,  Ek|.  (110).  The  condition 
of  perfect  intercooling  provides  that  the  temperature  of  the  gas  entering  the 
second  stage  is  the  same  as  that  entering  the  first  stage,  and  hence  that  the 
product  (volume  entering  second  stage)  X  (pressure  when  entering  second  stage) 
must  be  equal  to  the  product  (volume  entering  first  stage)  X  (pressure  of  supply 
to  first  stage),  or 

(L.P.  Cap.2)(rec.  pr.)  =  (L.P.  Cap.i)(sup.  pr.)     .    .    .    (121) 

Combining  with  Eq.  (110) 

(L.P.  Cap.i)  _  [(8up.pr.)(del.pr.)]^_  ["  (del.pr.)"|^_p  ^ 
(L.P.  Cap .2)  (sup.pr.)  ~  [  (sup.pr.)J      ^  ' 

(1)  (2)  r  (3)  1-1 

(L.P.Cap.,)    DiR,    P-|l+«-°.«^J 

From  this  three-part  equation  proper  values  may  be  found  to  fulfill  require- 
ments of  best-receiver  pressure  for: 

1.  The  ratio  of  capacities  for  a  given  ratio  of  pressures,  or  oonversdy,  the 
ratio  of  pressures  when  capacities  are  known. 

2.  The  ratio  of  cylinder  displacements  for  known  volumetric  efficiencies 

3.  The  ratio  of  cylinder  displacements  when  the  clearances  and  ratio  of  com- 
pression are  known,  or  conversely,  with  known  displacements  and  clearances 


WORK  OF  COMPRESSORS  89 

the  ratio  of  pressures  which  will  cause  best-receiver  pressure  to  exist.  This 
last  case  in  general  is  subject  to  solution  most  easily  by  a  series  of  approxi- 
mations. 

There  is,  however,  a  special  case  which  is  more  or  less  likely  to  occur  in  prac- 
tice, and  which  lends  itself  to  solution— that  of  eqiuil  clearance  percentages.  If 
ci=C2  the  parenthesis  in  the  numerator  of  part  (3)  of  Ek|.  (122)  becomes  equal 
to  the  parenthesis  in  the  denominator,  and  evidently  the  volumetric  efficiency 
of  the  two  cylinders  is  equal,  hence  for  equal  clearance  percentages  in  the  two 
stages, 

wr^' <i23) 

A  case  which  leads  to  the  same  expression,  Eq.  (123),  is  that  of  zero  clearance, 
a  condition  that  is  often  assumed  in  machines  where  the  clearance  is  quite 
small. 

The  work  per  cycle,  Eq.  (116),  when  multiplied  by  the  number  of  cycles 
performed  per  minute,  n,  and  divided  by  33,000,  gives 

I.H.P.=^^^^§^^ni)i(l-hci-ci«p^^  .     (124) 

from  which  are  obtained  the  following: 
I.H.P.  per  cubic  foot  supplied  per  minute 

LH.P.        ^    8     (sup.pr.)/    IilL      \,       .    .     .     (125) 
n(L.P.  Cap.)     «-l    114.6     ^   '   '        / 

I.H.P.  per  cubic  foot  delivered  and  cooled  per  minute 

I.H.P. 


?i(H.P.  Cap.  cold) 
and  LH.P,  per  cubic  foot  delivered  hot  per  minute 

I.H.P. 


-.-^-"It^(«.^-').  •  ■  (>2») 


n(H.P.  Cap.  hot) 


S        (sUp.prOri  ^±l/r»  ^-       ^\  r.«..x 


These  expressions,  Eqs.  (1^5),  (126)  and  (127)  are  all  independent  of  clear- 
ance. 

Example.  What  will  be  the  capacity,  volumetric  efficiency  and  horse-power  per 
1000  cu.ft.  of  free  air  and  per  1000  cu.ft.  of  hot  compressed  air  per  minute  for  the 
following  compressor  for  «  =  1 .4?  Twonstage,  double-acting,  cylinders  22i  X34 J  X24  ins., 
nmtiing  at  100  R.P.M.  Low-pressure  clearance  5  per  cent,  high-pressure  clearance 
such  as  to  give  best-receiver  pressure.  Supply  pressure  15  lbs.  per  square  inch  abso- 
lute, delivery  pressure  105  lbs.  per  square  inch  absolute. 

Capacity  will  be  cylinder  displacement  times  low  pressure  volumetric  efficiency,  or, 
200DiXBrt. 

Z)i  =  12.8  cu.ft.    J^fi  from  Eq.  (113)=-  (l  +Ci  -Ci/?p2i)  =  1-)-  .05  -  .05  x7^*^  =  95  per  cent. 

Therefore  low  pressure  capacity  «=200  Xl2.8 x.95  =2430  cu.ft.  per  minute. 
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Horse-power  per  cubic  foot  of  (sup.pr.)  air  per  minute  is  from  Eq.  (125) 
8    sup.pr. /-,  irj      \  1.4       15    (^A.     A     ^,^^ 

Therefore,  horse-power  per  1000  cu.ft.  of  sup.pr.  air  =  147. 

Horse-power  per  cubic  foot  of  (del.pr.)  air,  hot,  is  from  Eq.  (127) 

Rp  2$  times  power  per  cu.ft.  of  (sup.pr.)  air,  hence, 
147  X5.3  =780  =horse-power  per  1000  cu.ft.  of  (del.pr.)  air,  hot,  per  minute. 

Problem  Note.  In  the  following  problemis,  cylinders  are  assumed  to  be  proportioned 
with  reference  to  pressures  so  as  to  give  best-receiver  pressure.  Where  data  conflict, 
the  conflict  must  be  found  and  eliminated. 

Prob.  1*  Air  is  compressed  adiabatically  from  14  lbs.  per  square  inch  absolute  to 
80  lbs.  per  square  inch  gage,  in  a  20^x32^x24  in.  compressor,  running  at  100  R.P.M., 
the  low-pressure  cylinder  has  3  per  cent  clearance.  What  will  be  horse-power  re- 
quired^ to  run  compressor  and  what  will  be  the  capacity  in  cubic  feet  of  low  pressure 
and  in  cubic  feet  of  (del.pr.)  air? 

Prob«  2.  What  must  be  the  cylinder  displacement  of  a  twoHstage  compressor  with  5 
per  cent  clearance  in  each  cylinder  to  compress  500  cu.ft.  of  free  air  per  minute  from 
14  lbs.  per  square  inch  absolute  to  85  lbs.  per  square  inch  gage,  so  that  8  equals  1.47 
What  will  be  the  horse-power  per  cubic  foot  of  (del.pr.)  air  hot  and  cold? 

Prob.  3.  A  two-stage  compressor  is  compressing  gas  with  a  value  of  s»1.25 
from  10  lbs.  per  square  inch  gage  to  100  lbs.  per  square  inch  gage.  The  cylinders  are 
18}  X30^  X24  ins.,  and  speed  is  100  R.P.M.  If  the  clearance  is  5  per  cent  in  the  low- 
pressure  cylinder  and  10  per  cent  in  the  high,  what  will  be  the  cubic  feet  of  (sup.pr.)  gas 
handled  per  minute  and  what  will  be  the  horse-power  at  best-receiver  pressure? 

Prob*  i.  A  manufacturer  states  that  his  20^X32^X24  in.  double-acting  compres- 
sor when  running  at  100  R.P.M.  at  sea  level  will  have  a  capacity  of  2390  cu.ft.  of  free  air 
per  minute,  pressure  range  being  from  atmosphere  to  80  lbs.  per  square  inch  gage.  At 
best-receiver  pressure  what  clearance  must  the  compressor  have,  compression  being 
adiabatic? 

Prob.  5.  The  cylinder  sizes  of  a  two-stage  compressor  are  given  as  10^X16^X12 
ins.,  and  clearance  in  each  is  5  per  cent.  What  will  be  the  best-receiver  pressures  when 
operating  between  atmosphere  and  following  discharge  pressures,  60,  70,  80,  90,  100 
and  110  lbs.  per  square  inch  gage,  for  8  equal  1.4? 

Prob.  6.  1500  cu.ft.  of  air  at  150  lbs.  per  square  inch  gage  pressure  are  needed  per 
minute  for  drills,  hoists,  etc.  The  air  is  supplied  from  3  compressors  of  the  same  size 
and  speed,  120  R.P.M.  Each  has  4  per  cent  clearance  in  each  cylinder.  What  will 
be  sizes  of  cylinders  and  the  horse-power  of  the  plant  for  best-receiver  pressure,  when 
«-1.41? 

Prob.  7.  The  cards  taken  from  a  compressor  show  volumetric  efficiencies  of  95  per 
cent  and  80  per  cent  in  low-  and  high-pressure  cylinder  respectively.  What  will  be 
(del.pr.)  for  best-receiver  pressure  if  compressor  is  15^X25}  Xl8  ins.,  and  (sup.pr.)  15 
lbs.  per  square  inch  absolute  to  10  lbs.  absolute,  and  what  will  be  the  work  in  each  case, 
s  being  1.35? 

Prob.  8.  A  manufacturer  gives  a  range  of  working  pressure  of  his  10}  X  16^X12  in. 
compressor  from  80-100  lbs.  per  square  inch  gage.  If  clearances  are,  low  4  per  cent, 
high  8  per  cent,  and  (sup.pr.)  is  atmosphere,  find  by  trial  which  end  of  the  range  comes 
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nearer  to  giving  best-receiver  pressure?    If  clearances  were  equal  which  would  give 
best-receiver  pressure? 

Prob.  9.  A  161^X25^X16  in.  compressor  is  rated  at  1205  cu.ft.  free  air  per  minute  at 
135  R.P.M.  at  sea  level.  What  would  be  the  clearance  if  compressor  were  compressing 
air  from  atmosphere  to  100  lbs.  gage  at  sea  level?  With  same  clearance  what  would  be 
the  size  of  a  low-pressure  cylinder  to  give  the  same  capacity  at  altitude  of  10,000  ft.  with 
the  same  clearance  and  the  same  (del.pr.),  best-receiver  pressure  always  being 
maintained? 

32*  Three-Stage  Compressors,  Cycles  7  and  8.  Formulas  for  Work  and 
Horse^power.  Best  Two  Receiver  Pressures*  The  work  and  capacity  of 
three-stage  compressors  may  be  determined  in  exactly  the  same  manner  as 
indicated  for  two-stage  compressors,  provided  the  pressures  and  volumes 
in  each  be  known.  The  three-stage  compressor  may  have  one  of  two  refer- 
ence cycles,  namely,  that  obtained  with  no  clearance  (cycle  7);  or,  that 
obtained  with  clearance  (cycle  8).    See  page  54,  also  Fig.  21. 

Cycle  8  may  be  sub-divided  into  any  number  of  cases  depending  upon 
the  relation  of  clearance  in  the  several  cylinders.  The  discussion  of  these 
cycles  offers  an  interesting  phase  of  the  subject  of  multi-stage  compression, 
but  such  a  discussion  is  outside  the  scope  of  the  present  text-book.  For  a 
complete  presentation  of  the  three-stage  compressor  phases,  see  Dr.  Lucke's 
larger  work  on  Engineering  Thermodynamics. 

It  is.  sufficient  to  state  here  that  the  three-stage  exponential  compression 
cycle  with  no  clearance,  perfect  intercooling  (cycle  7)  is  evaluated  from  a 
net  work-area  made  up  of  three  areas  computed  individually  by  the  formula 
for  single-stage  Eq.  (46),  provided  the  requisite  pressures  and  volumes  are 
known.    Under  these  conditions  the  work  done  may  be  obtained  from 

■    Tr=144^-(sup.pr.)(L.P.  Cap.)[(/?pi)''T-V(/2p2)''^V(Bp3)'"^ -s],     (128) 

in  which  the  supply  pressure  is  given  in  pounds  per  square  inch,  low  pressure 
capacity  in  cubic  feet,  and  ratios  of  pressures — first  stage  Rpi,  second  stage 
Rp2  and  third  stage  Rps.  It  is  evident  that  if  either  receiver  pressure  be 
fixed  and  the  other  varied,  the  work  necessary  to  compress  a  given  initial  vol- 
ume of  gas  will  be  varied,  and  will  have  a  minimum  value  for  some  partic- 
ular value  of  the  varying  receiver  pressure.  By  a  variation  of  both  receiver 
pressures  a  minimum  may  be  found  for  the  work  when  both  receiver  pres- 
sures have  some  specific  relation  to  supply  and  delivery  pressures.  The 
work  of  the  compressor  with  best-receiver  pressure,  no  clearance,  is  equally 
divided  between  the  three  stages  and  is  equal  to 

TF=432— -r(sup.pr.)(L.P.Cap.)(«p^*-l)  .     .     .    .      (129) 

In  this  equation  Rp  is  the  ratio  of  final  to  initial  pressure  (absolute). 

As  previously  shown  in  connection  with  two-stage  compression,  clearance 
has  no  effect  upon  the  work  for  a  given  capacity,  therefore,  Eqs.  (128)  and 


92  ENGINEERING  THERMODYNAMICS 

(129)  wiU  give  the  work  done  in  three-stage  compression  with  clearance  (cycle 
8)  under  the  conditions  of  perfect  intercooling,  exponential  compression,  best- 
receiver  pressure  and  equality  of  stages. 

The  expression  for  work  in  three-stage  compressors  with  any  receiver 
pressure,  exponential  compression,  with  clearance  and  perfect  intercooling 
is  somewhat  more  involved  inasmuch  as  the  displacement  and  volumetric 
efficiencies  must  be  considered.  The  resulting  equation  will  be  identical  in 
form  with  Eq.  (99)  for  two-stage  compressors  working  under  similar  condi- 
tions. That  is,  the  work  of  the  three-stage  compressor  stated  in  terms  of  sup- 
ply pressure,  pounds  per  square  inch,  displacement  in  cubic  feet,  volumetric 
efficiencies,  and  overall  ratios  of  compression  /?,,  is: 

+ 


{•^^f) '  -4  ■  o^> 


The  value  of  the  volumetric  efficiency,  £*•,  in  each  stage,  may  readily  be 
obtained  by  substitution  in  Eq.  (59).  The  method  of  obtaining  the  mean- 
effective  pressure  will  be  obvious  from  a  consideration  of  the  discussion  of 
two-stage  compression,  see  Eq.  (101),  from  which  the  m.e.p.  is  obtained  by 
dividing  the  work  of  the  entire  cycle,  Eq.  (130)  by  the  displacement,  D\,  of 
the  first  stage  and  by  144  to  reduce  to  pounds  per  square  inch. 

In  the  same  way  the  expression  for  the  indicated  horse-power  of  a  three- 
stage  compressor  may  be  obtained  by  analogy  from  that  for  two-stage  com- 
pression under  similar  conditions.  See  Eq.  (102).  The  I.H.P.,  then,  of  a 
three-stage  compressor  working  under  the  stated  conditions  will  be  equal 
to  the  work  of  the  entire  cycle  multiplied  by  n  and  divided  by  33,000;  in  this 
case  n  is  the  number  of  cycles  per  minute.  The  foregoing  formulas  Ekj.  (130) 
and  derivatives  apply  to  compressors  with  any  receiver  pressure;  if  it  be 
desired  to  obtain  the  work  of  compression  in  a  three-stage  compressor  with 
best-receiver  pressure  the  Eq.  (129),  when  expressed  in  terms  of  displace- 
ment and  volumetric  efficiency,  becomes 

Tr=432-4i(sup.pr.)Diff,i(/?/:3r-l) (131) 

'(del  pr ) 
in   which   Rp^r — ^^~t.    If  the   clearance   is   known  Evi    may   readily  be 

(sup.pr.)  -^  '^ 

determined  from  Eq.  (59).  The  mean  effective  pressure,  and  indicator  horse- 
power formulas  may  be  determined  from  Eq.  (131)  by  obvious  methods. 

It  is  evident  that  the  use  of  formulas  involving  best-receiver  pressures 
apply  only  when  all  the  conditions  necessary  to  the  existence  of  the  best- 
receiver  pressures  are  fulfilled. 

By  referring  to  Eq.  (78)  it  will  be  seen  that  the  best-receiver  pressure 
for  two-stage  compressors  equals  [(sup.pr.) (del.pr.)J^;  in  the  same  way  it 


J>  _^A— ^^ 
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can  be  shown  that  the  best-receiver  pressure  for  threenstage  adiabatic  com- 
pression with  perfect  intercooling  may  be  found  from  the  following: 

(best  1  rec.pr.)  =  [(sup.pr.)^(del.pr.)]^ (132) 

(best  2  rec.pr.)=[(sup.pr.)(del.pr.)^]^ (133) 

In  order,  then,  that  best-receiver  pressure  may  be  obtained,  there  must  be  a 
certain  relation  between  the  given  ratio  of  compression  and  dimensions  of 
cylinders  and  clearances.  Since  these  dimensions  are  fixed  in  an  actual  com- 
pressor, a  given  multi-stage  compressor  can  be  made  to  give  best-receiver 
pressures  only  when  compressing  through  a  given  range,  i.e.,  when  Rp  in  each 
cylinder  has  the  same  value. 

When  clearance  percentages  are  equal  in  all  three  cylinders,  the  volu- 
metric efficiencies  are  all  equal,  then,  when  best-receiver  pressures  exist, 

Evidently  this  same  expression  holds  if  clearances  are  all  zero  or  negligi- 
ble. What  constitutes  negligible  clearance  is  somewhat  indeterminate  since 
it  is  dependent  upon  the  ratio  of  compression  and  the  percentage  of  error 
allowable. 

It  is  useful  to  note  that  the  expressions  for  horse-power  which  may  be 
derived  from  Eq.  (131)  are  all  independent  of  clearance;  this  is  to  be  expected, 
since  the  multi-stage  compressor  may  be  regarded  as  a  series  of  single-stage 
compressors,  and  in  single-stage  such  an  independence  was  found  for  work 
and  horse-power  per  unit  of  capacity. 

EXAMPLES  AND  PROBLEMS  ON  THREE-STAGE  COMPRESSION 

Example  1.  What  will  be  the  horse-power  required  to  compress  100  cu.ft.  of  free 
air  per  minute  from  15  lbs.  per  square  inch  absolute  to  90  lbs.  per  square  inch  gage  in  a 
no-clearance,  three-stage  compressor  if  compression  be  adiabatic? 

From  Eq.  (129)        W  =432-^  (sup.pr.)(L.P.  Cap.)  (fi/lT  -l)  , 

therefore  the  work  per  cubic  foot  of  (sup.pr.)  air  is,    432 — -  (sup.pr.)  \Rp~^  —  1 ) , 

=432 x^ X 15 X (7<»S2 _  1)  ^4500  ft.-lbs.,    hence, 
.4 

4500  X 100 
H.P.  for  100  cu.ft.  per  minute  -    oonnrk    =13.6. 

oo,00U 

Prob.  1.  What  work  will  be  required  to  supply  2000  cu.ft.  of  air  at  200  lbs.  per  inch 
gage  pressure  if  compressing  is  done  adiabatically  by  threenstage  compressors,  taking 
air  at  atmosphere,  neglecting  the  clearances? 

Prob.  2.  A  table  in  "  Power  ''  gives  the  steam  used  per  hour  in  compressing  air  to 
various  pressures  single  stage.  A  value  for  air  compressed  to  100  lbs.  is  9.9  lbs.  steam 
per  hour  per  100  cu.ft.  of  free  air.  Using  the  same  ratio  of  work  to  steam,  find  the  value 
for  the  steam  if  compression  had  been  three-stage,  zero  clearances  to  be  assumed. 

Prob.  3.  A  5  in.  drill  requires  200  cu.ft.  of  free  air  per  minute  at  100  lbs.  per  square 


94  ENGINEERING  THERMODYNAMICS 

inch  gage  pressure.  What  work  will  be  required  to  compress  air  for  20  such  drills  if 
three-stage  compressors  are  used,  compared  to  single-stage  for  no  clearance? 

Prob.  4.  What  would  be  the  steam  horse-power  of  a  compressor  delivering  150 
cu.ft.  of  air  per  minute  at  500  lbs.  per  square  inch  pressure  if  compression  is  three-stage, 
adiabatic,  clearance  zero,  and  mechanical  efficiency  of  compressor  80  per  cent? 

Example  2.  A  three-stage  compressor  is  compressing  air  from  atmosphere  to  140 
lbs.  per  square  inch  absolute.  The  low-pressure  cylinder  is  32  x24  ins.  and  is  known  to 
have  a  clearance  of  5  per  cent.  From  gages  on  the  machine  it  is  noted  that  the  first- 
receiver  pressure  is  15  lbs.  per  square  inch  gage  and  the  second-receiver  pressure  is 
55  lbs.  per  square  inch  gage.  What  horse-power  is  being  developed  if  the  speed  is 
100  R.P.M.  and  8  «1.4?    From  the  formula  Eq.  (130), 

,.-.«4j,„p,.,»,.4(§g)-V(^:f'-(«,^)"-^-,]. 

-From  Eq.  (96),      TTv^'^^p^f    in  the  same  way    jrw^'^R^. 

DiEn 

Since  by  definition,     (del.pr.)  =i2p(sup.pr.),     /.     Rpi^Rp         . 

Hence,  W  =  144-~|  (sup.pr.)D,£:,»  \Rp!~r  ^rJiT  -^-RpTs"  -3] . 

30  70  140 

From  gage  reading?    Rpi  =  j.  =2.       R,t  = -^  =2.33;       Rpt »  ^  -2. 

1 
Ewi  =■  (1  +ci  -cifipi  • )  from  Eq.  (59), 

or,  ^ri  =  (1  +.05  - .05  X  1.65)  «67.5  per  cent. 

Hence,  Tr  =  144x^  Xl5xll.2x.675(1.22+1.28+1.22-3); 

.4 

-59,200  ft.lbs.  per  stroke  or  200  X59,200  ft.-Ibs.  per  minute;      -358  I.H.P. 

Example  8.  Another  compressor  has  cylinders  12X20X32X24  in.  and  it  is  known 
that  the  volumetric  efficiencies  of  the  high,  intermediate  and  low-pressure  cylinders  are 
respectively  70  per  cent,  85  per  cent  and  98  per  cent.  The  (del.pr.)  is  150  lbs.  per  square 
inch  absolute.    What  is  the  horse^power  in  this  case  if  the  speed  is  100  R.P.M.? 

From  the  formula  Eq.  (130). 

r/ll.2X.98Yg«^     /4.36X.85Y^     (lO^'^^^'^\^    n] 
L\4.36X.85/       "*"\1.59X.70/       '^\    11.2X.98/  J 

=  (1.309+1.495+1  -3)  =66,400  ft.-lbs.  per  stroke, 

200X66,400 
whence  I.H.P. 33000      ^^' 

Prob.  6.  What  will  be  the  horse-power  required  to  drive  a  12X22X34X30  in.  three- 
stage  compressor  with  volumetric  efficiencies  of  75,  85,  and  95  per  cent  in  the  high, 
intermediate  and  low-pressure  cylinders,  at  100  R.P.M.  when  compressing  natural  gas 
from  25  lbs.  per  square  inch  gage  to  300  lbs.  per  square  inch  gage,  adiabatically? 

Prob.  6.  Find  the  work  done  on  a  gas,  the  value  for  s  of  which  is  1.3,  in  compressing 
it  from  atmosphere  to  7  atmospheres  absolute,  adiabatically  in  three  stages,  the  com- 
pressor having  a  low-pressure  cylinder  displacement  of  60  cu.ft.  per  minute  and  a  volu- 
metric efficiency  of  95  per  cent,  first  receiver  pressure  being  2  atmospheres  abaolute, 


Tr  =  144X~Xl5Xll.2X.98 
4 
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and  second-receiver  pressure  4  atmospheres  absolute.  If  air  were  being  compressed 
instead  of  the  above  gas,  how  would  the  work  vary? 

Prob.  7.  For  special  reasons  it  is  planned  to  keep  the  first-receiver  pressure  of  a 
three-stage  compressor  at  30  lbs.  per  square  inch  absolute,  the  second-receiver  pressure  at 
60  lbs.  per  square  inch  absolute,  and  the  line  pressure  at  120  lbs.  per  square  inch  absolute. 
The  (sup.pr.)  is  14  lbs.  per  square  inch  absolute.  If  the  clearances  are  4  per  cent  in 
the  low  and  8  per  cent  in  the  intermediate  and  high-pressure  cylinders,  what  must  be 
the  cylinder  sizes  to  handle  500  cu.ft.  of  free  air  per  minute  at  120  R.P.M.  and  what 
power  must  be  supplied  to  the  compressor  on  a  basis  of  80  per  cent  mechanical  effi- 
ciency, for  a  value  of  b  equal  to  1.39? 

Ptob.  8.  Should  the  above  pr^sures  (Prob.  6)  be  gage  pressures  instead  of  absolute, 
how  would  the  quantities  to  be  found  be  afiFected? 

Prob.  9.  The  receiver  pressures  on  a  COi  gas  compressor  are  50  lbs.  per  square  inch 
absolute,  and  200  lbs.  per  square  inch  absolute,  the  (del.pr.)  being  1000  lbs.  per  square 
inch  absolute.  The  machine  has  a  low-pressure  cylinder  8X10  ins.  with  3  per  cent 
clearance.  What  horse-power  will  be  required  to  run  it  at  100  R.P.M.  and  what  would 
be  the  resultant  horse-power  and  capacity  if  each  pressure  were  halved?  (Sup.pr.) » 14.7 
lbs.  per  square  inch. 

Example  4.  If  the  following  three-stage  compressor  be  run  at  bestrreceiver  pressures 
what  will  be  the  horse-power  and  the  best-receiver  pressures?  Compressor  has  low- 
pressure  cylinder  32X24  ins.  with  5  per  cent  clearance,  is  compressing  air  from  atmos- 
phere to  140  lbs.  per  square  inch  absolute,  so  that  s  equals  1.4  and  it  runs  at  100  R.P.M. 

432«  /    *~i      \ 

Fh)m  the  formula  Eq.  (131)      TT- — r(8up.pr.)Dii^,i(/ep  3*  -l). 

8  —  1  ^  ' 

From  the  formula  Eq.  (132)  (best  1  rec.pr.)-[(sup.pr.)"(del.pr)]^=I(15)«Xl40]^-31.6, 

From  Eq.  (133)     (best  2  rec.pr.)  -:[(8up.pr.)(del.pr.)«]^-[16X (140)*]^  =66.5. 

The  volumetric  efficiency,  ^fi,  is  obtained  from  a  modification  of  Eqs.  (59)  and  (113). 
from  which 

£«-  (l+ci-cifip^«)  -l+.05-.05x(^)  '«96.5; 

hence,  TF«432X^X  15X1 1.2X90.5 X (9.35®* -1)  =59,000  ft.-lbs., 

-_-p     59,000X200 
^•^•^•"      33,000      '^^^- 

Prob.  10.  There  is  available  for  running  a  compressor  175  H.P.  How  many  cuit. 
of  free  air  per  minute  can  be  compressed  from  atmosphere  to  150  lbs.  per  square  inch 
gage  by  a  threenstage  adiabatic  compressor  with  best-receiver  pressures? 

Prob.  11.  The  low-pressure  cylinder  of  a  three-stage  compressor  has  a  capacity  of 
4)  eu.ft.  per  stroke.  If  the  stroke  of  all  three  cylinders  is  18  ins.,  what  must  be  the 
diameters  of  the  intermediate  and  high  to  insm^  best-receiver  pressures,  if  clearance 
be  nei^ected,  and  (sup.pr.)  be  1  lb.  per  square  inch  absolute  and  (del.pr.)  15  lbs.  per 
square  inch  absolute,  «  being  1.4. 

Prob.  12.  Will  a  15X22X34X24  in.  compressor  with  clearances  of  3,  5  and  8  per 
cent  in  low,  intermediate  and  high-pressure  cylinders  respectively  be  working  at  best- 
receiver  pressures  when  (sup.pr.)  is  15  lbs.  per  square  inch  absolute  and  (del.pr.)  150 
lbs.  per  square  inch  absolute?  If  not,  find  by  trial,  the  approximate  (del.pr.),  for  which 
this  machine  is  best,  with  b  equal  to  1.4? 


CHAPTER   III 

COMPRESSOR  CHARACTERISTICS.    ECONOMY.    MAXIMUM  WORK, 

WORK  AT  FRACTIONAL  LOADS. 

33.  Comparative  Economy  or  Efficiency  of  Compressors.  As  the  prime 
duty  of  compressors  of  ^11  sorts  is  to  move  gas  or  vapor  from  a  region  of  low 
to  a  region  of  high  pressure,  and  as  this  process  always  requires  the  expenditure 
of  work,  the  compressor  process  which  is  most  economical  is  the  one  that 
accomplishes  the  desired  transference  with  the  least  work.  In  this  sense,  then, 
economy  of  compression  means  something  different  than  efficiency,  as  ordi- 
narily considered.  Ordinarily,  efficiency  is  the  ratio  of  the  energy  at  one  point 
in  a  train  of  transmission  or  transformation,  to  the  energy  at  another  point, 
whereas  with  compressors,  economy  of  compression  is  understood  to  mean  the 
ratio  of  the  work  required  to  compress  and  deliver  a  unit  of  gas,  moving  it 
from  a  low-  to  a  high-pressure  place,  to  the  work  that  would  have  been  required 
by  some  other  process  or  hypothesis,  referred  to  as  a  standard.  This  economy 
of  compression  must  not  be  confused  with  efficiency  of  compressors  as  machines, 
— it  is  merely  a  comparison  of  the  work  in  the  compressor  cylinder  for  an  actual 
case  or  hypothesis  to  that  for  some  other  hypothesis  taken  as  a  standard.  The 
standard' of  comparison  may  be  any  one  of  several  possible,  and  unfortunately 
there  is  no  accepted  practice  with  regard  to  this  standard.  It  will,  therefore, 
be  necessary  to  specify  the  standard  of  reference  whenever  economy  of  compres- 
sion is  under  consideration.  The  following  standards  have  been  used  with 
some  propriety  and  each  is  useful,  since  it  supplies  the  sort  of  information  really 
desired. 

First  Standard.  The  work  per  cubic  foot  of  supply  gas  necessary  to  com- 
press isothermally  (Cycle  1),  from  the  supply  pressure  to  the  delivery  pressure 
of  the  existing  compressor,  and  to  deliver  at  the  high  pressure,  is  less  than  that 
of  any  commercial  process  of  compression,  and  may  be  taken  as  a  standard  for 
comparison.  Since,  however,  actual  compressors  never  depart  greatly  from 
the  adiabatic  law,  their  economy  compared  with  the  isothermal  standard  will 
always  be  low,  making  their  performance  seem  poor,  whereas  they  may  be  as 
nearly  perfect  as  is  possible,  so  that  some  other  standard  would  be  a  better 
indication  of  their  excellence. 

Second  Standard.  The  work  per  cubic  foot  of  gas  supplied  when  compressed 
adiabatically  in  a  single  stage  (Cycle  3),  if  taken  as  a  standard,  will  indicate  a 
high  economy,  nearly  unity  for  single-stage  compressors,  and  an  economy  above 
unity  for  most  multi-stage  compressors.  For  the  purpose  of  comparison  it 
will  be  equally  as  good  as  the  first  standard,  and  the  excess  of  the  economy  over 
unity  will  be  a  measure  of  the  saving  over  single-stage  adiabatic  compression. 

06 
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Since,  however,  singlenstage  adiabatic  compression  is  not  the  most  economical 
obtainable  in  practice  for  many  cases,  this  standard  may  give  an  incorrect 
idea  of  the  perfection  of  the  compressor. 

Third  Standard.  Owing  to  the  facts  noted  above,  it  may  be  a  better  indi- 
cation of  the  degree  of  perfection  of  the  compressor  to  compare  the  work  per 
cubic  foot  of  gas  supplied  with  that  computed  for  the  standard  adiabaiic  cycle 
most  nearly  approaching  that  of  the  compressor.  This  standard  is,  however, 
open  to  the  objection  that  a  multi-stage  compressor  is  not  referred  to  the  same 
cycle  as  a  single-stage  compressor,  and  a  multi-stage  compressor  with  other 
than  best-receiver  pressure  is  not  referred  to  the  same  cycle  as  another  operating 
with  best-receiver  pressure.  This  is,  therefore,  not  a  desirable  standard  for 
comparing  compressors  of  different  types  with  one  another,  although  it  dmm 
show  to  what  extent  the  compressor  approaches  the  hypothetical  best  condi- 
tion for  its  own  type  and  size. 

Other  standards  might  be  chosen  for  special  reasons,  each  having  a  value 
in  proportion  as  it  supplies  the  information  that  is  sought. 

It  is  seen  from  the  discussion  of  the  second  standard  that  its  only  advantage 
over  the  first  is  in  that  it  affords  a  measure  of  the  saving  or  loss  as  compared 
with  the  single-stage  adiabatic  compressor  cycle. 

If  the  first  standard,  that  of  the  isothermal  compressor  cycle,  be  adopted 
for  the  purpose  of  comparison,  it  at  once  gives  a  measure  of  comparison  with 
the  isothermal,  which  is  more  nearly  approached  though  never  quite 
reached,  as  the  number  of  stages  is  increased,  or  as  the  gas  is  more  effect- 
ively cooled  during  compression.  It  may  be  regarded  as  the  limiting  case  of 
multi-stage  compression  with  perfect  intercooling,  or  the  limiting  case  of  con- 
tinuous cooling. 

In  order  to  ascertain  how  nearly  the  actual  compressor  approaches  the 
adiabatic  cycle  most  nearly  representing  its  working  conditions,  the  economy 
of  the  various  reference  cycles  heretofore  discussed  may  be  tabulated  or  charted, 
and  the  economy  of  the  cycle  as  compared  with  that  of  the  actual  performance 
of  the  compressor  will  give  the  required  information.  The  process  of  com- 
putation by  which  this  information  is  obtained  will  depend  upon  the  nature 
of  information  sought.  The  economy  of  actual  compressor  compared  with  the 
isothermal  may  be  stated  in  any  of  the  following  ways: 

Computed  work  per  cubic  foot  supplied,  isothermal         ,  ^ 


Indicated  work  per  cu.ft.  actual  gas  supplied  to  compressor 

I.H.P.  per  cubic  foot  per  minute  supplied,  isothermal 
I.H.P.  per  cubic  foot  per  minute  actual  supplied 

Single  stage 

(m.e.p.)  isothermal,  pounds  per  square  inch,  no  clearance 

(m.e.p.)  actual -5- true  volumetric  efficiency 

Multi-stage 

(m.e.p.)  isothermal,  no  clearance 

(m.e.p.)  reduced  to  first  stage -r- first  stage  vol.  eff. 


(6) 


(c) 


(d) 


.    (134) 
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In  this  connection  it  is  useful  to  note  that  for  the  case  of  the  no-clearance 
cycles,  the  work  per  cubic  foot  of  supply  is  equal  to  the  mean  effective  pressure 
(M.E.P.)  in  pounds  per  square  foot,  and  when  divided  by  144  gives  (m.e.p.) 
in  pounds  per  square  inch.  Also,  that  in  cases  with  clearance,  or  even  actual 
compressors  with  negligible  clearance,  but  in  which,  due  to  leakage  and  other 
causes,  the  true  volumetric  efficiency  is  not  equal  to  unity, 

Work  per  cubic  foot  gas  8uppliedX-E?»=144(m.e.p.).    .    .     (135) 

The  information  that  is  ordinarily  available  to  determine  the  economy 
of  the  compressor  will  be  in  the  form  of  indicator  cards  from  which  the  (m.e.p.) 
for  the  individual  cylinders  may  be  obtained  with  ordinary  accuracy.  The 
volumetric  efficiency  may  be  approximated  from  the  indicator  cards  also,  but 
with  certain  errors  due  to  leakage  and  heating,  that  will  be  discussed 
later.  If  by  this,  or  other  more  accurate  means  the  true  volumetric 
efficiency  is  found,  the  information  required  for  the  use  of  Eq.  (134)  (c) 
or  (d)  is  available.  Evaluation  of  the  numerator  may  be  had  by  Eq.  (31), 
repeated  here  for  reference: 

(m.e.p.)  isothermal  =  (sup.pr.)  logc /2p (136) 

The  evaluation  of  the  numerator  may  also  be  determined  by  means  of 
the  curve  sheets  given  in  the  Handbook  of  Tables  (Chart  No.  7). 

In  addition  to  the  mean-effective  pressure  this  diagram  also  gives  the 
economy  of  adiabatic  cycles  of  single  stage,  also  two  and  three  stages  with 
best-receiver  pressures.  The  value  of  a  will  depend  upon  the  substance  com- 
pressed and  its  condition.  The  curve  sheet  is  arranged  to  give  the  choice  of 
the  proper  value  of  8  applying  to  the  specific  problem. 

If  it  is  required  to  find  the  economy  of  an  actual  compressor  referred  to 
the  third  standard,  i.e.,  that  hypothetical  adiabatic  cycle  which  most  nearly 
approaches  the  actual,  then 

Economy  by  third  standard  is 

Econ.  actual  referred  to  isothermal 
Econ.  hypothetical  referred  to  isothermal ^      ' 

It  is  important  to  notice  that  for  a  vapor  an  isothermal  process  is  not  one 
following  the  law  PXF= constant.  What  has,  in  this  section,  been  called  an 
isothermal  is  correctly  so  called  only  so  long  as  the  substance  is  a  gas.  Since, 
however,  the  pressure-volume  analysis  is  not  adequate  for  the  treatment  of 
vapors,  and  as  they  will  be  discussed  under  the  subject  of  Heat  and  Work, 
Part  III,  it  is  best  to  regard  this  section  as  referring  only  to  the  treatment 
of  gases,  or  superheated  vapors  which  act  very  nearly  as  gases.  However, 
it  must  be  understood  that  whenever  the  curve  follows  the  law  PXV= constant, 
the  isothermal  equations  for  work  apply,  even  though  the  substance  be  a  vapor 
and  the  process  is  not  isothermal. 

34.  Conditions  of  Maximum  Work  of  Compressors.  Certain  types  of  com- 
pressors are  intended  to  operate  with  a  delivery  pressure  approximately  con- 
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stant,  but  may  have  a  varying  supply  pressure.  Such  a  case  is  found  in  pumps 
or  compressors  intended  to  create  or  maintain  a  vacuum  and  to  pump  natural 
gas  from  wells  to  pipe  lines.  The  former  deliver  to- atmosphere,  thus  having 
a  substantially  constant  delivery  pressure.  The  supply  pressure,  however,  is 
variable,  depending  upon  the  vacuum  maintained.  In  order  that  such  a 
compressor  may  have  supplied  to  it  a  sufficient  amount  of  power  to  keep  it 
running  under  all  conditions,  it  is  desirable  to  learn  in  what  way  this  power 
required  will  vary;  what  its  maximum  value  will*  be;  and  under  what  con- 
ditions itiis  value  will  be  obtained. 

The  work  per  cycle  of  a  single-stage  adiabatic  compressor  with  clearance 
will  vary  directly  as  the  mean  eflfective  pressure.    As  shown  in  Eq.  (63), 

(„..e.p.,-^(.up.p,.,[l+«-.(^)-][(^)-^-.].      (138) 

This  will  have  a  maximum  value  when  ^^7 —  '^  v=0. 

a(sup.pr.) 

or  when  (delpry'^--i-ri+c-cii:l(^5LPL)^]=0.  .    .    .     (139) 

\8up.pr./  1+cL  8    Vsup.pr./   J 

Solving  this  for  the  value  of  supply  pressure  will  give  that  supply  pressure 
at  which  the  work  will  be  a  maximum,  in  terms  of  a  given  delivery  pressure, 
clearance  and  the  exponent  8, 

The  assumption  most  commonly  used  is  that  clearance  is  zero.  If  this  is 
true  or  the  assiunption  permissible,  the  above  equation  becomes  simplified. 

(del.pr.)       -L.  ..._. 

) *^=s«-i (140) 

(sup.pr.) 

The  value  of  8  for  air,  for  instance,  is  1.406,  and  hence  the  ratio  of  compression 
for  maximum  work  for  the  hypothetical  air  compressor  is 

(1.406)8*«=3.26 (141) 

It  may  be  noted  that  when  8  =  1  in  the  above  expression,  the  value  of  the 
ratio  of  compression  becomes  indeterminate.  To  find  the  supply  pressure  for 
maximum  work  in  this  case,  take  the  expression  for  mean  effective  pressure 
for  the  isothermal  compressor  (s=l),  Eq.  (41),  differentiate  with  respect  to 
(sup.pr.)  and  place  the  differential  coefficient  equal  to  zero.  This  process 
results  in  the  expression 

/deLpr,\+   0     /delpnXj^Q (142) 

■^Vsup.pr./     1+c  Vsup.pr./  ^      ^ 

When  c=0,  this  becomes,    log,f^?^^=l    or    /'^5LHl\=2.72.      .     (143) 

°^  Vsup.pr./  Vsup-pr-/ 

The  expressions  Eqs.  (140)  and  (143)  are  easily  solved,  but  Eqs.  (139) 
and  (142)  are  not.  To  facilitate  computations  requiring  their  solution  the 
results  of  the  computation  are  given  graphically  in  chart  No.  5,  in  the  Hand- 
book of  Tables. 
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This  chart  also  gives  the  mean  effective  pressures  in  the  form  of  curves 
calculated  from  Eqs.  (138)  and  (41).  These  curves,  it  will  be  noted,  give 
the  mean  effective  pressure  expressed  as  a  fraction  of  the  delivery  pressure. 

The  discussion  so  far  applies  only  to  single-stage  compressors.  The  problem 
of  maximum  work  for  mviti-^tage  compressors  is  somewhat  different,  and  its 
solution  is  not  so  frequently  required.  Moreover,  if  the  assumption  of  perfect 
intercooling  is  made,  the  results  are  not  of  great  value,  as  a  still  greater  amount 
of  power  might  be  required,  owing  to  the  failure  for  a  period  of  time  of  the 
supply  of  cooling  water. 

If  intercooling  be  discontinued  in  a  multinstage  compressor,  the  volume 
entering  the  second  stage  will  equal  that  delivered  from  the  first,  and  similarly 
for  the  third  and  second  stages.  The  entire  work  done  in  all  stages  will  be  the 
same  as  if  it  had  all  been  done  in  a  single  stage.  It  might  be  questioned  as 
to  whether  this  would  hold,  when  the  ratio  of  compression  is  much  less  than 
designed.  The  first  stage  will  compress  until  the  volume  has  become  as  small 
as  the  low-pressure  capacity  of  the  second  stage.  If  the  delivery  pressure  is 
reached  before  this  volume  is  reached,  there  is  no  work  left  to  be  done  in  the 
second  or  any  subsequent  stages,  and,  owing  to  the  pressure  of  the  gas,  the 
valves,  if  automatic,  will  be  lifted  in  the  second  and  higher  stages,  and  the 
gas  will  be  blown  through,  with  only  friction  work.  It  appears  then  that 
under  the  condition  of  no  intercooling  the  multi-stage  compressor  acts  the 
same  as  a  single  stage ^  and  the  conditions  of  maximum  work  will  be  the  same. 

If  intercooling  is  mmntained  perfect  there  will  still  be  a  range  of  pressures 
on  which  all  the  work  of  compression  is  done  in  the  first  stage,  merely  blowing 
the  discharge  through  receivers,  valves  and  cylinders  in  the  upper  stages.  If 
this  range  is  such  that  this  continues  beyond  a  ratio  of  pressures,  which  gives  a 
maximum  (m.e.p.)  for  the  single  stage,  then  the  maximum  will  have  been  reached 
while  the  compressor  is  operating  single  stage,  and  the  single-^tage  formula 
and  curves  may  be  applied  to  this  case  also. 

That  this  condition  frequently  exists  with  multi-stage  compressors  of 
ordinary  design  is  shown  by  the  fact  that  the  ratio  of  compression  in  each  stage 
is  seldom  less  than  3,  and  more  frequently  3.5,  4  or  even  more.  The  ratio 
of  compression  giving  maximum  work  for  single  stage,  has  values  from  2.5 
to  3.26,  dependent  on  clearance  and  the  value  of  s  for  the  gas  compressed,  and 
is,  therefore,  less  for  the  majority  of  cases. 

If  the  ratio  of  cylinders  is  such  that  the  single-stage  maximum  is  not 
reached  before  the  second  stage  begins  to  operate,  the  maximum  work  for  a  given 
delivery  pressure  will  occur  when  the  ratio  of  supply  and  delivery  pressures 
is  such  as  to  make  first-receiver  pressure  equal  to  delivery  pressure, 

36.  Actual  Compressor  Characteristics.  Air  or  gas  compressors  are  very 
commonly  made  double  acting,  so  that  for  a  single  cylinder,  two  cycles  will 
be  performed  during  one  revolution,  one  in  each  end  of  the  cylinder.  If  a  rod 
extends  through  one  of  these  spaces  and  not  through  the  other,  the  displace- 
ment of  that  end  of  the  cyUnder  will  be  less  than  the  other  by  a  volume  equal 
to  the  area  of  rod  multipUed  by  the  stroke.    To  avoid  mechanical  shock 
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at  the  end  of  either  stroke,  it  is  necessary  to  leave  some  space  between  the 
piston  and  cylinder  head.  Passages  must  also  be  provided,  conmiunicating 
with  inlet  and  discharge  valves.  The  total  volume  remaining  in  this  space 
and  in  the  passages  when  the  piston  is  at  the  nearer  end  of  its  stroke  constitutes 
the  clearance.  The  amount  of  this  clearance  volume  varies  from  .5  or  .6  of 
one  per  cent  in  some  very  large  compressors  to  as  much  as  4  or  6  per  cent  of 
the  volume  of  displacement  in  good  small  cylinders. 

In  order  to  study  the  performance  of  an  actual  compressor  and  to  compare 
it  with  the  hypothetical  cycle,  it  is  necessary  to  obtain  an  indicator  card,  and 
knowing  the  clearance  and  barometric  pressure  to  convert  the  indicator  card 
into  a  pressure-volume  diagram,  by  methods  explained  in  Chapter  I.    Fig.  30 


H.P.Oap  Hot  (Appaxent) 

iG 


P  P     (D^  Pr.) 


Sup.  Pr^ 


•ToL 


Fio.  30. — Compressor  Indicator  Card  Illustrating  Departure  from  Reference  Cycle. 


is  such  a  diagram  for  a  single-stage  compressor.  In  the  pipe  leading  to  the 
intake  valve  the  pressure  is  determined  and  a  horizontal  line  AB  is  drawn 
on  the  diagram  at  a  height  to  represent  the  supply  pressure.  Similarly, 
discharge  pressure  is  determined  and  drawn  on  the  diagram,  KE.  Consider 
the  four  phases  of  this  diagram  in  succession. 

1.  Intake  Line.  At  a  point  somewhat  below  A  the  intake  valve  opens 
say  at  the  point  F.  This  remains  open  till  a  point  H  is  reached  at  or  near  the 
end  of  the  stroke.  The  line  connecting  these  two  points  indicates  variations 
of  pressures  and  volumes  throughout  the  supply  stroke.  In  general  this  line 
will  lie  below  the  supply-pressure  line  AB  due  to  first,  the  pressure  necessary 
to  lift  the  inlet  valve  from  its  seat  against  its  spring  and  inertia,  if  automatic, 
and  support  it,  and  second,  friction  in  the  passages  leading  to  the  cylinder  from 
the  point  where  the  supply  pressure  was  measured.  While  the  former  is  nearly 
constant  the  latter  varies,  depending  upon  the  velocity  of  gases  in  the  passages. 
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The  piston  attains  its  highest  velocity  near  the  middle  of  the  stroke,  thus 
causing  the  intake  line  to  drop  below  the  supply  pressure  more  at  this  part 
of  stroke.  These  considerations  do  not,  however,  account  completely  for  the 
form  of  the  intake  line.  Frequently  the  first  portion  of  the  line  lies  lower  than 
the  last  portion,  even  at  points  where  the  piston  velocities  are  equal.  This 
is  more  prominent  on  a  compressor  having  a  long  supply  pipe,  and  is  due  to 
the  forces  required  to  accelerate  the  air  in  the  supply  pipe  while  piston  velocity 
is  increasing,  and  to  retard  it  while  piston  velocity  is  decreasing.  In  com- 
pressors where  the  inlet  valve  is  mechanically  operated  and  the  supply  pipe 
long,  it  is  possible  to  obtain  a  pressure  at  the  end  of  the  intake,  line  if,  even 
in  excess  of  the  supply  pressure.  The  effect  of  this  upon  volumetric  efficiency 
will  be  noted  later. 

The  apparent  fluctuations  in  pressure  during  the  first  part  of  the  intake 
line  may  be  attributed,  first,  to  inertia  vibrations  of  the  indicator  arm,  in  which 
case  the  fluctuations  may  not  indicate  real  variations  of  pressure;  second,  the 
indicator  card  may  show  true  variations  of  pressure  due  to  inertia  of  the  gases 
in  the  supply  pipe,  since  a  moment  before  the  valve  opened  at  F  the  gases  were 
stationary  in  the  supply  pipe.  When  F  is  reached  the  piston  is  already  in  motion 
and  a  very  considerable  velocity  is  required  in  the  supply  pipe  to  supply 
the  demand.  This  sudden  acceleration  can  be  caused  only  by  a  difference  in 
pressure,  which  is  seen  to  exist  below  and  to  the  right  of  F  on  the  diagram. 
The  suddenness  of  this  acceleration  may  start  a  surging  action  which  will  cause 
rise  and  fall  of  pressure  to  a  decreasing  extent  immediately  after.  A  third  cause 
is  possible,  that  is,  a  vibsation  of  the  inlet  valve  due  to  its  sudden  opening 
when  it  is  of  the  common  form;  mechanical  valves  change  the  conditions.  It 
is  closed  by  weight  or  a  spring  and  opened  by  the  pressure  difference.  Between 
these  forces  the  valve  disk  may  vibrate,  so  affecting  the  pressure. 

2.  Compression  Line.  From  the. time  the  inlet  valve  closes  at  the  point 
H  until  the  discharge  valve  opens  at  the  point  G,  the  gases  within  the  cylinder 
are  being  compressed.  The  compression  is  very  nearly  adiabatic  in  ordinary 
practice,  but  owing  to  the  exchange  of  heat  between  the  cylinder  walls,  at  first 
from  walls  and  later  from  gas  to  walls,  which  are  cooled  by  water  jacket  to 
prevent  the  metal  from  overheating,  there  is  a  slight  departure  from  the  adia- 
batic law  almost  too  small  to  measure. 

A  second  factor  which  influences  the  form  of  this  curve  to  a  greater  extent 
is  leakage.  This  may  occur  around  the  piston,  permitting  gas  to  escape  from 
one  end  of  the  cylinder  to  the  other.  During  the  compression  process  there  is 
first  an  excess  of  pressure  in  the  other  end  of  the  cylinder  due  to  re-expansion, 
tending  to  increase  pressures  on  the  first  part  of  compression.  Later,  the 
pressure  rises  and  that  on  the  other  side  of  the  piston  falls  to  the  supply 
pressure.  During  this  period  leakage  past  piston  tends  to  decrease  successive 
pressures  or  lowers  the  compression  line.  Leakage  also  occurs  through  cither 
discharge  or  inlet  valves.  The  former  will  raise  the  compression  line,  while 
excessive  leakage  of  the  inlet  valve  will  lower  it. 

It  is  then  evident  that  unless  the  nature  of  the  leakage  is  known,  it  is 
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impassible  to  predict  the  way  in  which  it  will  change  this  line.  It  is,  however, 
more  frequently  the  case  that  the  piston  and  inlet  leakage  are  large  as  compared 
with  the  discharge  valves,  in  which  case  the  actual  compression  line  has  a 
tendency  to  fall  lower  than  the  adjabatic  as  the  volumes  are  decreased.  Com- 
pression lines  lowered  by  leakage  are  often  mistaken  for  proofs  of  effective 
cooling,  and  cases  have  been  known  where  isothermal  compression  of  air  was 
claimed  on  what  proved  to  be  evidence  only  of  bad  leakage. 

3.  Delivery  Line.  After  the  delivery  pressure  of  the  compressor  has  been 
exceeded  sufficiently,  the  discharge  valve  is  opened  and  the  gas  is  delivered  to 
the  di&charge  pipe  or  receiver  till  the  end  of  the  stroke  is  reached  and  at  the 
point  J  the  valve  closes.  The  same  group  of  factors  which  act  upon  the  intake 
line  also  influence  the  form  of  the  delivery  Une;  spring  resistance  of  discharge 
valve;  friction  in  discharge  passages  varying  with  piston  velocity;  inertia  of 
gases  in  delivery  pipe;  sudden  acceleration  of  gases  in  delivery  pipe  when 
discharge  valve  opens;  inertia  of  indicator  arm;  and  in  addition  a  strong 
tendency  for  the  valve  to  chatter  or  jump  open  and  shut  alternately.  Leak- 
age also  occurs  through  intake  valve  and  past  the  piston  during  this  process, 
with  the  result  that  less  gas  passes  through  the  discharge  valve  than  is  shown 
on  the  indicator  card. 

4.  Re-expansion  Line.  From  the  time  the  discharge  valve  closes,  at  J, 
till  the  intake  valve  opens,  at  F,  the  gas  which  remained  in  the  clearance  space 
after  delivery  expands,  due  to  the  advancing  of  the  piston,  till  the  pressure 
has  fallen  to  such  an  amount  that  t>he  intake  valve  will  open.  The  same  factors 
influence  this  line  as  the  compression  line.  Heat  is  exchanged  with  the  jacketed 
cylinder  walls,  at  first  cooling  and  later  heating  the  gas  as  the  pressure  falls. 
This,  for  any  given  volume,  changes  the  pressure.  Leakage  occurs  inward 
through  the  discharge  valve  and  outward  through  intake  valve  and  past  the 
piston.  If  these  last  two  are  in  excess,  the  pressures  will  fall  more  rapidly 
than  if  the  expansion  were  that  of  a  constant  quantity  of  gas. 

Work  due  to  gas  friction  and  inertia,  it  should  be  noted,  is  fully  represented 
on  the  indicator  card,  and  may  be  regarded  as  being  equal  to  that  extra  area 
below  the  supply-pressure  line  and  above  the  delivery-pressure  Une.  In  the 
combined  card  of  a  two-stage  compressor  there  would  be  an  overlapping  of 
the  diagrams  due  to  this  frictional  loss. 

Low-pressure  Capacity.  Referring  to  the  adiabatic  compression  and  expan- 
sion lines,  CD  and  KL,  Fig.  30,  it  is  seen  that  the  loiv-pressure  capacity  of  the 
hypothetical  cycle  is  the  volume,  LC. 

The  apparent  low-pressure  capacity  of  the  actiuil  compressor,  measured  at 
the  supply  pressure  is  AB.  This  is  not,  however,  the  true  volume  of  gas  at 
supply  pressure  and  temperature  that  is  taken  in,  compressed,  and  finally 
delivered  per  cycle.  First,  the  valves,  passages  and  walls  are  not  at  the  same 
temperature  as  the  entering  gas,  due  to  the  heat  left  from  the  compression  of 
the  previous  charge.  This  causes  the  temperature  of  the  gas  within  the  cylin- 
der to  be  something  higher  and  less  dense  than  the  supply  gas  outside;  hence 
an  equivalent  weight  of  gas  at  supply  temperature .  and   pressure  would 


104  ENGINEERING  THERMODYNAMICS 

occupy  a  volume  somewhat  less  than  AB,  Second,  the  gas  which  occupies 
the  volume  AB  has  not  all  entered  the  cylinder  through  the  intake  valve. 
After  re-expansion  is  completed  the  intake  valve  opens  and  gas  enters  the 
end  of  the  cylinder  under  consideration.  At  the  same  time  compression 
is  taking  place  in  the  other  end,  and  later,  delivery.  During  these  processes 
whatever  gas  leaks  past  the  piston  tends  to  fill  the  end  of  the  cylinder  in  which 
intake  is  going  on.  Leakage  past  the  discharge  valve  also  tends  to  fill  the  cylin- 
der with  leakage  gas.  Both  of  these  tendencies  decrease  the  quantity  of  gas 
entering  through  this  intake  valve,  and  its  true  amount  when  reduced  to  external 
supply  pressure  and  temperature  is,  therefore,  l6ss  than  the  volume  AB. 

The  true  low-pressure  capacity  of  the  compressor  is  the  true  volume  of  gas, 
under  external  supply  conditions,  that  enters  the  cylinder  for  each  cycle.  This 
cannot  be  determined  from  the  indicator  card  except  by  making  certain  assump- 
tions which  involve  some  error  at  best.  It  can,  however,  be  ascertained  by 
means  of  additional  apparatus,  such  as  meters  or  calibrated  nozzles  or  receivers, 
by  means  of  which  the  true  amount  of  gas  compressed  per  unit  of  time  is  made 
known.  This  reduced  to  the  volume  per  cycle  under  supply  pressure  and  tem- 
perature will  give  the  true  low-pressure  capacity. 

Volumetric  eflSciency  is  defined  as  being  the  ratio  of  low-pressure  capacity 
to  displacement.  On  the  diagram,  Fig.  30,  the  displacement  is  represented 
to  the  volume  scale  by  the  horizontal  distance  between  verticals  through  the 
extreme  ends  of  the  diagram,  K  and  H.  Since  there  are  three  ways  in  which 
the  low-pressure  capacity  may  be  approximated  or  determined,  there  is  a 
corresponding  number  of  expressions  for  volumetric  efficiency. 

1.  The  volumetric  efficiency  of  the  hypothetical  cycle  is 

^.(hypothetical)  =  (hyi7^h«f  ^^  L.P  Cap.) 

^  ''^  '  (displacement)         '  ^      ^ 

and  this  is  evaluated  and  used  in  computations  in  the  foregoing  sections  of 
this  chapter. 

2.  The  apparent  volumetric  efficiency  is 

JS,(apparent)  =  ---?i.- , — *  — i\"— , (145) 

^  *^^         '  (displacement)      '  ^      * 

which  would  be  very  nearly  equal  to  the  true  volumetric  efficiency  were  it  not 
for  leakage,  valve  resistance  and  heating  during  suction,  -but  owing  to  these 
causes  may  be  very  different. 

3.  The  true  volumetric  efficiency  is  S,(true)=  /,.  -r— "—      2- .    .    .     (146) 

^       '      (displacement) 

In  problems  of  design  or  prediction  it  is  necessary  either  to  find  dimensions, 
speeds  and  power  necessary  to  give  certain  actual  results,  or  with  given  dimen- 
sions and  speeds  to  ascertain  the  probable  power  and  capacity  or  other 
characteristics  of  actual  performance.  Since  it  is  impossible  to  obtain  actual 
performance  identical  with  the  h3i)othetical,  and  since  the  former  cannot  be 
computed,  the  most  satisfactory  method  of  estimate  is  to  perform  the  computa- 
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tions  on  the  hypothetical  cycle,  as  explained  in  previous  sections  of  this  chap- 
ter, and  then  to  apply  to  these  results  factors  which  have  been  found  by 
comparing  actual  with  hypothetical  performance  on  existing  machines  as  nearly 
like  that  under  discussion  as  can  be  obtained.  This  necessitates  access  to  data 
on  tests  performed  on  compressors  in  which  not  only  indicator  cards  are  taken 
and  speed  recorded,  but  also  some  reliable  measurement  of  gas  compressed. 
The  following  factors  or  ratios  will  be  foimd  of  much  use,  and  should  be 
evaluated  whenever  such  data  are  to  be  had: 

Etjime)     _  _        (true  L.P.  Cap.)  .      . 

^^ "  E.  (hypothetical) "  (hypothetical  L.P.  Cap.) '       *     '     ^     '  ^ 

^      Jg,(true)      ^      (true  L.P.  Cap.) 

^     -B»(apparent)     (apparent  L.P.  Cap.) ^      ^ 

_        true  I.H.P.        _        true  m.e.p.  nAQ\ 

^""hypothetical  I.H.P." hypothetical  m.e.p. ^      ^ 

TK  true  work  per  cu.ft.  gas,  supplied 

hyi)othetical  work  per  cu.ft.  gas,  supplied 


I.H.P. 

true  -TV- ^ 


_    true  I.H.P.  per  cu.ft.  gas  supplied (L.P.  Cap.) 

""hypothetical  I.H.P.  per  cu.ft.  supplied    ,        ^i.  x-    i      I.H.P. 

true  m.e.p.         ,  true  L.P.  Cap.  es 


(150) 


hypothetical  m.e.p.  '  hypothetical  L.P.  Cap.    ei 

This  ratio  can  be  used  to  convert  from  hypothetical  work  per  cubic  foot 
of  gas  supplied  to  probable  true  work  per  cubic  foot. 

MtUli^stage  Compressors  are  subject  in  each  stage  to  all  6f  the  characteristics 
described  for  single  stage  to  a  greater  or  less  extent.  Valve  resistance,  friction 
and  inertia  affect  the  intake  and  discharge  lines;  heat  transfer  and  leakage 
influence  the  form  of  compression  and  re-expansion  lines,  and  the  true  capacity 
of  the  cylinder  is  made  different  from  the  apparent  due  to  leakage,  pressure 
and  temperature  changes. 

In  addition  to  these  points  it  is  useful  to  note  one  special  way  in  which  the 
multi-stage  compressor  differs  from  the  single  stage.  The  discharge  of  the  first 
stage  is  not  delivered  to  a  reservoir  in  which  the  pressure  is  constant,  but  to  a 
receiver  of  limited  capacity.  The  average  rate  at  which  gas  is  delivered  to 
the  receiver  must  equal  the  average  rate  at  which  it  passes  to  the  next  cylinder. 
The  momentary  rate  of  supply  and  removal  is  not  constantly  the  same,  however. 
This  causes  a  rise  or  fall  of  pressure.  It  is  evident  that  this  pressure  fluctuation 
is  greatest  for  a  small  receiver.  Very  small  receivers  are  not,  however,  used  on 
gas  compressors  owing  to  the  necessity  of  cooling  the  gas  as  it  passes  from  one 
stage  to  the  next.  To  accomplish  this  a  large  amount  of  cooling  surface  must 
be  exposed,  requiring  a  large  chamber  in  which  it  can  be  done.  Thus,  it  is 
seen  that  the  hypothetical  cycles  assumed  for  multi-stage  compressors  do  not 
truly  represent  the  actual  cycle,  but  the  difference  can  never  be  very  great, 
on  account  of  the  large  siise  of  receiver  which  must  always  be  used. 
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Another  way  in  which  the  perfonnance  of  this  multi-stage  compressor 
commonly  differs  from  assumptions  made  in  the  foregoing  discussions  is  in 
regard  to  intercooling.  It  seldom  occurs  that  the  gases  enter  all  stages  at 
the  same  temperature.  In  the  several  stages  the  temperature  of  the  gases 
will  depend  on  the  amount  of  compression,  on  the  cooling  surface  and  on  the 
amount  and  temperature  of  cooling  water.  The  effect  of  variations  in  tem- 
perature upon  the  work  and  receiver  pressures  will  be  taken  up  later.  It  may 
be  noted  now,  however,  that  if  all  cooling  water  is  shut  off,  the  gas  passes  from 
one  cylinder  to  the  next  wiihout  cooling,  and  there  is  no  decrease  in  volume  in  the 
receiver.    For  simplicity  take  the  case  of  zero  clearance,  two-stage  (Fig.  31). 


Fig.  31. — Effect  of  Loss  of  Intercooling  in  Two-stage  Compressors  on  Receiver-pressure  and 

Work  Distribution  in  the  Two  Cylinders. 


Let  ABCDEF  be  the  cycle  for  perfect  intercooling.  AB  and  KD  are  the  low- 
pressure  capacities  of  the  first  and  second  stages  respectively.  If  now,  inter- 
cooling ceases,  the  gas  will  no  longer  change  volume  in  the  receiver.  The 
receiver  gas,  in  order  to  be  made  sufficiently  dense  to  occupy  the  same 
volume  (KD)  as  it  did  before,  must  be  subjected  to  a  greater  pressure  in  the 
first  stage.  The  new  receiver  line  will  be  K'D\  The  work  of  the  first 
stage  will  therefore  be  ABD^K';  of  the  second  stage  K'D'GF,  and  the  total 
work  in  the  new  condition  is  greater  than  when  intercooling  was  perfect  by  an 
amount  represented  by  the  area  DCGE. 

In  the  case  where  clearance  is  considered,  the  effect  is  the  same,  except  that 
the  increasing  receiver  pressure,  increasing  the  ratio  of  compression  of  the  first 
stage,  causes  the  volumetric  efficiency  of  the  first  stage  to  become  less,  and 
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hence  lessens  the  capacity  of  the  compressor.    The  effect  on  work  per  unit  of 
capacity  is  the  same  as  without  clearance. 

The  determination  of  the  number  of  stages  that  should  be  used  for  a 
given  compressor  is  dependent  largely  upon  the  ratio  of  compression  and 
involves  the  following  considerations:  first,  is  the  question  of  economy;  this 
can  readily  be  understood  from  the  preceding  sections;  second,  the  mechan- 
ical features  must  be  considered  in  order  to  obviate  high  pressures  in  large 
cylinders;  and  thifd,  the  thermal  effects  must  be  studied  to  prevent  excessive 
temperatures  which  make  difficult  the  lubrication  of  the  cylinders  and  pro- 
duce other  serious  troubles  including  explosions. 

Practice  varies  very  widely  as  to  the  limiting  pressures  for  single,  two, 
three  or  four-stage  compressors.  Air  compressors  of  a  single  stage  are  com- 
monly used  for  ratios  of  compression  as  high  as  six  or  seven  (75  to  90  lbs.  gage). 
For  ratios  greater  than  these,  two-stage  compressors  are  used,  especially  for  larger 
sizes,  up  to  ratios  of  34  to  51  (500  to  750  lbs.  gage).  Some  three-stage  com- 
pressors are  used  for  ratios  as  low  as  11  or  14  (150  or  200  lbs.  gage),  although 
installations  of  this  nature  are  rare;  they  are  warranted  only  when  power  is 
costly  and  the  installation  permanent  and  continuously  used.  As  a  mini- 
mum ratio  for  three  stages,  11  (150  lbs.  gage)  is  used  for  large  units,  while  a 
few  small  units  compress  as  high  as  135  or  even  170  atmospheres  (2000  or 
2500  lbs.  gage).  A  notable  use  for  the  four-stage  compressor  is  in  the  charg- 
ing of  the  air  flask  of  automobile  torpedoes  used  by  the  various  navies,  which 
use  pressiures  from  1600  to  3000  lbs.  per  square  inch  (110  to  220  atmospheres). 
These  require  special  design  of  valves,  cylinders  and  packings  to  withstand 
the  extremely  high  pressures,  small  clearances,  and  special  precautions 
against  leakage,  because  of  the  great  loss  of  volumetric  efficiency  and  economy 
that  would  otherwise  result. 

36.  Work  at  Partial  Capacity  in  Compressors  of  Variable  Capacity.  It 
is  seldom  that  a  gas  compressor  is  run  continuously  at  its  full  capacity.  If 
the  duty  of  the  compressor  is  to  charge  storage  tanks,  it  may  be  made  to  run 
at  its  full  capacity  until  the  process  is  completed  and  then  may  be  stopped 
aitirely,  by  hand.  Even  where  the  compressed  gas  is  being  used  continuously 
it  is  common  practice  to  have  a  storage  reservoir  into  which  the  compressor  may 
deliver.  This  enables  the  compressor  to  deliver  a  little  faster  or  slower  than 
the  demand  for  a  short  period  without  a  great  fluctuation  pressure  in  the 
reservoir.  For  many  purposes  hand  regulation  is  not  sufficient  or  is  too 
expensive,  hence  the  demand  for  automatic  systems  of  capacity  regulation. 
These  systems  may  be  classified  in  a  general  way  in  accordance  with  the  method 
of  driving.  Some  methods  of  power  application  permit  of  speed  variations  while 
others  require  constant  speed.  The  former  provides  in  itself  a  means  of  regulat- 
ing capacity  within  certain  limits,  while,  if  the  compressor  must  run  at  constant 
speed,  some  additional  means  of  gas  capacity  control  must  be  provided. 

Compressors  driven  by  an  independent  steam  engine,  or  steam  cylinders 
constituting  partof  the  same  machine,  may  be  made  to  run  at  any  speed  required 
within  a  very  wide  range  and  still  be  kept  low  enough  for  safety.    If  driven 
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by  gear,  belt,  rope,  chain  or  direct  drive  from  a  source  of  power  whose  speed 
is  constant,  the  speed  of  the  compressor  cannot  be  varied.  Electric  motor, 
gas-engine,  oil-engine  or  water-power  drives  are  subject  only  to  limited  speed 
alteration  and  may,  therefore,  be  placed  in  the  constant  speed  class. 

Regviation  of  Capacity  by  Means  of  Speed  Change.  If  the  speed  of  the  com- 
pressor is  decreased  below  normal: 

1.  Displacement  of  piston  is  decreased  in  proportion  to  the  speed. 

2.  Mean  effective  pressiure,  from  hypothetical  considerations,  is  the  same, 
but  owing  to  the  decrease  of  velocities  in  gas  passages,  the  frictional  fall  of 
pressure  during  inlet  and  delivery  is  not  so  great,  and  hence  the  mean  effective 
pressure  is  not  quite  so  great.  If  the  compressor  is  multi-stage,  it  is  probable 
that  the  intercooling  is  more  nearly  perfect,  since  a  smaller  quantity  of  gas  is 
passing  through  the  intercooler,  thus  decreasing  the  mean  effective  pressures  in 
the  succeeding  stages. 

3.  The  volumetric  eflBciency  is  changed,  first,  by  reason  of  the  fact  that 
leakage  is  about  the  same  in  total  amount  per  minute  as  at  full  speed,  but  the 
total  quantity  of  gas  being  less,  leakage  is  a  larger  percentage  of  the  total; 
second,  the  inertia  of  gases  in  the  supply  pipe,  as  weU  as  their  friction,  has 
been  decreased.  The  former  tends  to  decrease  volumetric  efficiency,  while 
the  latter  may  tend  to  increase  or  decrease  it.  It  may  be  expected  that  the 
true  volumetric  efficiency  will  be  somewhat  greater  at  fractional  speed  than 
at  full  speed. 

For  any  compressor  there  is  a  speed  of  maximum  economy  above  and  below 
which  the  economy  is  less,  though  it  may  be  that  this  most  economical  speed  is 
greater  than  any  speed  of  actual  operation. 

It  is  not  desirable  at  this  point  to  discuss  the  effect  of  speed  variation  upon 
the  economy  of  the  engine  or  other  motor  suppljdng  the  power.  The  reasoning 
above  applies  to  the  term  economy  as  related  to  the  compression  effect  obtained 
per  unit  of  power  delivered  to  the  compression  cylinder.  It  might  be  noted  here, 
however,  that  the  decrease  of  speed  has  little  effect  upon  the  mechanical  efficiency 
of  the  compressor  as  a  machine,  since  frictional  resistance  between  solid  parts 
remains  nearly  constant,  and,  therefore,  power  expended  in  friction  will  vary 
as  the  speed,  as  does  approximately  the  power  to  drive  the  compressor. 
The  ratio  of  frictional  power  to  total  may  then  be  expected  to  remain  nearly 
constant. 

Regulation  of  Capacity  at  Constant  Speed  may  be  accomplished  in  a  number 
of  ways: 

1.  Intermittent  running; 

2.  Throttling  the  supply  to  compressor; 

3.  Periodically  holding  open  or  shut  the  intake  valve; 

4.  Closing  intake  valve  before  end  of  intake  stroke,  or  holding  intake  valve 

open  until  compression  stroke  has  been  partially  completed; 

5.  Large  clearance; 

6.  Variable  clearance. 

The  first  necessitates  some  means  for  stopping  and  starting  the  compressor. 
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which  is  easily  arranged  with  electric  drive,  and  may  be  accomplished  in 
other  cases  by  means  of  a  detaching  clutch  or  other  mechanical  device.  The 
pressure  in  the  reservoir  is  made  to  control  this  stopping  and  starting  device 
by  means  of  a  regulator.  This  arrangement  keeps  the  pressure  in  the  reservoir 
between  certain  fixed  limits,  but  does  not  maintain  a  constant  pressure.  The 
economy  of  compression  under  these  conditions  is  evidently  the  same  as  at 
full  speed  continuous  running,  provided  there  is  no  loss  in  the  driving  system  . 
due  to  starting  and  stopping,  which  may  not  be  the  case.  This  method  of 
regulation  is  used  mainly  for  small  compressors  in  which  inertia  is  not 
great,  such  as  supply  the  air  brakes  on  troUey  cars.  The  sudden  change 
of  load  on  the  driving  machinery  would  be  too  great  if  large  compressors 
were  arranged  in  this  way. 

If  the  compressor  whose  capacity  is  regulated  by  intermittent  running  is 
mvUi'Stagey  the  constant  supply  of  water  to  the  intercoolers  while  the  compres- 
sor is  stopped  will  lower  the  temperature  of  the  cooling  surface,  cadsing  more 
nearly  perfect  intercooling  when  the  compressor  is  started.  Leakage,  on  the 
other  hand,  will  permit  the  loss  of  pressure  to  a  greater  or  less  extent  in  the 
receivers  while  the  compressor  is  stationary,  which  must  be  replaced  after  - 
starting  before  effective  delivery  is  obtained. 

Throttling  the  gas  supply  to  the  compressor  causes  work  to  be  done  in 
overcoming  useless  frictional  resistances,  so  that  the  economy  is  seriously 
reduced.  Such  compressors  may  use  almost  as  much  power  at  partial  loads 
as  at  full  capacity. 

It  is  easily  seen  that  this  method  of  regulation  would  be  imdesirable,  its 
only  advantage  being  simplicity. 

The  effect  of  throttling  upon  a  multi-stage  compressor,  as  for  instance, 
a  two-stage  without  clearance,  causes  a  reduction  in  the  receiver  pressure; 
hence  less  work  is  done  in  the  first  stage  and  far  more  than  half  the  work  of 
compression  is  done  in  the  second  stage. 

If  best-receiver  pressure  should  exist  at  normal  capacity,  it  would  not  exist 
in  the  throttled  condition. 

The  intake  valve  may  be  held  wide  open  or  completely  closed  during  one 
or  more  revolutions,  thereby  avoiding  the  delivery  of  any  gas  during  that  period. 
If  the  intake  valve  is  held  wide  open,  the  indicator  card  would  be  as  shown  in 
Fig.  32  1  in  full  lines,  ABCD,  the  dotted  lines  showing  the  cycle  performed  when 
normal  operation  is  permitted.  With  the  inlet  valve  open  in  this  way  there  is 
a  loss  of  power  due  to  friction  of  the  gas  in  passage  during  both  strokes,  measured 
by  the  area  within  the  loop. 

Closing  the  inlet  valve  and  holding  it  shut  will  give  an  indicator  card  of  the 
form  EFG,  Fig.  32B,  which  will  be  a  single  line  retraced  in  both  directions 
except  for  probable  leakage  effects.  If  leakage  is  small,  there  will  be  but  little 
area  enclosed  between  the  lines.  At  a  high  speed  this  might  be  expected  to 
incur  less  lost  power  than  by  holding  the  valve  wide  open. 

Certain  types  of  compressors  are  made  with  an  intake  valve  controlled 
by  a  drop  cut-off,  much  Uke  the  steam  valve  of  the  Corliss  engine.    The  effect 
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of  this  is  to  cut  off  the  supply  of  gas  before  the  end  of  the  stroke,  after  which 
time  the  gas  must  expand  hypotheticaily  according  to  the  adiabatic  law.  The 
return  stroke  causes  it  to  compress  along  the  same  line  continued  up  to  the 
delivery  pressure,  as  indicated  by  the  line  PEG,  Fig.  32C.  There  is  little  work 
lost  in  the  process,  none,  if  the  line  is  superimposed  as  in  the  figure,  and  hence 
the  process  is  the  same  as  if  only  the  cycle  AEGD  were  performed. 

The  same  quantity  of  gas  might  have  been  entrapped  in  the  cylinder  by 
holding  the  intake  valve  open  until  the  end  of  the  stroke  and  on  the  return  till 
the  point  E,  Fig.  32Z>,  was  reached,  then  closing  it.    The  same  compression 
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FiQ.  32. — Ck>ntrol  of  Compressor  Capacity  by  A.  Open  Inlet  Valve;  B.  Closed  Inlet  Valve; 

C  Suction  Cut-ofi;  D,  Delayed  Suction  Closure. 


line  EO  will  be  produced.  The  line  AB  will  not  coincide  with  BE,  due  to 
friction  of  the  gas  in  passages,  and  hence  will  enclose  between  them  a  small 
area  representing  lost  work,  which  may  be  no  larger  than  that  lost  in  the  process 
EFE,  Fig.  32C. 

If  such  an  automatic  cut-off  were  applied  only  to  the  first  stage  of  a  mtttti- 
stage  compressor,  the  effect  would  be  to  lower  receiver  pressures  as  in  the  throt- 
tling process.  To  avoid  this,  the  best  practice  is  to  have  a  similar  cut-off  to  act 
on  the  supply  to  all  of  the  stages.  If  this  is  properly  adjusted,  the  receiver 
pressures  can  be  maintained  the  same  as  at  full  load.    An  additional  advantage 
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of  this  system  is  that  even  if  the  compressor  is  to  be  used  for  a  delivery  pres- 
sure for  which  it  was  not  originally  designed,  the  relative  cut-ofifs  may  be  so 
adjusted  as  to  give  and  maintain  best-receiver  pressure. 

Since  the  low-pressure  capacity  per  cycle  of  a  compressor  involves  clearance 
and  ratio  of  compression  as  two  of  its  variables,  it  is  possible  to  change  capacity 
by  changing  either  the  clearance  or  the  ratio  of  compression.    From  Eq.  (69), 

(L.P.  Cap.)=Z)^.=Z)(l4-c-c2ZpV (151) 

Assuming  that  clearance  is  a  fixed  amount  and  not  zero,  it  is  evident  that  an 

increase  in  the  ratio  of  compression  decreases  the  capacity,  and  when  it  has 

reached  a  certain  quantity  will  make  the  capacity  zero.    If  the  clearance  is 

1 

large,  making  the  coefficient  of  R^  large  in  the  equation  the  effect  of  a  change 
in  that  factor  is  increased. 

Fig.  33   indicates   the   hy-     ^ 

pothetical  performance  of 
a  compressor  with  large 
clearance.  When  the  pres 
sure  of  delivery  is  low 
(say  Pe)  the  capacity  is 
large,  AB.  The  cycle  is 
then  A  BCD.  An  increase 
of  the  delivery  pressure  to 
P/  changes  the  cycle  to 
A' BCD'  and  the  low  pres- 
sure capacity  is  A'B.  If 
the  compressor  is  deliver- 
ing to  a  receiver  from 
which  no  gas  is  being 
drawn,  the  delivery  pres- 
sure will  continue  to  rise 
and  the  capacity  to  de- 
crease, approaching  zero  as 
the  delivery  pressure  ap- 
proaches the  pressure  P«  as 
a  limit. 
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Delivery  Pressure,  Fixed  Clearance,  Pressure  for  Zero 
Delivery. 


Oimitingdel.pr.)=(sup.pr.)^?^y (152) 

When  the  limiting  condition  has  been  reached  and  the  capacity  has  become 
zero  the  compression  and  re-expansion  lines  coincide  and  enclose  zero  area 
between  them;  hence,  the  mean  effective  pressure  and  the  indicated  horse- 
power are  zero,  for  the  hypothetical  case.  Leakage  will  prevent  a  perfect 
coincidence  of  the  lines  and  cause  some  power  to  be  required  in  addition  to  that 
of  friction. 
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Such  a  simple  method  of  regulation  as  this  is  used  for  small  compressors 
driven  constantly  from  some  source  of  power  used  primarily  for  other 
purposes.  When  it  is  not  necessary  to  have  a  constant  delivery  pressure, 
but  only  to  keep  it  between  certain  limits,  this  may  be  made  use  of,  especially 
if  the  hmits  of  pressure  are  quite  wide. 

The  expression  for  low-pressure  capacity  Eq.  (151),  suggests  the  possi- 
bility of  decreasing  capacity  by  the  increase  of  clearance.  The  effect  of  this  is 
shown  in  Fig.  34.  The  original  compression  cycle  (fuD  capacity)  is  shown  by 
ABCDf  with  a  clearance  volume  of  cD,  so  that  the  axis  of  zero  volume  is  OP, 
Increasing  the  clearance  to  c'D  causes  a  smaller  volume  CD  to  be  delivered 
and  owing  to  the  more  sloping  re-expansion  line  DA',  a  smaller  volume  of 
gas  A*B  is  taken  in. 

It  has  been  shown  in  previous  sections  that  clearance  has  no  effect  upon  the 


Pig.  34. — ^Variation  of  Compressor  Capacity  by  Changing  Clearance. 


economy  of  a  compressor  so  far  as  hypothetical  considerations  are  regarded. 
In  practice  it  is  found  that  a  slight  loss  of  economy  is  suffered  at  light  load, 
as  might  be  expected,  due  to  greater  leakage  per  unit  of  capacity.  The. addi- 
tional clearance  is  provided  in  the  form  of  two  or  more  chambers  connected  to  the 
clearance  space  of  the  compressor  by  a  passage  in  which  is  a  valve  automatically 
controlled  by  the  receiver  pressure. 

In  the  mvUi'Siage  compressor,  decreasing  the  capacity  of  the  first  stage  by 
an  increase  of  its  clearance  would  evidently  permit  a  decrease  of  receiver  pres- 
sures unless  the  capacity  of  each  of  the  various  stages  is  decreased  in  the  same 
proportion.  Eq.  (122)  gives  the  condition  which  must  be  fulfilled  to  give  best 
receiver  pressure  for  a  two-stage  compressor. 

Since  Z>i,  D29  and  Rp  remain  fixed,  for  any  chosen  value  of  clearance  of  the 
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first  stage,  ft,  the  clearance  of  the  second  stage,  C2,  to  give  best-receiVer 
pressure  can  be  found,  ^ 

[l-Cl(gp2^-l)]Dl 

C2  = 1 i (i^o; 

For  every  value  of  first-stage  clearance  there  is  a  corresponding  clearance  of 
second  stage  that  will  give  best-receiver  pressure,  found  by  this  equation.  Sim- 
ilar reasoning  can  be  applied  to  three-  or  four-stage  compressors. 

It  is  often  convenient  to  solve  problems  relating  to  this  work,  by  means 
of  graphic  charts  or  diagrams,  which  obviate  the  necessity  of  working  out  the 
formulas  in  each  case.  Series  of  curves  which  constitute  the  respective  charts 
have  been  calculated  from  the  formulas  discussed  in  this  chapter  and  are 
given  in  the  Handbook  of  Tables.  It  will  be  found  that  many  problems  may 
be  solved  directly  from  the  diagrams;  in  other  cases  their  use  will  permit  the 
work  to  be  shortened  by  the  omission  of  certain  steps.  A  description  of  the 
curves,  their  derivation  and  method  of  use  accompany  each  chart. 

Following  are  some  of  the  problems  which  may  be  satisfactorily  and  con- 
veniently solved  by  means  of  these  charts. 

Example  2,  page  (72).  Solved  by  means  of  chart  No.  1.  This  is  to  find  the 
work  to  compress  1000  cu.ft.  of  free  air  from  1  to  8^  atmospheres  adiabatically. 
On  the  curve  project  upward  from  /?p«8.5  to  curve  of  «  =  1.406,  then  over  to  14.7 
(sup.pr.)  curve  and  down  to  read  work  =6,300,000  as  found,  for  example,  by  use  of 
fomiulas  in  Section  (27). 

Example  2,  page  (77).  Solved  by  means  of  chart  No.  2.  This  problem  calls  for 
the  work  to  compress  5  cu.ft.  of  free  air  from  1  to  8}  atmospheres  adiabatically  in  two 
stages.  Project  upward  from  Rp  ^8,5  to  curve  «« 1.406,  then  over  to  14.7  curve  and 
down  to  read  5320  ft.-lbs.  per  cubic  foot,  which  is  the  same  as  found  from  the  formula 
in  Section  (28). 

«  Example  1,  page  (93).  Solved  by  means  of  chart  No.  3.  This  calls  for  the 
horse-power  to  compress  100  cu.ft.  free  air  per  minute  adiabatically  in  three  stages 
from  15  lbs.  per  square  inch  abs.  to  90  lbs.  per  square  inch  gage.  From  Rp-7,  pro- 
ject to  curve  of  «  =  1.4  then  over  to  (sup.pr.)  =15  and  down,  and  the  horse-power 
will  be  found  to  be  13.6  as  before  by  use  of  formulas. 

Example  4,  page  (95).  Solved  by  means  of  chart  No.  4.  In  this  example  the 
pressure  ratio  is  9.35,  therefore  projecting  upward  from  the  pressure  ratio  of  9.35  to 
the  line  of  8  —  1 A  and  then  over  to  (sup.pr.) -15  in  diagram  4,  since  compression  is 
three  stage,  and  from  15  lbs.  per  square  inch  to  140  lbs.  per  square  inch,  work  per 
cubic  foot  or  (m.e.p.),  is  found  for  no  clearance  to  be  37.8  abs.  per  square  inch.  Since 
best-receiver  pressure  assumed  is  31.6,  this  gives  a  ratio  of  2.1  for  the  low-pressure 
cylinder.  From  diagram  3,  by  projecting  upward  from  Rp  ^2.1  and  over  to  the  5  per 
cent  clearance  line  the  volumetric  efficiency  is  96.5.    The  product  gives  (m.e.p.) 

reduced  to  low-pressure  cylinder  and  is  36.5.    From  the       ooV^ —  formula,  horse- 

00,000 

power  is  foimd  to  be  358  as  before. 

As  an  example  of  the  use  of  chart  No.  5,  let  it  be  required  to  find  the  (sup.pr.) 

for  the  case  of  maximum  work  for  9X12  in.  double-acting  compressor  running  200 
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R.P.M.,  having  5  per  cent  clearance  and  delivering  against  45  lbs.  pf^r  square  inch 
gage.    Also  the  horse-power.    Compression  such  that  «» 1.3. 

Projecting  from  the  value  1.3  for  8  on  the  left-hand  diagram  to  the  line  of  5  per 

cent  clearance  find  Rp  to  be  2.8,  hence  (sup.pr.)  =^-^=21.4  lbs.  per  square  inch  abso- 

lute  B  6.4  lbs.  per  square  inch  gage.    Again,  projecting  from  value  1.3  for  8  on  right- 
hand  diagram  to  line  of  5  per  cent  clearance  find  that 

5-5^^24=0.383,    hence     (m.e.p.)-23     and    I.H.P.  ^^^^^^^^17.8. 
(del.pr.)  00,000 

To  illustrate  the  use  of  chart  No.  6,  find  the  per  cent  of  work  needed  to  compress  a 
cubic  foot  of  air  adiabatically  from  1  to  8}  atmospheres  in  two  stages  compared  to 
doing  it  in  one  stage.  From  examples  under  charts  Nos.  1  and  2  it  was  found 
that  work  was  6300  ft.-lbs.  and  5320  ft.-lbs.  respectively,  for  one-  and  two-stage 
compression,  or  that  two  stage  was  84.5  per  cent  of  one  stage.  From  Rpj  8}  project 
up  on  the  chart  to  8  » 1.406  for  two  stage  and  over  to  read  84.6  per  cent,  which  is 
practically  the  same.  ^ 

As  an  example  of  the  use  of  chart  No.  8,  let  it  be  required  to  find  the  low-pressure 
cylinder  size  for  a  compressor  to  handle  1500  cu.ft.  of  free  air  per  minute.  Receiver 
pressure  to  be  45  lbs.  per  square  inch  gage  and  (sup.pr.)  to  be  atmosphere.  Piston 
speed  limited  to  500  ft.  per  minute.  Compression  to  be  such  that  8  » 1.4  and  clearance 
=4  per  cent.  Projecting  upward  from  iiJp=4  to  «=1.4,  across  to  c=4  per  cent,  and 
down  to  piston  speed  =500,  find  the  diameter  of  a  cylinder  for  100  cu.ft.  per  minute 

is  6.3.    For  1500  cu.ft.  diameter  will  be  as  \/l5X6.3  =3.9X6.3  =24  ins. 


CHAPTER  IV 

WORK  OF  SIMPLE  PISTON  ENGINES.  STANDARD  REFERENCE  DIA- 
GRAMS  FOR  SINGLE-CYLINDER  ENGINES.  HORSE -POWER,  AND 
CONSUMPTION  OF  SIMPLE  ENGINES. 

37.  Action  of  Fluid  in  Single  Cylinders.  General  Description  of  Structure 
and  Processes,  The  most  commonly  used  class  of  engines  is  that  in  which 
the  operation  is  dependent  on  the  pushing  action  of  high-pressure  fluids  on 
pistons  in  cylinders,  and  this  includes  aU  piston  steam  engines  of  the  recip- 
rocating or  straight-line  piston  path  group  as  well  as  the  less  common 
rotary  group,  having  pistons  moving  in  curved  and  generally  circular  paths. 
In  these  same  engines  there  may  be  used  compressed  air  as  well  as  steam, 
and  equally  as  well  the  vapors  of  other  substances  or  any  other  gases,  without 
change  of  structure,  except  perhaps  as  to  proportions,  providing  only  that  the 
substance  to  be  used  be  drawn  from  a  source  of  supply  imder  high  pressure, 
be  admitted  to  the  cylinder,  there  used  and  from  it  discharged  or  exhausted 
to  a  place  of  lower  pressure.  This  place  of  lower  pressure  may  be  the  open 
air  or  a  closed  chamber;  the  used  fluid  may  be  thrown  away  and  wasted  or 
used  again  for  various  purposes  without  in  any  way  affecting  the  essential 
process  of  obtaining  work  at  the  expense  of  high-pressure  gases  or  vapors. 
It  id  evident  that,  regarding  a  piston  as  a  movable  wall  of  a  cylinder,  when- 
ever a  fluid  acts  on  one  side  with  greater  pressure  than  on  the  other,  the 
piston  will  move  toward  the  lower  pressure  end  of  the  cylinder,  and  in  so 
moving  can  exert  a  definite  force  or  overcome  a  definite  resistance,  measured 
by  the  difference  in  pressure  existing  on  the  areas  exposed  to  the  pressure. 
It  is  not  so  evident,  but  just  as  true,  that  the  piston  may  be  made  to  move 
from  one  end  of  the  cylinder  to  the  other  when  the  average  pressure  on  one 
aide  is  greater  than  the  average  pressure  on  the  other,  and  also  do  work  even 
if  the  excess  of  pressure  should  reverse  in  direction  during  the  stroke,  pro- 
vided only  that  some  energy  storage  device  is  added.  In  the  common  steam 
or  compressed-air  engine  this  is  a  flywheel  with  the  usual  coimecting  rod 
and  crank  mechanism,  uniting  the  reciprocating  piston  movement  with  the 
continuous  rotary  movement  of  the  flywheel  mass.  In  certain  forms  of 
'  pumps  the  energy  is  stored  in  extra  cylinders  at  times  of  excess  and  given 
out  at  times  of  deficiency  in  the  path  of  the  piston,  so  that  its  motion  from 
end  to  end  of  cylinder  may  not  be  interrupted  even  if  the  pressure  on  the 
])riving  side  should  fall  below  that  on  the  resisting  side,  assuming,  of  course, 
the  average  pressure  for  the  whole  stroke  to  be  greater  on  the  driving  side 
than  on  the  resisting  side. 

115 


116  ENGINEERING  THERMODYNAMICS 

It  appears,  therefore,  that  piston  movement  in  engines  of  the  common 
form  and  structm^,  and  the  doing  of  work  by  that  movement  is  not  a 
question  of  maintaining  a  continuously  greater  pressure  on  one  side  than 
on  the  other.  On  the  contrary,  the  process  is  to  be  studied  by  examination 
of  the  average  pressure  on  the  driving  side  and  that  on  the  resisting  side, 
or  by  comparing  the  whole  work  done  on  one  side  with  the  whole  work 
done  on  the  other  side  by  the  fluid.  The  work  done  by  the  fluid  on  one 
side  of  a  piston  may  be  positive  or  negative,  positive  when  the  pressures  are 
assisting  motion,  negative  when  they  are  resisting  it.  It  is  most  con- 
venient to  study  the  action  of  fluids  in  cylinders  by  considering  the 
whole  action  on  one  side  from  the  beginning  of  movement  at  one  end  to 
the  end  of  movement  at  the  same  point,  after  the  completion  of  one  complete 
forward  and  one  complete  return  stroke.  All  the  work  done  by  the  pressure 
of  the  fluid  on  the  forward  stroke  on  the  side  of  the  piston  that  is  apparently 
moving  away  from  the  fluid  is  positive  work,  all  the  work  done  by  the  pres- 
sure of  the  fluid  on  the  same  side  of  the  piston  during  the  return  stroke  is 
negative,  and  for  this  stroke  the  side  of  the  piston  under  consideration  is 
apparently  moving  toward  the  fluid  or  pushing  it. 

For  the  complete  cycle  of  piston  movement  covering  the  two  strokes 
the  work  done  on  one  side  is  the  algebraic  sum  of  the  forward  stroke 
work,  considered  positive,  and  the  back  stroke  work,  considered  negative. 
During  the  same  time  some  pressures  are  acting  on  the  other  side  of  the 
piston,  and  for  them  also  there  will  be  a  net  work  done  equal  to  the  cor- 
responding algebraic  smn.  The  work  available  for  use  during  the  complete 
two  strokes,  or  one  revolution,  will  be  the  sum  of  the  net  work  done  by  the 
fluid  on  the  two  sides  of  the  piston  during  that  time,  or  the  algebraic  sum  of 
two  positive  and  two  negative  quantities  of  work.  Methods  of  analysis  of  the 
work  of  compressed  fluids  in  cylinders  are  consequently  hosed  on  the  action  in 
one  end  of  a  cylinder y  treated  as  if  the  other  end  did  not  exist. 

Just  how  the  high-pressure  fluid  from  a  source  of  supply,  such  as  a  boiler 
or  an  air  compressor,  is  introduced  into  one  end  of  a  cylinder,  how  it  is  treated 
after  it  gets  there,  and  how  expelled,  will  determine  the  nature  of  the  varia- 
tion in  pressure  which  acts  on  that  side  of  the  piston:  these  are  subjects  to 
be  studied.  To  determine  the  work  done  in  the  cylinder  end  by  the  fluid, 
it  is  necessary  to  determine  laws  of  pressure  change  with  stroke,  and  these 
are  fixed,  first,  by  valve  action  controlling  the  distribution  of  the  fluid  with 
respect  to  the  piston;  and  second,  by  the  physical  properties  of  the  fluid  in 
question. 

It  is  necessary  that  the  cylinder  be  fitted  with  a  valve  for  getting  fluid 
into  a  cylinder,  isolating  the  charge  from  the  source  of  supply  and  getting  it 
out  again;  it  may  be  that  one  valve  will  do,  or  that  two  or  even  more 
are  desirable  but  this  is  a  structural  matter,  knowledge  of  which  is  assumed 
here,  and  not  concerned  with  the  eflfects  under  investigation.  The  first  step 
in  the  process  is  the  admission  of  fluid  from  the  source  of  supply  to  the 
cylinder  at  one  end,  which  may  continue  for  the  whole,  or  be"  limited  to  a  part 
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of  the  stroke.  When  admission  ceases  or  supply  is  cut  off  before  the  end 
of  the  stroke  there  will  be  in  the  cylinder  an  isolated  mass  of  fluid  which 
will  expand  as  the  piston  proceeds  to  the  end.  Thus  the  forward  stroke, 
considering  one  side  of  the  piston  only,  always  consists  of  full  pressure 
admission  followed  by  expansion  which  may  vary  from  aero  to  a  very  large 
amoimt;  in  fact  the  final  volume  of  the  fluid  after  expansion  may  be  hundreds 
of  times  as  great  as  at  its  beginning,  when  supply  was  cut  off. 

At  the  end  of  this  forward  stroke  an  exhaust  valve  is  opened,  which 
permits  conmiunication  of  the  cylinder  with  the  atmosphere  in  non-con- 
densing steam  and  most  compressed-air  engines,  or  with  another  cylinder, 
or  with  a  storage  chamber,  or  with  a  condenser  in  the  case  of  a  steam  engine 
in  which  the  pressure  approximates  a  perfect  vacuiun.  If  at  the  moment  of 
exhaust  opening  the  cylinder  pressure  is  greater  or  less  than  the  back  pressure, 
there  will  be  a  more  or  less  quick  equalization  either  up  or  down  before  the 
piston  begins  to  return,  after  which  the  return  or  exhaust  stroke  will  proceed 
with  some  back-pressure  resistance  acting  on  the  piston,  which  is  generally 
though  not  always  constant.  This  may  last  for  the  whole  back  stroke  or 
for  only  a  part,  as  determined  by  the  closure  of  the  exhaust  valve.  When 
the  exhaust  valve  closes  before  the  end  of  the  return  stroke  the  unexpelled 
steam  will  be  trapped  and  compressed  to  a  pressure  depending  partly  on  the 
point  of  the  stroke  when  closure  begins  and  the  pressure  at  the  time;  and 
partly  on  the  clearance  volume  of  the  cylinder  into  which  the  trapped  steam 
is  compressed.  At  any  time  near  the  end  of  the  stroke  the  admission  valve 
may  be  opened  again,  and  this  may  occur,  1st,  before  compression  has  reached 
initial  pressure,  which  will  result  in  a  sudden  pressure  rise  in  the  cylinder 
before  the  end  of  the  stroke  equalizing  it  with  the  source  of  supply;  2d,  just 
at  or  before  the  end  of  the  stroke,  which  may  result  in  a  rise  or  a  fall  to  equal- 
ize or  no  change  at  all,  depending  on  whether  compression  has  raised  the 
cylinder  pressure  not  quite  equal  to  supply  pressure,  or  to  something  greater, 
or  to  a  value  just  equal  to  it;  3d,  after  the  end  of  the  stroke,  which  will  result 
in  a  re-expansion  of  the  steam  previously  under  compression  followed  by  a 
rise  in  pressure  which  may  or  may  not  be  sudden. 

It  may  be  said  that  in  general  the  following  processes  are  carried  out  in 
cylinders  of  piston  engines  with  more  or  less  variation: 

Forward  stroke,  constant-pressure  admission  followed  by  expansion* 

Back  stroke,  constant-pressure  exhaust  followed  by  compression,  while  at 
both  ends  of  the  stroke  there  may  or  may  not  be  a  vertical  line  on  a  pressure- 
volume  diagram  representing  a  constant-volume  change   of  pressiu*e. 

These  processes  will  result  in  a  cycle  of  pressure-volume  changes  which  will 
be  a  closed  curve  made  of  more  or  less  accurately  defined  phases,  and  the  work 
of  the  cycle  will  be  the  area  enclosed  by  the  cyclic  curve.  There  are 
causes  of  disturbance  which  make  the  phases  take  on  peculiar  characteristics. 
For  example,  the  valve  openings  and  closures  may  not  take  place  as  desired 
or  as  presupposed  with  respect  to  piston  positions;  leakage  may  occur,  steam 
may  condense  during  the  operations  in  the  cylinder,  and  water  of  condensation 
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may  evaporate;  the  resistance  through  valves  will  always  make  the  cylinder 
pressure  during  admission  less  than  that  in  the  supply  chamber,  and  greater 
during  exhaust  than  the  atmosphere  or  than  the  pressure  in  exhaust  receiver  or 
condenser;  and  may,  through  the  valve  movements,  make  what  might  have 
been  a  constant-pressure  straight  line  become  a  curve.  By  reason  of  these 
influences,  encountered  in  real  engines,  there  will  be  an  almost  infinite  variety 
of  indicator  cards  or  pressure-volume  cycles  for  such  engines. 

The   various   points   of  the   stroke   at   which   important   events   occur, 
important   in  their  pressure-volume  significance,  have  names,  as  do  also  the 
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FiQ.  35. — Diagram  to  Indicate  Poeition  of  Admission,  Cut-ofiF,  Release,  Ck>mpre88ion  on 

Engine  Indicator  Card. 


lines  between  the  points,  and  these  names  are  more  or  less  commonly  accepted 
and  generally  understood  as  follows:    Letters  refer  to  the  diagram  Fig.  35. 

Point  Names:   Events  of  Cycle. 

A.  Admission  is  that  point  of   the  stroke  where  the  supply  valve  is 

opened. 

B.  Cut-off  is  that  point  of  the  stroke  where  the  supply  valve  is  closed. 

C.  Release  is  that  point  of  the  stroke  where  the  exhaust  valve  is  opened. 

D.  Compression  is  that  point  of   the  stroke  where  the  exhaust  valve 

is  closed. 
Names  of  Lines,  or  Periods: 

A-B.  Admission  or  steam  line  joins  the  points  of  admission  and  cut-off. 

B-C,  Expansion  line  joins  the  points  of  cut-off  and  release. 

C-D.  Exhaust  line  joins  the  points  of  release  and  compression  if  there 

is  any,  or  admission  if  there  is  not. 
D~A.  Compression  line  joins  the  points  of  compression  and  admission. 


WOEK  OF  PISTON  ENGINES 


119 


By  reason  of  the  interferences  discussed,  these  points  on  actual  indicator 
cards  may  be  difficult  to  locate,  one  line  merging  into  the  next  in  so  gradual 
a  manner  as  to  make  it  impossible  to  tell  where  the  characteristic  point  lies, 
as  will  be  apparent  from  Fig.  36,  in  which  is  reproduced  a  number  of  actual 
indicator  cards.    In  such  cases  equivalent  points  must  be  located  for  study. 


Fig.  36. — ^Actual  Steam  Engine  Indicator  Cards  Showing  Distortion  of  Lines  and  Uncertain 

Location  of  Characteristic  Points. 


These  same  terms,  which  it  appears  sometimes  refer  to  points  and  some* 
times  to  lines,  are  also  used  in  other  senses,  for  example,  cut-off  is  com- 
monly used  to  mean  the  fraction  of  stroke  completed  up  to  the  point  of 
cut-off,  and  compremon  that  fraction  of  stroke  remaining  incomplete  at  the 
point  of  compression,  while  compression  is  also  sometimes  used  to  express 
the  pressure  attained  at  the  end  of  the  compression  line.    In  general,  there 
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is  nothing  in  the  use  of  these  words  to  indicate  just  which  of  the  various 
meanings  is  intended  except  the  text,  and  experience  will  soon  eliminate  most 
of  the  possible  chances  of  confusion. 

Prob.  1.  Draw  a  card  in  which  admission  and  exhaust  are  late.  Draw  a  card  in 
which  there  is  no  compression;  in  which  compression  is  very  early;  so  that  compression 
pressure  is  equal  to  admission  pressure.  Draw  a  card  with  0  per  cent  cut-off;  and  cut- 
off =  100  per  cent.    Draw  cards  with  same  cut-off  but  with  varying  initial  pressures. 

Prob.  2.  The  following  diagrams,  Fig.  37,  are  reproductions  of  indicator  cards 
actually  taken  from  engines.  Explain  what  features  are  peculiar  to  each  and  ^ve 
the  probable  cause. 


No.  5 


FiQ.  37. — Indicator  Diagrams  from  Steam  Engines  with  Improperly  Set  Valve  Gear. 

For  example,  in  No.  1  a  line  of  pressure  equalization  between  the  end  of  the  com- 
pression line  and  the  beginning  of  the  admission  line  inclines  to  the  right  instead  of 
bemg  perpendicular,  as  in  a  perfect^  diagram.  This  is  due  to  the  fact  that  admis- 
sion does  not  occur  until  after  the  piston  has  begun  to  move  outward,  so  that  pres- 
sure rise  does  not  occur  at  constant  volume,  but  during  a  period  of  increasing  volume. 

38.  Standard  Reference  Cycles  or  PV  Diagrams  for  the  Work  of  Expansive 
Fluids  in  a  Single  Cylinder;  Simple  Engines.  To  permit  of  the  derivation 
of  a  formula  for  the  work  of  steam,  compressed  air,  or  any  other  fluid  in  a 
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cylinder,  the  various  pre^ure-volurae  changed  must  be  defined  algebraically. 
The  first  step  is,  therefore,  the  determination  of  the  cycle  or  pressure-volume 
diagram  representative  of  the  whole  series  of  processes  and  consisting  of  a 
number  of  well-known  phases  or  'single  processes.  These  phases,  ignoring  all 
interferences  due  to  leakage  or  improper  valve  action,  will  consist  of 
constant-pressure  and  constant-volume  lines  representing  fluid  movement 
into  or  from  the  cylinder,  combined  with  expansion  and  compression  lines 
representing  changes  of  condition  of  the  fluid  isolated  in  the  cylinder.  These 
expansion  and  compression  lines  represent  strictly  thermal  phases,  laws  for 
which  will  be  assumed  here,  but  will  be  derived  later  in  the  part  treating  of 
the  thermal  analysis;  however,  all  cases  can  be  represented  by  the  general 
expression  pv*^C 

in  which  the  character  of  the  case  is  fixed  by  fixing  the  value  of  s.  For  all 
gaseS|  and  for  vapors  that  do  not  contain  liquid  or  do  not  form  or  evaporate  any 
during  expansion  or  compression,  i.e.,  are  continually  superheated,  the  exponent 
8  may  have  one  of  two  characteristic  values.  The  first  is  isothermal  expansion 
and  compression,  and  for  this  process  s  is  the  same  for  all  substances  and  is 
equal  to  imity.  The  second  is  for  exponential  expansion  or  compression  and 
for  this  process  s  will  have  values  peculiar  to  the  gas  or  superheated  vapor 
under  discussion,  but  it  is  possible  that  more  than  one  substance  may  have  the 
same  value,  as  may  be  noted  by  reference  to  Table  X  in  the  Handbook  of 
Tables,  from  which  the  values  «  =  1.406  for  air;  and  s=1.3  for  superheated 
steam,  and  1.3  also  for  ammonia  expanding  adiabatically,  are  selected  for 
illustration. 

When  steam,  or  any  other  vapor  not  so  highly  superheated  as  to  remain 
free  from  moisture  during  treatment,  is  expanded  or  compressed  in  cylinders, 
different  values  of  s  must  be  used  to  truly  represent  the  process  and,  of  course, 
there  can  be  no  isothermal  value,  since  there  can  he  no  change  of  pressure  of 
wet  vapors  without  a  change  of  temperature.  For  steam  expanding  adiabatically 
the  value  of  «  is  not  a  constant,  as  will  be  proved  later  by  thermal  analysis,  so 
that  the  exact  solution  of  problems  of  adiabatic  expansion  of  steam  under 
ordinary  conditions  becomes  impossible  by  pressure-volume  analysis  and  can 
be  solved  only  by  thermal  analysis.  However,  it  is  sometimes  convenient  or 
desirable  to  find  a  solution  that  is  approximately  correct,  and  for  this  an  as- 
sumed average  value  for  s  may  be  taken.  Rankine's  average  value  is  5=1. 111= ^ft^ 
for  adiabatic  expansion  of  ordinarily  wet  steam,  and  while  other  values  have 
been  suggested  from  time  to  time  this  is  as  close  as  any  and  more  handy  than 
most.  The  value  «  =  1.035+.14X(the  original  dryness  fraction),  is  given  by 
Perry  to  take  account  of  the  variation  in  original  moisture. 

Steam  during  expansion  adiabatically,  tends  to  make  itself  wet,  the 
condensation  being  due  to  the  lesser  heat  content  by  reason  of  the  work  done; 
but  if  during  expansion  heat  be  added  to  steam  originally  just  dry,  to  keep  it  so 
continuously  as  the  expansion  proceeds,  it  may  be  said  to  follow  the  saturation 
law  of  steam,  for  which  9  =  1.0646.    This  is  a  strictly  experimental  value  found 
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by  studying  the  volume  occupied  by  a  pound  of  just-dry  steam  at  various 
pressures,  quite  independent  of  engines. 

Direct  observation  of  steam  engine  indicator  cards  has  revealed  the  fact 
that  while,  in  general,  the  pressure  falls  faster  at  the  beginning  of  expansion 
and  slower  at  the  end  than  would  be  the  case  if  s  =  l,  yet  the  total  work  is 
about  the  same  as  if  s  had  this  value  all  along  the  curve.  This  law  of  expansion 
and  compression,  which  may  be  conveniently  designated  as  the  logarithmic  law, 
is  almost  universally  accepted  as  representing  about  what  happens  in  actual 
steam  engine  cylinders.  Later,  the  thermal  analysis  will  show  a  variation  of  wet- 
ness corresponding  to  «=1,  which  is  based  on  no  thermal  hypothesis  what- 
ever, but  is  the  r^ult  of  years  of  experience  with  exact  cards.    Curiously 
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Fig.  39.— Simple  Engine  Reference,  Cycles  or  PV  Diagrams. 


enough,  this  value  of  s  is  the  same  as  that  obtained  from  the  thermal  analysis 
of  constant  temperature  or  isothermal  expansion  for  gases,  but  it  fails  entirely 
to  represent  the  case  of  isothermal  expansion  for  steam.  That  8=^1  for  iso- 
thermal gas  expansion  and  actual  steam  cylinder  expansion  is  a  mere  coinci- 
dence, a  fact  not  understood  by  many  authors  of  books  on  the  subject  in 
which  it  is  spoken  of  as  the  isothermal  curve  for  steajn,  and  that  it  most 
positively  is  not.  This  discussion  of  the  expansion  or  compression  laws  indicates 
that  analysis  falls  into  two  classes;  first,  that  for  which  5=1,  which  yields  a 
logarithmic  expression  for  work,  and  second,  that  for  which  s  is  greater  or 
less  than  one,  which  yields  an  exponential  expression  for  work;  the  former 
will  be  designated  as  the  logarithmic  and  the  latter  as  the  exponential  laws,  for 
convenience. 
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The  phases  to  be  considered  then,  may  be  summed  up  as  far  as  this  analysis 
is  concerned  as: 

1.  Admission  or  exhaust,  pressure  constant,  P= const. 

2.  Admission  or  exhaust,  volume  constant,  F  =  const. 

3.  Expansion,  PF  =  const.,  when  s  =  l. 

4.  Expansion,  P7*= const.,  when  8  is  greater  or  less  than  1. 

5.  Compression,  PF  =  const,,  when  s  =  l. 

6.  Compression  PF*= const.,  when  s  is  greater  or  less  than  1. 

Considering  all  the  possible  variations  of  phases,  there  may  result  any  of 
the  cycles  represented  by  Fig.  38.  These  cycles  have  the  characteristics  indicated 
by  the  following  table,  in  which  any  possible  variation  in  the  law  of  the 
expansion  or  compression  is  noted. 


Cycle. 

Clearanee. 

Ezpanaion. 

Compreflsion. 

A 

Zero 

Zero 

Zero 

B 

Zero 

Little 

Zero 

C 

Zero 

Complete 

Zero 

D 

Zero 

Over-expansion 

Zero 

E 

Little 

Zero 

Zero 

F 

I^itUe 

Little 

Zero 

0 

Little 

Complete 

Zero 

H 

Little 

Qver-expansion 

Zero 

1 

Little 

Zero 

Little 

J 

Little 

LitUe 

Little 

K 

LitUe 

Complete 

Little 

L 

Little 

Over-expansion 

Little 

M 

Little 

Zero 

Complete 

N 

Little 

Little 

Complete 

0 

Little 

Complete 

Complete 

P 

Little 

Over-expansion 

Complete 

Q 

Little 

Zero 

Too  much 

R 

Little 

Little 

Too  much 

S 

Little 

Complete 

Too  much 

T 

Little 

Over-expansion 

Too  much 

It  is  not  necessary,  however,  to  derive  algebraic  expressions  for  all  these 
cases,  since  a  few  general  expressions  may  be  found  involving  all  the  variables 
in  which  some  of  them  may  be  given  a  zero  value  and  the  resulting  expression 
will  apply  'to  those  cycles  in  which  that  variable  does  not  appear.  The  result- 
ing cycles,  Fig.  39,  that  it  is  convenient  to  treat,  are  as  follows; 

SIMPLE  ENGINE  REFERENCE  CYCLE  OR  PV  DIAGRAMS 

Cycle  1 .  Simple  Engine,  Ix)garithmic  Expansion  without  Clearance. 
Phase  (a)  Constant-pressure  admission. 
"     (6)  Expansion  PF«  const,  (may  be  absent). 

"     (c)  Constant-volume  equalization  of  pressure  with  exhaust  (may  be  absent). 
**     ((f)  Constant-pressure  exhaust. 
**     (e)  Constant  =  (zero)  volume  admission  equalization  of  pressure  with  supply. 


WORK  OF  PISTON  ENGINES 


125 


it 

it 
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Cycle  IL    Simple  Engine,  Exponential  Expansion  without  Clearance. 
Phase  (a)  Constant-pressure  admission. 

(&)  Expansion  P 7*=  const,  (may  be  absent). 

(c)  Constant- volume  equalization  of  pressure  with  exhaust  (may  be  absent). 

(d)  Constant-pressure  exhaust. 

(e)  Constant-(zero)  volume  admission  equalization  of  pressure  with  supply. 

Ctcle  III.    Simple  Engine,  Logarithmic  Expansion  and  Compression  with  Clearance. 
Phase  (a)  Constant-pressure  admission. 

(&)  Expansion  PF» const,  (may  be  absent). 

(c)  Constant-Volume  equalization  of  pressure  with  exhaust  (may  be  absent). 

(d)  Constant- pressure  exhaust. 

(e)  Compression  PV* const,  (may  be  absent). 
(/)  Constant-volume  admission>  equalization  of  pressure  with  supply  (may 

be  absent). 

CrcLE  rV.    Simple  Engine,  Exponential  Expansion  and  Compression  with  Clearance. 

Phase  (a)  Cimstant-pressure  admission. 

(6)  Expansion  PV  =  const,  (may  be  absent). 

(c)  Constant- volume  equalization  of  pressure  with  exhaust  (may  be  absent). 

(d)  Constant-pressure  exhaust. 

(e)  Compression  P 7"  =  const,  (may  be  absent). 
(/)  Constant-admission,  equalization  of    pressure  with  supply   (may  be 

absent). 


<< 


(I 


<( 


« 


it 


u 


it 


U 


« 


ti 


p 

—7^ 

B 

A 

— "Ttrur 

(lD.pr) 

• 

\ 

\ 

\ 

N 

\ 

1 

X 

v^ 

£. 

(raLpr.) 

E 

D_ 

(bk.pr.) 

n 

- 

1 

6 

F 

Fig.  40. — ^Work  of  Expansive  Fluid  in  Single  Cylinder  with  No  Clearance. 

Expansion  for  Cycle  I.    Exponential  for  Cycle  II. 


V 

Logarithmic 


39«  Work  of  Expansive  Fluid  in  Single  Cylinder  without  Clearance.  Loga- 
rithmic Expansioni  Cycle  I.  Mean  Effective  Pressurei  Horse-power  and 
Consumption  of  Simple  Engine.  Referring  to  the  diagram^  Fig.  40,  the  net 
work,  whether  expansion  be  incomplete^  perfect,  or  excessive,  is  the  sum  of 
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/ 


admission  and  expansion  work  less  the  back-pressure  work,  or  by  areas, 
net  work  area,  ilBCDi?  =  admission  work  area  ABFG 


+expansion  work  area  FBCH 


—back-pressure  work  area  GEDH 


(154) 


or  algebraically,  W-^PtVt'\-PbVAoge~PdV4, 

Work  of  cycle  in  foot-pounds  is 

W=P^Vi>U'\-\ogej)-PaV6]  (a)      =Pc7c(l+loge ^\-Pd7d;  (6) 

-Pfty^(l+logeQ-Pd7d;  (c)      =P.yyi+log.^)-Pd7d;  (d) 

As  Fd  or  Ve  represents  the  whole  displacement,' the  mean  effective  pressure 
will  be  obtained  by  dividing  Eqs.  (155),  by  Vd  or  F  ,  giving, 


(156) 


(156) 


M.E.P.-Pc(l+loge ^)-Pd;  (a)     ^^pJl+logey^-Pa;    (6) 

m.e.p.=^Pc  fl+log«^  j-pd;  (c)     =pcf  l+log«:j^j-pd;    (d) 

=Pft  ^1+log.  :^j^:^j-pd;   (e) 

Similarly,  dividing  the  Eq.  (156)  by  the  volume  of  fluid  admitted,  7>,  will 
give  the  work  per  cubic  foot,  which  is  a  good  measure  of  economy,  greatest 
economy  being  defined  by  maximum  work  per  cubic  foot,  whick,  it  may  be  noted, 
is  the  inverse  of  the  compressor  standard. 


Work  per  cu.f t .  supplied  =  PJl+ log*  p^  )  —  PdT^    (a) 


.p,(l+,0g.|5)_ 


pof;  (b) 


(157) 


According  to  Eq.  (19),  Chapter  I,  the  piston  displacement  in  cubic  feet 

13  750 
per  hour  per  I.H.P.  is  for  «=l,-p— ^ — r,  and  this  multiplied  by  the  fraction  of 

whole  displacement  occupied  in  charging  the  cylinder  or  representing  admission, 

Vh  Vb 

which  is  77-    or    ^,  will  give  the  cubic  feet  of  highrpressure  fluid  supplied  per 

Yd  re 

hour  per  I.H.P.,   hence 

Cu.ft.8uppliedperhr.perLH.P.=i^^xf;;  (a)  -(|^xg;  (6)  .    (158) 

Introducing  a  density  factor,  this  can  be  transformed  to  tveight  of  fluid.    If 
then  ^1  is  the  density  of  the  fluid  as  supplied  in  pounds  per  cubic  foot, 

Lbs.  fluid  supplied  per  hr.  per  I.H.P. =y— ^ — \^1F^ ^i  (^) 

_  13,750     P, 
-(m.e.p.}><PiX*»  (^) 


•         • 


(159) 
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All  these  expressions,  Eqs.  (154)  to  (159),  for  the  work  of  the  cycle;  the 
mean  effective  pressure;  work  per  cubic  foot  of  fluid  supplied;  cubic  feet  and 
pounds  of  fluid  supplied  per  hour  per  I.H.P.,  are  in  terms  of  diagram  point 
conditions  and  must  be  transformed  so  as  to  be  read  in  terms  of  more  generally 
defined  quantities  for  convenience  in  solving  problems.  The  first  step  is  to 
introduce  quantities  representing  supply  and  back  pressures  and  the  amount 
of  expansion,  accordingly: 

■ 

Let  (in.pr.)  represent  the  initial  or  supply  pressure  p^  expressed  in  pounds 

per  square  inch; 
(rel.pr.)  represent  the  release  pressure  pc,  in  pounds  per  square  inch; 
(bk.pr.)  represent  the  back  pressure  pa,  in  pounds  per  square  inch; 
Rv  represent  the  ratio  of  expansion  defined  as  the  ratio  of  largest  to 

smallest  volume  on  the  expansion  line  (  tt  )» ^^  (  tT  )  which    is,    of 

course,  equal  to  the  ratio  of  supply  to  release  pressure  I      ),  when 

the  logarithmic  law  is  assumed; 
D  represent  the  displacement  in  cubic  feet  which  is  Vd  or  Vc  when  no 
clearance  is  assumed; 
Let  Z  represent  the  fraction  of  stroke  or  displacement  completed  up  to 
cut-off  so  that  ZD  represents  the  volume  Vb  admitted  to  the  cylin- 
der.    In  this  case  when  clearance  is  zero,  Z=  5-. 

iCv 

Work  of  the  cycle  in  foot-pounds 

+\ogfiRv 


W 


=  144   (in.pr.)- 


R^ 


-(bk.pr.)lz) 


(a) 


=  144[(rel.pr.)(l+loge  Rv)  -  (bk.pr.)]D     (6) 
m.e.p.  =  (rel.pr.)  (1+log*  Rv)  —  (bk.pr.)     (a) 

+loge  Rv 


(160) 


=  (in.pr.)  (- 


R^ 


')-(bk.pr.)     (6) 


(161) 


=  (in.pr.)z(l +log.  I)  -  (bk.pr.)    (c) 

Work  per  cu.ft.  supplied  =  144[(in.pr.)  (1  +logfl  Rv)  —  (bk.pr.)^^]     (a)  " 

=  144[(m.pr.)(l+log.|)-^)]       (6) 


(162) 


Cu.ft.  supplied  per  hr.  per  I.H.P.  = 


13,750  1 
m.e.p.  Rv 


(o)       =i^Z    (6) 
(m.e.p.) 


(163) 


Lbs.  supplied  per  hr.  per  IH.P.=^;^  Jj  (a)    ^^^fh  (b)  .    (164) 
The  indicated  horse-power  may  be  found  by  multiplying  the  work  of  the 
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cycle,  Eq.  (160),  by  the  number  of  cycles  performed  per  minute  n  and  divid- 
ing the  product  by  33,000. 

+lo& 


I 


„T>       Dn  r..        ./l+log«/2v\     .,,       ."1         TTTT>     Dn(m.e.p.) 
•^•^•  =  229:2L^^^'P''^— ft; j-(bk.pr.)J    or  LH.P.  =  .^^ 


(165) 


In  any  of  these  expressions  where  Rv  is  the  ratio  of  greatest  to  smallest 

volume  during  expansion,  either  Rp,  ratio  of  greater  to  smaller  pressures,  or  «,  the 

reciprocal  of  the  cut-off,  may  be  substituted,  since  the  expressions  apply  only 
to  the  logarithmic  law,  and  clearance  is  assmned  equal  to  zero.  When 
clearance  is  not  zero;  it  is  shown  later  that  the  cut-off  as  a  fraction  of  stroke 
is  not  the  reciprocal  of  Rp  or  Rv- 

These  expressions  are  perfectly  general,  but  convenience  in  calculation 
will  be  served  by  deriving  expressions  for  certain  special  cases.  The  first  of 
these  is  the  case  of  no  expansion  at  all,  the  second  that  of  complete  expansion 
without  over-expansion.  This  latter  gives  the  most  economical  operation  from 
the  hypothetical  standpoint,  because  no  work  of  expansion  has  been  left 
unaccomplished  and  at  the  same  time  no  negative  work  has  been  introduced 
by  over-expansion. 

First  Special  Case.  If  there  is  no  expansion,  and  no  clearance,  the  diagram 
takes  the  form  of  a  rectangle,  and 
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W  =  144Z)[(in.pr.)  -  (bk.pr.)]  . 

m.e.p.  =  (in.pr.)  —  (bk.pr.)    .     .     . 

Work  per  cu.ft.  supplied 

=  144[(in.pr.)-(bk.pr.)]    . 

Cu.ft.  supplied  per  hr.  per  I.H.P. 

13,750 
(in.pr.)  — (bk.pr.)' 


(166) 
(167) 

(168) 
(169) 


Fig.  41.— Second  Special  Case  of  Cycles    Lbs.  supplied  per  hr.  per  I.H.P. 

I  and  11.    Complete  Expansion  Without 13J50Si 

Ovex^xpansion— Case  of  Best  Cut-off.  (in.pr.)  — (bk.pr.)* 


(170) 


Second  Special  Case.    When  the  expansion  is  complete  without  over-expan- 
sion, no  clearance,  the  points  C  and  D,  Fig.  41,  coincide,  and  (rel.pr.)  =  (bk.pr.), 

hence  Rv=Rp  =  7u?*^H = 4-    This  value  of  cui-off,  Z,  is  known  as  best  cuiroff,  as 

(bk.pr.)     Z 

it  is  that  which  uses  all  the  available  energy  of  the  fluid  by  expansion. 

IF =144D(in.pr.)^^''  =  144D  (bk.pr. )logafii...     .     .     (171) 

Hp 


..        AogeRp 
(m.e.p.)  =  (m.pr.)  ~  ^ — 

ICp 


Work  per  cu.ft.  supplied  =  144(in.pr.)  log«  Rp. 


(172) 
(173) 
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Cu.ft.  supplied  per  hr.  per  I.H.P.  =  7: ~ 5- (174) 

(^in.prj  logs  •^p 

Lbs.  supplied  per  hr.  per  I.H.P.  =  71 — *     ,   ^  ^ (175) 

*^*^  ^  (m.pr.)  loge  i2p  ^      ^ 

Example  1.    Method  of  calculating  diagrams.    Fig.  40  and  Fig.  41. 
Assumed  data  for  Fig.  40.   Pa  -Pb  =90  lbs.  per  sq.in.  abs.    Va  =  Ve  -0  cu.ft. 

Pd^Pe'^  14  lbs.  per  sq.in.  abs.    Ve  =  7*  =  13.6  cuit     7*  =  6  cu.f t. 

Vb  6 

To  obtain  point  C:  Pe  =PbX-^  =90X7x-t  =40  lbs.  per  sq.in.  abs. 

Ve  lo.O 

Assumed  data  for  Fig.  41 .    P«  =  Pt  =  90  lbs.  per  sq.in.    Vo  =  V*  =  0  cu.ft. 

Pd=Pe  =  14  lbs.  per  sq.in.    Va  =  13.5  cu.ft. 

Pd  14 

To  obtain  point  B:  F*  =  7dX7r*  13.5 X— =2.1  cu.ft. 

i^b  yo 

Example  2.  A  simple  double-acting  engine  admits  steam  at  100  lbs.  per  square  inch 
absolute  for  }  stroke,  allows  it  to  expand  to  the  end  of  the  stroke  and  then  exhausts  it 
against  a  back  pressure  of  5  lbs.  per  square  inch  absolute.  If  the  engine  has  no  clear- 
ance, a  7X9-in.  cylinder  and  runs  at  300  R.P.M.,  what  is  the  horse-power  and  steam 
consumption  when  steam  is  expanding  according  to  the  logarithmic  law?  Note: 
1  cuit.  steam  at  100  lbs.  per  square  inch  absolute  weighs  .2258  lb. 

From  Eq.  (16U),  m.e.p.  =  (in.pr.)  f  ^i^^  j  -  (bk.pr.) 

..         .loo(i±l?^-5=100^^^  .-. 

4  4 

(m.e.p.)Lan    54.7 X. 75X38.5X600 
33,000      "  33,000 

^-    ^1     ^         TT      /1AR^    TTTT>     ^(^-^P)             .2X600X54.7 
or  duiectly  from  Eq.  (165),  I.H.P.  =      229 2     '         " 2292 ' 

T  TT  T.     13,750,,  8i  13750  ,,  .2258    ,  ^  ,  ^ 

Lbs.  steam  per  I.H.P.  = X;r-,       =  g^  ^   X— : — « 14.13. 

m.e.p.    Rv  54.7    ,,     4 

Therefore,  steam  per  homr  used  by  engine  =  14.15X28  =396  lbs. 

Prob.  1.  A  steam  engine  has  a  cylinder  12X18  ins.  with  no  clearance.  It  runs  at 
200  R.P.M.  and  is  double-acting.  If  the  steam  pressure  be  fixed  at  100  lbs.  per 
square  inch  absolute,  and  the  back  pressure  at  10  lbs.  per  square  inch  abs.,  show  how 
the  horse-power  and  steam  consumption  will  vary  as  cut-off  increases.  Take  cut-off 
from  i  to  f  by  eighths.    Plot. 

Prob.  2.  Two  engines  of  the  same  size  and  design  as  above  are  running  on  a  steam 
pressure  of  100  lbs.  per  square  inch  absolute,  but  one  exhausts  through  a  long  pipe  to 
the  atmosphere,  the  total  back  pressure  being  20  lbs.  per  square  inch  absolute, 
while  the  other  exhausts  into  a  condenser  in  which  the  pressure  is  but  3  lbs.  per 
square  inch  absolute.  If  the  cut-off  is  in  each  case  |,  how  will  the  I.H,P.  and  steam 
used  in  the  two  cases  vary? 
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Prob.  3.  By  finding  the  water  rate  and  the  horse-power  in  the  two  following  cases, 
show  the  saving  in  steam  and  loss  in  power  due  to  using  steam  expansively.  A  pump 
having  a  cylinder  9x12  ins.  admits  steam  full  stroke,  while  an  engine  of  same  size  admits 
it  but  i  of  the  stroke;  both  run  at  the  same  speed  and  have  the  same  back 
pressure. 

Prob.  4.  Steam  from  a  12  x24-in.  cylinder  is  exhausted  at  atmospheric  pressure 
(15  lbs.  per  square  inch  absolute)  into  a  tank,  from  which  a  second  engine  takes  steam. 
Neither  engine  has  clearance.  The  first  engine  receives  steam  at  100  lbs.  per  square 
inch  absolute  and  the  cut-off  is  such  as  to  give  complete  expansion.  The  second  engine 
exhausts  into  a  24-in.  vacuum  and  its  cut-ofif  is  such  that  complete  expansion  occurs  in 
its  cylinder.  Also  the  cyHnder  volume  up  to  cut-off  equals  that  of  the  first  cylinder 
at  exhaust.  If  the  stroke  is  the  same  in  both  engines  and  the  speed  of  each  is  200 
R.P.M.,  what  is  the  diameter  of  the  larger  cylinder,  the  total  horse-power  developed, 
the  total  steam  used,  and  the  work  per  cubic  foot  of  steam  admitted  to  the  first 
cylinder,  the  water  rate  of  each  engine  and  the  total  horse-power  derived  from  each 
pound  of  steam? 

Prob.  6.  The  steam  pressure  for  a  given  engine  is  changed  from  80  lbs.  per  square 
inch  gage  to  120  lbs.  per  square  inch  gage.  If  the  engine  is  12x16  ins.,  running  250 
R.P.M.  with  a  fixed  cut-off  of  25  per  cent  and  no  clearance,  the  back  pressure  being 
15  lbs.  per  square  inch  absolute,  what  will  be  the  horse-power  and  the  water  rate  in 
each  case? 

Note:  1  cu.ft.  of  steam  at  80  and  120  lbs.  weighs  .215  and  .3  lb.  respectively. 

Prob.  6.  By  trial,  find  how  much  the  cut-off  should  have  been  shortened  to 
keep  the  H.P.  constant  when  the  pressure  was  increased  and  what  effect  this  would 
have  on  the  water  rate. 

Prob.  7.  A  certain  type  of  automobile  engine  uses  steam  at  600  lbs.  per  square 
inch  absolute  pressure.  The  exhaust  is  to  atmosphere.  For  a  cut-off  of  i  and  no 
clearance,  what  would  be  the  water  rate? 

Note:   for  600  lbs.  8i=1.32. 

Prob.  8.  Engines  are  governed  by  throttling  the  initial  pressure  or  shortening  the 
cut-off.  The  following  cases  show  the  effect  of  light  load  on  economy.  Both  engines, 
12x18  ins.,  running  at  200  R.P.M.,  with  125  lbs.  per  square  inch  absolute  initial 
pressure,  and  back  pressure  of  10  lbs.  per  square  inch  absolute.  The  load  is  sufficient 
to  require  full  steam  pressure  at  i  cut-off  for  each  engine.  Load  drops  to  a  point 
where  the  throttle  engine  requires  but  50  lbs.  per  square  inch  absolute  initial  pressure 
with  the  cut-6ff  still  fixed  at  i.  What  is  the  original  load  and  water  rate,  and  new 
load  and  water-rate  for  each  engine? 

Note:    8  for  125  lbs.  absolute  =  .279  and  for  50  lbs.  =  .117  lb. 

Prob.  9.  The  guarantee  for  a  simple  engine  18x24  ins.,  running  at  200  R.P.M., 
states  that  the  I.W.R.  when  cut-off  is  i  will  not  exceed  15  lbs.  if  the  initial  pressure  be 
100  lbs.  per  square  inch  gage,  and  back  pressure  5  lbs.  per  square  inch  absolute. 
If  en^e  has  no  clearance,  see  if  this  would  be  possible. 

40.  Work  of  Expansive  Fluid  in  Single  Cylinder  without  Clearance.  Expo- 
nential Expansion  Cycle  II.  Mean  Effective  Pressure,  Horse-power  and 
Consumption  of  Simple  Engines.  Referring  to  the  diagram,  Fig.  40,  the 
work  is  given  by  the  same  areas  as  for  Cycle  I,  but  its  algebraic  expression 
is  different  because  $  is  greater  than  1  and  an  exponential  expansion  results  on 
integration  instead  of  a  logarithmic  one. 
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In  general,  from  Eq.  (13a),  Section  7,  Chapter  I, 

Tr=A7»+fl^'[(^)'"-l]-P.74 (176) 

Putting  this  in  terms  of  initial  conditions  by  the  relations 


also 


there  results  W—P»Vi,-^ 


P»7» 


—i{Rv-'-l)-PtViRv 


]F=P.n(^  j-^^3-L_)  -P.nRy  (a) 

=  144d[z  (in.pr.)^~f  ^"' -  (bk.pr.)l 


(c) 


(177) 


which  is  the  general  equation  for  work  of  this  cycle. 
Dividing  by  Vt,  the  volume  of  fluid  suppUed, 

Work  per  cu.ft.  supplied=Pft(-^— p^rr-p-Tri)  —  ft^i 

=  144(in.pr.)(^4j-(jZl^^)  -(bk.pr. 


)R^ 


(a) 
(ft) 


(178) 


Similarly,  the  mean  effective  pressure  results  from  dividing  the  work  by  the 
displacement,  Vd  =  VbRv' 


or 


M.E.P.  =  ^Y-^-7 tVt^i)-^* 

JBv\s—  1     {s—ljRv*    V 

,  V     (in.pr.)/   s  1  \     /ui       \ 

(„,.e.p.)  =_^  (^______j  _  (bk.pr.) 

/s— Z'~*\ 
= Z(in.pr.)  (    ^_^    )  -  (bk.pr.) 


(a) 
(fe) 


(c) 


.     (179) 


First  special  case  of  no  expansion^  when  i2v=l,  ^ves  the  same  diagram 
as  in  the  previous  section,  and  exactly  the  same  set  of  formulas. 

Second  special  case  when  the  expansion  is  complete  without  over-expansion, 
is  again  represented  by  Fig.  41  and  for  it 


Whence 


or 
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Work  for  complete  expansion  is  Tr=P»y»-— r(  1— „  ,_,] 


(a) 


,(180) 


which  is  the  general  equation  for  the  work  of  Ft  or  (p- J  cubic  feet  of  fluid 

when  the  economy  is  best  or  for  best  cut-oflf. 

The  work  per  cubic  foot  of  fluid  supplied  for  this  case  of  complete  expansion 
gives  the  maximum  value  for  Eq.  (178)  and  is  obtained  by  dividing  Eq.  (180) 

^^  ^*  ^'^  {t^- 

Max.  work  per  cuJt.  supplied = Pb  -^-.  f  1  —  pi^i )  (^) 

=  144(in.pr.)^4-^(l-^,)        (6) 

which  is  the  general  equation  for  maximum  work  per  cubic  foot  of  fluid  supplied. 
The  expression  for  mean  effective  pressure  becomes  for  this  case  of  best  ad-off, 


(181) 


"•^•'"■=Fk;^.('-57-!) 


or 


,  V     (in.pr.)     s    /.  1    \ 

(m.e.p.)=-^^-3l(l-^ 


1 


(a) 


(P) 


(182) 


It  is  convenient  to  note  that  in  using  Eqs.  (180),  (181)  and  (182)  it  may  be 
desirable  to  evaluate  them  without  first  finding  Ry.    Since 


9-1 

this  substitution  may  be  made,  and  Rv*'^^  —  Rp  «  . 

Example.  Compare  the  horse-power  and  the  steam  consumption  of  a  9X12-in. 
simple  double-acting  engine  with  no  clearance  and  running  at  250  R.P.M.  when  initial 
pressure  is  100  lbs.  per  square  inch  absolute  and  cut-off  is  J,  if 

(a)  steam  remains  dry  and  saturated  throughout  expansion, 

(6)  remains  superheated  throughout  expansion,  and 

(c)  if  originally  dry  and  suffers  adiabatic  expansion. 

Back  pressure  is  10  lbs.  per  square  inch  absolute. 

(in.pr.)  /   8  1         \ 

(m.e.p.)  =-^(^— --^^-j^^^j  -(bk,pr.). 

w  /N        1  n/s^fi       J/  N     100/1.0646  1  \     , 

For  case  (a)  ,  =  1.0646  and  (^^ep) -t(1646  "-.0646^^00.0;  "1^ 

(6)  ,  =  1.3  and  ("^-^-PO -^(^- 3>j4.3) -10«43.5; 

/  N         ,  ,,1       J  /  X     100/1.111  1        \ 

(0  s  =  l.lll  and  (--P)  =  v(-.lll  -.mx4rm)-10-'*7.5. 
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TTii>     /       r.\T         (m.e.p.)  1.0X63.6X500     __ 
I.H.P.  -  {m.e.p.)Lan ^^ =  .965  m.c.p. 

.-.     I.H.P.  for  case  (o)  =46.9,    for  case  (6)  =42.0,    for  case  (c)  =45.8. 

From  Eq.  (164),  lbs.  steam  per  hour  per  I.H.P.  =  — - — X^- 

m«e.p.    iCv 

/.     For  case  (a)  steam  per  lir.=46.9X   .*      X-j; 

(6)  steam  per  hr.=42X-Ti-7-X-7; 

4o.5        4 

(c)  steam  per  hr.  =45.8X--^-^X-t. 

Prob.  1.  On  starting  a  locomotive  steam  is  admitted  full  stroke,  while  in  nmning 
the  valve  gear  is  arranged  for  {  cut-off.  If  the  engine  were  18X30  ins.,  initial  pressure 
150  lbs.  per  square  inch  absolute,  back  pressure  15  lbs.  per  square  inch  absolute,  what 
would  be  the  difference  in  horse-power  with  the  gear  in  normal  running  position  and 
in  the  starting  position  for  a  speed  of  20  miles  per  hour  with  6-ft.  driving  wheels?  Con- 
sider the  steam  to  be  originally  dry  and  expanding  adiabatically.  What  would  be  the 
difference  in  steam  per  horse-power  hour  for  the  two  cases  aqd  the  difference  in  total 
steam?    Clearance  neglected. 

Prob.  2.  Consider  a  boiler  horse-power  to  be  30  lbs.  of  steam  per  hour;  what  must  be 
the  horse-power  of  a  boiler  to  supply  the  following  engine?  Steam  is  supplied  in  a  super- 
heated state  and  remains  so  throughout  expansion.  Initial  density  of  steam  =  .21  lbs. 
per  cubic  foot.  Engine  is  12X20  ins.,  double-acting,  200  R.P.M.,  no  clearance,  initial 
pressure  125  lbs.  per  square  inch  absolute,  back  pressure  a  vacuum  of  26  ins.  of  mercury. 
Cut-off  at  maximum  load  |,  no  load,  ^.  What  per  cent  of  rating  of  boiler  will  be 
required  by  the  engine  at  no  load? 

Prob.  3.  While  an  engine  driving  a  generator  is  running,  a  short  circuit  occurs 
putting  full  load  on  engine,  requiring  a  |  cut-off.  A  moment  later  the  circuit-breaker 
opens  and  only  the  friction  load  remains,  requiring  a  cut-off  of  but  ^,  The  engine 
being  two-cylinder,  double-acting,  simple,  12X18  ins.,  running  at  300  R.P.M.,  and 
having  no  clearance,  what  will  be  the  rate  at  which  it  uses  steam  just  before  and  just 
after  circuit-breaker  opens  if  the  steam  supplied  is  at  125  lbs.  per  square  inch  absolute 
and  is  just  dry,  becoming  wet  on  expanding?  Back  pressure  is  3  lbs.  per  square  inch 
absolute. 

Prob.  4.  A  pumping  engine  has  two  double-acting  steam  cylinders  each  9X12  ins. 
and  a  fixed  cut-off  of  i.  It  runs  at  60  R.P.M.  on  80  lbs.  per  square  inch  absolute  steam 
pressure  and  atmospheric  exhaust.  Cylinder  is  jacketed  so  that  steam  stays  dry 
throughout  its  expansion.    How  much  steam  will  it  use  per  hour?    Neglect  clearance. 

Prob.  6.  If  an  engine  10X14  ins.  running  at  250  R.P.M.  has  such  a  cut-off  that 
complete  expansion  occurs  for  90  lbs.  per  square  inch  absolute  initial  pressing,  and  at 
atmospheric  (15  lbs.  absolute)  exhaust,  what  will  be  the  horse-power  and  steam  used  per 
hour,  steam  being  superheated  at  all  times,  and  what  would  be  the  value  for  the  horse- 
power and  steam  used  if  full  stroke  admission  occurred? 

Prob.  6.  The  steam  consumption  of  an  engine  working  under  constant  load  is 
better  than  that  of  a  similar  one  working  under  variable  load.  For  a  16X24  ins.  engine 
running  at  250  R.P.M.  on  wet  steam  of  125  lbs.  per  square  inch  absolute  and  atmos- 
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pheric  exhaust,  find  the  horse-power  and  steam  used  per  horse-power  per  hour  for  best 
condition.  Take  two  lighter  and  three  heavier  loads  and  show  by  a  curve  how  steam 
used  per  horse-power  per  hour  will  vary. 

Prob.  7.  For  driving  a  shop  a  two-cylinder  single-acting  engine,  6X6  ins.,,  running 
at  430  R.P.M.,  is  used.  The  cut-off  is  fixed  at  i  and  initial  pressure  varied  to  control 
speed.  Plot  a  curve  between  horse-power  and  weight  of  steam  per  hour  per  horse- 
power for  20,  40,  60,  80,  iOO,  120  lbs.  per  square  inch  absolute  initial  pressure  and 
atmospheric  exhaust.    Steam  constantly  dry.    Clearance  zero. 

Note:  8i  for  above  pressure  equals  .05,  .095,  .139,  .183,  .226,  and  .268  lbs.  per 
cubic  foot,  respectively. 

Prob.  8.  Taking  the  loads  found  in  Prob.  7,  find  what  cut-off  would  be  required 
to  cause  the  engine  to  run  at  rated  speed  for  each  load  if  the  initial  steam  pressure 
were  100  lbs.  per  square  inch  absolute,  and  the  back  pressure  atmospheric.  Plot  a 
ciu^e  between  horse-power  and  steam  used  per  horse-power  hour  for  this  case. 

Prob.  9*  For  working  a  mine-hoist  a  two-cylinder,  double-acting  engine  is  used 
in  which  compressed  air  is  admitted  i  stroke  at  125  lbs.  per  square  inch  absolute  and  then 

allowed  to  expand  adiabatically  and  exhaust 
to  atmosphere.  If  the  cylinders  are  18X24 
ins.  and  speed  is  150  R.P.M.,  find  the  horse- 
power and  cubic  feet  of  high  pressure  air 
needed  per  minute. 

c(Kb<  41.  Work  of  Expansive  Fluid  in 
Single  Cylinder  with  Clearance.    Loga- 

j^^^    rithmic    Expansion  and  Compression; 

^  Cycle  in.  Mean  Effective  Pressure, 
Horse-power,    and    Consumption     of 

Fig.  42.— Work  of  Expansive  Fluid  in  Single  Simple  Engines.     As  in  previous  cycles, 

Cylinder   with   Clearance.      Logarithmic  the   net   work  of  the  cycle  is  equal  to 

Expansion  for  Cycle  III.    Exponential  for  ^^e  algebraic  sum  of  the  positive  work 

Cycle  IV.  j^j^g  ^j^  ^Y^^  forward   stroke  and  the 

negative  work  on  the  return  stroke.    By  areas,  Fig.  42,  this  is, 

Work  e^e&=JABN+NBCW-WDEd-OEFJ. 
Expressed  in  terms  of  diagram  points  this  becomes 

W  =  P,(V,-Va)+P,Vt,  l0g«  ^-P4{Va-Ve)-PeVe  log.  ^. 

Vt  V I 

Expressing  this  in  terms  of  displacement,  in  cubic  feet  D;  clearance  as  a  frac- 
tion of  displacement,  c;  cut-off  as  a  fraction  of  displacement,  Z\  compres- 
sion as  a  fraction  of  displacement,  X;  initial  pressure,  in  pounds  per  square 
inch  (in.pr,),  and  exhaust  or  back  pressure,  in  pounds  per  square  inch  (bk.pr) : 


Pft=144(in.pr.); 


Pt = 144  (bk.pr.) ;        (F» -  7.)  =  ZD; 


(F,-F.)  =  (1-X)D;        y»=D(Z-|-c); 


V.=D(X+c). 


F»    D{Z-\-c)    Z+c' 


V,         Dc  c    ' 


w=- 


(183) 


(m.e.p.)« 


(184) 
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Whence    Work  in  ft.-lbs.  per  cycle  is 

144D  I  (in.pr.)  [^Z+(Z+c)loge|^] 

-  (bk.pr.)  |^(l-X)+(X+c)  log.^]  I 

From  Eq.  (183),  the  mean  effective  pressure^  pounds  per  square  inch,  follows 
by  dividing  by  1442): 

(in.pr.)     Z+{Z+c)  Jog«  ^tt  •   •   •  (mean  forward  press.) 

—  (bk.pr.)   (1 — X)+ (X+c)  log« •   •   •   (mean  bk.pr.) 

This  is  a  general  expression  of  very  broad  use  in  computing  probable  mean 
effective  pressure  for  the  steam  engine  with  clearance  and  compression,  or  for 
other  cases  where  it  is  practicable  to  assume  the  logarithmic  law  to  hold. 
Chart  9,  in  the  Handbook  «of  Tables,  will  be  found  of  assistance  in  evaluating 
this  expression. 

Indicated  horse-power,  according  to  expressions  already  given,  may  be 
found  by  either  of  the  following  equations: 

T  XT  p  _  (ni.e.p.)Lan_  144(m.e.p.)Dn_  (m.e.p.)Pn 
33^-     -        33QQQ       ''~229^~' 

where  L  is  stroke  in  feet,  a  is  effective  area  of  piston,  square  inches,  n  is  the 
number  of  cycles  performed  per  minute  and  D  the  displacement,  cubic  feet. 

It  might  seem  that  the  work  per  cubic  foot  of  fluid  supplied  could  be 
found  by  dividing  Eq.  (183)  by  the  admission  volume,  {Vi,—Va),  but  this 
would  be  true  only  when  no  steam  is  needed  to  build  up  the  pressure 
from  F  to  il.  This  is  the  case  only  when  the  clearance  is  zero  or  when  com- 
pression begins  soon  enough  to  carry  the  point  F  up  to  point  A,  i.e.,  when  by 
compression  the  pressure  of  the  clearance  fluid  is  raised  to  the  initial  pressure. 

It  is  evident  that  the  fluid  supplied  may  perform  the  two  duties:  first, 
building  up  the  clearance  pressure  at  constant  or  nearly  constant  volume, 
and  second,  filling  the  cylinder  up  to  cut-off  at  constant  pressure.  To  measure 
the  steam  supplied  in  terms  of  diagram  quantities  requires  the  fixing  of  the 
volume  of  live  steam  necessary  to  build  up  the  pressure  from  F  to  A  and  adding 
it  to  the  apparent  admission  volume  (Fft— To).  This  can  be  done  by  producing 
the  compression  line  EF  to  the  initial  pressure  Q,  then  LQ  is  the  volume  that 
the  clearance  steam  would  have  at  the  initial  pressure  and  QA  the  volume  of 
live  steam  necessary  to  build  up  the  pressure.  The  whole  volume  of  steam 
admitted  then  is  represented  by  QB  instead  of  A B  or  by  (Vb^Vo)  instead  of 
by  (Vb—Va);  that  is  the  supply  volume  =  (F6— 7^). 

But  7. = F.5  =  vM-^  =  (X+c)D^^^. 

Pt         (m.pr.)  (in.pr.) 

Hence  (Sup.Vol.)  =  Z)  F  (Z+c)  -  (X+c)  i^^ '^/j^l ,      ....    (185) 
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which  is  the  cubic  feet  of  fluid  admitted  at  the  initial  pressure  for  the  dis- 
placement of  D  cubic  feet  by  the  piston.    Dividing  by  D  there  results 

^^H^)  =  (Z+c)-(X+c)?^, (186) 

D  (m.pr.) 

which  is  the  ratio  of  admission  voliune  to  displacement  or  cubic  feet  of  live 
steam  admitted  per  cubic  foot  of  displacement. 

Dividing  the  work  done  by  the  cubic  feet  of  steam  supplied  gives  the 
economy  of  the  simple  engine  m  terms  of  volumes,  or 

W 


Work  per  cu.ft.  of  fluid  supplied = 


(Sup.Vol.) 


(in.pr.)  rz+ (Z+c)log«4x;l  "  (^^^-P^')  [ d  - ^)  +  (^+c)log.  ^1 
-144 L ^±^ ^^ ^.  (187) 

It  is  more  commcun  to  express  economy  of  the  engine  in  terms  of  the  weight 
of  steam  used  per  hour  per  horse-power  or  the  "  water  rate/'  which  in  more 
general  terms  may  be  called  the  consumption  per  hour  i)er  I.H.P. 

Let  Bi  be  the  density  or  weight  per  cubic  foot  of  fluid  supplied,  then  the 
weight  per  cycle  is  (Sup.  Vol.)  8i,  and  this  weight  is  capable  of  performing 

W 
W  foot-pounds  of  work,  or  (Sup.Vol.)  8i  lbs.  per  minute  will  permit  of  qo  nnn 

horse-power.  But  (Sup.Vol.)  8i  lbs.  per  minute  corresponds  to  60  (Sup.Vol.) 
8i  lbs.  per  hour,  whence  the  number  of  pounds  per  hour  per  horse-power  is 

60(Sup.Vol.)8i 


Tr/33,000     ' 
which  is  the  pounds  consumption  per  hour  per  I.H.P.,  whence 

^              ...,,_,             ,„^     6QX33,000(Sup.Vol.)$i  ..^^. 

Consumption  m  lbs.  per  hr.  per  I.H.P.  = ^^^ ,  .    .     (loo) 

which  is  the  general  expression  for  consumption  in  terms  of  the  cubic  feet  of 
fluid  admitted  per  cycle,  li  initial  density,  and  the  work  per  cycle. 

As  work  is  the  product  of  mean  effective  pressure  in  pounds  per  square  foot 
(M.E.P.),  and  the  displacement  in  cu.ft.  or  >r  =  (M.E.P.)D,  or  in  terms  of 
mean  effective  pressure,  pounds  per  square  inch,  IT  =  144  (m.e.p.)Z),  the  con- 
sumption may  also  be  written 

n^^c,™r.*i^«    ?n    IKa       ^r   V^r     r^r   T  W  P   _  ^X33,000(Sup.Vol.)8l 

Consumption  in  lbs.,  per  nr.  per  I.ll.r.  = Yaa7 Vn 

^m^(An^.yoL)i,     IVim^Z+c)^^^  .    .    (189) 

(m.e.p.)         D  (m.e.p.)L  ^in.pr.)  J  ^ 

which  gives  the  water  rate  in  terms  of  the  mean  effective  pressure,  cut-off, 
clearance,  compression,  initial  and  back  pressures  and  initial  steam  density. 
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It  is  sometimes  more  convenient  to  introduce  the  density  of  fluid  at  the  back 
pressure  I2,  which  can  be  done  by  the  relation  (referring  to  the  diagram), 

(in.pr.)      V'e     81        ,  J      5  (bk.pr.) 

)ui       \-'{r'^Tf    whence    82  =  817: — ^. 
(bk.pr.)     7«     82  (m.pr.) 


PtV^^PeVe      or 

This  on  substitution  gives:    Consumption  in  lbs.  per  hr.  per  I.H.P. 


=  (SSf(^+^)^-(^+^)*^l- 


(190) 


Since  the  step  taken  above  of  introducing  82  has  removed  all  pressure  or 
volume  ratios  from  the  expression,  Eq.  (190)  is  general,  and  not  dependent 
upon  the  logarithmic  law.  It  ^ves  the  consumption  in  terms  of  mean  effective 
pressure,  cut-off,  clearance,  compression  and  the  density  of  steam  at  initial 
and  back  pressure,  which  is  of  very  common  use. 

It  cannot  be  too  strongly  kept  in  mind  that  all  the  preceding  is  true  only  when 
no  steam  forms  from  moisture  ioater  during  expansion  or  compression  or  no  steam 
condenses,  which  assumption  is  known  to  be  untrue.    These  formulae  are,  there- 
fore, to  be  considered  as  merely  convenient  approximations,  although  they 
are  almost  universally  used  in  daily  practice. 

Special  Cases.  First,  no  expansion  and  no  compression  but  finite  clearance 
would  result  in  Fig.  43.    For  this  case 

}f=144Z)[(in.pr.)-(bk.pr.)l (191) 

(m.e.p.)  =  (in.pr.) -(bk.pr.) (192) 
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Fig.  43.— First  Special  Case  of  Cycles  III 
and  IV.  Expansion  and  Compression  both 
Zero  but  Clearance  Finite. 


Fig.  44. — Second  Special  Case  of  Cycles 
III  and  IV.  Perfect  Expansion  and 
Perfect  Compression  with  Clearance. 


(193) 


The  volume  of  fluid  supplied  per  cycle  is  QB,  or  from  Eq.  (186)  it  is 

(Sup.Vol.)=Z>[l+c-c^,!'^'^^l.      .    .    • 

L  (m.pr.)  J 

r.  ^-      •    lu  k  Txn>  13,750  r,  .         (bk.pr.)l Bi, 

Consumption  m  lbs.  per  hr.  per  I.H.P.= ,-; r — jr\ ^   l+c—c-.. — ^-r-  LA  .v 

^  ^  ^  (m.pr.)  —  (bk.pr.)  [  (m.pr.)  J  (194) 

or  in  terms  of  initial  and  final  densities. 


13,750 


Consumption  in  lbs.  per  hr*  per  I.H.P.  =  7;^ \Z.~(vv  "    [(l+c)3i— C82]   (195) 
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The  second  special  case  is  that  of  complete  expansion  and  compression,  as 
indicated  in  Fig.  44.  Complete  expansion  provides  that  the  pressure  at  the 
end  of  expansion  be  equal  to  the  back  pressure,  and  complete  compression  that 
the  final  compression  pressure  be  equal  to  the  initial  pressure. 

„  Vc    V,     1+c    X+c    (in.pr.)  .  , 

Here  7r  =  ^f7-=i5rT~= =;,,      \,  and  hence 

Vb    7«    Z+c       c        (bk.pr.)' 

Hence  by  substitution     — ^^ — lE-rZJ  --  L^E_iL  * 

''  ZD  (bk.pr.)' 

from  which  Z  =  (l+c)S^^^^c (196) 

(m.pr.) 

^  r /in.pr.  \     ^1 

^  x-^:-MW>-rj.,[(in..^)_.|.  . .  „„) 

Eq.  (196)  gives  the  cut-off  as  a  fraction  of  the  displacement  necessary  to  give 
complete  expansion,  while  Eq.  (197)  gives  the  compression  as  a  fraction  of  dis- 
placement to  give  complete  compression,  both  in  tenns  of  clearance,  initial 
pressure  and  back  pressure,  provided  the  logarithmic  law  applies  to  expansion 
and  compression. 

Substitution  of  the  values  given  above  in  Eq.  (183)  gives,  after  simplifi- 
cation, Hn  nr  ^ 

Tr=144Z)[(l+c)(bk.pr.)-c(in.pr.)]log.g^.      .    .    (198) 

(m.e.p.)  =  [(l+c)(bk.pr.)-c(in.pr.)]log.J-JJ'^^^ (199) 

In  this  case  the  volume  supplied  is  exactly  equal  to  that  represented  by  the 
admission  line  AB,  and  is  equal  to    (Sup.Vol.)  =  ZZ) (200) 

Hence,  the  consumption,  in  pounds  fluid  per  hour  per  I.H.P.  in  terms  of 

initial  density,  b 

13  750 

Consumption  in  lbs.  per  hr.  per  I.H.P.  =- — r  Z5i,    but 

^ui.e.p./ 

(bk.pr.)_ 

Z        ^^^'^^iii.pr.)     "  1 

hence 


m.e.p.    ,.        .  r,,  ,   .(bk.pr.)      l,      (in.pr.)     ,.        .,       (in.pr.) 
(m.pr.)[(l+c)^j^-cJlog.^gj^    (m.pr.)  log.  (^, 

"to  yejnj 

Consumption  in  lbs.  fluid  per  hr.  per  LH.P.  = ~ r  .    .    .    (201) 

/•         \  1       (m.pr.; 
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This  last  equation  is  interesting  in  that  it  shows  the  consumption  (or  water 
rate,  if  it  is  a  steam  engine)  is  independent  of  clearance,  and  dependent  only 
upon  initial  density,  and  on  the  initial  and  final  pressures. 

An  expression  may  also  be  easily  derived  for  the  consumption  in  terms  of 
initial  and  final  density,  but  owing*  to  its  limited  use,  will  not  be  introduced 
here. 

Bzample  1.    Method  of  calculating  Diagrams  Fig.  42  and  Fig.  44. 
Assumed  data  for  Fig.  42: 

Pq  ^Pa  =Pft  =90  lbs.  per  square  inch  abs.     Fe  -  F/ « .5  cu.ft. 
P9  "P«  =»Pd = 14  lbs.  per  square  inch  abs.     Vn-Vc- 13.5  cu.ft. 
P/  »50  lbs.  per  square  inch  abs.  F»  »6  cu.ft. 

Vt  6 

To  obtain  point  C:  Pt  "Pb  Xtt  -90 Xrii-r  =40  lbs.  per  sq-in.  abs. 

Vc  16,0 

Pr  60 

To  obtain  pomt  E:  V^  =  V>X^  =  .6 X—  =  1.78  cu.ft. 

Pf  60 

To  obtain  point  Q :  Fj  =  F/  X  ^^  =  .6  X  —  =  .278  cu.ft. 

Intermediate  points  from  B  to  C  and  J^  to  Q  are  found  by  assuming  volumes 
and  computing  the  corresponding  pressures  by  relation  PxVx'^PbVb  or  PxVz-P^Ve. 

Clearance  is  ,,    ^--  =7=  =3.8  per  cent.        Cut-off  is  -/ — r/  =  -7^  =42.3  per  cent. 

Yd — Va      1«  Vd'-Va       1<5 

Compression  is  -j^ — fT  ""To"  ~^*^  P®'  ^'^*- 

Yd  —  Va        lo 

Assumed  data  for  Fig.  44:    Ptt'^Pb  =90  lbs.  per  sq.in.  absolute.     Fa  =  .6  cu.ft. 

P^^Pc^  14  lbs.  per  sq.in.  absolute.     Vd  =  13.6  cu.ft. 

To  obtain  point  B:  F»  -  Vc^  =  13.6  x]^  =2.11  cu.ft. 

jTb  yo 

P  90 

To  obtain  point  E:  F«  =  Fa  X  -^  =  .6  X  —  =  3.2  cu.ft. 

Fg  14 

Intermediate  points  from  B  to  C  and  from  A  to  £?  are  to  be  found  by  assuming 
various  volumes  and  finding  the  corresponding  pressures  from  relation  PxVx^PaVa  or 

PxVx^PbVb. 

Example.  2.  What  will  be  the  horse-power  of,  and  steam  used  per  hour  by  the 
following  engine:  Cylinder,  12  Xl8-in.  double-acting,  200  R.P.M.,  7  per  cent  clearance, 
initial  pressure  86  lbs.  per  square  inch  gage,  back  pressure  16  lbs.  per  square  inch 
absolute,  and  logarithfaiic  expansion  and  compression. 

(a)  cut-<^  60  per  cent,  compression  30  per  cent,  (6)  complete  expansion  and 
compression,  (c)  no  expansion  or  compression. 

Nora:    8  for  86  lbs.  gage  =  .23,  Si  for  16  lbs.  absolute  =  .038  lbs.  per  cuit. 


(m 
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(a)  From  Eq.  (184) 
(m.e.p.)=(in.pr.)rZ+(Z+c)log.|^l  -(bk.pr.)  r(l-Z)+(Z+c)loge^j, 

«l()o|".6+(.6+.07)log.|^^-^^j-l&[(l-.^  log.  ^~j 

=86-20=66  lbs.  sq.in. 

(in.e.p.)  Lan    66x1.5x113.1  X400    ,^^ 
^'^'^' SpOO"  ""  33,000  "^^^• 

From  Eq.  (189)  steam  per  hour  per  I.H.P.  in  pounds  is 

^|^(Z+c)-(X+c)^^)j8„ 

-^-^[(.5+.07)-(.3-f  .07)X^]  X.23=25  lbs. 

Hence  total  steam  per  hour =25x135  =3380  lbs. 

(b)  From  Eq.  (199),  (m.e.p.)  =[(l+c)(bk.  pr.)-c(in.  pr.)]loge(^— ), 

\  bk.pr./ 

-[(1  +.07)  X15 -.07 XlOO]  loge  6.67  =17.2  lbs.  sq.in. 

^„^      17.2X1.5X113.1X400     ^^  ^ 
^'^'^' 33,000"         ■=^^•^• 

T^      /^^,x    «                TTT^         ,.                   13,7508i  13,750 X. 23     ,^^ 

From  Eq.  (201),  Steani  per  I.H.P.  per  hr.  = '      .         ,  =  "^oSoF  ''^■^' 

Total  stelEuu  per  hour  =  16.6x35.4  =588  lbs. 

(c)  From  Eq.  (192)  (m.e.p.)  =(in.pr.)- (bk.pr.)  =100-15=85  lbs.  sq.in. 

.    „jp     85X1.5X113.1X400 

From  Eq.  (195) 

IS  7%  IS  7*10 

Steam  per  I.H.P.  per  hour  =  ;—'^[(l  +c)8i  -ch]  =-^z^[1.07x.23-.07x.038I  =35.4. 

(m.e.p.)  50 

Total  steam  per  hour  =  174.5x35.4  =6100  lbs. 

Prob.  1.  What  will  be  the  horse-power  and  water  rate  of  a  9xl2-in.  simple  engine 
having  5  per  cent  clearance,  running  at  250  R.P.M.  on  100  lbs.  per  square  inch  abso- 
lute initial  pressure  and  5  lbs.  per  square  inch  absolute  back  pressure  when  the  cut-off  is 
i,  i,  and  i?    Expansion  follows  the  logarithmic  law,  and  there  is  no  compression. 

Note:    S  for  100  lbs.  absolute  =  .23,  S  for  5  lbs.  absolute  =  .014. 

Prob.  2.  Will  a  pump  with  a  cylinder  10x15  ins.  and  10  per  cent  clearance  give  the 
same  horse-power  and  have  the  same  water  rate  as  a  pump  with  cylinders  of  the  same 
size  but  with  20  per  cent  clearance,  both  taking  steam  full  stroke?  Solve  for  a  case 
of  125  lbs.  per  square  inch  absolute  initial  pressure,  atmospheric  exhaust  and  a  speed  of 
50  double  strokes.    No  compression. 

Notb:   S  for  125  lbs.  absolute  =.283,  S  for  15  lbs.  absolute  =  .038. 
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Prob*  S.  Solve  the  above  problem  for  an  engine  of  the  same  size,  using  steam  expan- 
sively when  the  cut-oS  is  i  and  R.P.M.  200,  steam  and  exhaust  pressure  as  in  Prob.  2 
and  compression  zero. 

Prob.  4.  Two  engines,  each  9x15  ins.,  are  running  on  an  initial  pressure  of  90  lbs. 
per  square  inch  absolute,  and  a  back  pressuj^  of  one  atmosphere.  One  has  no  clearance, 
the  other  8  per  cent.  Each  is  cutting  off  so  that  complete  expansion  occurs.  The  speed 
of  each  is  200  and  neither  has  any  compression.  What  will  be  the  horse-power  and 
water  rate?  • 

Note:   8  for  90  lbs.  =.20,  8  for  15  lbs.  =.038. . 

Prob.  6.  Find  the  horse-power  and  water  rate  of  Sk  12xl8-in.  double-acting 
engine  with  8  per  cent  clearance,  running  at  150  R.P.M.  on  an  initial  steam  pressure 
of  90  lbs.  per  square  inch  absolute  and  atmosphere  exhaust  for  a  fixed  cut-off  of  i  and 
variable  compression  from  0  to  the  point  where  the  pressure  at  the  end  of  compression 
is  equal  to  125  per  cent  of  the  initial  pressure.  Plot  the  curves  between  compression 
and  horse-power,  and  compression  and  water  rate  to  show  the  effect  of  compression 
on  the  other  two. 

Prob.  6.  A  steam  engine  is  running  at  such  a  load  that  the  cut-off  has  to  be  f  at 
a  speed  of  150  R.P.M.  The  engine  is  14  X 20  ins.  and  has  no  clearance.  Initial  pressure 
100  lbs.  per  square  inch  absolute  and  back  pressure  5  lbs.  per  square  inch  absolute. 
What  would  be  the  cut-off  of  an  engine  of  the  same  dimensions  but  with  10  per  cent 
clearance  under  similar  conditions? 

Prob.  7.  The  steam  pressure  is  100  lbs.  per  square  inch  gage  and  the  back 
pressure  is  26  ins.  of  mercury  vacuum  when  the  barometer  is  30  ins.  For  a  16  X22- 
in.  engine  with  6  per  cent  clearance  running  at  125  R.P.M.,  cut-off  at  i  and  30  per  cent 
compression,  what  will  be  the  horse-power  and  the  water  rate?  Should  the  steam 
pressure  be  doubled  what  would  be  the  horse-power  and  the  water  rate?  If  it  should 
be  halved? 

Note:   8  for  100  lbs.  gage  =  .257,  8  for  26  ins.  Hg.=.0057. 

Prob.  8.  While  an  18x24-in.  simple  engine  with  4  per  cent  clearance  at  speed 
of  150  R.P.M.  is  running  with  a  i  cut-off  and  a  compression  of  ^  on  a  steam  pressure  of 
125  lbs.  per  square  inch  gage,  and  a  vacuum  of  28  ins.  of  mercury,  the  condenser  fails 
and  the  back  pressure  rises  to  17  lbs.  per  square  inch  absolute.  What  will  be  the  change  in 
the  horse-power  and  water  rate  if  all  other  factors  stay  constant?  What  would  the  new 
cut-off  have  to  be  to  keep  the  en^ne  running  at  the  same  horse-power  and  what 
would  be  the  water  rate  with  this  cut-off? 

Note:  8  for  125  lbs.  gage  =  .31,  8  for  28  in.  Hg.=.0029,  8  for  17  lbs.  absolute 
=.043. 

Prob.  9.  Under  normal  load  an  engine  has  a  cut-off  of  },  while  under  light  load 
the  cut-off  is  but  i^.  What  per  cent  of  the  steam  used  at  normal  load  will  be  used 
at  light  load  for  the  following  data?  Cylinder  10X18  ins.;  7  per  cent  clearance;  200 
R.P.M.;  initial  pressure  120  lbs.  per  square  inch  gage;  back  pressure  2  lbs.  per  square 
inch  absolute;  compression  at  normal  load  5  per  cent;  at  light  load  25  per  cent. 

Note:    8  for  120  lbs.  gage  =.30,  8  for  2  lbs.  absolute  =.0058. 

42.  Work  of  Expansive  Fluid  in  Single  Cylinder  with  Clearance ;  Exponential 
Expansion  and  Compression,  Cycle,  IV.  Mean  Effective  Pressure,  Horse- 
power and  Consumption  of  Simple  Engines.  As  pointed  out  in  several  places, 
the  logarithmic  expansion  of  steam  only  approximates  the  truth  in  real  engines 
and  is  the  result  of  no  particular  logical  or  physically  definable  hypothesis  as  to 
the  condition  of  the  fluid,  moreover  its  equations  are  of  little  or  no  value 
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for  compressed  air  or  other  gases  used  in  engine  cylinders.  All  expansions 
that  can  be  defined  by  conditions  of  physical  state  or  condition  of  heat, 
including  the  adiabatic,  are  expressible  approximately  or  exactly  by  a  definite 
value  of  8,  not  unity,  in  the  expression  PF'  =  const.  All  these  cases  can 
then  be  treated  in  a  group  and  expressions  for  work  and  mean  effective 
pressure  found  for  a  general  value  of  Sj  for  which  particular  values  belonging 
to,  or  following  from  any  physical  hypothesis  can  be  substituted.  The  area 
under  such  expansion  curves  is  given  by  Eq.  (13)  Chapter  I,  which  applied  to 
the  work  diagram,  Fig.  42,  in  the  same  manner  as  for  logarithmic  expansion, 
gives  the  net  work: 

^.P,..-v.,+^-[.-(ft)-'] 

_ft(r.-V.)-^-[(^)-'-,] 

Introducing  the  symbols, 

P»  =  144(in.pr.),  F» = D(Z+c), 

P* = 144(bk.pr.),  V,=-D{X+c), 

Z+c 


(area  JABCWJ) 
(area  WDEFJW) 


(202) 


Tr«144Z) 


(in.pr.)| 


Z-f 


(VA     Z+c  /V.\ 

\Vc)     1+c'        \Vf) 

m-im"]] 


(Vt-V.)=ZD, 
{V4-V.)=Da-X), 
X+c 


-(bk.pr.)[(l- 


X)-{ 


X+c\/X+c\  — 


8 


=TLV 


)•■■-]]}•  • 


(203) 


Eq.  (203)  gives  the  work  in  foot-pounds  for  D  cubic  feet  of  displacement 
in  a  cylinder  having  any  clearance  c,  cut-off  Z,  and  compression  X,  between 
two  pressures,  when  the  law  of  expansion  is  Py*= const,  and  s  anything  except 
unity,  but  constant. 

The  mean  effective  pressure,  pounds  per  square  inch,  is  obtained  by  divid- 
ing the  expression  for  work  by  144D,  giving 


(m.e.p.)  =  (in.pr.) 


Z+ 


8 


'^Hmi 


(mean  for'd  pr.) 


—  (bk.pr.) 


\l^X)+^[(^^y   '-l]|  (meanbk.pr.) 


(204) 


which  is  the  general  expression  for  mean  effective  pressure  for  this  cycle. 

It  was  pointed  out  in  Section  (41)  that  the  cubic  feet  of  fluid  admitted  at 
the  initial  pressure  was  not  represented  by  ABf  Fig.  42,  but  by  QB,  and  the 
same  is  true  for  this  case,  so  that  the  (Sup.Vol.)  =  F»— Vf.  But  when  the 
expansion  and  compression  laws  have  the  form  PV'^c 

1  1 


y'-^W">'M^y' 
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1 
Whence  (Sup.Vol.)  =  Z)r(Z+c)-(X+c)(g^)^.  ....    (205) 

Eq.  (205)  gives  for  these  cases  what  was  given  by  Eq.  (185)  for  the  logarithmic 
law,  the  cubic  feet  of  fluid  supplied  at  the  initial  pressure  for  the  displacement 
of  D  cubic  feet  in  terms  of  cut-oflf,  clearance,  compression  and  the  pressures. 
From  this,  by  division  there  is  found  the  volume  of  high  pressure  fluid  per 
cu.ft.  of  displacement 

^H^  =  (Z+c)-(X+c)(g^-)'' (206) 

The  consumption  is  given  by  the  general  expression  already  derived, 
Eq.  (158),  from  which  is  obtained:    Consumption  lbs.  per  hr.  per  I.H.P. 

=  1^50  r  ^       ^  ^    ^^/bk^ATj 

(m.e.p.)L  ^\m.pr.  /   J 

Eq.  (207)  gives  the  water  rate  or  gas  consumption  in  terms  of  mean  effective 
pressure,  initial  and  back  pressure,  cut-oflf,  clearance,  compression  and  initial 
fluid  density.    Introducing  the  density  at  the  back  pressure  by  the  relation, 

8i  =  B2(^^^)  *;   an  equation  is  obtained,  which  is  identical  with  Eq.  (190) 

and  is,  as  previously  observed,  a  general  expression,  no  matter  what  the 
laws  of  expansion  and  compression,  in  ierxna  of  mean  eflfective  pressure,  cut- 
oflf,  clearance,  compression  and  the  initial  and  final  steam  density. 

The  first  special  case  offuU  admission^  no  compression,  might  at  first  thought 
appear  to  be  the  same  as  in  the  preceding  section,  where  the  logarithmic  law 
was  assumed  to  hold,  and  so  it  is  as  regards  work  and  mean  eflfective  pressure, 
Eq.  (191)  and  (192), but  referring  to  Fig.  43  it  will  be  seen  that  since  the  expo- 
nential law  is  now  assumed  instead  of  the  logarithmic,  the  point  Q  will  be  dif- 
ferently located  (nearer  to  A  than  it  was  previously  if  s  is  greater  than  1)^ 
and  hence  the  supply  voliune  QB  is  changed,  and  its  new  value  is 

(Sup.Vol.)=D[l-hc-c(^-)'] (208) 

Hence,  consumption  stated  in  terms  of  initial  density  of  the  fluid  Si,  is 
Consumption  lbs.  per  hr.  per  I.H.P. 

-<■       'f'Z      Jl+c-c(^'^l8.       ...     (209) 
(m.pr.)  — (bk.pr.)L  \m.pr.  /    J  ^      ^ 

Stated  in  terms  of  initial  and  final  densities,  the  expression  is  the  same  as 
given  in  Eq.  (195). 

The  second  special  case,  complete  expansion  and  compression  is  again  repre- 
sented by  Fig.  44.    From  the  law  of  expansion  it  is  evident  that 
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Vj>^Vel-j^]   ,  or  stated  in  symbolic  form,   D(Z+c)=D{l+c)l-, — ^)', 


1 


whence  ^==(^+<^^(ik!S:) '"'' ^^^^^ 

Again  referring  to  Fig.  44,  X  =  y  _y^  =  — ^ —     '  , 

from  which  ^=4(5£fr-4     • ^'"^ 

Eq.  (210)  gives  the  cut-off  as  a  fraction  of  displacement  necessary  to  give 
complete  expansion,  and  (211),  the  compression  fraction  to  give  complete  com- 
pression, both  in  terms  of  clearance,  initial  and  back  pressures,  and  the  exponent 
s,  in  the  equation  of  the  expansion  or  compression  line,  Py*  =  const. 

The  work  of  the  cycle  becomes  for  this  special  case,  by  substitution  in  Eq. 
(203), 

,r.i44z>,i„.p.,,.45[<.+«)(^)--][i-(tS)'-i.  •  (^>2> 

and  the  mean  effective  pressure,  lbs.  per  sq.in.,  is 

(™.e.p.)  =  (»,r.)ji,[a+c)(S^)--.][.-(*E)"'].     .    .    .    (213, 
The  volume  of  fluid  supplied  is,  (Sup.Vol.)  =  ZZ), (214) 

1  Q  YEA 

hence,  Consumption,  lbs.  per  hr.  per  I.H.P.  =  — - — Z8i,    but 


(m.e.p.) 


(ta-p');^[a+«)(lff-«][i-(^)"-'] 


1 


»-i    » 


'■-^'■).-^['-(Tlg)  •  ] 


whence  consumption  lbs.  fluid  per  hr.  per  I.H.P.  is, 

13,750X5i 


»-i   f 


<--).-^-i['-(rl^)  •  ] 


(215) 


the  expression  for  smallest  consumption  (or  water  rate  if  steam)  of  fluid  for 
the  most  economical  hypothetical  cycle,  which  it  may  be  noticed,  is  again 
independent  of  clearance. 
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The  expressions  for  work  and  mean  eflfective  pressure  are  not,  however, 
independent  of  clearance,  and  hence,  according  to  the  hypothetical  cycles 
here  considered,  it  is  proved  that  large  clearance  decreases  the  work  capacity 
of  a  cylinder  of  given  size,  but  does  not  affect  the  economy,  provided  com- 
plete expansion  and  compression  are  attained,  a  conclusion  similar  to  that  in 
regard  to  clearance  effect  on  compressor  capacity  and  economy.  Whether 
the  actual  performance  of  gas  or  steam  engines  agrees  with  this  conclusion 
based  only  on  hypothetical  reasoning,  will  be  discussed  later. 

Example  1.  What  will  be  the  horse-power  of,  and  steam  used  per  hour  by,  the 
following  engine:  12X18-in.  double-acting,  200  R.P.M.,  7  per  cent  clearance,  initial 
pressure  85  lbs.  per  square  inch  gage,  160®  superheat,  back  pressure  15  lbs.  per  square 
inch  absolute,  and  expansion  such  that  8  ==1.3. 

(a)  cut-off  =50  per  cent;  compression  =30  per  cent;  (6)  complete  expansion  and 
compression;  (c)  no  expansion  or  compression; 

Note:     B  for  85  lbs.  gage  =0.18;  for  15  lbs.  absolute.  =.038. 

(a)  From  Eq.  (204)     (m.e.p.)  =  (in.pr.)    ^+frf  [^  -  (t?)'"^  1 

^„„     59.8X1.5X113.1X400    ,„ 
^•^•^-  =  33;000 ^^' 

From  Eq.  (190)  steam  per  hour  per  I.H.P. 

_  io^   (Z+c)6i-(Z+c)8,    =^^[(.57)X.18-(.37)X.0381-20.9  lbs. 
(m.e.p.  j  L  J       oU.o 

.-.     Steam  per  hour  =  122  X  20.9  =  2560  lbs. 

L  Irl 

W  FromEq.  (213)  (-.e.p.)=(in.pr.)-:-^[(l+c)(^^)' -c][l-(^j^)  *  ]. 


=  100 


.   _  _  _  .        .    -8 

-^X100|1.07X 


[^•«^><©''-H['-(^)i  ■''•''**• '^•^' 


T  H  P  ^26.2X1.5X113.1X400 
'    '   '  33,000  "     " 


From  Eq.  (215)  steam  used  I.H.P.  per  hour  is, 


13,7508,  13J50X.18  ,^  ^  „ 


hence  total  steam  per  hour =16.5X54  =890  lbs. 
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(c)  From  Eq.  (192)  which  holds  for  any  value  of  «,  m.e.p.  =100-16«86  lbs.  sq.in. 

J                                     TXTT.      85X1.5X113.1X400     ,^^  ^ 
and  LH.P. ^^ 174.5, 

From  Eq.  (209)  steam  per  LH.P.  hour 

13,7505.  r,  L        /bk.pr.XT]     ISTSOXJSF,  ,  ^^     n^^/15\i^l     o>.  c  lu 

=  7-^ ^U+^-^l"^      )       = ^i h+-07-.07X(rT^)        =24.5  lbs., 

(m.e.p.)L  \m.pr./    J  85         L  V^/     J 

and  total  steam  per  hour  =  174.5X24.5  ==2475  lbs. 

Prob.  1.  Two  simple  engines,  each  12X 18  ins.,  with  6  per  cent  clearance  are  operated 
at  i  cut-off  and  with  20  per  cent  compression.  One  is  supplied  with  air  at  80  lbs.  per 
square  inch  gage,  and  exhausts  it  to  atmosphere;  the  other  with  initially  dry  steam  at 
same  pressure,  which  becomes  wet  on  expansion,  is  also  exhausted  to  atmosphere.  For 
a  speed  of  200  R.P.M.  what  is  the  horse-power  of  each  engine  and  the  cubic  feet  of  air 
and  of  steam  supplied  per  horse-power  hour? 

Prob.  2.  A  crank-and-flywheel  two-cylinder,  double-acting,  pumping  engine  is 
supplied  with  dry  steam  and  the  expansion  is  such  that  it  remains  dry  until  exhaust. 
The  cylinder  size  is  24X36  ins.,  cut-off  to  give  perfect  expansion,  clearance  5  per  cent, 
compression  to  give  perfect  compression,  initial  pressure  50  lbs.  per  square  inch  ab- 
solute, back  pressure  5  lbs.  per  square  inch  absolute.  What  is  the  horse-power  and 
water  rate?  What  would  be  the  horse-power  and  water  rate  of  a  full-stroke  pump  of 
the  same  size  and  clearance  but  having  no  compression,  running  on  the  same  pressure 
range  and  quality  of  steam. 
.    Note:     8  for  50  lbs.  absolute  =.12,  I  for  15  lbs.  absolute  =  .038. 

Prob.  3.  Should  the  cylinder  of  the  following  engine  be  so  provided  that  the 
steam  was  always  kept  dry,  would  there  be  any  change  in  the  horse-power  developed  as 
compared  with  steam  expanded  adiabatically?  How  much?  Cylinder  20x24  ins., 
initial  pressure  125  lbs.  per  sq.  in.  gage,  back  pressure  26  ins.  vacuum,  standard  barom- 
eter, clearance  6  per  cent,  cut-off  f ,  compression  10  per  cent,  and  speed  125  R.P.M. 

Prob.  4.  What  will  be  the  total  steam  used  per  hour  by  a  20x28-in.  double-acting 
engine  running  at  150  R.P.M.  if  the  initial  pressure  be  125  lbs.  per  square  inch  absolute, 
back  pressure  one  atmosphere,  clearance  8  per  cent,  compression  zero,  for  cut-off 
i,  i,  },  and  i,  if  steam  expands  adiabatically  and  is  originally  dry  and  saturated? 

Note:    a  for  125  lbs.  absolute  =  .28,  8  for  15  lbs.  absolute  =  .038. 

Prob.  6.  An  engine  which  is  supplied  with  saturated  steam  is  said  to  have  an 
indicated  water  rate  of  15  lbs.  at  }  cut-off  and  one  of  25  lbs.  at  |  cut-off.  See  if 
this  is  reasonable  for  the  following  conditions:  engine  is  15x22  ins.,  7  per  cent  clearance, 
no  compression,  initial  pressure  100  lbs.  per  square  inch  gage,  back  pressure  28-in. 
vacuum,  barometer  30  ins.  and  speed  180  R.P.M. 

Note:    8  for  100  lbs.  gage  =  .257,  B  for  28  in.  Hg  =  .0029. 

Prob.  6.  The  tank  capacity  of  a  locomotive  is  4500  gals.  The  cylinders  are 
18  X36  ins.,  initial  pressure  200  lbs.  per  square  inch  gage,  exhaust  atmospheric,  cut-off  i, 
clearance  7  per  cient,  speed  200  R.P.M.,  no  compression.  The  steam  is  dry  at 
start  and  expansion  adiabatic,  how  long  will  the  water  last  if  40%  condenses  during 
admission? 

Note:    8  for  200  lbs.  gage  =  .468,  8  for  15  lbs.  absolute  =  .038. 

Prob.  7.  To  drive  a  hoist,  an  air  engine  is  used,  the  air  being  supplied  for  } 
stroke  at  80  lbs.  per  square  inch  gage,  expanded  adiabatically  and  exhausted  to  atmos- 
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phere.  If  the  clearance  is  8  per  cent  and  there  is  no  compression  how  many  cubic 
feet  of  air  per  hour  per  horse-power  will  be  needed?    What,  with  complete  compression? 

Prob.  8.  A  manufacturer  rates  his  44x42-in.  double-acting  engine  with  a  speed 
of  100  R.P.M.  at  1000  H.P.  when  running  non-condensing,  initial  pressure  70  lbs. 
per  square  inch  gage  and  cut-off  i.  No  clearance  is  mentioned  and  nothing  said  about 
manner  of  expansion.  Assuming  s  =  1.0646,  find  on  what  clearance  basis  this  rating  is 
made. 

Prob,  9.  The  water  supply  of  a  town  is  furnished  by  a  direct-acting  non-condensing 
pump  with  two  cylinders,  each  24  X42  ins.,  with  10  per  cent  clearance,  and  no  com- 
pression, initial  pressure  being  100  lbs.  per  square  inch  gage.  What  must  be  the  size  of  the 
steam  cylinder  of  a  crank-and-fiywheel  pump  with  6  per  cent  clearance  to  give  the  same 
horse-power  on  the  same  steam  and  exhaust  press\u:es  with  a  cut-oS  of  i?  Speed  in 
each  case  to  be  50  R.P.M. 


CHAPTER   V 

WORK  DISTRIBUTION  IN  MULTI-EXPANSION  PISTON  ENGINES 

43.  Action  of  Fluid  in  Multiple-expansion  Cylinders.  General  Description 
of  Structure  and  Processes.  When  steam,  compressed  air,  or  any  other  high 
pressure  working  fluid  is  caused  to  pass  through  more  than  one  cylinder  in 
series,  so  that  the  exhaust  from  the  one  is  the  supply  for  the  next,  the  engine 
is,  in  general,  a  multiple-expansion  engine,  or  more  specifically,  a  compound 
when  the  operations  are  in  two  expansion  stages,  triple  for  three,  and  quadruple 
for  four  stages.  It  must  be  understood  that  while  a  compound  engine  is  one 
in  which  the  whole  pressure-volume  change  from  initial  to  back  pressure  takes 
place  in  two  stages,  it  does  not  necessarily  follow  that  the  machine  is  a  two- 
cylinder  one,  for  the  second  stage  of  expansion  may  take  place  in  two  cylinders, 
in  each  of  which,  half  of  the  steam  is  put  through  identical  operations;  this 
would  make  a  three-cylinder  compound.  Similarly,  triple-expansion  engines, 
while  they  cannot  have  less  than  three  may  have  four  or  five  or  six  cylinders. 
Multiple  expansion  engines,  most  of  which  are  compound,  are  of  two  classes 
with  respect  to  the  treatment  and  pressure-volume  changes  of  the  steam,  first 
mthout  receiver,  and  second,  mth  receiver.  A  receiver  is  primarily  a  chamber 
large  in  proportion  to  cylinder  volumes,  placed  between  the  high-  and  low-pres- 
sure cylinders  of  compounds  or  between  any  pair  of  cylinders  in  triple  or 
quadruple  engines;  its  purpose  is  to  provide  a  reservoir  of  fluid  so  that 
the  exhaust  from  the  higher  into  it,  or  the  admission  to  the  lower  from  it,  will 
be  effected  without  a  material  change  of  pressure,  and  this  will  be  accom- 
plished as  its  volume  is  large  in  proportion  to  the  charge  of  steam  received 
by  it  or  delivered  from  it.  With  a  receiver  of  infinite  size  the  exhaust  line  of 
a  high-pressure  cylinder  discharging  into  it  will  be  a  constant-pressure  line, 
as  will  also  the  admission  line  of  the  low-pressure  cylinder.  When,  however, 
the  receiver  is  of  finite  size  high-pressure  exhaust  is  equivalent  to  increasing 
the  quantity  of  fluid  in  the  receiver  of  fixed  volume  and  must  be  accompanied 
by  a  rise  of  pressure,  except  when  a  low-pressure  cylinder  may  happen  to  be 
taking  out  fluid  at  the  same  rate  and  at  the  same  time.  As  the  receiver 
becomes  smaller  in  proportion  to  the  cylinders,  the  pressure  in  it  will  rise 
more  for  each  high-pressure  exhaust  and  fall  more  for  each  low-pressure 
admission,  but  there  will  be  a  'constant  average  value.  The  greatest  pos- 
sible change  of  pressure  during  high-pressure  exhaust  and  low-pressure  admis- 
sion would  occur  when  the  receiver  is  of  zero  size,  that  is  when  there  is  none  at 
all,  in  which  case,  the  high-  and  low-pressure  pistons  must  have  synchronous 
movement,  both  starting  and  stopping  at  the  same  time,  but  moving  either  in 
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the  same  or  opposite  directions.  When  the  pistons  of  the  no-receiver  compound 
engines  move  in  the  same  direction  at  the  same  time,  one  end  of  the  high- 
pressure  cylinder  must  exhaust  into  the  opposite  end  of  the  low;  but  with 
oppositely  moving  pistons,  the  exhaust  from  high  will  enter  the  similar  end  of  the 
low.  It  is  plain  that  a  real  receiver  of  zero  volume  is  impossible,  as  the  connect- 
ing ports  must  have  some  volume;  and  likewise  that  an  infinite  receiver  is  equally 
impracticable,  so  that  any  multiple-expansion  real  engine  will  have  receivers 
of  finite  volume  with  corresponding  pressure  changes  during  the  period  when  a 
receiver  is  in  communication  with  a  cylinder.  The  amount  of  these  pressure 
changes  will  depend  partly  on  the  size  of  the  receiver  with  respect  to  the  cylin- 
ders, but  also  as  well,  on  the  relation  between  the  periods  of  flow  into  receiver, 
by  high-pressure  exhaust,  and  out  of  it,  by  low-pressure  admission,  which 
latter  factor  will  be  fixed  largely  by  crank  angles,  and  partly  by  the  settings 
of  the  two  valves,  relations  which  are  often  extremely  complicated. 

For  the  purpose  of  analysis  it  is  desirable  to  treat  the  two  limiting  cases 
of  no  receiver  and  infinite  receiver,  because  they  yield  formulas  simple  enough  to 
be  useful,  while  an  exact  simple  solution  of  the  general  case  is  impossible.  These 
simple  expressions  for  hypothetical  cases  which  are  very  valuable  for  estimates 
and  approximations  are  generally  close  to  truth  for  an  actual  engine  especially 
if  intelligently  selected  and  used. 

Receivers  of  steam  engines  may  be  simple  tanks  or  temporary  storage 
chambers  or  they  may  be  fitted  with  coils  or  tubes  to  which  live  or  high-pres- 
sure steam  is  supplied  to  heat  the  low-pressure,  partly-expanded  steam  pass- 
ing from  cylinder  to  cylinder  through  the  receiver.  Such  receivers  are  reheat- 
ing  receivers,  and  as  noted,  may  beat  the  engine  steam  or  may  evaporate 
any  moisture  it  might  contain.  As  a  matter  of  fact  there  can  be  no  heating 
of  the  steam  before  all  moisture  is  first  evaporated,  from  which  it  appears 
that  the  action  of  such  reheating  receivers  may  be,  and  is  quite  complicated 
thermally,  therefore  a  study  of  these  conditions  must  be  postponed  till  a 
thermal  method  of  analysis  is  established.  This  will  introduce  no  serious 
diflBcultly,  as  such  reheating  receivers  assist  the  thermal  economy  of  the 
whole  system  but  little  and  have  little  effect  on  engine  power,  moreover  they 
are  now  little  used.  Reheating  of  air  or  other  gases,  as  well  as  preheating 
them  before  admission  to  the  high-pressure  cylinder  is  a  necessary  practice, 
when  the  supply  pressure  is  high,  to  prevent  freezing  of  moisture  by  the  gases, 
which  get  very  cold  in  expansion  if  it  be  carried  far.  This  is  likewise,  however, 
a  thermal  problem,  not  to  be  taken  up  till  later. 

Multiple-expansion  engines  are  built  for  greater  economy  than  is  possible 
in  simple  engines  and  the  reasons  are  divisible  into  two  classes,  first  mechanical, 
and  second  thermal.  It  has  already  been  shown  that  by  expansion,  work  is 
obtained  in  larger  amounts  as  the  expansion  is  greater,  provided,  expansion 
below  the  back  pressure  is  avoided;  since  high*  initial  and  low  back  pressures 
necessarily  permit  the  greater  expansion,  engines  must  be  built  capable  of 
utilizing  all  that  the  steam  or  compressed  gas  may  yield.  If  steam  followed 
the  logarithmic   law  of  expansion,   pressure  falling  inversely  with   volume 
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increase,  then  steam  of  150  lbs.  per  square  inch  absolute  expanding  to  1  lb. 
per  square  inch  absolute  would  require  enough  ultimate  cylinder  space  to 
allow  whatever  volume  of  steam  was  admitted  up  to  cut-ofif  to  increase  150 
times.  This  would  involve  a  valve  gear  and  cylinder  structure  capable  of 
admitting  ^^^  =  .0067  of  the  cylinder  volume.  It  is  practically  impossible 
to  construct  a  valve  that  will  accurately  open  and  close  in  this  necessarily 
short  equivalent  portion  of  the  stroke.  This,  however,  is  not  the  worst 
handicap  even  mechanically,  because  actual  cylinders  cannot  be  made  with- 
out some  clearance,  usually  more  than  2  per  cent  of  the  displacement^  and 
in  order  that  any  steam  might  be  admitted  at  all,  the  clearance  in  the 
example  would  have  to  be  less  than  0.67  per  cent  of  the  total  volume.  These 
two  mechanical  or  structural  limitations,  that  of  admission  valve  gear  and 
that  of  clearance  limitSj  supply  the  first  argument  for  multiple-expansion 
engines,  the  structure  of  which  is  capable  of  utilizing  any  amount  of  expan- 
sion that  high  boiler  pressure  and  good  condenser  vacuum  make  avail- 
able. For,  if  neglecting  clearance,  the  low-pressure  cylinder  had  ten  times 
the  volume  of  the  high,  then  the  full  stroke  admission  of  steam  to  the  high 
followed  by  expansion  in  the  low  would  give  ten  expansions,  while  admission 
to  the  high  for  ^  of  its  stroke  would  give  15  expansions  in  it,  after  which  this 
final  volume  would  increase  in  the  low  ten  times,  that  is,  to  150  times  the  original 
volume,  and  cylinder  admission  of  tV  or  6.7  per  cent  of  the  cylinder  volume 
is  quite  possible  with  ordinary  valve  gears,  even  with  clearance,  which  in  reason- 
ably large  engines  may  be  not  over  2  per  cent  of  the  whole  cylinder  volume. 

It  is  evident  that  the  higher  the  initial  and  the  lower  the  back  pressures 
the  greater  the  expansion  ratio  will  be  for  complete  expansion,  and  since  in 
steam  practice  boiler  presmu^s  of  225  lbs.  per  square  inch  gage,  or  approximately 
240  lbs.  per  square  inch  absolute,  and  vacuum  back  pressures  as  low  as  one 
or  even  half  a  pound  per  square  inch  are  in  use,  it  should  be  possible  whether 
desirable  or  not,  to  expand  to  a  final  volume  from  250  to  500  times  the  initial 
in  round  numbers.  This  is  quite  impossible  in  simple  engine  cylinders,  and  as 
it  is  easy  with  multiple  expansion  there  is  supplied  another  mechanical  argument 
for  staging.  Sufficient  expansion  for  practical  purposes  in  locomotives,  and  land 
engines  under  the  usually  variable  load  of  industrial  service,  is  available  for  even 
these  high  pressures  by  compounding,  but  when  the  loads  are  about  constant, 
as  in  waterworks  pumping  engines,  and  marine  engines  for  ship  propulsion, 
triple-expansion  is  used  for  pressures  in  excess  of  about  180  lbs.  gage. 

Use  of  very  high  initial  and  very  low  back  pressures  in  simple  engines, 
will  result  in  a  possibility  of  great  unbalanced  forces  on  a  piston,  its  rods,  pins 
and  crank,  when  acting  on  opposite  sides,  and  a  considerable  fluctuation  in  tan- 
gential turning  force  at  the  crank  pin.  Compounding  will  always  reduce  the 
unbalanced  force  on  a  piston,  and  when  carried  out  in  cylinders  each  of  which 
has  a  separate  crank,  effects  a  very  considerable  improvement  in  turning 
effort.  So  that,  not  only  does  multiple-expansion  make  it  possible  to  utilize 
to  the  fullest  extent  the  whole  range  of  high  initial  and  low  back  pressures, 
but  it  may  result  in  a  better  force  distribution  in  the  engine,  avoiding  shocks, 
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making  unnecessary  excessively  strong  pistons  and  rods,  and  equalizing  turn- 
ing efiFort  so  that  the  maximum  and  minimum  tangential  forces  do  not  depart 
too  much  from  the  mean. 

The  second,  or  thermal  reason  for  bothering  with  multiple-expansion  com- 
plications in  the  interest  of  steam  economy,  is  concerned  with  the  prevention 
of  steam  loss  by  condensation  and  leakage.  It  does  not  need  any  elaborate 
analysis  to  show  that  low-pressure  steam  will  be  cooler  than  high-pressure 
steam  and  that  expanding  steam  in  a  cylinder  has  a  tendency  to  cool  the 
cylinder  and  piston  walls,  certainly  the  inner  skin  at  least,  so  that  after 
expansion  and  exhaust  they  will  be  cooler  than  after  admission;  but  as 
admission  follows  exhaust,  hot  live  steam  will  come  into  contact  with  cool 
walls  and  some  will  necessarily  condense,  the  amount  being  smaller  the  less 
the  original  expansion;  hence  in  any  one  cylinder  of  a  multiple-expansion 
engine  the  condensation  may  be  less  than  in  a  simple  engine  with  the  same  range 
of  steam  pressures  and  temperatures.  Whether  all  the  steam  condensation 
during  admission  added  together  will  equal  that  of  the  simple  engine  or  not 
is  another  question.  There  is  no  doubt,  however,  that  as  the  multiple  expan- 
sion engine  can  expand  usefully  to  greater  degree  than  a  simple  engine,  and 
so  cause  a  lower  temperature  by  expansion,  it  thus  has  a  greater  chance  to 
re-evaporate  some  of  the  water  of  initial  condensation  and  so  get  some  work 
out  of  the  extra  steam  so  evaporated,  which  in  the  simple  engine  might  have 
remained  as  water,  incapable  of  working  until  exhaust  opened  and  lowered 
the  pressure,  when,  of  course,  it  could  do  no  good.  It  is  also  clear  that  steam 
or  compressed-air  leakage  in  a  simple  engine  is  a  direct  loss,  whereas  in  a 
compound,  high-pressure  cylinder  leakage  has  at  least  a  chance  to  do  some 
work  in  the  low-pressure  cylinder.  The  exact  analysis  of  the  thermal  reasons 
for  greater  economy  is  complicated  and  is  largely  concerned  with  a  study  of 
steam  condensation  and  re-evaporation,  but  the  fact  remains  that  multiple- 
expansion  engines  are  capable  of  greater  economy  than  simple.  The  thermal 
analysis  must  also  consider  the  influence  of  the  reheating  receiver,  the  steam- 
jacketed  working  cylinder,  and  the  use  of  superheated  steam,  their  effects  on 
the  i>ossible  work  per  pound  of  steam  and  the  correspondiAg  quantity  of  heat 
expended  to  secure  it,  and  for  air  and  compressed  gas  the  parallel  treatment 
of  preheating  and  reheating. 

To  illustrate  the  action  of  steam  in  multiple-expansion  engines  some  indi- 
cator cards  are  given  for  a  few  typical  cases  in  Figs.  45  to  48,  together 
with  the  combined  diagrams  of  pressure-volume  changes  of  the  fluid  in  all 
cylinders  to  the  same  scale  of  pressures  and  volumes,  which  makes  the  dia- 
gram appear  quite  different  from  the  indicator  cards.  Fig.  45  shows  four 
sets  of  cards  taken  from  an  engine  of  the  compound  no-receiver  type,  namely, 
a  Vauclain  compound  locomotive.  In  this  machine  there  are  two  cylinders, 
one  high  pressure  and  one  low,  on  each  side,  the  steam  from  the  high  pres- 
sure exhausting  directly  into  the  low-pressure  cylinder  so  that  the  only  receiver 
space  is  made  up  of  the  clearance  and  connecting  passages  between  the  cylin- 
ders.   Starting  with  set  A,  the  cards  show  a  high-pressure  cut-off  of  76  per 
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cent  in  the  case  of  set  A  decreasing  to  54  per  cent  in  the  case  of  set  D.  The 
letters  Ay  B,  C  and  D  refer  in  each  case  to  admission,  cut-off,  release  and  com- 
pression, the  use  of  primed  letters  denoting  the  low-pressure  cylinder. 

In  set  A  the  high-pressure  admission  line  AFB  may  be  considered  as  made 
up  of  two  parts,  the  part  AF  representing  pressure  rise  at  constant  volume, 
which  is  the  admission  of  steam  to  the  clearance  space  at  dead  center  to  raise  the 
pressure  from  that  at  the  end  of  compression  to  that  of  boiler  pressure.  From 
F  to  B  admission  occurred  at  constant  pressure,  steam  filling  the  cylinder 
volume  as  the  piston  moved  outward.  At  B  cut-off  or  closure  of  the  steam 
valve  occurred  and  the  steam  in  the  cylinder  expanded.  At  C,  release  or  open- 
ing of  the  exhaust  valve  of  the  high-pressure  cylinder  occurred  and  the  admission 
valve  of  the  low-pressure  cylinder  opened,  the  steam  dropping  in  pressure  until 
the  pressure  in  both  high-  and  low-pressure  clearance  became  equal,  and  then 
expanding  in  both  cylinders,  as  the  exhaust  from  the  high  and  admission  to 


Fig.  45. — Set  of  Indicator   Cards  from  Vauclain  Locomotive  lUustrsting  the  No-receiver 

Compound  Steam  Engine. 


the  low  occurred;  the  exhaust  line  CD  of  the  high  pressure  and  the  admission 
line  F'B'  of  the  low  pressure  are  identical  except  for  the  slight  pressure  drop 
in  the  passages  between  the  high-  and  the  low-pressure  cylinders.  At  D  the 
high-pressure  exhaust  valve  closed  and  compression  of  the  steam,  trapped  in 
the  high-pressure  cylinder,  occurred  to  point  A,  thus  closing  the  cycle.  From 
point  JB'  in  the  low-pressure  cylinder,  which  corresponds  to  D  in  the  high 
pressure,  no  more  steam  was  admitted  to  the  low-pressure  cylinder.  What 
steam  there  was  in  the  low  expanded  to  the  point  C  when  the  exhaust  valve 
opened  and  the  pressure  dropped  to  the  back  pressure;  the  steam  was 
exhausted  at  nearly  constant  back  pressure  to  D\  when  the  exhaust  valve  closed 
and  the  steam  trapped  in  the  cylinder  was  compressed  to  A',  at  which  point 
steam  was  again  admitted  and  the  cycle  repeated. 

In  set  B  the  cycle  of  operation  is  exactly  the  same  as  in  set  A.  In  set  C 
the  cycle  is  the  same  as  in  A,  but  there  are  one  or  two  points  to  be  especially 
noted,  as  they  are  not  present  in  set  A.  The  admission  line  of  the  high-pres- 
sure cylinder  is  not  a  constant-pressure,  but  rather  a  falling-pressure  line, 
owing  to  throttling  of  the  steam,  or  **  wire  drawing ,*  as  it  is  called,  through  the 
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throttle  valve  or  steam  ports,  due  to  the  higher  speed  at  which  this  card  was 
taken.  It  will  also  be  noticed  that  the  compression  pressure  is  higher  in  this 
case,  due  to  earlier  closing  of  the  exhaust  valve,  which  becomes  necessary  with 
the  type  of  valve  gear  used,  as  the  cut-ofif  is  made  earlier.  In  the  low-pressure 
card  it  will  be  seen  that  the  compression  pressure  is  greater  than  the  admission 
pressure  and  hence  there  is  a  pressure  drop  instead  of  rise  on  admission.  In 
set  D  the  peculiarities  of  C  are  still  more  apparent,  the  compression  in  high- 
pressure  cylinder  being  equal  to  admission  pressure,  and  above  it  in  the  low 
pressure  cylinder.  The  wire  drawing  is  also  more  marked,  as  the  speed  was 
still  higher  when  this  set  of  cards  was  taken. 

In  Fig.  46,  one  set  of  the  cards  of  Fig.  45  is  redrawn  on  cross-section 
paper  and  then  combined.  Cards  taken  from  the  different  cylinders  of  a 
multiple-expansion  engine  will  in  nearly  all  cases  have  the  same  length  but 
they  will  have  two  different  pressure  scales,  in  as  much  as  that  indicator  spring 


FiQ.  46. — ^Diagram  to  Show  Method  of  Combining  the  High-  and  Low-pressure  Cylinder 

Indicator  Cards  of  the  No-receiver  Compound  Engine. 


will  be  chosen  for  each  cylinder  which  will  give  the  greatest  height  of  card 
consistent  with  safety  to  the  instrument.  To  properly  compare  the  cards 
they  must  be  reduced  to  the  same  pressure  scale,  and  also  to  the  same  volume 
scale.  As  the  lengths  represent  volumes,  the  ratio  of  the  two  volume  scales 
will  be  as  that  of  the  cylinder  volumes,  or  diameters  squared.  Hence,  the 
length  of  the  high-pressiue  card  must  be  decreased  in  this  ratio  or  the  low 
increased.  As  a  rule  it  is  found  more  convenient  to  employ  the  former  method. 
When  the  cards  Ijave  been  reduced  to  a  proper  scale  of  pressures  and  volumes 
the  clearance  must  be  added  to  each  in  order  that  the  true  volume  of  the  fluid 
may  be  shown.  The  cards  may  be  placed  with  the  atmospheric  lines  and 
zero  volume  lines  coinciding  and  will  then  appear  in  their  true  relation.  In 
this  case  the  cylinder  ratio  was  1.65,  the  indicator  springs  100  lbs.  and  70  lbs. 
respectively  and  clearance  5  per  cent  in  each  cylinder. 
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The  steps  in  combining  the  cards  were  as  follows:  The  zero  volume  lines  were 
first  drawn  perpendicular  to  the  atmospheric  line  and  at  a  distance  from  the  end  of 
the  card  equal  to  the  length  of  the  card  times  the  clearance.  PV  axes  were  laid 
off  and  a  line  drawn  parallel  to  the  zero-pressure  line  at  a  distance  above  it  equal  to 
14.7  lbs.  to  scale  of  combined  diagram.  This  scale  was  taken  to  be  that  of  the 
high-pressure  diagram.  A  nimiber  of  points  A'B'C,  etc.,  were  then  chosen 
on  the  low-pressure  card,  and  the  corresponding  points  a'6V,  etc.,  plotted  by 
making  the  distances  of  a' fif,  etc.,  from  the  zero-volume  line  equal  to  those 
of  A\B\  etc.,  and  the  distances  of  the  new  points  above  the  atmosphere  .7 
the  distances  of  the  original.  By  joining  the  points  as  plotted,  the  new  diagram 
for  the  low-pressure  card  was  formed.  The  high-pressure  card  was  then  redrawn 
by  taking  a  nimiber  of  points  A,  B,  C,  etc.,  and  plotting  new  points  a,  b,  c, 


FiQ.  47. — ^Indicator  Cards  from  a  Compound  Engine  with  a  Receiver, 

as  Taken  and  as  Combined. 


etc.,  so  that  the  distances  of  a,  b,  c,  etc.,  from  the  zero-volimie  line  were  —-^  the 

distances  of  A,  jS,  C,  etc.,  while  the  distances  of  new  points  above  the  atmos- 
pheric line  were  the  same  as  for  the  original  points. 

In  Fig.  47  are  shown  two  cards  from  a  compound  steam  -engine  with  receiver. 
Diagram  A  shows  the  cards  as  taken,  but  transferred  to  cross-section  paper  for 
ease  in  combining,  and  with  the  zero-volume  axis  added.  On  the  high-pressure 
card  admission  occurred  practically  at  constant  volume,  piston  being  at  rest 
at  dead  center,  at  A,  bringing  the  pressures  in  the  cylinder  up  to  the  initial 
pressure  at  B.  Admission  continued  from  B  to  C  at  nearly  constant  pressure, 
the  piston  moving  slowly  with  correspondingly  small  demand  for  steam  and 
consequently  little  wire  drawing.  From  C  to  D  the  piston  is  moving  more 
rapidly  and  there  is  in  consequence  more  wire  drawing,  admission  being  no 
longer  at  constant  pressure.  At  D  the  steam  valve  closes  and  expansion  occurs, 
to  jB,  where  release  occurs,  the  pressure  falling  to  that  in  the  receiver. .  From 
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F  to  O  exhaust  occurs  with  increase  of  pressure  due  to  the  steam  being  forced 
into  the  receiver  (receiver + decreasing  H.P.  cyl.vol.),  while  from  G  to  H  the 
pressure  falls,  owing  to  the  low-pressure  cylinder  taking  steam  from  the 
receiver;  consequently  volume  of  receiver  (receiver +increasing  L.P.  cyl.vol. + 
decreasing  H.P.  cyLvoL),  increases.  At  H  exhaust  closes,  a  very  slight  com- 
pression occurring  from  H  U>  A. 

On  the  low-pressure  card,  admission  occurred  at  A'  and  continued  to  B'  at 
constant  volume,  the  piston  being  on  dead  center  as  from  A  to  B  in  high-pressure 
cylinder.  From  B'  to  C  admission  occurred  with  falling  pressure  due  to  increase 
in  receiver  volmne  (receiver +increasing  L.P.  cyl.vol.),  and  from  C  to  ly 
admission  still  took  place,  but  with  less  rapidly  falling  pressure,  as  high-pres- 
sure cylinder  is  now  exhausting  and  receiver  volimie  (receiver +increasing 
L.P.  cyl.vol. +decreasing  H.P.  cyl.vol.),  was  receiving,  as  well  as  delivering 
some  steam.  At  1/  admission  ceased  and  expansion  took  place  to  E'  where 
release  occurred,  the  pressure  falling  to  the  back  pressure  and  continuing  from 
f  to  G',  where  the  exhaust  valve  closed  and  compression  took  place  to  A', 
thus  completing  the  cycle.  At  H'  leakage  past  the  exhaust  valve  was  so  great 
as  to  cause  the  curve  to  fall  off  considerably  from  H'  to  A',  instead  of  con- 
tinuing to  be  a  true  compression  curve,  ending  at  J,  as  it  should  have  done. 
The  combined  diagrams  are  shown  in  B. 

In  Fig.  48  are  shown  a  set  of  three  cards  from  a  triple-expansion  pumping 
engine  with  large  receivers  and  cranks  at  120^.  In  diagram  A  the  cards  are 
shown  with  the  same  length  and  with  different  pressiu*e  scales  as  taken,  but 
with  the  zero  volume  line  added  and  transferred  to  cross-section  paper.  On 
the  high-pressure  card  admission  occurred  at  A,  causing  a  constant-volume 
pressure  rise  to  B,  the  piston  being  at  rest  with  the  crank  at  dead  center.  From 
B  to  C  admission  occurred  at  nearly  constant  pressure  to  C,  where  steam  was 
cut  off  and  expansion  took  place  to  D.  ^t  this  point  release  occurred,  the 
pressure  dropping  at  constant  voliune  to  E  with  the  piston  at  rest.  From  E 
exhaust  took  place  with  slightly  increasing  pressure,  since  the  intermediate 
cylinder  was  taking  no  steam,  the  intermediate  piston  being  beyond  the  point 
of  cut-off.  The  pressure  rise  is  slight,  however,  due  to  the  size  of  the  receiver, 
which  is  large  compared  to  the  cylinder.  At  two-thirds  of  the  exhaust  stroke, 
point  F,  the  back  pressure  became  constant,  for  at  this  point  the  speed  of 
the  intermediate  piston  increased  and  the  receiver  pressure  equalized.  At  G 
exhaust  closed  and  a  slight  pressure  rise  occurred  to  A,  due  to  the  restricted 
passage  of  the  closing  exhaust  valve.  On  the  intermediate  card  admission 
occurred  at  A\  the  pressure  rising  to  B\  From  B'  the  admission  was  at 
nearly  constant  pressure  to  X  while  the  piston  speed  was  low  and  then  at  a 
falling  pressure  to  C\  Pressure  was  falling,  since  the  steam  was  supplied 
from  a  finite  receiver  into  which  no  steam  was  flowing  during  intermediate 
admission.  At  C  cut-off  occurred  and  steam  expanded  to  D\  where  release 
took  place,  and  the  steam  was  exhausted.  As  in  the  case  of  the  high-pressure 
cylinder  the  back  pressure  was  rising  for  two-thirds  of  the  stroke,  since  the 
steam  was  being  compressed  into  the  receiver  or  rather  into  a  volume  made 
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up  of  receiver  and  intermediate  cylinder  volume,  which  is,  of  course,  a  decreas- 
ing one,  since  the  cylinder  volume  is  decreasing.  At  two-thirds  of  the  stroke 
the  low-pressure  cylinder  begins  to  take  steam  and  the  receiver  volume  is 
now  increased,  inasmuch  as  it  was  made  up  of  the  receiver  portion  of  the  inter- 
mediate cylinder  and  a  portion  of  the  low-pressure  cylinder,  and  the  low- 
pressure  cylinder  volume  increased  faster  than  intermediate  decreased  for  the 
same  amount  of  piston  travel.  At  G'  exhaust  closed  and  a  slight  compression 
occurred  to  A',  thus  completing  the  cycle. 

On  the  low-pressure  card  admission  occurred  at  A"  and  the  pressure  rose  at 
constant  volume  to  f ,  and  then  admission  continued  first  at  constant  pressure 
and  then  falling,  as  in  the  intermediate  cylinder,  to  the  point  of  cut-off 
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Fio.  48. — Indicator  Cards  from  a  Triple-expansion  Engine  with  Receiver. 


at  C".  From  here  expansion  took  place  to  B".  At  this  point  the  exhaust 
valve  opened,  the  pressure  fell  nearly  to  back  pressure  at  £'',  and  the  steam 
was  exhausted  at  practically  constant  back  pressure  to  G",  where  the  exhaust 
valve  closed  and  there  was  compression  to  A" ^  thus  completing  the  cycle. 
The  combined  diagram  is  shown  in  B. 

Prob.  1.  In  Fig.  49  are  shown  four  sets  of  indicator  cards  from  compound  engines. 
The  cylinder  sizes  and  clearances  are  given  below.  Explain  the  cylinder  events  and  the 
shape  of  lines  for  each  card  and  fomi  a  combined  diagram  for  each  set. 

No.  1.  From  a  foui^valve  Corliss  engine,  26x48  ins.,  with  3  per  cent  ctearanoe  in 
each  cylinder. 
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No.  2.  From  a  single-valve  engine,  12x20x12  ins.,  with  3.3  per  cent  clearance  in 
high-pressure  cylinder  and  9  per  cent  in  low. 

No.  3.  From  a  four^valve  Corliss  engine  22x44x60  ins.,  with  2  per  cent  clearance 
in  the  high-pressure  cylinder  and  6  per  cent  in  low. 


Fig.  49. — Four  Sets  of  Ck>mpound-engine  Indicator  Cards. 

No.  4.  From  a  single-valve  engine,  18x30x16  ins.,  with  3.0  per  cent  clearance  in  the 
high-pressure  cylinder  and  8  per  cent  in  the  low. 

Prob.  2.  In  Fig.  50  are  shown  two  sets  of  indicator  cards  from  triple-expansion 
marine  engines.  The  cyUnder  sizes  and  clearances  are  given  below.  Explain  the  cylinder 
events  and  the  shape  of  the  lines  of  each  card  and  form  a  combined  diagram  of  each  set. 

No.  1.  From  the  engine  of  a  steam-ship,  cyl- 
inders 21.9x34x67  ins.x39  ins.  with  6  per  cent 
clearance  in  each  and  fitted  with  simple  slide  valves. 
No.  2.  From  the  engine  of  the  steamer  "Aber- 
deen," with  cyhnders  30x45x70x54  ins.,  and 
with  4  per  cent  clearance  in  the  high,  7  per  cent  in 
the  intermediate,  and  8  per  cent  in  the  low. 


lao- 


No.  1 


Ah 


Na2 


Fio.  50. — ^Two  Sets  of  Triple-expansion  Engine  Indicator  Cards. 

41,  Standard  Reference  Cycles  or  PV  Diagrams  for  the  Work  of  Expansbe 
Fluids  in  Two-cylinder  Compound  Engines.  The  possible  combinations  of 
admission  with  all  degrees  of  expansion  for  forward  strokes  and  of  exhaust  with 
all  degrees  of  compression  for  back  strokes,  with  and  without  clearance,  in 
each  of  the  two  cylinders  of  the  compound  engine,  that  may  have  any  volume 
relation  one  to  the  other  and  any  size  of  receiver  between,  and  finally,  any  sort 
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of  periodicity  of  receiver  receipt  and  discharge  of  fluid,  all  make  possible  a 
very  large  number  of  cycles.  In  order  that  analysis  of  these  conditions  of  work- 
ing may  be  kept  within  reasonable  space,  it  is  necessary  to  proceed  as  indi- 
cated for  compressors  and  simple  engines,  concentrating  attention  on  such 
type  forms  as  yield  readily  to  analytical  treatment  for  which  the  formulas 
are  simple  even  if  only  approximate  mth  respect  to  actual  engines,  but  keep- 
ing in  mind  the  possible  value  of  the  formulas,  since  those  must  be  rejected 
as  useless  that  teach  no  principles  or  fail  to  assist  in  solving  problems. 

The  work  that  fluids  under  pressure  can  do  by  losing  that  pressure  is  no 
different  in  compoimd  than  in  simple  engines,  if  the  fluid  has  a  chance  to  realize 
its  possibilities.  If  the  structure  is  such  as  will  not  interfere  with  the  com- 
pleteness of  the  expansion,  and  no  fluid  is  wasted  in  filling  dead  spaces  without 
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FiQ.  51. — Diagram  to  Show  Equality  of  Work  for  Expansion  in  One-cylinder  Simple  and  in 
Two-cylinder  Compound  Engines  for  the  Same  Rate  of  Expansion. 

working;  then  the  work  per  cubic  foot  or  per  pound  of  fluid  is  the  same  for  simple, 
compound  and  triple  engines.  Furthermore,  there  is  a  horse-power  equiv- 
alence between  the  simple  and  compoimd,  if,  in  the  latter  case  the  steam 
admitted  up  to  cut-off  may  be  assumed  to  be  acting  only  in  the  low-pressure 
cylinder,  that  is,  ignoring  the  high-pressure  cylinder  except  as  it  serves  as  a 
cut-off  means  or  meter.  This  should  be  clear  from  a  comparison  of  Figs.  51, 
A  and  B.  In  Fig.  51A,  representing  the  case  of  the  simple  engine  without 
clearance  and  with  complete  expansion,  the  volume  admitted,  AB,  expands  to 
the  back  pressure  on  reaching  the  full  cylinder  volume  DC,  and  exhausts  at  con- 
stant back  pressure,  the  work  being  represented  by  the  area  ABCD-  It  should 
be  clear  that  no  difference  will  result  in  the  work  done  if  a  line  be  drawn  across 
the  work  area  as  in  Fig.  51jS|  all  work  done  above  the  line  HG  to  be  developed 
in  the  high-pressure  cylinder  and  that  below,  in  the  low.  This  is  merely  equiv- 
alent to  saying  that  a  volume  of  steam  AB  is  admitted  to  the  high-pressure 
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cylinder,  eicpands  completely  to  the  pressure  at  G  on  reaching  the  full  high- 
pressure  cylinder  volume,  after  which  it  exhausts  at  constant  pressure  (into 
a  receiver  of  infinite  capacity),  this  same  amount  being  subsequently  admitted 
without  change  of  pressure  to  the  low-pressure  cylinder,  when  it  again  expands 
completely.  Thus,  it  appears  that  the  working  of  steam  or  compressed  air 
in  two  successive  cylinders  instead  of  one  will  in  no  way  change  the  maximum 
amount  of  work  a  cubic  foot  supplied  can  do,  the  compounding  merely  makes  it 

easier  to  obta  n  this  maximum.  In  simple  engine  cases.  Fig.  51A,the  cut-off  in  per 

AB 
cent  of  stroke  is  100  Xy^,  which  is  a  very  small  value,  leaving  but  little  time  to 

open  and  close  the  admission  valve,  whereas  in  the  compoimd  case  the  per  cent 

cut-off  in  the  high-pressure  cylinder  is  100  X  "777;,  and  in  the  low-pressure  cylinder, 

HC 
100  X  yr^,  which  are  quite  large  enough  ratios  to  be  easily  managed  with  ordinary 

valve  gears. 

Compounding  does,  however,  introduce  possibilities  of  loss  not  present  in 
the  single-stage  expansion,  if  the  dimensions  or  adjustments  are  not  right, 
which  may  be  classed  somewhat  improperly  as  receiver  losses,  and  these  are 
of  two  kinds,  one  due  to  incomplete 
expansion  in  the  high  and  the  other 
to  over-expansion  there.  Thus,  in 
Fig.  52,  if  ABCEFGDA  represent  a 
combined  compoimd  diagram  for 
the  case  of  complete  expansion  in 
the  high-pressure  cylinder  continued 
in  the  low  without  interruption  but 
incomplete  there,  DC  represents  the 
volume  in  the  louhpressure  cylinder 
at  ctjUroffy  and  at  the  same  time  the 
toted  high-pressure  cylinder  volume. 

If  now,  the  low-pressure  cut-off 
be  made  to  occur  later.  Fig.  53, 
then  the  volume   that  the  steam 


A 

B 

\ 

\ 

\ 

V 

\ 

D 

N 

><c 

• 

._  T^ 

^fc^^w, 

..^ 

F 

1^1 

^   ^ 

G 

F 

1 
1 

1 

1  ^ 

■r> 

^ 

V 

1 

IJ 

►a 

would  occupy  when  expansion  began  ^^^  52.-Diagram  to  Show  Correct  Low-pit^mre 
in  the  low-pressure  cylinder  is  rep-  Cut-oflF  for  No-receiver  Loss. 

resented   by   D'C      This   adjust-  

ment  could  not,  of  course,  change  the  high-pressure  total  volume  DC,  so 
that  at  release  in  the  high-pressure  cylinder  the  pressure  would  drop  abruptly 
to  such  a  value  in  the  receiver  as  corresponds  to  filling  the  low  pressure 
up  to  its  cut-off,  and  work  be  lost  equal  to  area  CC'C". 

A  shortening  of  the  low-pressure  cut-off  will  have  an  equally  bad  effect 
by  introducing  negative  work  as  indicated  in  Fig.  54,  in  which  the  L.P.  cut- 
off volume  is  reduced  from  DC  to  WC'>  Expansion  m  the  high  pressure  pro- 
ceeds as  before  till  the  end  of  the  stroke,  at  which  time  it  has  a  volume  DC 
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gred'ter  than  the  low  pressure  can  receive,  D'C',  hence  the  receiver  pressure 
must  rise  to  such  a  value  as  will  reduce  the  volume  the  required  amoimt, 
introducing  the  negative  work  CC'C'\  Changes  of  low-pressure  cut-oflf  may, 
therefore,  introduce  negative  work,  change  the  receiver  pressure  and,  of  course, 
modify  the  distribution  of  work  between  high  and  low,  but  these  same  effects 

might  also  have  resulted  from 
changes  of  high-pressure  cut-off  or 
of  cylinder  ratio. 

For  such  conditions  as  have 
been  assumed  it  seems  that  com- 
pounding does  not  increase  the 
work  capacity  of  fluids,  but  may 
make  it  easier  to  realize  this  capa- 
city, introducing  at  the  same  time 
certain  rather  rigid  relations  between 
cutoffs  and  cylinder  volumes  as 
necessary  conditions  to  its  attain- 
ment.  It  can  also  be  shown  that 
the  same  proposition  is  true  when 
there  is  clearance  and  compression, 
that  is,  in  real  cylinders,  and  when 
the  receiver  is  real  or  not  infinite 
in  size,  or  when  the  exhaust  of  high 
and  admission  of  low,  are  not  con- 
stant-pressure lines.  The  former 
needs  no  direct  proof,  as  inspec- 
tion of  previous  diagrams  makes 
it  clear,  but  the  latter  requires 
some  discussion. 

A  real  receiver  of  finite  size 
is  at  times  in  communication  with 
the  high-pressure  cylinder  during 
its  exhaust,  and  at  other  times  with  the  low-pressure  cylinder  during  admis- 
sion, and  these  two  events  may  take  place  at  entirely  independent  times,  be 
simultaneous  as  to  time,  or  overlap  in  various  ways.  Suppose  the  periods  to 
be  independent  and  there  be  no  cylinder  clearance^  then  at  the  beginning 
of  high-pressure  exhaust  two  separate  volumes  of  fluid  come  together,  the 
contents  of  both  the  high-pressure  cylinder  and  the  receiver,  and  this  double 
volume  is  compressed  by  the  H.P.  piston  into  the  receiver,  in  which  case  the 
high-pressure  exhaust  would  take  place  with  rising  pressure.  Following  this 
will  come  low-pressure  admission,  during  which  the  volume  of  fluid  in  the 
receiver  expands  into  the  low-pressure  cylinder  up  to  its  cut-off,  and  if  the  same 
volume  is  thus  taken  out  of  the  receiver  as  entered  it  previously,  low-pressure 
admission  will  take  place  with  falling  pressure,  the  lin6  representing  it  exactly 
coinciding  with  that  for  the  high-pressure  exhaust.     Independence  of  H.P. 
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Fio.  53. — Diagram  to  Show  Effect  of  Lengthening 
L.P.^Cut-off  Introducing  a  Receiver  Loss  Due  to 
Incomplete  High-pressure  Cylinder  Expansion. 
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qrlinder  exhaust  and  L.P.  cylinder  admission,  as  to  time,  may  result  in  a  cycle 
such  as  represented  in  Fig.  55  for  the  case  of  no  cylinder  clearance.  On  this 
diagram  the  receiver  line  is  DC,  an  expansion  or  compression  line  referred  to  a 
second  axis  of  volimies  KJ^  placed  away  from  the  axis  of  purely  cylinder  volumes 
by  the  distance  LD^  equal  to  the  p 
receiver  volume  to  scale.  All 
diagram  points  are  referred  to 
the  axis  AI  except  those  on  the 
Ime  DC. 

This  same  case  of  time  in- 
dependence of  H.P.  exhaust  and 
L.P.  admission  yields  quite  a 
different  diagram  when  the  cy- 
linder dearahce  is  considered. 
Such  a  case  is  represented  by 
the  diagram,  Fig.  56,  which  also 
serves  to  illustrate  the  effect  of 
incomplete  expansion  and  com- 
pression as  to  equalization  of 
receiver  with  cylinder  pressures. 
At  high-pressure  release  the  vol- 
ume of  fluid  in  the  H.P.  cylinder 
is  ML  and  its  pressure  is  Lft. 
This  is  about  to  come  into 
communication  with  the  receiver 
volume  ON  from  which  the  low- 
pressure  cylinder  finished  taking 
fluid  and  which  is,  therefore,  at ' 
the  same  pressure  as  the  L.P. 
cylinder  cut-off  KS-    The  ques 

tion,  therefore,  is — ^what  will  be  

the  pressure  at  P  in  both  H.P.  cylinder  and  receiver  when  LM  cu.ft.  of  fluid 
at  LR  pressure  combines  with  ON  cu.ft.  at  pressure  KS,  and  together  occupy 
a  volume   ON+LM.    By   hypothesis   the   pressure   after  mixture  is 

(first  volume  X  its  pressure)  +  (second  volume  X  its  pressure) 

'■       ■ '  "^"^^^        • 

sum  of  volumes 

From  this  or  the  graphic  construction  following,  the  point  P  is  located.  If  the 
high-pressure  expansion  had  continued  to  bring  LQ  to  the  receiver  pressure 
KSy  it  would  reach  it  at  X.  At  this  hypothetic  point  there  would  be  a  volume 
NX  in  the  H.P.  cylinder  to  add  to  the  volume  ON  in  the  receiver  at  the  same 
pressure,  resultmg  m  OX  cu.ft.  This  fluid  would  have  a  higher  pressure  at  the 
lesser  volume  of  receiver  and  H.P.  cylinder,  and  the  value  is  found  by  a  compres- 
sion line  through  X,  XPAT  referred  to  the  receiver  axis.  This  same  line  is  also 
the  exhaust  of  the  H.P.  cylinder  from  P  to  -4 .   A  similar  situation  exists  at  admis- 
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sion  to'  the  L.P.  cylinder  as  to  pressure  equalization  and  location  of  admission 
line.  At  the  end  of  the  L.P.  compression  there  is  in  the  L.P.  cylinder  FE^  cu.ft. 
at  pressure  EHf  to  come  into  communication  with  the  receiver  volume  CB  cu.ft. 
at  pressure  BG,  that  at  which  H.P.  exhaust  ended.  Producing  the  L.P.  com- 
pression line  to  J,  the  volume  BI  is  found,  which,  added  to  receiver,  results 
in  no  pressure  change.  An  expansion  line,  referred  to  the  receiver  axis  through  /, 
fixes  the  equalized  pressure  J  and  locates  the  L.P.  admission  line  JK,  which,  it 
must  be  observed,  does  not  coincide  with  the  H.P.  exheCust. 

So  far  only  complete  independence  of  the  time  -of  H.P.  exhaust  and  L.P. 
admission  have  been  considered,  and  it  is  now  desirable  to  examine  the  diagram- 
matic representation  of  the  results  of  complete  coincidence.  Such  cases  occur 
in  practice  with  the  ordinary  tandem  compound  stationary  steam  engine,  and 
twin-cylinder  single-crosshead  Vauclain  compoimd  steam  locomotive.    In  the 
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FiQ.  55. — Diagram  to  Illustrate  Variable 
Receiver  Pressiire  for  the  Case  of  Inde- 
pendent High-pressure  Exhaust  and  Low- 
pressure  Admission  with  Zero  Clearance. 


Fig.  56. — Diagram  to  Illustrate  Variable  Re- 
ceiver Pressure  for  the  Case  of  Independent 
High-pressure  Exhaust  and  Low-pressure 
Admission  with  Clearance. 


latter  structure  both  pistons  move  together,  a  single  valve  controlling  both 
cylindens,  exhaust  from  high  taking  place  directly  into  low,  and  for  exactly 
equal  coincident  time  periods.  The  diameter  of  the  low-pressure  cylinder  being 
greater  than  the  high,  the  steam  at  the  moment  of  release  suffers  a  drop  in 
pressure  in  filling  the  low-pressure  clearance,  imless,  as  rarely  happens,  the  pres- 
sure in  the  low  is  raised  by  compression  to  be  just  equal  to  that  at  H.P.  release. 
After  pressure  equalization  takes  place,  high-pressure  exhaust  and  low-pres- 
sure admission  events  are  really  together  a  continuation  of  expansion,  the 
volume  occupied  by  the  steam  at  any  time  being  equal  to  the  difference  between 
the  two-cylinder  displacements  and  clearances  up  to  that  point  of  the  stroke. 
Before  this  period  of  communication,  that  is,  between  high-pressure  cut-off  and 
release,  the  volume  of  the  expanding  fluid  is  that  of  the  high-pressure  dis- 
placement up  to  that  point  of  the  stroke,  together  with  the  high-pressure 
clearance.  After  the  period  of  communication  the  volume  of  the  expanding 
fluid  is  that  of  the  low-pressure  cylinder  up  to  that  point  of  the  stroke,  together 
with  the  low-pressure  clearance,  plus  the  high-pressure  displacement  not  yet 
swept  out,  and  the  high-pressure  clearance. 

These  fluid  processes  cannot  be  clearly  indicated  by  a  single  diagram. 
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because  a  diagram  drawn  to  indicate  volumes  of  fluid  will  not  show  the  volumes 
in  the  cylinders  without  distortion.  If  there  be  no  clearance,  Fig.  57  will 
assist  in  showing  the  way  in  which  two  forms  of  diagram  for  this  purpose 
are  derived.    Referring  to  Fig.  57-4,  the  volume  AB  admitted  to  the  high- 
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COMBINED  DIAGRAM  T0  0NESCAL8 

Pia.  57. — Diagram  to  Illustrate  the  Compound  Engine  Cycle  with  No-receiver,  and  Exact 
Coincidence  of  H.P.  Exhaust  and  L.P.  Admission  Periods.    No  Clearance. 


pressure  cylinder  expands  until  it  occupies  the  whole  H.P,  cylinder  volume 
DC-  At  this  point  expansion  proceeds  in  low  and  high  together,  with  decreasing 
volumes  in  high  and  increasing  in  low  until  the  low-pressure  cylinder  volume 
is  attained  at  E.  The  line  BCE  then  indicates  the  pressures  and  volumes  of 
the  fluid  expanding,  but  does  not  clearly  ahoio  the  volume  in  eiiher  cylinder 
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between  C  and  E,  with  the  corresponding  pressure.  It  is  certain,  however,  that 
when  the  volume  in  the  H.P.  cylinder  becomes  zero  the  pressure  must  have 
fallen  to  a  value  the  same  as  that  in  the  low  when  the  fluid  completely  fills 
it,  or  Pf=P,. 

As  the  high-pressure  piston  returns,  on  the  exhaust  stroke,  the  low- 
pressure  piston  advances  an  equal  distance,  on  its  admission  stroke,  sweep- 
ing through  a  greater  volmne  than  the  high  pressure,  in  the  ratio  of  low-pres- 
sure to  high-pressure  displacements.  If  at  any  point  of  the  stroke  the  volume 
remaining  in  the  high-pressure  cylinder  be  x,  and  the  high-  and  low-pressure 
displacements  be  respectively  Di,  and  D2,  then  (Di—x)  is  the  volume  swept 

out  by  high-pressure  piston,  x  the  volimie  remaining  in  it,  and   p^(Z)i— x) 

the  volume  swept  in  by  the  low-pressure  piston.  Then  the  total  volume 
still  in  the  two  cylinders  is,  for  a  point  between  C  and  E, 

y=x+^^z)i-x)=z)2-x(g?-i). 

Since  the  equation  of  the  curve  CE  is,  PV=PcVc  =  PcDij  the  value  of  V  may 
be    substituted,    giving   P  1)2— xfyr^— 1)    =Pci)i,  =  constant.    Dividing  by 

(y^— 1)  this  becomes  P    .^    ^  'v  — x   =P  ^  ^^ — x=a  new  constant,  so 


Kt-) 


that  if  a  new  axis  LM  be  laid  oflf  on  B,  G7=^~-^   from  the  axis  GP,  any 

point  on  FC  will  be  distant  from  the  new  axis  LM  an  amount  jr^—X — x;  as 

the  product  of  this  distance  and  the  pressure  P,  is  constant,  the  curve  FC 
is  an  equilateral  hyperbola  referred  to  the  axis  LM.  Therefore  Fig.  57 B  is 
the  pressure-volimie  representation  of  the  entire  cycle  of  the  high-pressure 
cylinder. 

In  Fig.  67C  is  shown  the  corresponding  pressure-volume  diagram  for  the  low- 
pressure  cylinder,  for  which  it  may  similarly  be  shown  that  the  curve  DE  may  be 
plotted  to  an  axis  NO  at  a  distance  to  the  left  of  the  axis  GP  equal  to  the  same 
quantity,  DoD, 

^^=^, (216) 

These  diagrams,  57-4,  B  and  C  may  be  superposed,  as  in  Fig.  57J?,  giving 
one  form  of  combined  diagram  used  for  this  purpose,  and  the  one  most  nearly 
comparable  with  those  already  discussed.  In  this  diagram,  the  area  ABCFA 
represents  the  work  of  the  high-pressure  cylinder,  and  DEIHDy  the  work  of 
the  low-pressure  cylinder.  Together,  they  equal  the  work  of  the  enclosing 
figure  ABEIHA,  and  hence  the  work  of  the  low-pressure  cylinder  must  also  be 
represented  by  the  area  FCEIHF. 

It  is  not  diflScult  to  show  that  if  a  vertical,  CJ,  be  dropped  from  the  point 
C  to  the  exhaust  line  HJ,  the  figure  CFHJ,  in  Fig.  57D  is  similar  to  DEIHj 
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in  Fig.  67JB,  reversed,  but  drawn  to  a  different  horizontal  scale.  Here  the 
length  of  the  low-pressure  diagram  is  made  equal  to  the  length  of  the  high- 
pressure  diagram.  The  two  scales  of  volumes  are  shown  above  and  below  the 
figure.  While  this  appears  to  be  a  very  convenient  diagram,  it  will  be  found 
to  be  less  so  when  clearance  and  compression  are  considered. 

Since  it  has  been  shown  that  the  curves  CF  and  DE  are  of  the  same  mathe- 
matical form  (hyperbolic)  as  the  expansion  line  CEy  it  should  be  noted  that 
they  may  be  plotted  in  the  same  way  after  having  found  the  axis.  The 
location  of  this  axis  may  be  computed  as  given  above,  or  may  be  found 
graphically  by  the  method  given  in  connection  with  the  subject  of  clearance. 
Chapter  I,  and  shown  in  Fig.  56B.    Knowing  two  points  that  lie  on  the  curve, 


Fig.  58. — Diagram  to  Show  Volume  of  Steam  in  the  Cylinders  of  the  No-receiver  Compound 
Engine  at  any  Point  of  the  Stroke  for  the  Case  of  No-clearance  and  Coincidence  of 
H.P.  Exhaust  with  L.P.  Admission. 

C  and  Fy  the  rectangle  CDFK  is  completed.  Its  diagonal,  DK,  extended,  cuts 
the  horizontal  axis  GV  in  the  point  Af,  which  is  the  base  of  the  desired  axis 
ML. 

If  now  the  axis  NO  and  the  figure  DEIH,  part  of  which  is  referred  to  this 
axis,  be  reversed  about  the  axis  GPy  Fig.  57C,  NO  will  coincide  with  ML, 
Fig.  57Z),  and  Fig.  58  results.  Note  that  the  axis  here  may  be  foimd  graphically, 
in  a  very  simple  way.  Draw  the  vertical  CK  from  C  to  the  axis  GV  and 
the  horizontal  DJ  to  the  vertical  IE  extended.  DC  is  then  the  high-pressure 
displacement  and  DJ  the  low-pressure  displacement.  Draw  the  two  diagonals 
DK  and  JG,  extending  them  to  their  intersection  X.  By  similar  triangles  it 
may  be  shown  that  a  horizontal  line,  UW,  will  have  an  intercept  between  these 
two  lines,  JG  and  DK,  equal  to  the  volume  of  fluid  present  in  the  two  cylinders 
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combined.  The  intersection  X  is  the  point  at  which  this  volume  would 
become  zero  if  the  mechanical  process  could  be  continued  unchanged  to  that 
point,  and  is,  therefore,  on  the  desired  axis  ML  extended.  T  being  the  inter- 
section of  WU  with  the  axis  GP,  when  the  volume  UT  is  present  in  the  high- 
pressure  cylinder,  TW  gives  the  volume  in  the  low-pressure  cylinder. 

When  clearance  and  compression  are  considered,  this  diagram  is  changed  in 
many  respects,  and  is  shown  in  Fig-  59.  The  axes  OP,  OV  and  07'  are  laid  out, 
with  OZ  equal  to  the  clearance  and  ZK,  the  displacement,  of  the  high-pressure 
cylinder,  and  OQ  and  QY,  clearance  and  displacement  of  the  low-pressure  cylinder. 

It  is  necessary  to  know  high-pressure  cut-oflf,  ==;  nigh-pressure  compression, 


FiQ.  59. — Diagram  to  Show  Volume  of  Steam  in  the  Cylinders  of  the  No-receiver  Compound 
Engine  at  any  Point  of  the  Stroke  for  the  Case  of  Clearance  and  Coincidence  of  H.P. 
Exhaust  with  L.P.  Admission. 

ZE"  I'O 

;  and  low-pressure  compression,  =.,  in  addition  to  the  initial  and  back 

ZK  /  V 

pressures,  in  order  to  lay  out  the  diagram.  The  drop  in  pressure  CD  at  release 
is  due  to  the  coming  together  of  (volume  Vc  at  pressiu'e  P^y  with  (volume  Vy 
at  pressure  P,).  If  the  volume  Vj  (measured  from  axis  OP)  were  decreased 
sufficiently  to  raise  the  pressure  in  the  low-pressure  clearance  to  the  pressure 
at  C,  the  volume  would  become  V„  as  indicated  at  the  pomt  S,  and  the  volumes 
now  combined  in  the  hypotheticaJi  condition  would  occupy  the  volume  SC. 
Increasing  this  volume  to  D'D,  that  actually  occupied  after  communication, 
the  pressure  would  fall  along  the  curve  SD',  which  is  constructed  on  KV  and  KT 
as  axes.  The  pressure  of  D  is  then  laid  out  equal  to  the  pressure  at  D'.  To 
find  the  axis,  ML,  for  the  curves  DE  and  D'E'j  from  any  convenient  point  N 
on  Zil,  draw  the  line  NK  extended  to  X.    Extend  HO  to  jB,  at  a  height  equal 
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to  that  of  N,  and  draw  RQX;  through  the  intersection  draw  the  desired  axis 
XML,  The  fraction  of  stroke  completed  at  E'  in  the  low  pressure  at  cut-off  must 
be  equal  to  that  completed  at  ^  in  the  high  pressure  at  compression,  and  may  be 
laid  out  graphically  by  projecting  up  from  E  to  the  point  U  on  the  line  NK  and 
horizontally  from  U  to  W  on  the  line  RQ.  Projecting  down  from  W  to  the 
curve  at  E'  locates  the  point  of  effective  cut-off  in  the  low-pressure  cylinder. 
After  the  supply  from  the  high-pressiu'e  cylinder  has  been  cut  off  at  E\  the 
expansion  is  that  of  the  volume  in  the  low-pressure  cylinder  and  its  clearance,  and 
hence  the  curve  E^G  is  constructed  on  OP  as  an  axis. 

While  in  this  last  case  a  zero  receiver  volume  has  been  assumed,  there  is 
nothing  to  prevent  a  receiver  volume  being  interposed  between  H.P.  and  L.P. 
so  that  common  expansion  takes  place  with  a  volume  greater  than  assmned 
by  so  much  as  this  volume,  the  effect  of  which  is  to  decrease  the  slope  of  DE 
and  D'E\  Such  receivers  usually  consist  of  the  spaces  included  in  a  valve 
body  and  connecting  passages  and  may  be  treated  generally  as  increased  L.P. 
clearances. 

The  most  common  of  all  relations  between  H.P.  exhaust  and  L.P.  admis- 
sion is,  of  course,  that  of  partial  coincidence  of  periods j  as  it  is  thus  with  all  cross- 
compound  and  triple-expansion  engines  having  separate  cranks  for  the 
mdividual  cylinders.  For  these  there  is  no  simple  fixed  relation  between  the 
periods,  for,  while  crank  angles  are  generally  fixed  in  some  comparatively  simple 
relation,  such  as  90**,  180**  and  270®  for  compounds  and  120*^  for  triple-expansion 
engines,  they  are  sometimes  set  at  other  angles  for  better  balance  or  for  better 
turning  effort.  Even  if  the  angles  were  known  the  receiver  line  would  have 
to  be  calculated  point  by  point.  When  the  H.P.  cylinder  begins  to  discharge  into 
a  receiver  for,  say,  a  cross  compound  with  cranks  at  90°,  steam  is  compressed 
into  the  receiver,  and  so  far  the  action  is  the  same  as  already  considered  for 
independence  of  periods,  but  at  near  mid-stroke  the  low-pressure  admission 
opens  while  high-pressure  exhaust  continues.  This  will  cause  the  receiver 
pressure  to  stop  rising  and  probably  to  fall  until  the  low  pressure  cuts  off,  which 
may  occur  before  the  H.P.  exhaust  into  the  receiver  ceases.  If  it  does,  the  receiver 
pressure  will  again  rise.  Exact  determination  of  such  complex  receiver  lines  is 
not  often  wanted,  and  when  needed  is  best  obtained  graphically,  point  by  point. 
Its  value  lies  principally  in  fixing  exactly  the  work  distribuMon  between  cylin- 
derSy  which  is  not  of  great  importance  except  for  engines  that  are  to  work  at 
constant  load  nearly  all  the  time,  such  as  is  the  case  with  city  water  works 
pumping,  and  marine  engines.  While  equations  could  be  derived  for  these 
cases,  they  are  not  worth  the  trouble  of  derivation,  because  they  are  too  cumber- 
some; therefore  graphic  methods  are  to  be  substituted  or  approximations 
made. 

Four  kinds  of  approximation  are  available,  as  follows,  all  of  which  ignore 
partial  coincidence  of  periods: 

1.  Receiver  pressure  constant  at  some  mean  value  and  clearance  ignored. 

2.  Receiver  pressure  constant  at  some  constant  value  and  clearance  con- 
sidered with  compression  zero  or  complete. 
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3.  Receiver  pressure  fluctuates  between  fixed  limits  as  determined  by  an 
assumed  size,  clearance  ignored. 

4.  Receiver  pressure  fluctuates  between  fixed  limits  as  determined  by  an 
assumed  size,  clearance  considered,  with  compression  zero  or  complete. 

These  are  not  all  of  equal  difliculty  in  solution,  and  the  one  to  be  used  is 
that  nearest  the  truth  as  to  representation  of  conditions,  which  is  usually  the 
most  difficult,  provided  time  permits  or  the  information  is  worth  the  trouble. 
Quickest  work  is  accomplished  with  assumption  (1)  and  as  this  is  most  often 
used  in  practical  work  it  indicates  that  its  results  are  near  enough  for  most 
purposes. 

This  discussion  leads,  therefore,  to  the  analytical  study  of  the  following  cycles : 


H.P.  Cylinder 
Events 


L.P.  Cylinder 
Events 


Relations 

between  H.P. 

AND  L.P.  Cyunder 

Events 


Infinite  Receives,  Zero  Cylinder  Clearance. 

CYCLES  V  AND  VI    (Fig.  60). 

'  (a)  Admission  at  constant  supply  pressure  to  H.P.  cylinder. 
(6)  Expansion  in  H.P.  cyl.  (may  be  zero)  by  law  PF-c  for  (F); 
Py-c  for  (VI)." 

(c)  Equalization  of  H.P.  cyl.  pressure  with  receiver  pressure 
at  constant  volume  (may  be  zero). 

(d)  Exhaust  into  infinite  receiver  at  constant  pressure  from 
H.P.  cylinder. 

(e)  Equalization  of  H.P.  cylinder  pressure  with  supply  pressure 
at  constant  zero  volume. 

'  (/)  Admission  from  receiver  at  constant  receiver  pressure  to 

L.P.  cylinder. 
(g)  Expansion  in  L.P  cylinder  (may  be  zero)  by  law  PF=c  for 

(V);  Py=c  for  (VI). 
(h)  Equalization  of  L.P.  cylinder  pressure  with  back  pressure 

at  constant  volume  (may  be  zero), 
(t)  Exhaust  at  constant  back  pressure  for  L.P.  cylinder. 

(f)  Equalization  of  L.P.  cylinder  pressure  with  receiver  pressure 
at  constant  zero  volume. 

'  (1)  H.P.  exhaust  and  L.P.  admission  independent  as  to  time, 
coincident  as  to  representation  (except  as  to  length). 

(2)  H.P.  expansion  line  produced  coincides  as  to  representation 
with  L.P.  expansion  line. 

(3)  The  length  of  the  constant  pressure  receiver  line  up  to  the 
H.P.  expansion  line  produced  is  equal  to  the  length  of 
the  L.P.  admission  line. 


Finite  Receiver,  Zero  Cylinder  Clearance. 


H.P.  Cylinder 
Events 


CYCLES  VII  AND  VIII,  (Fig.  60). 

(a)  Admission  at  constant  supply  pressure  to  H.P.  cylinder. 
(6)  Expansion  in  H.P.  cylinder  (may  be  zero)  by  law  PV^c 
for  (VII);  Pr=c  for  (VIII). 
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Fig.  60.— Compound  Engine  Standard  Reference  Cycles  or  PV  Diagrams. 
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li.P.  Cylinder 
Events 


L.P.  Cylinder 
Events 


Relation 

between  H.P.  AND 

L.P.  Cylinder 

Events 


(c)  Equalization  of  H.P.  cylinder  pressure  with  receiver  pressure 

at  constant  volume  (may  be  zero)  with  a  change  of  receiver 
pressure  toward  that  at  H.P.  cylinder  release  (may  be 
zero). 

(d)  Exhaust  into  finite  receiver  from  H.P.  cylinder  at  rising 

pressure  equivalent  to  compression  of  fluid  in  H.P.  cylinder 
and  receiver  into  receiver  by  law  PF=c  for  (VII)  and 
Py=c  for  (VIII). 

(e)  Equalization  of  H.P.  cylinder  pressure  with  supply  pressure 

at  constant  zero  volume. 

'  (/)  Admission  from  receiver  to  L.P.  cylinder  at  falling  pressure 

equivalent  to  expansion  of  fluid  in  receiver  into  receiver 

and  L.P.  cylinder  together  by  law  PV^c  for  (VII),  PV*  «c 

for  (VIII). 
(g)  Expansion  in  L.P.  cylinder  (may  be  zero)  by  law  PF=c 

for  (VII);  Pr-c  for  (VIII). 
(h)  Equalization  of  L.P.  cylinder  pressure  with  back  pressure. 

at  constant  volume  (may  be  zero). 
(i)  Exhaust  at  constant  back  pressure  for  L.P.  cylinder. 
(j)  Equalization  of  L.P.  cylinder  pressure  with  receiver  pressure 

at  constant  zero  volume  to  value  resulting  from  H.P. 

exhaust. 

'  (1)  H.P.  exhaust  and  L.P.  admission  independent  as  to  time, 
coincident  as  to  representation,  except  (is  to  length. 

(2)  H.P.  expansion  line  produced  coincides  as  to  representation 
with  L.P.  expansion  line. 

(3)  The  length  of  the  receiver  pressure  line  up  to  the  H.P. 
expansion  Une  produced  is  equal  to  the  length  of  the 
L.P.  admission  Une. 


No  Receiver,  Zero  Cylinder  Clearance. 


H.P.  Cylinder 
Events 


Both  H.P.  and  L.P. 
Simultaneously 

H.P.  Cylinder 
Events 


L.P.  Cylinder 
Events 


CYCLES  IX  AND  X,  (Fig.  60). 

(a)  Admission  at  constant-supply  pressure  to  H.P.  Cylinder. 
(6)  Expansion  in  H.P.  cyhnder  (may  be  zero)  by  law  PV^'^c 
for  (EX);  Pr=cfor(X). 

'  (c)  Transference  of  fluid  from  H.P.to  L.P.  cylinder  with  simul- 
taneous continuation  of  expansion  until  all  fluid  is  in 
L.P.  cylinder  and  expanded  to  its  full  volume  by  law 
PV  =c  for  (IX) ;  PV  =c  for  (X). 

(d)  Equalization  of  H.P.  cylinder  pressure  to  the  pressure  of 
supply. 

'  (e)  Equalization  of  L.P.  cylinder  pressure  with  back  pressure 

at  constant  volume  (may  be  zero). 
(/)  Exhaust  at  constant  back  pressure  for  L.P.  cylinder. 
(g)  Equalization  of  L.P.  cylinder  pressure  to  the  pressure  in 

H.P.  cylinder  at  the  end  of  its  expansion. 
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H.P.  Ctijnder 
Events 


L.P.  Cylinder 
Events 


Relations 

BETWEEN  H.P.  and 

L.P.  Cylinder 

Events 


Infinite  Receiver,  with  Cylinder  Clearance. 

CYCLES  XI  AND  XII,  (Fig.  60). 

(a)  Admission  at  constant-supply  pressure  to  H.P^  cylinder. 
(6)  Expansion  in  H.P.  cylinder  (may  be  zero)  by  law  PV-c 
for  (XI);  PF'-c  for  (XII). 

(c)  Equalization  of  H.P.  cylinder  pressure  with  receiver  pressure 
at  constant  volume  (may  be  zero)  pressure. 

(d)  Exhaust  into  infinite  receiver  at  constant  pressure  from  H.P. 
cylinder. 

(c)  Compression  in  H.P.  cylinder  to  clearance  volume  (may  be 
zero)  by  law  PV  =c  for  (XI) ;  PV  =c  for  (XII). 

(/)  Equalization  of  H.P.  cylinder  pressure  with  supply  pressure 
at  constant-clearance  volume,  may  be  zero. 

'  (g)  Admission  from  receiver  at  constant-receiver  pressure  to 
L.P.  cylinder. 

(h)  Expansion  in  L.P.  cylinder  (may  be  zero)  by  law  PV  ^c 
for  (XI);  PF*=c  for  (XII). 

(t)  Equalization  of  L.P.  cylinder  pressure  with  back  pressure 
at  constant  volume  (may  be  zero). 

(j)  Exhaust  at  constant  back  pressure  for  L.P.  cylinder. 

(k)  Compression  in  L.P.  cylinder  to  clearance  volume  by  law 
PV^c  for  (XI);  PV  =c  for  (XII)  (may  be  zero). 

(Z)  Equalization  of  L.P.  cylinder  pressure  with  receiver  pres- 
sure at  constant-clearance  volume  without  change  of 
receiver  pressure  (may  be  zero). 

(1)  H.P.  exhaust  and  L.P.  admission  independent  as  to  time, 
coincident  as  to  representation  except  as  to  length. 

(2)  L.P.  expansion  hne  does  not  coincide  as  to  representation 
with  H.P.  expansion  Hne  produced  by  reason  of  clearance 
influence  except  in  one  special  and  unusual  case. 

(3)  The  length  of  the  constant-receiver  pressure  hne  intercepted 
between  H.P.  compression  hne  and  H.P.  expansion  hne 
produced  is  equal  to  the  same  intercept  between  L.P. 
expansion  line  and  L.P.  compression  Hne  produced.  This 
is  equivalent  to  the  condition  that  the  volume  taken  in  by 
low  is  equal  to  expelled  by  the  high  reduced  to  the  same 
pressure. 


Finite  Receiver,  with  Cylinder  Clearance. 
CYCLES  XIII  AND  XIV,  (Fig.  60). 


H.P.  Cylinder 
Events 


1 


(a)  Admission  at  constant  supply  pressure  to  H.P.  cyhnder. 

(6)  Expansion  in  H.P.  cyhnder  (may  be  zero)  by  law  PV-c 
for  (XIII) ;  Py  =  c  for  (XIV) . 

(c)  Equalization  of  H.P.  cylinder  pressure  with  receiver  pres- 
sure *at  constant  volume  (may  be  zero)  toward  that  at 
H.P.  cyhnder  release  (may  be  zero). 
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H.P.  Cylinder 
Events 


L.P.  Cylinder 
Events 


Relations 

between  H.P.  and 

L.P.  Cylinder 

Events 


H.P. 

Cylinder 

Events 


(d)  Exhaust  into  finite  receiver  from  H.P.  cylinder  at  rising 
pressure  equivalent  to  compression  of  fluid  in  H.P.  cylinder 
and  receiver  into  receiver  by  law  PF  =c  for  (XIII) ;  PV'  =c 
for  (XIV). 

(e)  Compression  in  H.P.  cylinder  to  clearance  volume  (may  be 
zero)  by  law  PV=c  for  (XIII) ;  PV'  =c  for  (XIV). 

(/)  Equalization  of  H.P.  cylinder  pressure  with  supply  pressure 
at  constant-clearance  volume. 

(g)  Admission  from  receiver  to  L.P.  cylinder  at  falling  pressure 
equivalent  to  expansion  of  fluid  in  receiver  into  receiver 
and  L.P.  cylinder  together  by  PV--c  for  (XIII);  PV  =c 
for  (XIV). 

(h)  Expansion  in  L.P.  cylinder  (may  be  zero)  by  law  PV-c 
for(V);  PF'=c  for  (VI). 

(i)  Equalization  of  L.P.  cylinder  pressure  with  back  pressure 
at  constant  volume  (may  be  zero). 

(j)  Exhaust  at  constant  back  pressure  for  L.P.  cylinder. 

(k)  Compression  in  L.P.  cyhnder  to  clearance  volume  by  law 
PV=c  for  (XI);  PV'^c  for  (XII)  (may  be  zero). 

(I)  Equalization  of  L.P.  cylinder  pressure  with  receiver  pressure  at 
constant-clearance  volume  with  change  of  receiver  pressure 
in  direction  of  L.P.  compression  pressure  (may  be  zero). 

(1)  H.P.  exhaust  and  L.P.  admission  independent  as  to  time, 
representation  and  length. 

(2)  L.P.  expansion  line  does  not  coincide  as  to  representation 
with  H.P.  expansion  line  produced  by  reason  of  clearance 
influence  except  in  one  special  and  unusual  case. 

(3)  The  high-pressure  exhaust  and  low-pressure  admission  lines 
do  not  coincide  as  to  representation  by  reason  of  clearance 
influences. 

(4)  There  is  a  relation  between  the  lengths  of  the  L.P.  admission 
and  H.P.  exhaust  lines,  but  not  a  simple  one. 

No  Receiver,  with  Cylinder  Clearance. 

CYCLES  XV  AND  XVI  (Fig.  60). 

(a)  Admission  at  constant-supply  pressure  to  H.P.  cylinder. 

(b)  Expansion  in  H.P.  cyhnder  (may  be  zero)  according  to  law 

PV^c  for  (XV) ;  PV'-^c  for  (XVI). 

(c)  Equalization  of  pressures  in  H.P.  cyhnder  after  expansion 

with  that  in  L.P.  after  compression  at  constant  volume 
(may  be  zero). 
Also    f  (d)  Transference  of  fluid  from  H.P.  to  L.P.  cyhnder  until  all 
L.P.  fluid  is  in  L.P.  cyhnder  and  expanded  to  its  full  volume 

Event    [  by  same  law  as  (6). 

(e)  Compression  in  H.P.  cyhnder  to  clearance  volume  (may  be 

zero)  by  law  PV  =c  for  (XV) ;  PV'  =c  for  (XVI). 
(/)  Equahzation  of  pressure  in  H.P.  cylinder  with  supply  at 
constant-clearance  volume  (may  be  zero). 
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L.P. 

Ctunder 

Events 


(g)  Expansion  in  L.P.  cylinder  may  be  aero  by  law  PV^'C  for 

(XV);  PV=c  for  (XVI). 
(Ji)  Equalization  of  pressure  in  L.P.  cylinder  with  back  pressure, 

at 'constant  volume  (may  be  zero), 
(i)  Exhaust  at  constant  pressure  for  L.P.  cylinder. 
{j)  Compression  in  L.P.  cylinder  to  clearance,  may  be  zero  by 

law  PF  =c  for  (XV) ;  PF!  =c  for  (XVI). 
(k)  Equalization  of  L.P.  cylinder  pressure  with  H.P.  cylinder 

pressure. 


Cycle  XVII,  Fig.  61,  for  the  triple  expansion  is  defined  in  the  same  way 
as  the  corresponding  case  of  com-  p 
pounds  Cycle  V,  with  appropriate 
alterations  in  wording  to  account  for 
a  third  or  intermediate  cylinder 
between  high-  and  low-pressure 
cylinders  and  an  additional  receiver. 
Thus,  high-pressure  cylinder  ex- 
hausts into  first,  and  intermediate 
cylinder  into  second  receiver:  inter- 
mediate cylinder  receives  its  supply 
from  first,  and  low-pressure  cylin- 
der from  second  receiver.  This 
being  so,  it  is  unnecessary  to  write 
out  the  cylinder  events,  as  these 
may  be  noted  from  their  relation 
to  the  corresponding  compound 
CcLse* 

46.  Compotmd  Engine  with  In- 
finite Receiver,  Logaritfamic  Law. 
No  Clearance,  Cycle  V.  General 
Relations  between  Pressures,  Di- 
mensions, and  Work.  It  must  be 
understood  that  the  diagrams  rep- 
resenting  this  cycle.   Fig.  62,   m- 
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dicating   (A)  incompUte  expansion  Fig.  61.-Triple-exp,«fflon  Engine  Standard  R«fer- 
-      ,^v  .        .      1    xi      ence  Diagram  or  PV  Cycle  for  Infinite  Receiver. 

and     (B)    over-expansion   m  both 

cylinders,  may  just  as  well  stand  for  over,  complete,  or  incomplete  expansion  in 
all  possible  combinations  in  the  two  cylinders.  Applying  the  principles  already 
derived  for  calculating  the  work  areas, 

High-pressure  cylinder  work,  TF^^PaVJ  1+loge  ~j— PtfFd,   ....    (217) 


Low-pressure  cylinder  work,     WL-P»Vell+  lo&,  YJ—PgVg,    .    .     .    . 


(218) 
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Total  work,  W=P,V,(l+log,Y)+P.Ve(l+log,^)-P4^^  .    (219) 

pressure  being  in  pounds  per  square  foot,  and  volumes  in  cubic  feet. 


(reLpr.)L 
(atin.pr.) 

G(bk.pr.) 


N 


H.P. 


INMCATOM  CAItOS  OP 

EQUAL  BASI  AND 

HEMHT 


' :(bk.pr.) 

f— -(rel.pr.)L 
^atm.pr.) 


INOfCATOR  CARM  OP 
EQUAL  BASE  AND 


Fig.  62. — ^Work  of  Expansive  Fluid  in  Compound  Engine  with  Infinite  Receiver,  Zero 
Clearance.    Cycle  V,  Logarithmic  Expansion  and  Cycle  VI,  Exponential  Expansion. 
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In  these  expressions  the  receiver  pressure  Pt—Pa  is  unknown,  but  deter- 
minate, as  it  is  a  function  of  initial  pressure  and  certain  volumes;    giving  it 

Vb 
the  value  PB=Pd—Pbjr-, 

is  merely  satisfying  the  condition  that  the  point  E  at  which  expansion  begins 
in  the  low-pressure  cylinder  must  lie  in  the  expansion  line  of  the  high.  Sub- 
stituting this  value  there  results 

Tr=PftFft(i+iog.  y)  +^»^^(i+1o&  y)  -^^^^Yr^'^' 

=P6n|^2+log.^^+log.-^-^^]-P.n.    .     (220) 

This  is  a  perfectly  general  expression  for  the  work  of  the  fluid  expanding  to 
any  degree  in  two  cylinders  in  succession  when  the  clearance  is  zero  and  receiver 
volume  infinite,  in  terms  of  initial  and  back  pressures,  pounds  per  square  foot, 
the  volumes  occupied  by  the  fluid  in  both  cylinders  at  cut-off,  and  at  full 
stroke  in  cubic  feet.  Dividing  this  by  the  volume  of  the  low-pressure  cylin- 
der Vg  gives  the  mmn  effective  pressure  referred  to  the  low-pressure  cylinder, 
froim  which  the  horse-power  may  be  determined  without  considering  the  high- 
pressure  cylinder  at  all.     Hence,  in  the  same  units  as  are  used  for  Pb  and  P,, 


(M 


.E.P.  referred  to  L.P.)  =P5^'[2-f-log.  ^+log«  y-y}  "^"    ^^^^ 

Proceeding  as  was  done  for  simple  engines,  the  work  per  cubic  foot  of  fluid 
supplied  is  found  by  dividing  Eq.  (220)  by  the  volume  admitted  to  the  high- 
pressure  cylinder  Vby  whence, 

[Ve  Vf      Vd]  Vff 

24-log«Tr+l^«Tr—Tr  ~^'ir-     •    •    •    (^22) 

Also  applying  the  consumption  law  with  respect  to  horse-power, 

Cu.  ft.  supplied  per  hour  per  I. H.P.=^^ S— r — j — v  t^ (223) 

Lbs.  supplied  per  hr.  per  I.H.P.=^^^^^^^g^L_^»5^ (224) 

These  last  five  equations,   while  characteristic,  are  not  convenient  for 

general  use  in  their  present  form,  but  are  rendered  so  by  substituting  general 

S3rmbols  for  initial  and  back  pressures,  displacement,  cut-off,  and  amount  of 

expansion  for  each  cylinder. 

p 

Let      (in.pr.)  =  initial  or  supply  pressure,  pounds  per  square  inch=YXi> 

p 

(rel.pr.)iy = release  pressure,  in  H.P.  cylinder  pounds  per  square  inch  =  r~  J 

P 
(rel.pr.)i;= release  pressure  in  L.P.  cylinder,  pounds  per  square  inch  =  r~; 
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P.      P. 


Let    (rec.pr.) = receiver  pressure,  pounds  per  square  mch=T~=Y2T; 

p 

(bk.pr.)  =  back  pressure,  pounds  per  square  inch=~r; 

y 
•  Rh = ratio  of  expansion  in  high-pressure  cylinder  =  ^r ; 

/2l= ratio  of  expansion  in  low-pressure  cylinder =:^; 

/2f= ratio  of  expansion  for  whole  expansion =:^; 

Dh = displacement  of  high-pressure  cylinder  =  Fd  =  V^; 
Z)l= displacement  of  low-pressure  cylinder  =  V/=^Vg; 

Re = cylinder  ratio  =  rT  =  tF  5 

Vb     Yd 

Zb = fraction  of  displacement  completed  up  to  cut-ofif  in  high-pressure 

cylinder,  so  that  ZaDa  =  Ft  =  ^; 
Zz,= fraction  of  displacement  completed  up  to  cut-ofif  in  low-pressure 


D 


cylinder,  so  that  ZlDl  =  F,  =  ^ 


L 
L 


Substitution  of  these  general  symbols  in  Eqs.  (220)  to  (224)  gives  another  set 
of  five  equations  in  useful  form  for  direct  substitution  of  ordinary  data  as  follows : 

Work  of  cycle 

Rl 


=  1442)zr(in.pr.)  [^(2-f-log.  Xir+log.  Rl)  -p^l  -  144(bk.pr.)i)L  (a) 
:in.pr.)^(2+log.  ^+log.  J^-^)  -(bk-Pr-)|  (6) 


=  144Di;  |(in.pr.)^^(2+log,flH+log.i2i,-^)-(bk.pr.)  . 

(m.e.p.)  lbs.  per  sq.in.  referred  to  L.P.  cyl. 

=  (in.pr.)^^(2+log.  Rn+log,  Rr.-^-  (bk.pr.)     (o) 

-  (m.pr.)^(2+log.  ^+lo&  ^"2^)  -  (bk.pr.)      (6) 

Work  per  cu.ft.  supplied 

=  144[(in.pr.)(2+log,  fls+log.  flz,-|^)  -(bk.pr.)iicft«l     (a) 

=  144[(m.pr.)(2+log.  ^+log.  ^-^)  -  (bk-pr.)^]      (6) 


(c) 


(225) 


(226) 


(227) 


Cu.ft.  supplied  per  hr.  per  I.H.P. 

13,750 1_ 

(m.e.p.  ref.  to  L.P.)  RaRc 


(a);     = 


13,750 


(m.e.p.  ref.  to  L.P.)  Re 


^  (6). 


(228) 
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From  this  the  weight  in  pounds  supplied  per  I.H.P.  results  directly  from  mul- 
tiplication by  the  density  of  the  fluid. 

To  these  characteristic  equations  for  evaluating  work,  mean  pressure, 
economy  and  consiunption  in  terms  of  the  initial  and  final  pressures  and  cylin- 
der dimensions,  there  may  be  added  a  series  defining  certain  other  general  rela- 
tions of  value  in  fixing  the  cycle  for  given  dimensions  and  initial  and  final 
pressures,  and  in  predicting  dimensions  for  specified  total  work  to  be  done  and 
its  division  between  high-  and  low-pressure  cylinders. 

Returning  to  the  use  of  diagram  points  and  translating  into  the  general 
symbols  as  each  expression  is  derived,  there  results, 

Receiver  pressure  ^Pd^Pg— Ph-rr,    •*. 
(rec.prO  =  (in.prO^?^=(in.pr.)p~r    (a);     =(in.pr.)p-^  (6).     .    (229) 

Vb 

High-pressure  cylinder  release  pressure =P«=P5-v^,    /.  y 

(rel.pr.)^  =  (in.pr.)  D-    («);     =(in.pr.)2£r   (6).     .    .    .    (230) 

y 
Low-pressure  cylinder  release  pressure =P/=P«7^,     /. 

(rel-prOi. = (i^-P^-)  pV  <«> ^  =  (^^'P''-)!^  (&) ; = ^^f^  W ;  ^^^f^  (d).  (231) 

Division  of  work  between  cylivders  may  be  made  anything  desired  for  a  given 
load  by  suitably  proportioning  cylinders,  and  equations  giving  the  necessary 
relations  to  be  fulfilled  can  be  set  down.  It  is  quite  common  for  designers  to 
assume  equal  division  of  work  for  the*  most  commonly  recurring  or  average 
load,  or  that  corresponding  to  some  high  pressure  cut-off  or  low-pressure 
terminal  pressure,  generally  the  latter.  Therefore,  a  general  expression  for 
dimensional  relations  to  be  fulfilled  for  equal  division  of  work  is  useful.  On 
the  other  hand,  for  an' engine  the  dimensions  of  which  are  determined,  it  is 
often  necessary  to  find  the  work  division  for  the  imposed  conditions,  so  that 
the  following  equations  are  ef  value. 

From  Eqs.  (217)  and  (218)  noting  that  P^^P.^P^, 

High-press. cyhnderwork_-P^^^[(^+'^g4l)"S]  ^   (^+^^g-fl)^ft 
Low-press,  cylinder  work    p,^.^^i+iog.^)-P.F.      (l+log.-^)-.g^ 

Rl  _,       1         1 


l+logsfiH-p-  l  +  l0g«^-p    „ 


(o); 1       /uJrCp     W-     (232) 


^  \  m.pr./  /iL     \m.pr./Z£r 

This  is  a  general  expression  for  work  division  between  the  cylinders  in 
terms  of  (a)  ratio  of  expansion  in  each  cylinder,  initial  and  back-pressure 
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ratio  and  cylinder  ratio,  or,  in  terms  of  (b)  cut-off  in  each,  associated  with 
cylinder  and  pressure  ratios. 

This  expression  Eq.  (232)  is  less  frequently  used  in  its  general  form,  as 
above,  than  in  special  forms  in  which  the  work  of  the  two  cylinders  is  made 
equal,  or  the  expression  made  equal  to  unity.  The  conditions  thus  found 
for  equal  division  of  work  between  cylinders  may  be  expressed  either  (a)  in 
terms  of  initial  and  back  pressures,  release  pressure  of  low-pressure  cylinder 
and  ratio  of  L.P.  admission  volume  to  H.P.  displacement,  and  cylinder  ratio; 
or  (6)  cut-off  in  high-  and  low-pressure  cylinders,  initial  and  back  pressures 
and  cylinder  ratio.  Still  another  expression  giving  equality  of  work  may  be 
found  (c)  when  the  cyUnder  ratio  is  made  such  that  equality  of  work  is  obtained 
at  all  loads  by  equalizing  high  and  low  cut-ofifs. 

(a)  To  find  the  first  set  of  conditions,  equate  Eqs.  (217)  and  (218)  from  the 
first  part  of  this  section;  by  simplification  there  results, 

,  Vc      Vc      ,         Vf      Pg  ,  VcV.  Vc      Pg         .         VcV,  (^'t) 

^''^vrvr^'^vrp/  ^^  ^^^  f.t;  ^vrpr^  ••  y.vr       • 

Introducing  the  usual  symbols  and  noting  that 

Low-pressure  admission  volume    _V*_    _7  p  _(rel.pr.)« 
High-pressure  displacement  volume     Vc  ^  <^-'  (rec.pr.)  ' 

r(bk.pr.)  It 

H-erefo.,  ^.  [«'<--■" --'^^.]'! (^, 

This  is  of  value  when  a  given  release  pressure  is  to  be  reached  in  the  low- 
pressure  cylinder  and  with  a  particular  value  of  low-pressure  cut-off  volume 
as  fixed  by  x  in  terms  of  high-pressure  cylinder  displacement. 

(6)  Again  for  equal  division  of  work,  make  Eq.   (232)   equal  to  unity, 

,  1  ,  1        1         1        1  I  1        1      (bk.pr.)  Re 

whence,  l+log.  ^-^^  =  l+loge  ^-(-^  2^. 

which  may  be  reduced  to  the  following,  solving  for  flc, 

^-"  2    (bk.pr.) •     •     •        (234) 

Zh   (in.pr.) 

Equal  division  of  work  for  given  initial  and  back  pressure  is  to  be  obtained 
by  satisf3dng  these  complex  relations  Eq.  (234)  between  the  two  cut-offs,  or 
their  equivalent  ratios  of  expansion  in  connection  with  a  given  cylinder  ratio, 
or  the  relation  between  pressures  and  voliunes  in  Eq.  (233),  equally  complex. 

(c)  An  assumption  of  equal  cutnoff  in  both  cylinders  gives  results  which  are 
of  interest  and  practical  value,  although  it  is  a  special  case.    Eq.  (234)  then 

(in  pr  \  ^ 
, ,       '  1 (235) 
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As  would  be  expected,  this  may  also  be  derived  from  Eq.  (233),  since 

-='7—ir^~T'  and  x=       '     v*  under  these  conditions. 
X     (rel.pr.)zr  (bk.pr.) 

The  receiver  pressure  under  the  same  conditions  is  constant,  and  is,  from 
Eq.  (229) 


(rec.pr.)=^^^  =  -^|^^  .    .    .    (236) 

Vbk.pr./ 


The  high-pressure  release  pressure  is  not  affected  by  any  change  in  the  low- 
pressure  cut-off,  and  hence  Eq.  (230)  gives  the  value  of  high-pressure  release 
pressure  for  the  ease.  Low-pressure  release  pressure  Eq.  (231)  may  be  expressed 
for  the  case  of  equal  cut-ofif. 


(rel.pr.)^  =  ^5Jtl^.^2^[(in.prO(bk.pr.)]«  (a);  =^[(in.pr.)(bk.pr.)]H  (6). 


in.pr.X 


/  in.pr. 
\bk.pr. 


(237) 


The  foregoing  equations  up  to  and  including  Eq.  (232),  are  perfectly  general, 

and  take  special  forms  for  special  conditions,  the  most  important  of  which  is 

that  of  complete  expansion  in  both  cylinders,  the  equations  of  condition  for  which 

are,  referring  to   Fig.  62,    Pc^Pd',    7j  =  V«;    P/=P#,  which,   when  fulfilled, 

yield  the  diagram.  Fig.  63.    These  equations  of  condition  are  equivalent  to 

fixing  a  relation    between  the   cut-off  in 

both  the  high-  and  low-pressure  cylinders, 

and  the  volume  of  high-pressure    cylinder 

with  respect  to  the  low-pressure  volume, 

p 

so  that  Vb^Vr^j  or  symbolically. 


Ri 


Similarly  the  low-pressure  cylinder  cut-off 
volume  must  equal  the  high-pressure  dis- 
placement volume  or  Dh—ZiPl, 


E(t«i.pf.) 


Z^=§^-;^(a);fiL=fic(6), 


(239) 


Fig.  63.— Special  Case  of  Cycles  V  and 
VI,  Complete  Expansion  in  both 
Cylinders  of  Compound  Engine  with 
Infinite  Receiver  and  Zero  Clearance. 


indicating  that  low-pressure  cut-off  is  the  reciprocal  of  the  cylinder  ratio. 
Making  the  necessary  substitution  in  Eqs.  (229)  to  (232)  other  equations  may  be 
obtained  for  this  cycle  which,  it  must  be  noted,  is  that  for  most  economical  use 
of  fluid  in  compound  cylinders  without  clearance  and  with  infinite  receiver,  in 
which  the  same  work  is  done  as  in  Cycle  I,  for  simple  engines  at  best  cut-off. 
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For  the  case  of  most  economical  operation,  that  of  complete  and  perfect 
expansion  in  both  cylinders,  there  may  be  set  down  the  four  characteristic 
Eqs.  (225)  to  (228)  with  suitable  modifications  to  meet  the  case.    These  become, 

Work  of  cycle  =  144(in.prOZ)L     /  }^^'^^'^  =  144(in.pr.)2)L^^%^.        .     (240) 


(in.prA 
bk.pr./ 


W        r        /"^'Vbk.pr././.         xloge  Rv 


loge  (^ 

(m.e.p.)  (ref .  to  L.P.)  =  tttft  =  (in.pr.) — j-^ — ^^  =  (in.pr.)*"^'"*^-   .     (241) 

144Dz,  /  m.pr  A  Rv 

\bk.pr./ 
Work  per  cu.ft.  supplied  =  144 (in.pr.)  log«  (  u u       )  ~  144(in.pr.)  log«  Rv*    (242) 

Cu.ft.  per  hr.  ^  13,750  /bk.pr.X  .  13,750  J_  ,,. 

per  I.H.P.     (m.e.p.  ref.  to  L.P.)  \  in.pr./  ^  ^'      (m.e.p.  ref.  to  L.P.)  Rv 

(243) 

For  equal  division  of  work  with  complete  expansion  in  both  cylinders,  the 
ratios  of  Eqs.  (238)  and  (239)  become 

and  this  is  evidently  a  ca.se  to  which  Eqs.  (235)  and  (236)  apply  without  change. 
Example.  1.    Method  of  calculating  diagram,  Fig.  62.     Assumed  data  for  Case  A : 

Pa  "Pft  =  100  lbs.  per  8q.in.  abs.  Fa  =  F„  «  Fm  =    0  cu.ft. 

Pn =Pd  =P«  =  50  lbs.  per  sq.in.  abs.  Vc-Vd^  .6  cu.ft. 

Pm-Pg'^  10  lbs.  per  8q.in.  abs.  Vf^Vg^    2.cu.ft. 

Ptf  =  60  lbs.  per  sq.in.  abs.  F«  =»  .8  cu.ft. 

To  obtain  point  B:  F^  =  Fc  X^  -  .6  X:^  =  .36  cu.ft. 

F  8 

To  obtain  point  F\   P/^Pe  X~  =50 X^r  =20  lbs.  per  sq.in. 

Vf  Z 

To  construct  the  indicator  cards: 

Lay  off  ND  of  the  PV  diagrams  to  equal  the  length  of  the  card,  and  NA  perpen- 
dicular to  it  at  N  to  equal  the  height  of  the  card.  Cut-off  equals  AB  -i-ND.  From  A 
on  card  lay  off  this  ratio  times  the  length  of  the  card.  From  D  on  the  card  lay  off 
a  perpendicular  equal  to  CD  of  the  PV  diagram  reduced  by  the  same  proportion 
as  AN  of  the  card  is  to  AN  of  the  diagram.  Join  the  points  B  and  C  by  a  curve 
through  points  located  from  intermediate  points  on  the  PV  diagram.  The  low- 
pressure  card  is  constructed  in  same  manner. 

Example.  2.  A  12-  and  18x24-in.  steam  engine  without  clearance  runs  on  150 
lbs.  per  square  inch  absolute  initial  pressure,  10  lbs.  per  square  inch  absolute  back  pressure, 
and  has  a  speed  of  125  R.P.M.    What  will  be  (a)  the  horse-power  for  }  cut-off  in  H.P. 
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cylinder,  (b)  pounds  of  steam  per  I.H.P.  hour,  (c)  terminal  pressures,  (d)  L.P.  cut-off 
for  continuous  expansion^  (e)  work  done  in  each  cylinder. . 

Note:  8  for  150  lbs.  =  .332. 

(a)  From  Eq.  (226)     (m.e.p.)  referred  to  L.P.  cylinder  is 


C 


in.pr.)-^-Tr-  (  2  -hlog,  Rh  +log,  Rl-^)-  (bk.pr.). 

In  this  case  Rh^2,    jRc  =  (— )*=2.25,    Rl ^2.25, 

since  vol.  of  L.P.  cyl.  at  cut-off  must  be  equal  to  the  entire  voliune  of  the  high  for 
continuous  expansion,  hence 

(m.e.p.)-150Xr-7r7;zX(2-|-.69+.81-l)-10=73.3  lb.  sq.  inch, 

Z  X^.^0 

(6)  From  Eq.  (228)    Cu.ft.  per  hour  per  IH.P.=7^^^-ifL^X5^-41.7, 

(m.e.p.)  tic      7o.o      Z.Zo 

(c)  From  Eq.  (230)     (rel.pr.)^  =  (in.pr.)Z£r,     =150X|-76  lbs.  sq.in, 

and  from  Eq.  (231),  (rel.pr.)L  =  ^^^^|^,  =^=33.3  lbs.  sq.in.    Zl-;7^=.444. 

tic  Z»Zo  J.ZO 

(e)  From  Eq.  (232) 

1  1  1 

l+log,  ^- -^-=-  H-.69 


H.P.  work  ^Zh    RcZl  2.25 X. 44 ^.69  ^ 

L.P.  work",,,       1      (bk.pr.)  i^c'     ",  .  ot      10     2.25    1.51 "' 

Zl    (m.pr.)  Zh  150      .5 

or  H.P.work  =  .456 X  L.P.  work,     also    H.P.  work  -I-L.P.  work  - 282  I.H.P. 

Hence    H.P.  work  « 88  I.H.P.     and    L.P.  work  =  194  I.H.P. 

Prob.  1.  What  must  be  the  cylinder  diameters  of  a  cross-compound  engine  to  run 
on  100  lbs.  per  square  inch  absolute  steam  pressure,  18  ins.  of  mercury  vacuum  and  to 
develop  150  H.P.  at  a  speed  of  200  R.P.M.  with  }  cut-off  in  each  cylinder,  if  cylinder 
ratio  is  3  and  stroke  is  18  ins.7  Engine  is  double-acting  and  assumed  to  have  no 
clearance. 

Prob.  2.  What  will  be  the  release  pressure  in  each  cylinder  and  the  receiver 
pressure  of  the  engine  of  Prob.  1?  If  cut-off  were  reduced  to  i  in  H.P.  cylinder, 
how  would  these  pressures  be  affected  and  to  what  extent?  How  would  the  horse- 
power change? 

Prob.  3.  A  15-  and  22  x30-in.  infinite  receiver  engine  has  no  clearance,  a  speed  of 
150  R.P.M.,  initial  pressure  125  lbs.  per  square  inch  gage.  What  will  be  the  horse- 
power and  steam  consumption  for  a  H.P.  cut-off  of  },  i,  },  i  ?  Also  that  value  which 
will  give  complete  expansion  in  high-pressure  cylinder?  Low-pressure  cut-off  to  be 
fixed  at  \. 

Note:    8  for  150  lbs.  gage  =  .363. 

Prob.  4.  What  will  be  the  release  and  receiver  pressures,  and  the  work  done  in  each 
cylinder  for  Prob.  3? 
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Prob.  6.  An  18  and  24x30-in.  infinite  receiver  engine  is  to  be  operated  so  as 
to  give  complete  expansion  in  both  cylinders.  What  will  be  the  cut-off  to  accomplish 
this  and  what  horse-power  will  result  if  the  initial  pressure  is  100  lbs.  and  back  pressure 
10  lbs.  per  square  inch  absolute?     Speed  equals  100  r.p.m. 

Prob.  6.  Draw  the  PV  diagram  for  following  cases.  Cylinder  ratio  1  to  2.5, 
(in.pr.),  100  lbs.  per  square  inch  absolute,  (bk.pr.),  20  lbs.  per  square  inch  absolute, 
H.P.  cut-off  {a)^\,  (6)=i,  (c)-f.    L.P.  cut-off  (a) -J,  (6)=tS,  (c)=i. 

Prob.  7.  For  the  following  conditions  find  the  horse-power,  steam  used  per  hour, 
receiver  pressure  and  release  pressures.  Engine,  10-  and  15x24-in.  150  R.P.M., 
125  lbs.  per  square  inch  gage  initial  pressure,  2  lbs.  per  square  inch  absolute,  back 
pressure,  }  cut-off  in  high-pressure  cylinder,  A  cut-off  in  low-pressure  cylinder,  with 
infinite  receiver. 

Note:    5  for  125  lbs. «. 311. 

Prob.  8.  An  infinite  receiver  engine  is  to  develop  150  H.P.  at  200  R.P.M.  when 
initial  pressure  is  150  lbs.  per  square  inch  absolute.  Cylinder  ratio  is  1  to  3  and 
back  pressure  is  one  atmosphere.  What  must  be  its  size  if  the  stroke  is  equal  to 
the  low-pressure  cylinder  diameter  for  }  cut-off  in  the  high-pressure  cylinder,  and 
}  cut-off  in  the  low-pressure  cylinder? 

Prob.  9.  Find  by  trial  the  cut-offs  at  which  work  division  will  be  equal  for  an 
infinite  receiver  engine  with  a  cylinder  ratio  of  2.5,  an  initial  pressure  of  100  lbs.  per 
square  inch  absolute  and  a  back  pressure  of  5  lbs.  per  square  inch  absolute? 


46.  Compound  Bngine  with  Infinite  Receiver,  Exponential  Law.  No 
Clearance,  Cycle  VI.  General  Relations  between  Pressures,  Dimensions, 
and  Work.  Again  referring  to  Fig.  62,  which  may  be  used  to  represent  this 
cycle  also,  the  work  of  each  cylinder  may  be  expressed  as  follows,  by  the 
assistance  of  Eq.  (177)  derived  in  Section  40. 

WH  =  l^DH\zH{:m.vr.)(^-^'^^^  .     .    .     (245) 

FL=144Z)L[2L(rec.pr.)(^^^|^')--(bk.pr.)l,    .     .    .     (246) 

Vh  V 

where  Zir,  the  cut-ofT  in  the  high  pressure  ^t)-"  ^^^  ^l,  low-pressure  cut-oflf==^. 

'  d  Y  g 

In  combining  these  into  a  single  equation  for  the  total  work,  the  term  for 
receiver  pressure  (rec.pr.)  should  be  eliminated.    Referring  to  Fig.  62, 

(rec.pr.)=P.  =  Pe=P5(^)'  =  (in.pr.)(^y,      .    .    .    (247) 
hence     r  =  144  &  [  <in.pr.,  [(| )  ('-I^)  -i(^0 

+^'(£fc)"C-^)]-*'--->}.  •  <^) 

a  rather  complex  expression  which  permits  of  little  simplification,  but  offers 
no  particular  difficulty  in  solution. 
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Mean  effective  pressure  referred  to  the  low-pressure  cylinder  may  be 
obtained  by  dividing  Eq.  (248)  by  144©^.    See  Eq.  (241). 

Work  per  cubic  foot  fluid  supplied  may  be  found  by  dividing  Eq.  (248)  by 
the  supply  volume,  which  in  terms  of  low-pressure  displacement  is 

(Sup.Vol.)=i>L|^ '.    .    .    (249) 

tCc 

The  consumption  of  fluid,  cubic  feet  per  hour  per  indicated  horse-power  is 
obtained  from  the  same  expression  as  given  for  the  logarithmic  law  in  Eq. 
(223).  Multiplying  this  by  8i,  the  initial  density  of  the  fluid,  pounds  per  cubic 
foot,  gives  consumption,  pounds  fluid  per  hour  per  I.H.P. 

The  receiver  pressure  has  already  been  determined  in  Eq.  (247).    Release 

pressure  of  the  high-pressure  cylinder  is    (rel.pr.)ff=(in.pr.)ZH*,  .    .    .     (250) 
and  for  the  low-pres.  cylinder,  (rel.pr.)i,  =  (in.pr.)(^j  (a);  =     p  •     W-  (251) 

where  Rv  is  the  ratio  of  maximum  volume  in  the  low  pressure,  to  volume 

at  cut-ofif  in  the  high,  and  equals  ^  =  77/    ' .. 

^         Zh     (bk.pr.) 

The  distribution  of  work  between  the  high-  and  low-pressure  cylinders  may 
be  found  as  follows,  by  means  of  Eqs.  (245)  and  (246),  eliminating  (rec.  pr.) 
through  Eq.  (247) 

/s-Z^-i\     /  Zh  V 

Wh_  ^"\    s-1  7     \RcZj  ^2g2) 


W 


'-HM(:-^)-{m)]  ■  •  • 


Equality  of  work  in  the  two  cylinders  will  be  obtained  if  this  expression 
is  equal  to  unity,  but  this  involves  a  very  complex  relation  between  high- 
and  low-pressure  cut-offs,  cylinder  ratio  and  ratio  of  initial  and  back  pressures. 
It  is  found  that  the  simple  conditions  for  equality  in  the  case  of  logarithmic 
law  will  not  give  equality  of  work  for  the  exponential  law.  There  is,  how- 
ever, a  case  under  this  law  which  yields  itself  to  analysis,  that  of  complete 
expansion  in  both  cylinders,  without  over-expansion.  The  conditions  for 
equality  of  work  for  this  case  will  be  treated  after  deriving  work  and  mean 
effective  pressure  for  it. 

Complete  expansion,  without  over-expansion,  in  both  cylinders  may  be 
represented  by  Fig.  63,  in  which 


Zh=M,  Zl==,  and  since  NC=^Dh  and  ME-^Dl,  i2c=^  =  ==i-. 
JVC  ME  '  Dm    NC      Zl 


ME       1        Re 


The  true  ratio  of  expansion =iJr==^=^—;^= 1^1  but  this  is  also  equal 
due  to  the  law  of  the  curve,  Pft7ft*==P«F/. 


•"(^r 
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By  means  of  Eq.  (180)  in  Section  (40)  the  work  of  the  two  cylinders  may  be 


evaluated,  Tra=144(in.pr.)2)B^ff-^(l-Zff— >)   (a) 

=  144(in.pr.)i>^gj^(l-Z«-i)  (6) 
Wi,=li^(jDk.pT.)DLj^(^jzi-l\    but    since    Zl^—, 


(253) 


8 


Wl = 144(bk.pr.)I>Ljfj(iJf'  "^  - 1) 


(o) 


144(in.pr.)Z)i-^(g)'(i2c'->-l)  (6) 


.    .    .    .  (254) 


The  total  work  is  evidently  the  same  as  that  of  a  cylinder  equal  in  size  to 
the  low-pressure  cylinder  with  a  cut-off  equal  to  „-,  working   between  the 

Kc 

given  (in.pr.)  and  (bk.pr.)  and  may  be  stated  by  reference  to  Eq.  (180), 
Section  40,  or  by  taking  the  sum  of  Wg  and  TT^  given  previously, 

Tr=144(in.pr.)2)L^^  |(l-Zir-i)+(^)'~W-'-l)  1, 

V  i 

which  reduces  to  IT =144(in.pr.)i)A^^  I l-(^y~\| (256) 

For  this  case  of  complete  expansion  in  both  cylinders,  the  ratio  of  faigh- 
to  low-pressure  work  is  given  by  diviaon  and  cancellation, 


Wb  1-Zb-^         ^(zJ ^ 

'^^"(|)'"'(i2^->-l)" 


-1 


flev-i-l 


(256) 


Ekiuality  of  work,  obtained  by  placing  this  expression  equal  to  unity,  pro- 
vides the  condition  that 


or    -Re— 


^--'-(ir'=(.st)  ■  ■ 

for  equal  work  and  complete  expansion,  and 


'  /  in.prA  • 
_      \bk.pr./ 


+  1 


1 


,    (267) 


1 


f  /bk.prA  .      J 
/bk.pr.\p  1.     _      \  in.pr./ 
\i^J^''     -  1  ~~~2  J 


1 


(258) 


Since  Zl  =  i^  for  complete  expansion,  and  (in  Fig.  63)  PeVc'-P/V/,  the 
receiver  pressure,  Pc,  is  (rec.pr.)  =  (bk.pr.)  (tt)  =  (bk.pr.) i?c',  .  .  .  (259) 
in  which  Re  will  have  the  value  given  above  if  work  is  equally  distributed. 
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Example  1.  What  will  be  (a)  the  horse-power,  (6)  consumption,  (c)  work  ratio, 
(d)  receiver  and  release  pressures  for  the  following  conditions?  Engine  12  and 
18X24  ins.,  running  at  125  R.P.M.  on  initial  air  pressure  of  150  lbs.  per  square  inch 
absolute,  and  back  pressure  of  10  lbs.  per  square  inch  absolute,  with  i  cut-off  in  high- 
pressure  cylinder  and  continuous  expansion  in  low-pressure  cylinder.  Exponent  of 
expansion  curve  » 1.4  for  compressed  air,  infinite  receiver. 

(a)  By  dividing  Eq.  (241)  by  144Dl  there  is  obtained  (m.e.p.) 

-<--'[(l)C-=^)-i(a-J"-^'(a2)"(^^)]-<^-'- 

which,  on  substituting  values  from  above,  gives  for  (m.e.p.)  63  lbs.  per  sq.  inch. 
HencCi  the  indicated  horse-power  =242. 

(b)  From  Eq.  (223)  compressed  air  per  hour  per  I.H.P.  - — ■ —  -^  cu.ft., 

m.e.p.  ICc 

which,  on  substitution,  gives      *      Xr^-  =48.3  cu.ft. 

oo        2.25 

(c)  Substituting  in  Eq.  (252), 


Wh 
Wl 


■<"^)-(^ 


2.25 


1.4 

1    /         .5         \     /'•'     \2.25y     \      10 


H^r 


^.294. 


2-^^2.25X   ^    '     *  •'  '     '"^ 


2.25' 
and    TTh+TTi. -242I.H.P.    Hence    17^=56 1.H.P.    and    Tri;=184 1.H.P. 

id)  FromEq.  (247)  (rec.pr.)  =(in.pr.)(^^y  =  150/ ^-^j-\^**=571bs.per8q.in. 


'""<*>1=4s) 


From  Eq.  (250)    (rel.pr.)£r  =  (in.pr.)Ziy«,        =150X(.5)'  *=57  lbs.  per  sq.in. 
From  Eq.  (251)     (rel.pr.)^  =  (in.pr.)  -i-Rv',     =  150  -^21.85  =6.85  lbs.  per  sq.m. 

These  values  may  be  compared  with  those  of  Ex.  2,  Section  45,  which  were  for  the 
same  data  with  logarithmic  expansion. 

Prob.  1.  What  will  be  the  horse-power  and  steam  used  per  hour  by  the  follow- 
ing engine  under  the  conditions  given?  Cylinders  18  and  30x48  ins.,  speed  100 
R.P.M.,  initial  pressure  150  lbs.  per  square  inch  absolute,  back-pressure  10  lbs.  per 
square  inch  absolute,  steam  continually  dry.  Cut-off  at  first  }  in  high-pressure  and 
I  in  low,  and  then  ^  in  each;  infinite  receiver. 

Prob.  2.  The  very  large  receiver  of  a  compound  pumping  engine  is  fitted  with  safety 
valve  which  is  to  be  set  to  blow  at  25  per  cent  above  ordinary  pressure.  The  cylinder 
ratio  is  1  to  3.5,  and  cut-offs  are  i  in  high  and  i  in  low.  If  initial  pressure  is  125 
lbs.  per  sq.in.  gage,  at  what  pressure  must  valve  be  set?  What  vacuiun  must  be  carried  in 
the  condenser  to  have  complete  expansion  in  low-pressure  cylinder?    Superheated  steam. 

Prob.  3.  A  compound  engine  is  to  be  designed  to  work  on  superheated  steam  of 
125  lbs.  per  square  inch  absolute  initial  pressure,  and  on  an  18-inch  vacuum.    The 
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load  which  it  is  to  cany  is  150  horse-power  and  piston  speed  is  to  be  500  ft.  per 
minute  at  200  R.P.M.  Load  is  to  be  equally  divided  between  cylinders  and  there  is 
to  be  complete  expansion  in  both  cylinders.  What  must  be  cylinder  sizes,  and 
what  cut-offs  will  be  used  for  an  infinite  receiver? 

Prob.  4.  How  will  the  economy  of .  the  two  following  engines  compare?  Each  is 
14  and  20  X24  ins.,  and  runs  at  200  R.P.M.,  on  compressed  air  of  100  lbs.  per  square 
inch  gage  pressure,  with  15  lbs.  per  square  inch  absolute  exhaust  pressure.  Low-pres- 
sure cut-off  of  each  is  };  high  pressure  of  one  is  i,  the  other,  f .    Infinite  receivers. 

Prob.  6.  A  compound  engine  12  and  18  X24  ins.  is  numing  at  200  R.P.M.  on 
superheated  steam  of  100  lbs.  per  square  inch  absolute  pressure  and  exhausting  to  a 
condenser  in  which  pressure  is  10  lbs.  per  square  inch  absolute.  The  cut-off  is  }  in 
high-pressure  cylinder  and  i  in  low-pressure  cylinder.  Compare  the  power  and  steam 
consumption  under  this  condition  with  corresponding  values  for  wet  steam  under 
same  conditions  of  pressure  and  cut-off  and  infinite  receiver. 

Prob.  6.  The  initial  pressure  of  an  engine  is  150  lbs.  per  square  inch  absolute,  the 
back  pressure  one  atmosphere,  the  cylinder  ratio  3.  As  operated,  both  cut-offs  are  at  }. 
What  will  be  the  receiver  pressure,  high-pressure  release  pressure,  and  low-pressure 
release  pressure?  What  will  be  the  new  values  of  each  if  (o)  high-pressure  cut-off  is 
made  i,  (6)  |,  without  change  of  an^'thing  else,  (c)  if  low  pressure  cut-off  is  made  i, 
(rf)  1,  without  change  of  anything  else?    Infinite  receiver,  s  =  1.3. 

Prob.  7.  In  the  above  problem  for  i  cut-off  in  each  cylinder  how  will  the  release  and 

receiver  pressures  change  if  (a) 
initial  pressure  be  raised  25 
per  cent,  (6)  lowered  25  per 
cent,  (c)  back  pressure  raised 
25  per  cent,  (d)  lowered  25 
per  cent? 

Prob.  8.  How  many  pounds 
of  initially-dry  steam  per  hour 
will  be  required  to  supply  an 
18-in.  and  24x30-in.  engine 
numing  at  i  cut-off  in  each 
cylinder  if  speed  be  100  R.P.M., 
initial  pressure  100  lbs.  per 
square  inch  gage  and  back 
pressure  5  lbs.  per  square  inch 
absolute?  Expansion  to  be 
adiabatic  and  receiver  infinite. 
Note:    3  for  100  lbs.  =.26. 

47.  Compound  Engine 
with  Finite  Receiver.  Log- 
arithmic   Law.     No  Clear- 

FiQ.  64.— Work  of  Expansive  Fluid  in  Compound  Engines  ^^^\  Cycle  VII.  General 
with  Finite  Receiver,  Zero  Clearance.  Cycle  VII,  Loga-  Relations  between  Dimen- 
rithmic  Expansion;  Cycle  VIII,  Exponential  Expansion,    sions   and   Work  when  H  J^. 

Exhaust  and  L.P.  Admission 
are  not  Coincident  The  diagrams.  Fig.  64 ,  while  showing  only  two  degrees 
of  expansion,   that  of  over  and  mider   in   both  cylinders,  suffice   for  the 
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derivation  of  equations  applicable  to  all  degrees  in  either  cylinder.  Volumes 
measured  from  the  axis  AL  are  those  occupied  by  the  fluid  in  either 
cylinder  alone,  while  fluid  volumes  entirely  in  the  receiver,  or  partly  in 
receiver,  and  in  either  cylinder  at  the  same  time  are  measured  from  the 
axis  A'L\  No  confusion  will  result  if  all  volumes  represented  by  points  be 
designated  by  the  {V)  with  a  subscript,  and  to  these  a  constant,  0,  represent- 
ing the  receiver  volume,  be  added  when  part  of  the  fluid  is  in  the  receiver. 
Then,  high-pressure  cylinder  work  is 

TFH=P.n(l+loge^)-P»01ofr(^^^) (260) 

Low-pressure  cylinder  work  is 

WL^PnOlog.{p^^+P.VAog,^-PcV,.    .    .    .         (261) 

Total  work  W = P,V,(l +loge  y)  +PnO  loge  (p^) 

+PeVe  log.  f^-i^^O  log.  (^^^)  'P^Vc.      (262) 

These  expressions  include  some  terms  not  known  as  initial  data,  but  they 
may  be  reduced  by  the  following  relations: 

P,F»=PcF.=P.F.=P/y,,    and    PnO^Pe{V.+0)-^P,Vt(p^\    Hence 


^.,.y.u^^  f:+(^) .-  m 


+log.^;-(i:^)k*(H^)]-i.,V.    (263) 

Dividing  this  expression  by  the  low-pressure  cylinder  displacement,  Vg, 
the  result  will  be  the  mean  effective  pressure  referred  to  the  low-pressure 
cylinder. 

A  similar  division  but  with  the  volume  supplied,  F»  as  the  divisor,  gives 
the  work  per  cu.ft.  supplied.    Also  as  in  previous  cases, 

13  750  Vh 

Cu.ft.  supplied  per  hr.  per  I JI.P. = -, '  =— t — j  p.  X^^   -    .    .    .    (264) 

*'^       ^  ^  (m.e.p.  ref.  to  L.P.)     Vg  ^      ^ 

The  weight  per  hour  per  I.H.P.  follows  from  Eq.  (264)  by  introducing 
the  density  as  a  multiplier. 

While  these  equations  may  be  used  for  the  solution  of  problems,  it  is 
much  better  to  transform  them  by  introducing  dimensional  relations  as  in  the 
previous  cases  developed. 

Let  (rec.pr.)  IS  maximum  receiver  pressure  P»,  which  is  also  the  initial  admis- 
sion pressiu^  for  the  low-pressure  cylinder; 


188 


ENGINEERING  THERMODYNAMICS 


Let  (rec.pr.)2= minimum  receiver  pressure  P«,  which  is  the  terminal  admission 

pressure  for  the  low-pressure  cylinder  and  that  at  which 
expansion  begins  there; 

receiver  volume        _0  ^  0  j      0  ^DhV  _  V 

^ "  high-pressure  cyl.  displ.  ~  Vc  ~  Dh  '    Dl     Dl     Rc 

Other  symbols  necessary  are  unchanged  from  the  meaning  imposed  in  Section  (45) . 
Substitution  in  Eq.  (263)  gives  the  following  expression   in   a  form  for 
direct  substitution  of  ordinary  data: 


Work  of  cycle  =  144  (in 


+   H 


.prOZHDirf 


I 


l+log.2-+lofr^ 


144(in.pr.)|^  1 1  +Iog.  ««+log.  «^+  (l  +^)  [log.  (l  +^ 

-log.  (l  +l)]\-  144(bk.pr.)D^     (6; 


(266) 


Dividing  this  expression  by  144  and  noting  that  the  low-pressure  cylinder  dis, 
placement  Di,=DbRc,  an  expression  for  the  mean-e£fective  pressure  is  obtained- 
which  reduces  to 


(m.e.p.  ref.  to  L.P.)  =  (in.pr.)5^'l  l+log« 


^+log.^+ 


) 


(266) 


-log.(l+^)]}-(bk.pr.)   (b) 

The  work  per  cubic  foot  supplied  may  be  obtdned  in  the  same  way  by 
dividing  Eq.  265  by  the  value  for  (sup.vol.)  given  in  Eq.  249,  noting  as  before 
from  Eq.  239  that  DbRc^Dx..    Hence 

Work  per  cu.ft.  supplied- 144  (in.pr.)  ]  1+log.  =-+Iog.  ^- 


+  H 


=  144(in.pr.)  1 1+log.  fl^+log.  Ri,+  (l+^)  [log.  (l+^) 


-log.^l+i^lj-144(bk.pr.)/2cflir  (6) 


(267) 
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Cu.ft.  supplied  per  hr.  per  I.H.P.  may  be  obtained  from  Eq.  (264), 

13,750  Zn   ..  13,750  1       ./    .     .. 

~  (m.e.p.  ref .  to  L.  P.)  ^Rc  ^  ^ '     "  (m.e.p.  ref.  to  L.  P.)  ^RhRc  ^^'    ^      ^ 

It  is  desirable  at  this  point  to  introduce  a  series  of  expressions  fixing  the 
relations  between  the  dimensions,  the  cycle  that  may  follow,  and  the  fluctua- 
tions in  the  receiver  pressure,  and  for  the  selection  of  cylinder  and  receiver 
dimensions  for  a  required  output  of  work  and  its  division  between  cylinders. 

In  doing  this  it  will  be  convenient  to  start  with  diagram  points  and  finally 
substitute  general  symbols  in  each  case.  There  will  first  be  established  the 
maximum  and  minimum  receiver  pressures  and  the  fluduxUiims. 

Maximum  receiver  pressure 


Pn  =  P. 


(Ve+O)        /P.yA/Te+OX         ryfVt.VA 

(recpr.) ,  - (ll..pr.)(^-^ ^Z^)  "  ('"■'"•> Vy*" W    '"^ 


(269) 


Minimum  receiver  pressure       Pe=PbTr;    therefore 

(rec.pr.)2  =  (in.pr.)-#7f =(in.pr.)^r-|-   (a);     =(in.pr.)^-^  (6).     (270) 
Fluctuation  in  receiver  pressure  ={Pn—Pe)=Pb-7^    .'. 

z  jy  z  1 

(recpr.) i-(rec.pr.)2  =  (in.pr.)^^  =  (in.pr.)Y   (a);     =(in.pr.)^  (6).   (271) 

It  is  interesting  to  note  that  the  minimum  receiver  pressure  is  exactly  the  same 
as  the  value  of  the  constant-receiver  pressure  for  infinite  Receiver,  so  that  limit- 
ing the  size  of  receiver  does  not  affect  the  point  E,  but  only  raises  point  N  higher, 
tending  to  throw  more  work  on  the  L.P.  cylinder  for  the  same  valve  setting. 

The  two  release  pressures  Pe  and  P/  can  be  evaluated  as  in  the  case  of  the 
infinite  receiver,  as  both  these  points  lie  on  the  common  expansion  line,  which 
is  not  at  all  affected  by  the  receiver-pressure  changes,  and  the  values  are  the 
same  as  for  the  infinite  receiver  given  in  Eqs.  (230)  and  (231). 

Division  of  work  between  the  cylinders  cannot,  as  pointed  out,  be  the  same 
as  for  the  infinite  receiver,  the  tendency  being  to  throw  more  work  on  the  low 
as  the  receiver  becomes  smaller,  assuming  the  cut-off  to  remain  the  same.  As, 
therefore,  equal  division  was  obtainable  in  the  case  of  infinite  receiver  with 
equal  cut-offs  when  the  cylinder  ratio  was  equal  to  the  square  root  of  initial 
over  back  pressure,  it  is  evident  that  a  finite  receiver  will  require  unequal 
cut-offs  with  the  same  cylinder  ratio.  As  increase  of  low-pressure  admission 
period,  or  cut-off  fraction,  lowers  the  receiver  pressure,  it  follows  that  with 
the  finite  receiver  the  low-pressure  cut-off  must  be  greater  than  the  high  for 
equal  work  division,  and  it  is  interesting  to  examine  by  analysis  the  ratio 
between  them  to  determine  if  it  should  be  constant  or  variablci 
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For  egiud  work  dwision  Eqs.  (260)  and  (261)  should  be  equal,  hence  by 
diagram  points 

p.v.(i+iog.^)-p.r.('^)io8.(iy^) 

-P.V.{^)  log.  (^)  +P.V.  ■<«.  ^-P.V.. 

+i<*«-('+f)"*('+i)-(i+t')"*('+g)+"*«' 

/bk.prA 
hence  for  equal  division  of  work,  the  following  relations  must  be  satisfied: 

<"*«'-'-*«')-'"*t-('+t)"*[('+^,)('+i)] 


1 


-(Sf^)«-«-l-   •     (272) 


It  will  be  shown  later  that  when  expansion  is  complete  in  both  cylinders 
and  work  equal,  the  high-pressure  cylinder  cut-off,  or  the  equivalent  ratio 
of  expansion,  bears  a  constant  relation  to  that  of  the  low,  according  to 

^=a2, (273) 

in  which  a  is  a  constant  depending  only  on  the  size  of  the  receiver.  It  will 
also  be  shown  that  the  cylinder  ratio  is  a  constant  function  of  the  initial  and 
back  pressures  and  the  receiver  volume  for  equal  division  of  work  according  to 


Ri 


21ogea  =  /l-h    ^^_\log. 


aRL     _* 


in  which  (a)  is  the  same  constant  as  in  Eq.  (273).  It  is  important  to  know 
whether  these  same  values  will  also  give  equal  division  for  this  general  case. 
Substituting  them  in  Eq.  (272)        '  _ 

/mipr. ' 
_  Vbk.pr.  I  /      1\ 

fmjpr.  y^^iy  '     RLya  /  \      y)  \        /jn.pr. 
Vbk.pr./  \bk.pr. 

Here  there  is  only  one  variable,  £l>  the  evaluation  of  which  can  be  made  by 

inspection,  for  if  Rl  =  ~  J^— ,    the  equation  will  become 

21og.a=(l+2/)  log.  (l+^y-2  =  2(l+2/)  loge(l+^)-2, 
or  a=e  «  V     y/      ,    which  %8  a  consUxni.        (276) 
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As  only  one  constant  value  of  low-pressure  ratio  of  expansion  or  cut-off 
satisfies  the  equation  for  equal  division  of  work  when  there  is  a  fixed  ratio 
between  the  values  for  high  and  low— that  necessary  for  equal  division  with 
complete    expansion    in    both — it    is 
evident  that  equal  division  of  work 
between  the  two  cylinders  cannot  be 
Duunt^ned  at  all  values  of  cut-ofF  by 
fixii^  the  ratio  between  them.    As  the     • 
relation    between  these  cut-offs  b  a     | 
matter  of  some  interest  and  as  it  can-     : 
not  be  derived  by  a  solution  of  the 
general  equation  it  is  given  by  the 
curve,  Fig.  65,  to  scale,  the  points  of 
which  were  calculated. 

A  special  case  of  this  cycle  of 
sufficient  importance.to  warrant  'deri- 
vation of  equations  because  of  the 
simplicity  of  their  form  and  con- 
sequent value  in  estimating  when 
exact  solutions  of  a  particular  prob- 
lem are  imposdble,  is  the  case  of 
compute  and  perfect  expansion  in 
both  q/linders.  For  it  the  following  equations  of  condition  hold,  referring 
to  fig.  64, 

which  when  fulfilled  yield  the  diagram,  Fig.  66.  These  equations  of  condition 
are  equivalent  to  fixing  the  cut-ofT  in  both  high-  and  tow-pressure  cylinders, 
and  the  volume  of  the  high-  with  respect  to  the  low-pressure  volume.  Accord- 
in^y,  the  volume  relations  are  aa  given  in  Eqs.  (238)  and  (239)  in  which  it 
will  be  noted  that  for  the  low-pressure  cylinder  the  cutoff  volume  must  equal 
the  whole  high-presaure  volume,  or  Da=Z[J)i,. 

Substituting  these  equations  of  condition  in  the  characteristic  set,  Eqs. 
(265)  to  (268),  the  following  expression  for  most  economical  operation  is 
obtained: 


I 


Fio.  65.— Diagram  bo  Show  Relation  of  High- 
aod  Low-PreBBure  Cut-offa  for  Equal  Work 
in  the  Two  Cylindere  of  a  Finite-receiver 
Compound  Engine  with  Zero  Clearance 
and  Logarithmic  Law. 


ir-144(bk.pr.)Dilog.(^j 


(«) 


I       /in.pr.  \ 

-144(m.pr.)D^-!!^^i^!i£ii=  144(m.pr.)D^!5|«r    (6) 
/in.pr.  \  Kv 


(m.e.p.  ref.  to  L.P.)=-r 


=  (in.pr.) 


log.BF 


Work  per  cu.ft.  supplied  =  =-^  =  144(m.pr.)  log.  fir. 


(276) 


(277) 
(278) 
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Cu.ft.8uppUedperbr.  per  IH.P.  =  ^^ ^ ^^^^^^  ^^  p^X^.   .    (279) 

m 

For  this  special  case  of  best  economy  the  receiver  and  release  pressures 
have  special  values  obtained  by  substituting  the  equations  of  condition 
Eqs.  (238)  and  (239),  in  Eqs.  (269),  (270),  (271),  (230)  and  (231). 

(rec.pr.),=(in.pr.)  (^+^J  =  (in.pr.)  (^+|)  =  (in.pr.)|(i+l)  •  (280) 


Therefore 


Rvy    Rvi 
(rec.pr.)2  =  (in.pr.)  p  p  =  (in.pr.)^  =  (bk.pr.)/ic. 

(rec.pr.)i  — (rec.pr.)2  =  (in.pr.)-5-^;  .    •    . 


•    (281) 


.     (282) 
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Fig.  66. — Special  Case  of  Cycles  VII  and  VIII  Complete  Expansion,  in  both  Cylinders  of  the 

Finite-receiver  Compound  Engine.    Zero  Clearance. 

For  equal  division  of  work  in  this  special  case  the  general  Eq.  (272)  becomes: 

log,g-2r(l+i,)lo((,(l+i)-ll     .-.     ^->+'"«.('+i-)-'l-a>.     (283) 

This  term,  a,  has  already  been  used  in  previous  discussions  of  equality  of 
workj  but  the  derivation  of  its  value  has  not  been  made  up  to  this  point. 

This  indicates  that  ratio  of  cut-offs  or  individual  ratios  of  expansion  is  a 
function  of  the  receiver  size  for  equal  division  of  work. 
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From  Eq.  (283)  the  cylinder  ratio  can  he  found  in  terms  of  a,  and  the  ratio 
of  expansion.    B«ferring  to  Fig.  66, 

Rl    V,     V,V, 
V. 

V, 


=a2. 


therefore,     V,=aVVtVf, 


^'vr'aVv, 


r^Vf    «>F»    aVbk.pr.    a       ^' 


(284) 


whence  the  cylinder  ratio  is  equal  to  a  constant  depending,  xm  the  receiver  size, 
tnvUiplied  by  the  value  for  the  infinite  receiver,  i.e.,  the  square  root  of  the  initial 
divided  by  back  pressvre. 

The  hi^-pressure  cylinder  ratio  of  expansion  is 


R, 


(286) 


and  the  corresponding  value  for  the  low-pressure  cylinder  is 

^     Vt     aVVbVf      O'^Vb    a\bk.pr.    a       v.     .     .     . 

For  convenience  in  calculation,  Table  I  of  values  of  a  and  a^  is  added  for 

various  sizes  of  receivers. 

Table  I. 


(286) 


Receiver  Vol. 
H.P.  Cyl.  Disp."^ 

^^j;(i+y)loge(l  +  ^)-i] 

a2 

.5 

1.915 

2.64 

.75 

1.624 

3.67 

1.0 

1.474 

2.17 

1.5 

1.322 

1.75 

2.0 

1.243 

1.55 

2.5 

1.198 

1.437 

3.0 

1.164 

1.359 

4.0 

1.1223 

1.262 

5.0 

1.0973 

1.204 

7.0 

1.0690 

1.143 

10.0 

1.0478 

1.098 

14.0 

1.0366 

1.068 

20.0 

1.0228 

1.046 

Infinite 

1.0 

1.0 

In  the  handbook  of  tables,  there  is  presented  a  diagram,  Chart  No.  10, 
which  gives  the  relation  between  cylinder  and  receiver  volumes,  cylinder  ratio, 
and  high-and  low-pressure  cut-offs  graphically. 

The  corresponding  values  of  maximum  and  minimum  receiver  pressure 
for  equal  division  of  work  for  this  case  of  best  economy  are 

(rec.pr.),.(bk.p,.)l^(l+.).^5ESMS(l+.)  .  (287) 
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/'ww>rv,.^  -^Kirr^^^l    /jii.pr.  _ \/(in.prO(bk.pr.)  .      . 

(rec.pr.)2  =  (bk.pr.)-^y^ (288) 

/  N      /  \      V(in.pr.)  (bk.pr.)  ,^^. 

(rec.pr.)i— (rec.pr.)2  =  — ^ — ^—^ — ^^-^ (289) 

y 

Example  1.    Method  of  calculating  Diagram,  Fig.  64. 
Assumed  data  for  case  A'. 

Pa^Pb  =  120  lbs.  per  sq.in.  abs.  Pm^Pg^  10  lbs.  per  sq.in.  abs. 

7.-F»-Fm=0cu.ft.;      F»-.4cu.ft.;      Fe-lcu.ft.;      0-1.2  cu.ft.      Fc-.8cu.ft. 


To  find  point  C: 


To  obtain  point  E: 


P      _F5    120X.4    ^„ 

Pe  ^PvvT  -' — ^ —  "60  lbs.  per  sq.m. 

p      ^Vi>    120X.4     ._,, 

F«  ^Pv7f  - — z —  =48  lbs.  per  sq.m. 

V  e  1 


48  V2  2 

To  obtain  point  D:        Pe{V,+0)^Pi{Vc+0)    or    Pn^^f^^ =63  lbs.  per  sq.in. 

48  V2  2 
To  obtain  point  JV:        Pn(P+Vn)^Pe{ye+0)    or    Pn-^^f—^ -88  lbs.  per  sq.in. 


To  obtain  point  F: 


1.2 

-,     P.F.    48X1    ^.„ 
P/--ri—  - — - —  -24  lbs.  per  sq.m. 
Vf         I 


Example  2.  Find  (a)  the  horse-power,  (6)  steam  used  per  hour,  (c)  the  release 
and  receiver  pressures  for  a  12-  and  18X24-in.  engine  with  receiver  twice  as  large  as 
the  low-pressure  cylinder  when  the  initial  pressure  is  150  lbs.  per  square  inch  absolute, 
back  pressure  10  lbs.  per  square  inch  absolute,  speed  125  R.P.M.,  and  cut-offs  \  in 
high-pressure  and  such  a  value  in  the  low  pressure  as  to  give  complete  expandon,  and 
clearances  zero. 

(a)  From  Eq.  (266)  which  on  substituting  the  above  values  gives 


(m.e.p.) 


150 


2X2.25 


l+.69-h.81+^^±^^^(.8 -.8) 


-10-73.3  lbs., 


hence  I.H.P.-282. 

(6)  From  Eq.  (268)  we  have 

f^    t.  ^              u             u                      13,750  ,,     1 
Cu.ft.  steam  per  hour  per  horse-power- , rX 


13,750         1 


(m.e.p.)     RhRc      73.3      2X2.25 


41.7. 


(c)  From  Eqs.  (269)  and  (270)  for  maximum  and  minimum  receiver  pressures 
respectively: 


\Ru\i    RhRcJ  RhRc 

(1  2  2*5    \ 

2X4  5"^2X2  25)  "^^'^  ^^'  ^^  ^"  "^^*^' 


minimum  receiver  pressure  -  150X 


2.25 


2X2.25 


75  lbs.  per  sq.  inch; 
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From  Eqs.  (230)  and  (231)  for  release  pressures 

high-pressure  cylinder  release  pressure  » 150 X. 5  ^75  lbs.  per  sq.  inch; 

150 
low-pressure  cylinder  release  pressure  =-ttt  =33.9  lbs.  per  sq.  inch. 

These  results  may  be  compared  with  those  of  Example  2  of  Section  45  and  Example 
1  of  46  which  are  derived  for  same  engine,  with  data  to  fit  the  special  cycle  described 
in  the  particular  section. 

Note:    In  all  the  following  problems  clearance  is  to  be  neglected. 

Prob.  1.  A  12-  and  18X24-in.  engine  has  a  receiver  equal  to  5  times  the  volume  of 
the  high-pressure  cylinder.  It  is  running  on  an  initial  pressure  of  150  lbs.  per  square 
inch  gage  and  exhausts  to  the  atmosphere.  It  has  a  speed  of  150  R.P.M.  and  the  cut- 
offs are  ^  and  J  in  high-  and  low-pressure  cylinders  respectively.  What  is  the  horse- 
power and  the  steam  used  in  cubic  feet  per  hour? 

Prob.  2.  What  will  be  the  release  pressures,  and  variation  of  receiver  pressure 
for  an  engine  in  which  the  cylinder  ratio  is  3,  cut-offs  f  and  i,  in  high  and  low;  initial 
pressure  is  100  lbs.  per  square  inch  absolute,  and  receiver  2  times  low-pressure  cylinder 
volume? 

Prob.  3.  Show  whether  or  not  the  following  engine  will  develop  equal  cylinder 
work  for  the  conditions  given.  Cylinder  diameters,  15  and  22  in.,  initial  pressure  135 
lbs.  per  square  inch  gage,  back  pressure  10  lbs.  per  square  inch  absolute,  cut-offs 
i  and  i,  receiver  volume  4  times  high-pressure  cylinder,  strokes  equal. 

Prob.  4.  For  the  same  conditions  as  above,  what  low-pressure  cut-off  would  give 
equal  work? 

Prob.  6.  What  will  be  the  most  economical  load  for  a  16-  and  24X30-in.  engine 
running  at  125  R.P.M.  on  150  lbs.  per  square  inch  absolute  initial  pressure  and 
atmospheric  back  pressure?    What  will  be  the  economy  at  this  load? 

Prob.  6.  What  will  be  the  release  and  receiver  pressures  for  the  above  engine  if 
the  receiver  has  a  volume  of  15  cu.ft.?  ' 

Prob.  7.  Find  the  cut-offs  and  cylinder  ratio  for  equal  work  division  and  complete 
expansion  when  initial  pressure  is  150  lbs.  per  square  inch  absolute  and  back  pres- 
sure is  10  lbs.  per  square  inch  absolute,  Deceiver  four  H.P.  volumes. 

Prob.  8.  A  14-  and  20X20-in.  engine,  has  a  receiver  volume  equal  to  5  timers  the 
H.P.  cylinder  and  runs  at  i  cut-off  on  the  high-pressure  cylinder  and  f  cut-off  on  the 
low,  with  steam  pressure  of  100  lbs.  per  square  inch  gage  and  back  pressure  of  5  lbs. 
per  square  inch  absolute.  Will  this  engine  have  complete  expansion  and  equal  work 
distribution?    If  not,  what  changes  must  be  made  in  the  cut-off  or  initial  pressure? 

Prob.  9.  What  must  be  the  size  of  an  engine  to  give  200  I.H.P.  at  150  R.P.M. 
on  an  initial  steam  pressdre  of  150  lbs.  per  square  inch  absolute,  and  10  lbs.  per  square 
inch  absolute  back  pressure,  if  the  piston  speed  is  limited  to  450  ft.  per  minute  and 
complete  expansion  and  eq[ual  work  distribution  b  required?  Receiver  is  to  be  6  times 
the  volume  of  high-pressure  cylinder  and  H.P.  stroke  equal  to  diameter. 

48.  Compotind  Engine  with  Finite  Receiver.  Exponential  Law,  No 
Clearance.  Cycle  Vm.  General  Relations  between  Pressures,  Dimensions, 
and  Work,  when  High-pressure  Exhaust  and  Low-pressure  Admission  are 
Independent.  The  diagram  Fig.  64  may  be  used  to  represent  this  cycle,  as 
well  as  cycle  YII,  by  conceiving  a  slight  change  in  the  slope  of  the  expansion 
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and  receiver  lines.    Using  the  same  symbols  as  those  of  the  preceding  sec- 
tion, and  the  expression  for  work  as  found  in  Section  7,  Chapter  I, 

=  144i>.{(in.prOZ.+^^5^-(l_2,.-i)-(£5|^^ 

but  {tec.pT.h=P„=P,(^y(p^y, 

or      (,ee.p,.).-0„.pr.,(^J'(»-±P)'.(ln.pr.,(f)-(J^H.l)-, 

and  the  last  term  in  the  equation  for  Wg  within  the  bracket  may  therefore 

hence  by  simplif3dng  the  first  two  terms  also. 

Work  of  the  low-pressure  cylinder  may  be  expressed  in  terms  of  pressure 
and  volumes  at  N,  E,  and  G,  but  it  is  convenient  to  use  instead  of  the  pressure 
at  N  or  at  Ey  its  equivalent  in  terms  of  the  point  B.  The  pressure  at  N  is 
that  of  the  (rec.pr.)i  and  when  multiplied  by  the  receiver  volume  yDfff  it 
becomes  (rec.pr.)i2/-DH 

= an.P.)i>.z.(x)  (f  )'(«fc+.)-.  o„.p.)i)...(f )-(^^+.)-. 

At  E  the  product  of  pressure  and  volume  is 

(rec.pr.)2  X  Z^D,, = (in.pr.)Zi,DH  ^^|- y  "  \ 

Using  these  quantities,  the  following  equation  gives  the  work  of  the  low- 
pressure  cylinder: 

■'■(&)'   'tl-'2^*"'j)-144(bk.pr.)Dt,    .    (291) 
and  the  total  work  by  adding  (Wh)  and  {Wl)  is, 

w..«a„.p.,?i^.{.-z..-H(f)-(^^H.>)-[(^)- 

-(HJ;rJ'"]+(o;)""('-2'-')l-'"»k.pr.)z).,  .  (292) 
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This  Eq.  (292)  is  the  general  expression  for  work  of  the  zero  clearance  com- 
pound engine  with  exponential  expansion,  no  clearance,  and  finite  receiver. 
From  this  the  following  expressions  are  derived: 

(..e.p.  ^.  U.  L.P,).SM^  |{.-..-H(f  )-(5fc+.)-[(„-^)-' 

-(Hfel)'"']+(zffe)'"<'-^'-''l-<'"'-'"->-  •   ■   » 

Work  per  cu.ft.  supplied 

-(Ffei)'"']+(o;)'"'"-^''"''}-'**<'''''"-'S-  ■  *^' 

Cu.ft.  supplied  per  hr.  per  I.H.P.  may  be  obtained  from  Eq.  (268). 

(rec.pr.)2  =  (in.pr.)fg^)j (295) 

(rec.pr.)i  =  (in.pr.)(^)'(l+^)';    .    .    .    .     (2C6) 

(reLpr.)ff  =  (in.pr.)2H'; (297) 

(rel.pr.)z.=(rec.pr.)22L'=(in.pr.)(|^)*.      ....     (298) 

If  work  is  equally  divided  between  the  cylinders,  Wb,  Eq.  (290)  will  equal 
W£y  Eq.  (291),  from  which  a  rather  complex  equation  will  result,  but  this 
does  not  yield  directly  to  solution  and  will  not  be  given  here. 

When  expansion  is  complete  in  both  q^linders, 

Z,     1       and      (^-(^y. 
Rc  \m.pr.  /     \Rc/ 

Introducing  these  values  in  the  general  expression  Eq.  (292)  for  work 
of  this  cycle,  it  may  be  reduced  to  the  following: 

TF=144(in.pr.)Zi.D/,^f"l-(|^y"n (299) 


/ 


(300) 


Hence,  (m.e.p.  ref .  to  L.P.)  =  (in.pr.)^  ^^  1  -  ( ^  j        •   .    • 

Work  per  cu.ft.  supplied  =  144(in.pr.)-3T  U  ~  ( ^  )        •     •     (301) 

i_ 

Cu.ft.  supplied  per  hr.  per  I.H.P. = 7 ^^f^"  j    p,  /bk^\  .      ^g^g) 

^^       ^  ^  (m.e.p.  ref.  to  L.  P.)  \m.pr.  / 

If  the  work  is  equally  divided  and  complete  expansion  is  maintained  in 
both  cylinders  an  expression  may  be  obtained  which,  when  simplified,  reduces 


to  the  form,        2Z^-i|l+(^*[l-(^)'-]}=^.-«,    .    .    . 


(303) 
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where  Rv  is  the  ratio  of  maximum  low-pressure  volume,  to  the  high-pressure 
volume  at  cut-off,  Rv = ^,  and  the  value  of  Rv  may  be  found  from  original  data, 

^^^/m^r^XT ^3^^ 


Eq.  (303)  may  easily  be  solved  for  Zh,  from  which  the  required  cylinder 
ratio  may  be  found  from  Rc=ZhRv (305) 

This  is  the  cylinder  ratio  which  gives  equal  work  in  the  two  cylinders  and 
complete  expansion  in  both,  when  used  with  the  value  found  for  the  high- 
pressure  cut-off  Zhj  the  assumed  initial  and  back  pressures,  and  the  assumed 
ratio,  y,  of  receiver  volume  of  high-pressure  displacement. 

Example.  Find  (a)  the  horse-power,  (&)  steam  used  per  hour,  (c)  the  release  and 
receiver  pressures  of  a  12-  and  18X24-in.  engine,  with  a  receiver  twice  as  large  as  the 
low-pressure  cylinder  when  the  initial  pressure  is  150  lbs.  per  square  inch  absolute, 
back  pressure  10  lbs.  per  square  inch  absolute,  speed  125  R.P.M.,  and  cut-offs  i  in  the 
high  and  such  a  value  in  the  low  as  to  give  complete  expansion.  For  comparison 
with  other  problems  in  which,  air  is  used  assume  exponent  for  expansion  curves  1.4. 

(a)  Substituting  the  above  values  in  Eq.  (293),  gives  (m.e.p.  ref.  to  L.P.) 


A  '  2.26  I  V4.5/    I  2_25x    1 


2.25 


4.5 


4.5+2.25X    ^ 


2.25> 


riVWai 


+/-r-^^^\  |i-(t^)    I  [-10, 

or  (m.e.p.)  =57.5  lbs.  per  sq.in.,    hence    I.H.P.  =221. 

(6)  From  Eq.  (268)  cubic  feet  of  steam  per  hour  per  horse-power  = — ■ =-, 

m.e.p.  Re 

13,750,,  .5      ^^^      ,, 
X;rrr-53.2cu.ft., 


57.5      2.25 
hence  total  pounds  per  hour  will  be  53.2X221  X. 332  =3910. 

Eqs.  (295)  to  (298)  on  substitution  of  the  proper  numerical  values,  become: 

(rec.pr.)t  =  150x(.5)*'*  =57  lbs.,  per  sq.  inch, 

(rec.pr.)i=150x^^y  n+^y      « 75  lbs. 

(rel.pr.)H  =  150x(.5)'-*  =57  lbs. 

(rel.pr.)L  =57  X  (^^ j  '  =32.1  lbs.       " 

Note:  In  all  the  folbwing  problems  clearance  is  assumed  to  be  zero. 

Prob.  1.  A  12xl8x24-in.  engine  is  running  on  superheated  steam  of  150  lbs.  per 
square  inch  absolute  pressure,  and  exhausts  to  the  atmosphere.  If  the  speed  is  100 
R.P.M.,  high-pressure  cut-off  J,  low-pressure  cut-off  J,  and  receiver  volume  10  cu.ft., 
what  horse-power  will  be  developed  and  what  steam  used  per  hour? 
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Frob.  2.  What  would  be  the  effect  on  the  power  and  the  economy  of  (a)  changing 
to  wet  steam  m  the  above?  (6)  to  compressed  air? 

Frob.  8.  What  would  be  the  receiver  and  the  release  pressures  for  each  case? 

Frob.  4.  Will  there  be  equal  work  distribution  between  the  two  cylinders? 

Frob.  6.  It  is  desired  to  obtain  complete  expansion  in  a  14x22x36-in.  engine 
running  on  fluid  which  gives  a  value  for  8  of  1.2.  Initial  pressure  is  100  lbs.  per 
square  inch  gage,  and  back  .pressure  5  lbs.  per  square  inch  absolute.  What  must  be 
the  cut-offs  and  what  power  will  be  developed  at  500  ft.  piston  speed?  Receiver  ^=3 
XH.P.  volume. 

Frob.  6.  How  large  must  the  receiver  be  for  the  above  engine  in  order  that  the 
pressure  in  it  fihaU  not  fluctuate  more  than  5  lbs.  per  sq.  inch? 

Prob.  7.  An  engine  is  to  run  on  steam  which  will  give  a  value  of  «-l.l,  and 
develop  500  horse-power  at  100  R.P.M.  Piston  speed  is  not  to  exceed  500  ft.  per 
minute.  Steam  pressure  150  lbs.  per  square  inch  absolute,  back  pressure  5  lbs.  per 
square  inch  absolute.  Complete  expansion  and  equal  work  distribution  for  this  load  are 
to  be  accomplished.  What  will  be  the  cylinder  sizes  and  the  high-pressure  cut-off  if  the 
receiver  is  to  be  3  times  the  high-pressure  cylinder  volume? 

Prob.  8.  What  will  be  the  steam  used  per  hour  by  the  engine  of  Prob.  7,  and 
what  will  be  the  variation  in  the  receiver  pressure? 

Prob.  9.  If  the  high-pressure  cut-off  were  halved,  how  would  the  power  and 
economy  be  affected? 

49.  Comipound  Engine  without  Receiver,  Logarithmic  Law.  No  Clear- 
ancci  Cycle  IX.  General  Relations  between  Dimensions  and  Work  when 
Hij^-pressure  Esdiaust  and  Low-pressure  Admission  are  Coincident  Such 
a  peculiar  case  as  this  admits  of  but  little  modification  of  the  cycle  compared 
with  the  receiver  cases,  because  the  low-pressure  expansion  is  necessarily  a  direct 
continuation  of  the  high  pressure  without  any  possible  break.  There  can  be  no 
over-expansion  in  the  high  nor  can  expansion  there  be  incomplete,  as  there  is, 
properly  speaking,  no  back  pressure  with  which  to  compare  the  high-pressure 
cylinder  terminal  pressure.  There  may,  however,  be  over-  and  incomplete 
expansion  in  the  low-pressure  cylinder.  It  might  appear  that  the  high-pres- 
sure cylinder  negative  work  was  equal  to  the  low-pressure  admission  work,  as 
each  is  represented  by  the  area  below  DCy  Fig.  67  A ,  but  this  is  not  the  case,  since 
the  diagram  is  drawn  to  two  different  scales  of  volimaes,  showing  the  pressure- 
stroke  relation  between  high  and  low.  This  is  apparent  from  the  diagram,  Fig. 
67C,  showing  fluid  volumes  in  each  cylinder  to  a  single  scale  on  which  ABCD 
is  the  work  done  in  the  high-pressure  cylinder,  ABD'EF  the  whole  work,  whence 
DCD'EF  is  the  part  done  in  the  low-pressure  cylinder.  There  is  no  low- 
pressure  cut-off  or  even  admission  as  ordinarily  considered.  The  cyde,  so 
far  as  the  work  to  be  done  is  concerned,  is  the  same  as  for  a  simple  engine,  and 
the  ordy  reason  for  introdiudng  formulas  for  overall  work,  work  per  cubic  foot 
supplied  (w.e.p.  referred  to  hw),  and  fluid  consumption,  is  to  put  them  into  form 
for  immediate  substitution  of  dimensional  relations.  Because  of  the  absence 
of  cut-off  in  the  low,  the  distribution  of  work  between  high  and  low  will 
depend  solely  on  the  cylinder  ratio  and  high-pressure  cid^ff^  for,  the  earlier 
the  high-pressure  cut-off,  and  the  larger  the  high-pressure  cylinder,  the  greater 


200 


ENGINEERING  THERMODYNAMICS 


the  fraction  of  the  total  work  that  will  be  done  in  it  since  there  is  only  a  fixed 
amount  available,  and  the  less  there  will  be  left  to  be  done  in  the  low. 

The  diagrams  of  the  two  cylinders  are  plotted  to  combined  axes  in  Fig. 
67£>.  The  points  Q  and  R  at  equal  heights.  KN  is  the  L.P.  displacement, 
and  KG  that  of  the  H.P.    It  has  been  shown  in  Section  44,  that  the  expan- 
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Fig.  67. — ^Work  of  Expanaion  in  the  No-reoeiver  Compound  Engine,  Zero  Clearance;  Cycle  IX, 
Logarithmic  Expansion;  Cycle  X,  Exponential  Expansion,  Coincident  Piston  Movement. 


sion  lines  CD  and  CD'  may  be  plotted  to  the  axes  LiV  and  LXM,  the  point 
X  being  the  intersection  of  NQ  and  KR  extended,  and  that  the  distance 
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GL^-S^-Dh= 
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(306) 


(307) 


(308) 
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Hence  the  work  area  under  CD  is 


W.t=GLXP»  log,  ^=  144(rel.pr.)irn^4.-log,^'' 


KL 
OL 


but 
hence 


Dl-Db 
(rel.pr.)fl = (in,pr,)^H, 

Wh = 144(in.pr.)ZHZ)H{  1 +log.  ^  -^^ 
Again  the  work  area  under  CD'  is 


Di 


\og»Rt 


)• 


(309) 


Tr..,=ii:LXPclog.|=  =  144(rel.pr.)if7^~- log.  ^, 

hence    TFi,=144(in.pr.)ZHi)Hf^^)log,flc-144(bk.pr.)I>i;,  .     .     (310) 
Adding  Eqs.  (309)  and  (310),  and  noting  that 

(flc-l""g  -l)  "^ ^'  ^^  '^^*  ^+log«  flc=log«  2^= log* flr, 

the  total  work,     Tr= 144(in.pr.)ZHl>H(l+loge  |^)  -  144(bk.pr.)Z)L,      .     (311) 

which  shows  by  its  similarity  to  the  work  of  the  simple  engine  that,  as 
before  stated,  the  total  work  is  the  same  for  this  cycle  as  it  would  be  if  the 
entire  expansion  were  made  to  take  place  in  a  single  cylinder. 

Dividing  the  total  work  by  the  low-pressure  cylinder  volume  and  the  high- 
pressure  admission  volume  in  turn. 


(m.e.p.  ref.  to  L.P.)  =  (in.pr.) p^(  l+log«  ^  j  —  (bk.pr. 


) 


(a) 


=  (in.pr.)  ^-p-[l  -hlog,  {RaRc)]  -  (bk.pr.)    (6) 


(312) 


(313) 


Work  per  cu.f t.  supplied  =  144(in.pr.)ZH  ( 1 +log«  y^  )  —  (bk.pr.)flc     (a) 

=  144(in.pr.)^[l +loge(i2irflc)]  -  (bk.pr.)flc  (6) 

The  cu.ft.  supplied  per  hr.  per  I.H.P.  may  be  obtained  as  before  from 
Eq.  (268). 

For  equal  division  of  work  there  can  obviously  be  only  one  setting  of  the 
high-pressure  cut-off  for  a  given  cylinder  ratio,  and  any  change  of  load  to  be 
met  by  a  change  of  initial  pressure  or  of  high-pressure  cut-off  will  necessarily 
unbalance  the  work.  Equating  the  high-pressure  and  low-pressure  work 
expressions,  Eqs.  (309)  and  (310),  and  noting  the  relation  which  exists 
between  Zh  and  Rct  as  shown  in  Eq.  (305), 


1+loge 


Ry     /2c4"l 

Re    Re 


—  1     °  \m,pr.  /  ' 
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log,- 


(314) 


With  thia  fonnula  it  is  possible  to  find  the  necessary  ratio  of  cylinder 
displacements  for  ^vea  initial  and  back  pressures  and  for  given  ratio  of 
expansion  fir- 


Fia.  68.— Curve  to  Show  Relation  between  Valuea 

ofKcand  fic"^'"' for  UBeinSolving  Eq.  (314), 
Giving-Cyliader  Ratio  in  Tenns  of  Ratio  of 
£xpanBioD  for  the  No-receiver  Compouod  Engiiie 
without  Qearance. 


For  coDvenienoe  in  solving  this,  a  curve  ia  given  in  Fig.  68  to  find  value 

of  Re  when  Rc^'^~^  has  been  found. 

The  case  of  complete  expansion  with 
this  cycle  results  from  the  condition 
Pt=P.      or      (rel.pr.)i=(bk.pr.) 

which  when  applied  to  Fig.  67,  transforms 
the  diagrams  to  the  form  Fig.  69. 
It  also  follows  that  (bk.pr.)i)z, 

-(in.p..)z.i>.  „d  |-(a^). 

These  conditions  will,  of  course,  re- 
duce the  total  work  £q.  (311)  to  the 
conunon  value  for  all  cycles  with  loga^- 
rithmic  expan^on  and  likewise  those 
for  mean  effective  pressure,  work  per 
cubic  foot  supplied,  and  consmuption. 
For  the  equal  division  of  work  under  this 
condition,  Eq.  (314),  becomes 


R^"' 

.{^^'A 


=  7.39fl,  . 


(315) 


Fia.  eO.— Special  Case  of  Cyclee  IX  and 
X.  Complete  Expanaion  in  both  Cylin- 
ders of  the  No-Receiver  Compound 
Engine,  Zero  Clearance. 


Bincel: — ^-jBi'  =  l   and    R  may  represent  ratio  of  expansion    or  ratio  of 
initial  to  back  pressures,  these  beii^  equal.    Fig.  70  gives  a  curve  showing  the 
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relation  between  cylinder  ratio  and  ratio  of  expansion  established  by  the  above 
condition. 

Example  1.  Method  of  calculating  Diagram,  Fig.  67. 

A.  As  described  in  the  text  this  diagram  is  drawn  to  two-volume  scales,  so  that 
there  may  be  two  volumes  for  one  point. 

Assumed  data: 

Pa  -Pj>  - 120  lbs.  per  sq.in.  abs.    Fa  =  Fc «  Fd  -  F,  «  F/  -0  cu.ft.     F* = 1  cuit. 

Pe  ^Pf  «  10  lbs.  per  sq.in.  abs.    F«  =2  cu.ft.  V4  »  F«  =6  cuit. 


To  locate  point  C: 


To  locate  point  D: 


p     P,V,    120X1    ^„ 

"e  """^r-  = — 7. —  =60  lbs.  per  sq.m. 

p     PcVc    60X2    .... 

"d  """r^  ■• — K —  "24  lbs.  per  sq.m. 


To  locate  intermediate  points  from  C  to  D.    The  volume  at  any  uitermediate 
point  is  (the  volume  of  low-pressure  cylinder  up  to  that  point) + (volume  of  high- 
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Fig.  70.— Curve  to  Show  Rela- 
tion between  Values  ofl^c,  the 
Cylinder  Ratio  and  R  the  Ratio 
of  Initial  to  Back  Pressure  for 
Complete  Expansion  in  the  No- 
receiver  Compound  Engine  with- 
out Clearance — Eq.  (315). 


pressure  cylinder  from  that  point  to  end  of  stroke),  e.g.,  at  }  stroke  the  volume  in 
low,  is  .75X5,  and  the  volume  in  the  high  is  .25X2,  or  total  4.25,  and  the  pressure 
at  that  point  is  found  by  the  PV  relation  as  above. 

B.  Assumed  data:    Pa  ^Pb  - 120  lbs.  per  sq.in.  abs.    Fa  »  F/ »0  cu.ft. 

Pe  '^Pf  «  10  lbs.  per  sq.in.  abs.     F<i  =  Fe  =5  cu.ft.    F*  » 1  cu.ft. 


To  locate  point  D: 


Pd 


P»Fft    120X1 
'  Fd  5 


24  lbs.  per  sq.in. 


Intermediate  points  from  B  to  D  found  by  assuming  volumes  and  computing 
pressures  from  the  PV  relation  as  above. 

C.  Figure  ABCD  constructed  as  hi  A.  Figure  CD'EF  is  figure  CDEF  of  A  to  the 
same  pressure  scale  but  to  a  volume  scale  2.5  times  as  large. 

D.  figures  constructed  as  in  C. 

To  draw  indicator  cards.  The  volume  and  pressure  scales  are  chosen  and  from 
diagram  A,  a  distance  "AB  is  laid  off  to  the  volume  scale,  AD  is  then  laid  off  equal  to 
AD  of  diagram  A  to  the  pressure  scale.  Point  C  is  located  to  these  scales  and  joined 
to  B  and  D  by  drawing  curves  through  the  intermediate  points  plotted  from  the  PV 
diagram  to  the  scales  of  the  card.  For  the  low-pressure  card  EF  is  laid  off  to  the 
volume  scale,  and  FC  and  ED'  to  pressure  scale.  C  and  D'  are  then  joined  in  same 
manner  as  C  and  D  for  high-pressure  card. 
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Example  2.  Find  (a)  the  horse-power,  and  (&)  steam  used  per  hour  for  a  12X 18X24- 
in.  engine  with  no  clearance  when  initial  pressure  is  150  lbs.  per  square  inch  absolute, 
back  pressure  10  lbs.  per  square  inch  absolute,  speed  125  R.P.M.,  cut-off  in  the  high- 
pressure  cylinder  is  J,  there  being  no  receiver. 

(a)  From  Eq.  (312)  we  have  by  substitution, 

(m.e.p.)  =150Xr-;^X(l+.8)  -10  =50  lbs.  sq.in.,  hence  I.H.P.  =  192. 

(6)  From  Eq.  (268)  we  have 

13  750         1        13  750         1 
Cubic  feet  of  steam  per  I.H.P.  per  hour  =  ; — ^ — rXp  p  = — ;r— X.^^^  -  =61.2, 

(m.e.p.;     HbHc       oU        zX^.^o 

hence  the  weight  of  steam  used  per  hour  will  be  61.2X.332X  192  =3890  pounds. 

Example  3.  What  will  be  the  cylinder  ratio  and  the  high-pressure  cut-off  to  give 
equal  work  distribution  for  a  ratio  of  expansion  of  6,  an  initial  pressure  of  150  lbs.  per 
square  inch  absolute  and  back  pressure  of  10  lbs.  per  square  inch  absolute? 

Ratio  of  back  to  initial  pressures  is  .067  and  £f»6,  hence  from  Eq.  (314) 

2ftc 


Rc^c'^ 


log.-^^-^ —  =  1.40,    or    fic*c-i  =24.36,     and  from  Fig.  68,     JRc=2.8. 

From  the  relation  Zh-i^    we  have  high-pressure  cut-off  = -^  =  .446. 

Kv  o 

Prob.  1.  A  compound  locomotive  has  no  receiver  and  runs  on  an  initial  pressure 
of  175  lbs.  per  square  inch  gage  and  atmospheric  exhaust.  The  cylinders  are  18  and 
30X42  in.  The  steam  pressure  may  be  varied,  as  may  also  the  cut-off  to  a  limited 
degree.  For  a  speed  of  200  R.P.M.  and  a  constant  cut-off  of  i,  find  how  the  power 
will  vary  with  initial  pressiu'c,  and  for  constant  initial  pressure  equal  to  boiler  pres- 
sure show  how  the  power  at  the  same  speed  will  vary  from  \  cut-off  to  full  stroke. 

Prob.  2.    Show  how  the  steam  used  per  h.p.  hour  will  vary  in  above  problem. 

Note:    8  for  175  lbs.  =.416. 

Prob.  3.  With  the  cut-off  at  f ,  what  should  the  initial  pressiue  be  to  give  equal 
work  distribution? 

Prob.  4.  With  full  boiler  pressure  and  \  cut-off  what  would  be  terminal  pressure 
in  the  low-pressure  cylinder? 

Prob.  6.  What  must  be  size  of  cylinders  for  a  tandem  compound  engine,  with 
negligible  receiver  volume,  to  run  at  125  R.P.M.  with  complete  expansion  and  equal 
work  distribution  on  an  initial  pressure  of  125  lbs.  per  square  inch  gage  and  a  back 
pressure  of  5  lbs.  per  square  inch  absolute,  when  carrying  a  load  of  500  horse-power, 
the  piston  speed  to  be  less  than  500  ft.  per  minute? 

Prob.  6.    What  will  be  the  steam  used  by  the  above  engine  in  pounds  per  hour? 

Note:     8  for  125  lbs.  =.31. 

Prob.  7.  A  builder  gives  following  data  for  a  tandem  compound  steam  engine. 
Check  the  horse-power  and  see  if  the  work  is  equally  divided  at  the  rated  load. 
Cylinders  10  ins.  and  17^X15  ins.,  initial  pressure  125  lbs.,  speed  250  R.P.M.,  horse- 
power 155.    Neglect  the  receiver  volume. 

Prob.  8.  Another  manufacturer  gives  for  his  engine  the  following,  check  this: 
Cylinders  20  and  32X18  ins.,  initial  pressure  100  lbs.,  atmospheric  exhaust,  speed 
200  R.P.M.,  horse-power  400.    Neglect  the  receiver  volume. 
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60.  Compound  Engine  without  Receiver,  Exponential  Law,  Cycle  X. 
General  Relations  between  Dimensions  and  Work  when  Hij^-pressure 
Exhaust  and  Low-pressure  Admission  are  Comddent.  Referring  to  Fig. 
67D  it  is  desirable  first  to  evaluate  the  work  areas  CDKG  and  C'D'NK. 

Combining  previous  expression  for  work  done,  in  high-pressure  cyUnder, 
exponential  law,  Eq.  (290) ,  with  value  for  OL  and  KL  as  given  in  Eqs.  (306) 
and  (307),  and  noting  that  (rel.pr.)j7'='(in.pr.)Zff',  there  is  obtained, 


TFff=144(in.pr.) 


8-1 


_a-Z^-.-Z..-{i:^) 


(316) 


and 


Wi.  =  144(in.pr.)^^fic 


\Rc) 


Ro-1 


-lU(hk.i>t.)DL  .    .    (317) 


It  is  to  be  expected  that  the  sum  of  high-  and  low-pressure  work  will  be 
of  a  form  similar  to  that  which  would  be  obtained  if  all  work  w^re  performed 
in  a  single  cylinder  of  a  displacement  equal  to  that  of  the  low-pressure,  hence 
adding,  Wb  and  Wl  and  reducing, 


Txr      tAi/'  \DbZb 

W = 144(m.pr.) 7- 

8—1 


8-ZB'-'+ZH'-'\l-(i^'   n }-144(bk.pr.)i)L. 

Substituting  ^=^,  W=  144(in.pr.)^^[«-  (^)'~n  -144(bk.pr.)Dii;  (318) 

rm.e.p.ref.toL.P.)  =  i^=^|f[«-(^)'"]-(bk.pr.)   .    .    (319) 

Work  per  cu.ft.  suppUed=144^-^^^r«-(^y~n  -144(bk.pr.)|^.    . 

13,760  1 


(320) 


Cu.ft.  supplied  per  hr.  per  I.H.P.  = , ""'', T  t  n  \  d~ (321) 

*^*^        *^  (m.e.p.  ref.  to  L.P.)  Rv 

Conditions  for  equal  division  of  work  between  high-  and  low-pressure 
cylinders  may  be  obtained  by  equating  Eqs.  (316)  and  (317). 

Combining  and  substituting  as  before, 

|±l[«^-x_l]+«^-i=fi^-.[«+(^^)fi,(.-l)],      .    .    .    (322) 

which  is  not  a  simple  relation,  but  can  be  solved, by  trial. 

The  assumption  of  complete  expansion  in  the  low-pressure  cylinder  (it  is 
always  complete  in  high,  for  this  cycle),  leads  to  the  following  relations: 

(rr^)^Rv%    hence    144(bk.pr.)Z)x.=  144(in.pr.)5lrO«. 
\Dk.pr./  .  Kv 

FromEq.  (316),    ^«=144(in.pr.)^[8-(^-)'"'-g*^^],  . 
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but      -^^Rv,    and       ^ 


Zh  Rc' 


1 
Rc'^Rv"'^'  '    i2r"\m.pr./ 


«-i 


therefore, 


Tr=144(m.pr.)DHZi^[l-(|^)  *  ]  .    .    .    .    (323) 


•  -1 


(m.e.p.ref.toL.P.)  =  (in.pr.)|^l[l-(^)'] (324) 

The  expression  for  equality  of  work  Eq.  (322)  becomes,  for  this  case  of 

.    .    (325) 


R  4-1 
complete  expansion,  r^ — -(fl(?*"^  — l)+i2(?*"*=si2y*"^+(«— 1),   . 


Re- 1 

by  which  it  is  not  difficult  to  find  the  ratio  of  expansion  Ry,  which  gives  equality 
of  work  for  given  values  of  s,  and  Re,  the  cylinder  ratio.  Values  for  Ry  for 
various  values  of  Re  and  «  may  be  found  by  the  curves  of  Fig.  71. 
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FiQ.  71. — Curves  to  Show  Relation  between  Re  the  Cylinder  Ratio,  and  Ry  the  Ratio  of 
Expansion,  for  Various  Values  of  («),  Applied  to  the  No-reoeiver  Compound  Engine 
without  Clearance,  when  the  Expansion  is  not  Logarithmic. 

Example  1.  Find  (a)  the  horse-power,  and  (&)  the  steam  used  per  hour  for  a  12- 
and  18X24-in.  engine  with  no  receiver  when  the  initial  pressure  is  150  lbs.  per  square 
inch  absolute,  back  pressure  10  lbs.  per  square  inch  absolute,  speed  125  R.P.M.,  cut-off 
in  high-pressure  cylinder  is  },  there  being  no  receiver  and  steam  having  expansion,  such 
that  s»1.3. 

From  Eq.  (319)  by  substituting  the  above  values, 

(m.e.p.)  "^Xglsl  ^-^-"(il)  I  -10=63.3  lbs.  per  sq.in. 

hence  the  indicated  horse-power  =243. 

(6)  From  Eq.  (321)  the  steam  used  per  hour  in  cu.ft.  per  horse-power  is 

13,750  Z//     ^  13,750      .5      ,^^       ^^ 

t^^Re^    *^^^^    -63T^2:25=^^-^^^-^*-' 

or  pounds  per  hour  total,  is,  48.2 X243X. 332  « 3880. 
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Example  2.  What  will  be  the  high-pressure  cut-off  and  cylinder  ratio  to  give 
equal  work  distribution  and  complete  expansion  for  an  initial  pressure  of  150  lbs.  per 
square  inch  absolute,  and  back  pressure  of  10  lbs.  per  square  inch  absolute? 

From  relation  ^F*  =  (rr-— ),  /?f=6.9  and  from  this,  by  the  curve  of  Fig.  71, 

Re    54 
Re = 5.4.    For  complete  expansion    ^j?  =^r  =  ^  *=  -8. 

ICv    o.v 

Frob.  1.  A  tandem  compound  engine  without  receiver  has  cylinders  IS-  and 
30x42-ins.  and  runs  at  200  R.P.M.  What  will  be  the  horse-power  developed  at 
this  speed  if  the  initial  pressure  is  175  lbs.  per  square  inch  gage,  back  pressure 
atmosphere,  high-pressure  cut-off  },  and  8  has  a  value  of  (a)  1.1,  (6)  1.3?  Compare 
the  results  with  Prob.  1  of  Sec.  49. 

Prob.  2.  What  will  be  the  weight  of  steam  used  per  H.P.  per  hour  for  the  two 
cases  of  the  above  problem?  Compare  these  results  with  those  of  Prob.  2, 
Section  14. 

Note:    8  =.416. 

Prob.  3.  What  must  be  the  cut-off  in  a  10-  and  15  x20-in.  compressed-air  engine 
running  on  100  lbs.  per  square  inch  gage  initial  pressure  and  atmospheric  back  pres- 
sure, to  give  complete  expansion,  and  what  will  be  the  horse-power  per  100  ft.  per 
minute  piston  speed,  s  being  1.4? 

Prob.  4.  It  is  desired  to  run  the  following  engine  at  its  most  economical  load. 
What  will  this  load  be  and  how  much  steam  will  be  needed  per  hour? 

Cylinders  20-  and  32xl8-in8.,  speed  150  R.P.M.,  steam  pressure  100  lbs.  per 
square  inch  gage,  atmospheric  exhaust,  dry  saturated  steam. 

Prob.  6.  Should  the  load  increase  50  per  cent  in  Prob.  4,  how  would  the  cut-off 
change  and  what  would  be  the  effect  on  the  amount  of  steam  used? 

I^ob.  6.  What  would  be  the  gain  in  power  and  what  the  economy  of  the  engine  of 
Prob.  4  if  superheated  steam  were  used,  for  which  sa.3? 

Prob.  7.  In  a  14-  and  20x24-in.  engine  will  the  work  be  equally  divided 
between  the  cylinders  for  the  following  conditions?  If  not,  what  per  cent  will  be  done 
in  each?  Steam  pressure  100  lbs.  per  square  inch  absolute,  back  pressure  10  lbs.  per 
square  inch  absolute,  8-1.2,  cut-off"}. 

Prob.  8.  What  would  be  the  work  and  steam  used  by  the  above  eng^e  if  there 
were  complete  expansion  and  equal  distribution? 


61.  Compound  Engine  with  Infinite  Receiver.  Logarithmic  Law.  With 
Clearance  and  Compression,  Cycle  XI.  General  Relations  between  Pressuresi 
Dimensions  and  Work.  In  terms  of  point  pressures  and  volumes,  Fig.  72,  the 
work  of  the  two  cylinders  may  be  written  down  at  once  as  if  each  were  inde- 
pendent of  the  other,  the  connection  between  them  being  fixed  first  by  making 
the  back  pressure  of  the  high  equal  to  the  initial  pressure  of  the  low,  or  to 
the  receiver  pressure;  and  second  by  making  the  volume  admitted  to  the  low 
equal  to  that  discharged  from  the  high  reduced  to  the  same  pressure.  This 
last  condition  may  be  introduced  in  either  of  two  ways: 

(a)  EM^NH, 

(6)  [{PV  on  H.P.  expansion  line— (P7)  on  H.P.  comp.  line], 
=  [(PTO  on  L.P.  expanfflon  line— (PTO  on  L.P.  comp.  linej. 
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Without  introdudng  the  last  rdsti<m 
F,=P,F,(l+log.  ^;)  -PA'^l+log.  y) 

Pi 


-(P.-P,)r.-P*(r4-F.);       (326) 


..  (bk.pr.) 


(bk.pr.) 


-j^  (  rcLpr.) 


OVER  EXPANSION  AND  COMPRESSION. 


Fio.  72. — ^Wwk  of  Expannve  Fluid  in  Compound  Engines  with  Infinite  Receiver,  with  Clearance, 
Cycle  XI  Logarithmic,  and  Cycle  XII  Exponential  Expansion,  and  Compression. 

Tri,-p»r*(i+iog.]^)-p.r,(i+iog.]^)-(p.-p,)r,-p,(r,-n).  .  (327) 
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W=WB+Wz,=PtVi  log.  p+P»r»  log.  &-P.F,  log.  ^-P*F»  log.  ^ 

y»  Vh  Vf  Vi 

+PtVt  -  PfV,-  p,r.+p,v>-p<,r<,+p.7. 

+PMVH-P,V,-P,V,+P,V,-PjVj+PtVt. 
The  second  condition  is 

P»F,-P.y.=Pft7»-PtFt;    or    P,n+P*r.=Pe7.+P*7», 

or  P»F»+P»F»+P.r.+P»F»=2(P»r»+PtF.).     .    .    .    (328) 

Substituting,  TF=P»F»  log.  ^^+^»^»  log.  y-^-P'Ve  log. ^--PtF^t  log.  ^1 ,339) 

+2(P»F»+P»Ft)  -PaVa-P,V,-P4V,-PjVj.  J 

This  expression,  Eq.  (329)  contains,  however,  the  receiver  pressure  which 
is  related  to  the  release  pressure  by   ' 

,  sr.E.Dr>D^«/iN     ^•^-  max.vol. 

(rec.pr.)=P,=P.=P*=P»=P,^  =  (rel.pr.)^L;p-^^i^:^g— j;. 

Introducing  this 


+2{P,V,+PuVt)  -PaVa-Pi^V.-Pi^Vi'-PjVj 


(330) 


In  addition  to  the  usual  symbols  the  following  should  be  considered  in 
connection  with  Eq.  (829)  and  (330) : 

Z  =  cut-off  as  fraction  of  stroke,  so  that  ZhDb  is  the  displacement  volume 

up  to  cut-off; 
c  =  clearance  volume  divided  by  displacement,  so  that  chDh  is  the  clear- 
ance volume  and  {Zh+ch)Dh  is  the  volume  in  the  high-pressure 
cylinder  at  cut-off; 

Jir=that  fraction  of  the  stroke  during  which  compression  is  taking  place 
so  that  {Xh+ch)Dh  is  the  volume  in  the  high-pressure  cylinder 
when  compression  begins. 

Applying  the  general  symbols  to  Eq.  (329), 
(m.pr.)(^H+c^)/>H  log*  y^^jL."  ) 

+(rec.pr.)(^L+ci,)Z>Llog«  ( ^  ) 

-  (rec.pr.)  (Xir+Cir)i>ir  lege  (^^^)  [  •  (331) 

-(bk.pr.)(XL+CL)2>i.log«  ( 

+2(in.pr.)  {Zh+cb)T>b  -  (in.pr.)cifDH  -  (rec.pr.)  (1  +Ch)T>h 
+2(bk.pr.)  {Xl +Cl)Dl  -  (rec.pr.)cz,DL  -  (bk.pr.)  (1  +cl)Dl.   J 


Tr  =  144 


'Xl+cl\ 
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This  expression  gives  the  work  in  tenns  of  initial,  receiver  and  back  pres- 
sureS;  the  valve  periods,  cut-off  and  compression,  the  clearances  and  cylinder 
displacements. 

Substitution  of  the  symbols  in  Eq.  (330)  will  give  another  equivalent 
expression  in  terms  of  the  same  quantities  except  that  low-pressure  cylinder 
release  pressure  will  take  the  place  of  receiver  pressure. 

It  is  sometimes  more  convenient  to  involve  the  cylinder  ratio  and  low- 
pressure  displacement  and  the  ratios  of  expansion  instead  of  cut-offs.  This 
may  be  done  by  means  of  the  following: 


Rc^^ 


Dm' 


and    22.  =  &=  ^+'« 


V,    Zm+Ch' 


RL^i^^ 


Vi     1+ci 


Vm    Zi^+cl 


(332) 


It  should  be  noted  here  that  the  ratio  of  expansion  in  each  cylinder  is  no 
longer  the  reciprocal  of  its  cutroff,  as  was  the  case  when  clearance  was  zero,  nor 
is  the  whole  ratio  of  expansion  equal  to  the  product  of  the  two  separate  ones 
because  the  low-pressure  cylinder  expansion  line  is  not  a  continuation  of  that 
in  the  high.  Making  these  substitutions  for  cylinder  and  expansion  ratios, 
and  combining  with  Eq.  (330)  the  work  becomes: 


IUDl 


(in.pr.)(l+c^)H-^  logtfiir+(rel.pr.)L(l+ci.)  log^  Rl 
''(xelpT.)L{XH+CH)^logfi\—^ — ^j-(bk.pr.)(Xi,+CL)loge(-^^^ — -j 


+2(in.pr.)(l+c^) 


-^  -(in.pr.)^-(rel.pr.)jr-^(l+c«) 


(333) 


+2(bk.pr.)(Xt+Ci)  -(rel.pr.)Lfiz,Cii  -(bk.pr.)(l+ci,) 

This  reduces  to  Eq.  (225)  of  Section  45  by  making  clearance  and  compres- 
sion zero. 

From  any  of  the  expressions  for  work,  the  usual  expressions  for  (m.e.p.) 
referred  to  low-pressure  cylinder,  work  per  cubic  foot  supplied,  and  consump- 
tion per  hour  per  I.H.P.  can  be  found;  as  these  are  somewhat  lengthy  they 
are  not  derived  but  merely  indicated  as  follows: 

W 
(m.e.p.  ref.  to  L.P.)=T-7T7r-. (334) 


144Z)j 


Work  per  cu.ft.  supplied  = 


Cu.ft.  sup.  per  hr.  I.H.P. 


W 


Z).[(Z.+c.)-(X.+c.)(^J^)]' 


(335) 


13,750  \fr7i^\     fv    I     \/rec.pr.\]  1 

^(m.e.p.  ref.  to  L.P.)r^+'^^""^^'^+'^Hi5^:^/Jfi^ 


13,750 


(m.e.p.  ref.  to  L 


3r,[(Z.+c.)-(X.+.,(|g=)](C^).   Am 
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As  the  receiver  pressure  is  related  to  the  initial  and  back  pressures  and 
to  the  relation  between  the  amount  taken  out  of  the  receiver  to  that  put  in, 
which  is  a  function  of  the  compression  as  well  as  the  cut-off  and  cylinder 
ratio,  it  is  expressed  only  by  a  complicated  function  which  may  be  derived 
from  the  equivalence  of  volumes  in  the  high  and  low,  reduced  to  equal  pres- 
sure. 

P.7»-PX=PiiF*-P»n,    or    PHVH+PeV.=P,V,+PMVt=PH{VH+V,). 
Therefore,    Ph—Pby   ,  ^  +Pty   .y  ■    Introducing  symbols. 


(rec.pr.)  =  (in.pr.) 


(rec.pr.)  =  (in.pr.) 


(Zh+Ch)Dh 


{Zl+Cl)Dl+(Xh+Ch)Dh 

(Zh+Ch) 


f(bk.pr.) 


(Xl+Cl)Dl 


{Zl+Cl)RcHXh+Ch) 


f(bk.pr.) 


{Z^+Ci.)DL  +  iXH+CH)DH' 
iXi.+CL)Rc 


{ZL-^CL)RcHXH+Ca)    ' 


(337) 


This  Eq.  (337)  gives  the  receiver  pressure  in  terms  of  initial  and  back 
pressures,  the  two  clearances  and  compressions,  the  cylinder  ratio  and  the 
cut-off  in  each  cylinder. 

Proceeding  in  a  similar  way,  the  release  pressures  can  be  found  in  terms  of 
initial  data, 


Y 
Pc^PbTT,    or 


(rel.pr.)iff  =  (in.pr.)  ( -~ 


j^)  (a)   =(in.pr.)4-  0) 


R, 


(338) 


And 


Pi=P,^^pI -^]+Pi 


Vi 


r. 


\n- 


V. 


h 


,14 


V,  ' 


or 


(reLpr.)£=(in.pr.) 


(iZB+e„)\ 


H 


(Xh+ch) 


+(bk.pr.) 


=  (in.pr.) 


{Z:,+Ci,)RcJ 

n+CH\     1 
\1+Ci.}RhR 


(Xl+ci.) 


1+ 


(Xh+Ch) 


(a) 


C 


1  + 


{Xh+Ch)Rl 
(l+c,,)flc  J 


+  (bk.pr.) 


{Zl+Cl)Rc- 
H+Cl) 


1+ 


iXH  +  CH)RL 

{1+Cl)Rc  J 


(b) 


(339) 


These  three  pressures  all  reduce  to  those  of  Eqs.  (229),  (230),  (231),  Sec- 
tion 45,  when  clearance  and  compression  are  zero. 

Equal  work  in  both  cylinders  is,  of  course,  possible,  but  it  may  be  secured 
by  an  almost  infinite  variety  of  combinations  of  clearance,  compression  and 
cut-off  in  the  two  cylinders  for  various  ratios  of  expansion;  it  is,  therefore, 
not  worth  while  setting  down  the  equation  of  condition  to  be  satisfied,  but 
reference  may  be  had  to  Eqs.  (326)  and  (327),  which  must  be  made  equal 
to  each  other,  and  the  result  combined  with  the  equation  of  cylinder 
relations. 
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There  are  certain  special  cases  of  this  cycle  for  which  equations  express- 
ing important  relations  are  simpler,  and  they  are  for  that  reason  worth 

investigating.  Those  that  will  be  examined 
are 

(a)  Complete  expansion  and  compres- 
sion in  both  cylinders,  Fig.  73. 

(6)  Complete  expansion  in  both  cylin- 
ders with  no  compression,  any  clearance, 
Fig.  74. 

(c)  Any  amount  of  expansion  and  com- 
pression but  equal  in  both  cylinders,  equal 
clearance  percentages  and  a  cylinder  ratio 
equal  to  the  square  root  of  the  ratio  of 
initial  to  back  pressures.  Fig.  75. 


A          [b 

t  r 

1  X 

A  -^c- 

\  ^ 

^^      §c 

A      ^^ 

^  Case   (a).    When   both    expansion  and 

^'t^^V^^^S'*^''^?^''^'^?^^"''^  compression  are  complete  in  both  cylinders, 

XII,  Ck>mplete  ExpaiiBion  and  Com-  t?*      70 

pression  in  both  Cylinders,  of  Com-  *^'        ' 

pound  Engine  with  Clearance   and  x^   n' i       /  (in.pr.)  \     .^.^. 

Infinite  Receiver.  ^«  ==  144(m.pr.)ZHZ)H  loge^^^j^;^   ,  (340) 


}ri,  =  144(rec.pr.)Z,,Z),,loge(|^^),      ....     (341) 


but 


ZhDw  (in.pr.)  =  ZlDl  (rec.pr.) 


and      log.  (iiM^\+iog.  fe^)  =106. (/'°P'-\  ^,^•P^^)  °log.g^, 
^  \(rec.pr.)/        "^  \(bk.pr. )/        ^  \(rec.pr.)  (bk.pr.)  /        ^  (bk.pr.)' 


hence 


Tr  =  144(in.pr.)Z«D«  log. 


/(in.pr.)  \ 
Ubk.pr.)/ 


(342) 


(m.e.p.  ref .  to  L.P.)  =  (in.pr.)|^loge  r§^H^ (343) 

lie        \(DK.pr.)/ 

Work  per  cu.ft.  supplied  =  144(in.pr.)  loge  L^^^^^j (344) 

13,750  Zh 


Consumption,  cu.ft.  per  hr.  per  I.H.P.= 


(345) 


(m.e.p.  ref.  to  L.P.)  Re  '     '     ' 
Equality  of  work  in  high-  and  low-pressure  cylinders  is  obtained  by  making 
/  (in.pr.)  \     /(rec.pr.)\      /(in.pr.)  \^  ,  .     ,..         ....        \ni  roAa\ 

[(r^:^))  ==  [W:^))  ="  {(bk:^)}  •    '''    ^'^-"^'-^  =  [(m.pr.)(bk.pr.)]».  (346) 

It  is  desirable  to  know  that  clearances  and   displacements  will  permit 
equal  work  and  complete  expansion  and  compression. 

(recpr.)  =  (m.pr.)f; = (in.pr.)  (~^)  =  (bk.pr.)^;  =  (bk.pr.)  (^^) , 

henco     /  (in.pr.)  \  ^  1+ch  ^  /  (in.pr.)  V^     / (recpr.)  \  _  1+Cl  _  (  (in.pr.)\>< 
\(rec.pr.)/     Zh+ch     V(bk.pr,)/    '   V  "(bk.pr,)/     Z^+Ci,"  \(bk.pr.)/   ' 
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or 


— « (^)-«-  '-'^. 


'•"A  md,  Z.-'+Vu^*^.  (347) 


.J< 


Rt^ 


Li 

\          B 

1 

1 

1 

\ 

■  1 

\ 

\ 

1 
— It 

V 

U 

■^ 

c 

W 

\ 

\ 

v^. 

1 

i, 

^ 

^ 

Equating  discharge  of  high  and  intake  of  low-pressure  cylinders, 

ZhDhRi>^  =  ZJ)j.,    or    ^=7J^=|^ft^. 

Inserting  in  this  the  values  just  found  for    ^ 
Zb  and  Zh^ 

which   is  the    required    relation    between 

cylinder  sizes,  clearances  and  ratio  of  pres- 

sureSy  which,  together  with  cut-offs  given 

in   Eq.  (347),  will  give  equal   work   and 

complete  expansion  and  compression.    The 

compression  in  the  high-pressure  cylinder 

is  such  that     Ch-VXh  —  ChR^,  Fig.  74.— Special  Case  of  Cycles  XI 

and  XII.    Ck>inplete  Expansion  and 
Xjy=C^(7?P^-l),     and  for  L.P.  cylinder,  Zero  Ck)mprefl8ion  in  both  Cylinders 

-^L^CLCiZp^  — 1).    .     (349)        of  Compound  Engine  with  Clearance 

and  Infinite  Receiver. 
Ca^  (b).  With  complete  expansion  and 

no  compression,  both  cylinders,  any  clearance,  Fig.  74, 

irir=144Dir[(in.pr.)(ZH+CH)log.  (|^^)) -M(in.pr.)-(rec.pr.)]]  (350) 

irx.=144Dx[(rec.pr.)(Z|,+Ci,)log.  (|^^j)-^i^[(rec.pr.)-(bk.pr.)]]  (351) 

with  the  added  requirement  that  the  high-pressure  discharge  volume,  EC  =  low 
pressure  admission  volimie  FH,  or 

D.=d4z.+c.-c.([^)], (352) 

(rec.pr.)  =  (bk.pr.)T^  =  (bk.pr.)^-;Tj^,      ....     (353) 

.      /(bk.pr.)\  ^  Zl+Cl  ^j^j^j^  substituted  in  Eq.  (352)  and  rearranging  gives 
\(rec.pr.)/      1+cl 


and 


Rc^^ 


Zl+Ci 


(354) 


Eq.  (354)  indicates  that  for  this  special  case  of  complete  expanMoa  and  no  com- 
pression the  cylinder  ratio  required  to  give  this  case  is  determined  entirely  by 
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the  L.P.  cut-off  and  clearance.    If  the  cylinder  ratio  and  clearance  are  fixed,  the 
required  cut-off  in  the  L.P.  cylinder  can  be  found  by  solving  Eq.  (354)  for  Zl, 

ZL  =  i±^-CL, (355) 

tic 


fromEq.  (353),  (rec.pr.)  =  (bk.pr.) 


1+Cl 


-—Cl+Ci, 


=  (bk.pr.)iJc  .     .     .     (356) 


_  Re 

Cut-off  in  the  high-preesure  cylinder  is  determined  by  clearance,  initial 
pressure  and  receiver  pressure,  which  in  turn  depends  on  lo"w-pressure  cut-off 
and  clearance  Eq.  (353),  or  may  be  reduced  to  cylinder  ratio  and  low-pressure 
clearance  by  Eq.  (355),  as  follows 

Vc^  l+cg  ^  /  (in.pr.)  \  ^  /(in.pr.)  \Zl+Cl 
n    Zu+Ch     \(rec.pr.)/     \(bk.pr.)/  1+Cl  ' 

hence  ^ir = ^^r^^^^^  - Ci^-    EUminate  Zl  by  Eq.  (355). 

Therefore       Zh (^+^^)(^+<^^)     ^cb^{^^ch)^-Ch.     ...     (357) 

Since  the  high-  and  low-pressure  cut-offs  are  functions  of  cylinder  and  clearance 
dimensions,  and  of  Rp — the  ratio  of  initial  and  back  pressures — the  work  of  high- 
and  low-pressure  cylinders  may  be  expressed  entirely  in  terms  of  these  quantities. 

FH  =  144Z)^(in.pr.)j(l+CH)|jloge(|^)-CH(l-|^M.    .     .     (358) 

TFL  =  144DHiJc(bk.pr.)[(l+CL)log./?c-CL(iJc-l)]   ....     (359) 
Hence,  total  work  by  addition  is 

TF=144D^(in.pr.)|^{(l+CH)  log.  (g)-c^(|^-l) 

+{l+ci)\ogeRc-CL{Rc-\)\  .    .     (360) 

Expressions  might  be  easily  written  for  mean  effective  pressure  referred 
to  the  L.P.  cylinder,  work  per  cubic  foot  fluid  supplied,  and  consumption,  but 
will  be  omitted  for  brevity.  It  is  important  to  note,  however,  the  volume  of 
fluid  used  per  cycle  is  not  AB,  but  is  Lfi,  Fig.  74,  and  is, 

(Sup.Vo1.)=Dh[(Z^+c,.)-c,,^^]=Z)/,[(Z«+c^)-Ch^].    .    (361) 
Equality  of  work,  secured  by  equating  Eqs.  (358)  and  (359)  gives 

(l+O  log.  {^^  "^i^" l)  =  (1+^^)  '^8*  Rc-Cl{Rc-  1).  .     (362) 

This  equation  may  be  satisfied  in  an  infinite  number  of  ways.  One  case 
worth  noting  is  that  of  equal  clearances,  when  it  is  evident  that  if  Ch  =  cl,  and 
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^isRc^  .-.  Rc^VR^.    This  last  condition  is  the  same  as  that  which  satisfied 

Case  (a)  with  complete  compression. 

Case  (c),  Fig.  75,  assimies  that  cs-cl==c,    Zh=Zl—Z,    Zjr=Xz,=X, 


and 


"-(S.)"-^' 


and  corresponds  to  the  first  special  case  considered  in  Section  45,  which  lead 
in  the  no-clearance  case  to  equality  of  high-  and  low-pressure  work. 


Fig.  75.— Special  Case  of  Cycles.  ^  and  XII,  Equal  Per  Cent  Clearance  in  Each  Cylinder 
of  Compound  Engine  with  Infinite  Receiver  and  Cylinder  Ratio  Equal  to  the  Square 
Root  of  Initial  Divided  by  Back  Pressure. 

The  assumptions  already  made  are  suflScient  to  determine  the  receiver  pres- 
sure.   By  Eq.  (337) 


(rec.pr.)  =  (in.pr.) 


Z+c 


^M^T 


+X+C 


+(bk.pr.) 


^MmT 


(^+<st) 


+X+e 


j'^MMf 


+X+C 


^M^T 


+X+C 


[(m.pr.)  (bk.pr.)]« = [(m.pr.)  (bk.pr.)]X.    (363) 
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The  work  of  the  high-pressure  cylinder  may  now  be  evaluated. 
TFir=144Z)H(in.pr.)jz+c[l+lo&  (|^)]-^ 

-144DH[(in.prO(bk.prO]«j(X+c)log,(^^)+l-x}.    .     (364) 
The  low-pressure  cylinder  work  may  be  similarly  stated, 
FL  =  144Di,(in.pr.)(bk.pr.)]^|z+c[l-hlog.(^)]-c| (365) 

-144Z)2,(bk.pr.)  j(X+c)  log.  (^^)+l-xl 

but    DJ(in.pr.)(bk.pr.)]^=i)HBc[(in.pr.)(bk.pr.)]^ 

=i)H(^)^[(in.pr.)(bk.pr.)]>^  =Dir(in.pr.), 

and  similarly,    DL(bk.pr.)=Djy[(in.pr.)(bk.pr.)]^. 

With  these  substitutions  the  value  of  louhpreasure  work,  Wl,  Eq.  (365), 
becomes  eqtial  to  high  pressure  work,  Eq.  (364),  hence  the  total  work 

W--2Wh^2Wl .    (366) 

Example.  1.    Method  of  calculating  Diagrams,  Fig.  72. 
Assumed  data: 

Pq^Pa'^Pb  =  120  lbs.  per  square  inch  abs.     Fa  -  7/  « .12  cu.ft. 
Pni^P^  r^Pg  =P«  ^Pa'^Pk^  60  lbs.  per  square  inch  abs.  Vb  =•  .4  cu.ft. 

Pk  ^Pj  -  10  lbs.  per  square  inch  abs.    Fc  =  Fd  =»  .8  cu.ft. 
F^  =  Fj  =  .16cu.ft.   Fi-F/-2cu.ft.   Fe=.2cu.ft.   F*-.4  cu.ft.    (FA-F«)=(F«-Fe). 

The  above  may  be  expressed  in  initial  pressure,  terms  of  cut-ofif,  and  other  factors, 
but  as  the  relation  of  the  lettered  points  to  these  terms  is  shown  on  the  diagram,  they 
will  not  be  given  here,  since  they  may  readily  be  found  from  values  of  the  lettered 
points. 

To  locate  point  C:      Pc  ''Pbjr  -» ^-^  *60  lbs.  per  sq.in. 

To  locate  point  F:      P/ =-^  «  — r-^  =83.3  lbs.  per  8q.in. 

Vf         .12 

To  locate  point  0 :       Vg  -^  -  i5^  =  .083  cu.ft. 

rp     1      *         •  *   r  j>     ^*^*     IPX. 4     _,. 

To  locate  pomt  L:      Pi »   .,    » — 7^~  *25  lbs.  per  sq.m. 

Vi  .10 

PkVt     4 
To  locate  point  N :     Vn  -—zp-  -  rr  - .08  cu.ft. 

To  locate  point  H: 

(FA-7«)-(rm-Fe),    or    n-F«+F«-Fe=.96+.08-.2-.84cu.ft., 
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since  P«F«  -P^F^,    F»  =  ~  =  .96  cu.ft. 

rp     1        ^  •   *    7  D      ^*^*     50X.84      _^  ,, 

To  locate  point  / :       P<=   ..    - — r — =21  lbs.  per  sq.in. 

Vi  I 

Example  2.  Find  (a)  the  horse-power,  (6)  steam  used  per  hour,  and  (c)  receiver 
and  release  pressures  for  a  12-  and  18X24-in.  engine  with  infinite  receiver,  6  per  cent 
clearance  in  high-pressure  cylinder,  and  4  per  cent  clearance  in  low-pressiu«  cylinder, 
when  initial  pressure  is  150  lbs.  per  square  inch  absolute,  back  pressiue  10  lbs.  per 
square  inch  absolute,  speed  125  R.P.M.,  cut-off  in  high-pressure  cylinder  is  },  low- 
pressure  cut-off  is  such  as  to  give  complete  H.P.  expansion,  and  compression  is  15  per 
cent  in  high  and  complete  in  low. 

(a)  For  complete  high-pressure  expansion  the  receiver  pressure  must  be  equal  to 
the  high-pressure  release,  and  to  maintain  the  receiver  pressure  constant  the  low- 
pressure  cylinder  must  take  as  much  steam  per  stroke  as  the  high-pressure  discharges. 
With  initial  pressiure  and  cut-off  as  given,  the  release  pressure  for  the  high-pres- 
sure cylinder  may  be  found  from  the  relation  (in.pr.)(c£r+^/f)=(rel.pr.)j5r(cir+l)  or 
150X  (.56) « (rel.pr.)£r(1.06),  or  (rel.pr.)^  =79.3  lbs.  Since  there  is  15  per  cent  compres- 
sion in  high-pressure  cylinder  there  is  exhausted  each  stroke  85  per  cent  of  its  volume. 
Also  since  compression  in  low-pressure  cylinder  is  complete,  the  low-pressure  clearance 
is  full  of  steam  at  the  receiver  pressure  at  the  beginning  of  the  stroke.  Hence  the 
low-pressure  displacement  up  to  cut-off  must  equal  S&Dh  or  L.P.  cut-off  =.85Dh) 
divided  by  cylinder  ratio,  or  .85-7-2.25  =  .378.  Since  compression  is  complete,  the 
per  cent  compression  may  be  found  from  the  relation  c^XCrecpr.)  =(cL-hXi,)(bk.pr.), 
or  .04X79.3 -(.04-I-Xl)  10  or  Zl  =  .28. 

From  Eq.  (334),  (m.e.p.)  referred  to  low-pressure  cylinder  is  obtained  by  dividing 
by  144Dl,  and  on  substituting  the  above  values  it  becomes, 

150(l-h.66)(^^~^)loga.9+30(l+.04)  loge2.64-30(.15+.06)(|||)log.  (^^^J^) 

-10(.28+.04)  lo(.(^)+2X150(l-h.06)(j^3)  -150X^ 

2  64 
-30X7^(l+.06)-|-2Xl0(.28-|-.04)-30X2.64X.04-10(l-|-.04)=60.6  lbs.  per  8q.in., 

hence  I.H.P.  =235. 

(5)  From  Eq.  (336)  by  substituting  the  above  values 

Cu.ft.  steam  per  hour  per  horse-power = ^^  |  ( (.38 + .04)  -  (.28  -f  .04)  ~)  ^1  =45.5, 

oO.o  i_  \  79.3/ 150  J 

or  pounds  per  hour  will  be  3550. 

(c)  Release  pressure  for  high-pressure  cylinder  has  been  shown  to  be   79.3  lbs. 

and  may  be  checked  by  Eq.  (338),  as  follows: 


(rel.pr.)ir  =  150^^^t|?\  =79.3  ibg. 


Receiver  pressure  has  already  been  shown  to  be  equal  to  this  quantity  and  may 
be  checked  by  Eq.  (337) 

(  \  150  X  (.5 +.06)  10  X  (.28 -h  .04)2.25 

^'^^•^'•^^"(.378H-.04)2.25+(.28+.04)  "^(.378 +.04)2.25 +(.28 +.04)  "^^'^  ^^^' 
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Low-pressure  release  pressure  is  found  from  Eq.  (339)  to  be 


(rel.pr.)i;*160 


1+.06         1 


1 +.04    2X2.26 


1  + 


(.15 +.06)2.64 
(1 +.04)2.26  _ 


+10 


.28 +.04 
1+.04 


(.16 +.06)2.64 


H 


(1 +.04)2.26  J 


30  lbs. 


Prob.  1.  What  will  be  the  horse-power  and  steam  used  by  the  following  engine 
for  the  data  as  given? 

Engine  20  and  28x36  ins.,  running  at  100  R.P.M./  clearance  6  per  cent  in  high 
pressure,  3  per  cent  in  low.  From  cards  H.P.  cut-oflf  =  .3,  L.P.  =.4;  H.P.  ccsnpression, 
.1;  L.P.,  .2.  Gages  show  (in.pr.)  to  be  150  lbs.,  (rec.pr.)  60  lbs.,  (bk.pr.)  26  ins. 
Hg  (barometer  » 30  ins.). 

Prob.  2.  What  must  be  the  cut-offs  and  the  cylinder  ratio  of  an  engine  to  give 
equal  work  and  complete  expansion  and  compression  for  200  lbs.  per  square  inch 
absolute  initial  pressure  and  atmospheric  exhaust,  if  clearance  is  6  per  cent  in  the 
high-  and  3  per  cent  in  the  low-pressure  cylinder?  What  will  be  the  horse-power  for  an 
engine  with  a  low-pressure  cylinder  24x36  ins.,  running  at  100  R.P.M.  for  this  case? 

Prob.  3.  Should  there  be  no  compression,  how  would  the  results  of  Prob.  2  be 
altered? 

Prob.  4.  What  will  be  the  total  steam  used  by  engines  of  Probs.  2  and  3? 

Prob.  6.  For  an  11-  and  20x24-in.  engine  with  5  per  cent  clearance  in  each 
cylinder,  |  cut-off  in  each  cylinder,  and  20  per  cent  compression  in  each  cylinder,  what 
will  be  the  horse-power  and  the  steam  consumption  when  the  speed  is  126  R.P.M.,  the 
initial  pressure  160  lbs.  per  square  inch  gage,  and  back  pressure  at  atmosphere? 


62.  Compound  Engine  with  Infinite  Receiver.  Exponential  Law,  with 
Clearance  and  Compression,  Cycle  Xn.  Geneiral  Relation  between  Pressures^ 
DimensionSi  and  Work.  Referring  to  Fig.  72,  of  the  preceding  section,  which 
will  represent  this  cycle  by  a  slight  change  of  slope  of  the  expansion  and  com- 
pression lines,  the  high-pressure  work  may  be  expressed  in  terms  of  dimensions^ 
ratios  and  pressures.  Since  this  must  contain  receiver  pressure  as  a  factor^ 
and  since  that  is  not  an  item  of  original  data,  it  is  convenient  first  to  state 
receiver  pressure  in  terms  of  fundamental  data: 

V,'-V.=  V.-V..    But    V.^VJ^Y    and    V.^vJ^V 

\rec;pr./  \rec.pr./ 


Whence, 


\rec.pr./  \rec.pr./ 


(rec 


.pr.)  =  (in.pr.)  I y  j,  ^  /  ,  or  in  terms  of  di 


dimensions  and  pressures, 


(rec.pr.)  =  (in.pr.)' 


ZH+CH+Rc(Xi,  +  CL) 


RciZL+CL)+XH 


/bk.pr.X .  Y 
\in.pr.  /    j 


(367) 
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The  high-pressure  work  may  be  stated  as  follows: 


TF^  =  144Z)^{(in.p^)^%±^[.-.(^ 


r) 


-  (rec.pr.)— ^3j —  I  I — ^^)      ~  1   ""  (m.pr.)cff  \ .     . 


(368) 


By  substituting  values  of  (rec.pr.,  from  Eq.  (367)  an  equation  will  be  obtained 
which  gives  the  work,  TFh,  in  terms  "of  dimensions,  initial  and  back  pressures. 
The  work  in  the  low-pressure  cylinder  will  be: 

Fi,=144DJ(rec.pr.)^^[«-  (^g^)'"']  -(bk.pr.)(l-X,,) 


-  (bk.pr.)-^3j-  N — —j       - 11  -  (rec.pr.)cL  \ .     . 


(369) 


In  the  same  way  as  stated  for  Wh  an  expression  may  be  obtained  for  the 
work,  TFl,  iii  terms  of  dimensions  and  cylinder  pressures. 

The  expression  for  total  work  need  not  be  written  here,  as  it  is  simply  the  sum 
of  Eqs.  (368)  and  (369)  in  terms  of  receiver  pressure  and  the  exponent  of  the 
expansion, «.  

The  volume  of  high-pressure  fluid  supplied  per  cycle  is  QB,  Fig.  72,  which 

may  be  expressed  either  in  terms  of  high-pressure  or  of  low-pressure  points, 

thus: 

1 


(Sup.Vol.)  =D«[Zi,+Ca-  (X^+to)  (^^) '  1  (a) 


'  m 


(370) 


The  following  quantities  wiU  be  indicated,  and  may  be  evaluated  by  sub- 
stitution from  the  preceding: 

(m.e.p.ref.toL.P.)  =  j^  =  j4j^ (371) 

W 
Work  per  cu.ft.  fluid  supplied = T^ — WJ) ^^"^^^ 

Ck>nsumption  cu.ft.  per  hr.  per  I.H.P.  =  7 «  .    t  p  \  ^ — ^ —  *     (373) 

^  *-  *-  (m.e.p.  ref.  to  L.P.)        Dl 

Equal  division  of  work  between  high-  and  low-pressure  cylinders  requires 
that  Eqs.  (368)  and  (369),  be  made  equal.  The  latter  will  give  an  expression 
showing  the  required  relation  between  dimensions  and  initial  and  final  pres- 
sures, cut-off  and  compression  in  high-  and  low-pressure  cylinders.  In  this 
expression  there  are  so  many^  variables  thai  an  infinite  number  of  combinaMons 
may  be  made  to  give  equality  of  work. 
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It  is  d^irable  to  examine  the  results  of  assuming  special  conditions  such  as 
those  of  the  previous  section,  the  most  important  of  which  is  that  of  complete 
expansion  and  compression  in  both  cylinders,  which  is  represented  by  Fig.  73. 

PF.  =  144(in.pr.)Z.D^[l-(E^)'-^].     .     .     .     (37,) 

F.  =  144(rec.pr.)Z^.^-^[l-(^)'-^] (37,) 

but    ZJ)r. = Z^D^  (^^)  • ,  hence,  by  substitution  and  adding  W^  and  Wx., 

Tr=144(in.pr.)Z>.Z.^-±-^[l-(^)^'].      .    .    .    (37^) 
The  receiver  pressure  may  be  found  as  follows.    InVig.  73,  EC --GH: 

E,u.«^    '+— (it)"-«'['*— (^^)'J(^)-     .  (377, 

When  this  is  solved  for  receiver  pressure  it  results  in  an  eauation  nt  th. 
^cond  degree  which  is  somewhat  cumbe«ome,  and  will  "tr^Sd  het 
Eq.  (377)  18,  however,  used  later  to  find  Re. 

V   ^J,7^^^  'n*"  ^  fllf  *"^  distributed  between  high-  and  low-pressure  cylinder 
Eq.  (374)  will  equal  Eq.  (375),  hence,  for  equal  division  of  work  ' 


(rec.pr.)  =  (in.pr.) 


\  in.pr./ 


«-l       _£_ 

»-l 


•    .    .    .    (378) 


which^  if  satisfied,  will  give  equality  of  work  in  the  two  cylinders  for  thi«  o^ 
of  perfect  compression  and  expansion.  ^ymaers,  for  this  case 

In  Fig.  76  is  given  a  set  of  curves  for  use  in  detennining  the  value  of  thp 
ratio  of  (recpr.)  to  (in.pr.)  as  expressed  by  Eq.  (378)  ^ 

.n^it'^JT'^"'^  has  been  found  by  Eq.  (482)  it  is  possible  by  means  of  (481) 
and  the  clearances  to  find  Re.    The  events  of  the  stroke  must  have^the  fo^W 
mg  values  to  maintain  complete  and  perfect  compression  anTex^lL  ' 

^ir=(H-CH)(^I:y-c^;  (379)    Z.^H+cJ^^Kc,.  (379) 

^      ^    ''  Vrec.pr./        '""      •     •     (38O) 
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Bzample.  Ilnd  (a)  the  horse-power,  (6)  compressed  air  used  per  hour,  and  (c) 
receiver  and  release  pressures  for  a  12-  and  18X24-in.  engine  with  infinite  receiver, 
6  per  cent  clearance  in  the  high-pressure  cylinder,  and  4  per  cent  in  the  low-pressure 
cylinder,  when  initial  pressure  is  150  lbs.  per  square  inch  absolute,  back  pressure  10 
lbs.  per  square  inch  absolute,  speed  125  R.P.M.,  cut-off  in  high-pressure  cylinder  }, 
low-pressure  cut-off  such  as  to  give  complete  expansion  in  high-pressure  cylinder,  com- 
pression in  high-pressure  cylinder  15  per  cent,  and  complete  in  low.  Expansion  such 
that  8  =  1  A. 

(a)  As  in  example  of  Sec.  51 ,  receiver  pressure  equals  high-pressure  release  pressure,  and 
low-pressure  volume  at  cut-off  must  equal  volume  of  air  exhausted  from  high  pressure. 
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Fig.  76. — Curves  to  Show  Receiver  Pressure  to  Give  Equal  Work  Distribution  when  Expan- 
sion and  Compression  are  Complete  in  both  Cylinders  of  the  Compound  Engine  with 
Infinite  Receiver,  with  Clearance  when  Expansion  and  Compression  are  not  Logarithmic. 

Release  pressure  may  be  found  from  relation  (in.pr.)(cH+^/f)'  ^iTe\,pr.)H(cH+Dff)\ 
or  150(.06-|-.5)^*  =  (rel.pr.)ir(.06-|-l)^*,  or  (rel.pr.)  =60  lbs.  As  in  the  previous  example, 
the  low-pressure  cut-off  is  .38,  and  the  low-pressure  compression  may  be  found  from  the 
relation ci,*(rec.pr.)=(cL+XL)*(bk.pr.),  or  (.04)^*X60  =  (.04-|-A'l)^*  (10),  or  Xi,  =  .09. 
From  equations  (368)  and  (369)  with  the  proper  values  substituted  for  (rec.pr.),  and 
dividing  by  lUDHRa  the  following  expression  for  (m.e.p.)  results  in  the  present  case: 


150 
2.25 


\5+.06 
.4 


[-mrh 


f  .15-I-.06  r/^15+^V*     il^i 


06 


150 


2.25 


.5+.06-|-2.25(.15-|-.06) 


/J0\  71  I  14 
\150/ 


15 


+150 


2.25(.38-|-.04)-|-.15+.06 

/10\  71  1 
.5+.06+2.25(.15+.04)  f  ^.j 

2.25(.38+.04)+.15-|-.06 


1.4 
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f.38+.04r,  .     /.38+.04\<1      .. 

—i-[^-^-\-T+M)  \-^ 


-'-{^[im-'-^v^--] 


>551bs.  persqin., 


hence  the  horse-power  is  214. 

(6)  From  Eq.  (373)  with  proper  values  substituted, 

Cu.ft.  per  LH.P.  hr.  -^|pX  [  (-38+04)  (^V^'  "^•^"^•^^S)]  ^^  "^' 

or  total  air  per  hour  will  be      50  X214  =  10,700  cu.ft. 

(c)  Release  for  the  high-pressure  cylinder  has  already  been  given  as  60  lbs.  and  the 
receiver  pressure  the  same.  The  latter  quantity  may  be  checked  by  equation  (367) 
and  will  be  found  to  be  the  same.  The  low-pressure  release  pressure  may  be  found 
from  the  relation  (rec.pr.)(Zi,-fCL)^**  =  (rel.pr.)L(l+CL)^*,  which  on  proper  substitution 


/.38+.04\i.4 
V    1.04    / 


gives  (rel.pr.)L=60( '        '     j      =27  lbs.  per  sq.  inch. 

Prob.  1.  What  will  be  the  horse-power  and  steam  used  per  hour  by  an  18-  and 
24x30-in.  engine  with  5  per  cent  clearance  in  each  cylinder  and  with  infinite  receiver 
running  on  100  lbs.  per  square  inch  gage  initial  pressure,  and  5  lbs.  per  square  inch 
absolute  back  pressure,  when  the  speed  is  100  R.P.M.  and  the  cut-ofif  in  high-pressure 
cylinder  is  i  and  in  low  17? 

Note:   s  =  1.3  and  B  =  .2. 

Prob.  2.  What  must  be  the  receiver  pressure  for  equal  work  distribution  when  the 
initial  pressure  has  the  following  values  for  a  fixed  back  pressure  of  10  lbs.  per 
square  inch  absolute?    200,  175,  150,  125,  100,  and  75  lbs.  per  square  inch  gage? 

Prob.  3.  For  the  case  of  150  lbs.  per  square  inch  gage  initial  pressure  and  14  lbs. 
per  square  inch  absolute  back  pressure,  what  will  be  the  required  high-pressure  cylinder 
size  for  an  air  engine  with  a  low-pressure  cyUnder  18x24  ins.,  to  give  equality  of  work, 
clearance  in  both  cylinders  being  5  per  cent? 

Prob.  4.  What  will  be  the  horse-power  and  air  consumption  of  the  above  engine 
when  running  at  a  speed  of  150  R.P.M.,  under  the  conditions  of  perfect  expansion  and 
compression? 

63.  Compound  Engine  with  Finite  Receiver.  Logarithmic  Law,  with 
Clearance  and  Compression,  Cycle  Xm.  General  Relations  between  Pressures, 
Dimensions,  and  Work  when  H.P.  Exhaust  and  L.P.  Admission  are  Inde- 
pendent. As  this  cycle,  Fig.  77,  is  made  up  of  expansion  and  compression  lines 
referred  to  the  different  origins  together  with  constant  pressure,  and  constant 
volume  lines,  the  work  for  high-  and  low-pressure  cylinders  and  for  the  cycle  can 
be  set  down  at  once.  These  should  be  combined,  however,  with  the  relation 
noted  for  the  case  of  infinite  clearance  which  might  be  termed  the  condition 
for  a  steady  state*. 

[(PV)  on  H.P.  expansion  line]  — [(PF)  on  H.P   compression  line] 

[{PV)  on  L.P.  expansion  line— PV  on  L.P.  compression  line], 

or,  P.Vt-PeVe^PkVH-PtVt (383) 
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s 

Besides  this  there  is  a  relation  between  H.P.  exhaust  and  L.P.  admission 
pressures,  corresponding  to  the  equality  that  existed  for  the  infinite  receiver^ 
that  may  be  set  down  as  follows: 


MCOMP 


— -Kln-Pr-Hf 


<CQinp.pi  ff)^ 


7 


■4rel.pr.)H 


LETE    EXPANSION  ANC   COMPRESSION 


(in.prOi. 


I  (  rel.pr.)  l 


OVER   EXPANSION  AND  COMPRESSION 


Fig.  77. — ^Work  of  Expansive  Fluid  in  Compound  Engine  with  Finite  Receiver  and  with 
Clearance.  Cycle  XIII,  Logarithmic  Cycle  XIV,  Exponential  Expansion,  and  Com- 
pression. 

PmF«=P*n,    and    Pm{V„,+0)^Pa{Va+0);  therefore 
P-r«=P»n=Pd(Fd+0)-Pn.O,  and  Pn^^Pn]  .'.     P^^^'v^Xo'^'    ^^^^ 
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Also      PnVn=PtVi,    and    P«(y.+0)=P,(7,+0);  therefore 

PnVn=PtVt=P,{V,+0)-P,0,  and  P,=P„  :.     P»^^y^t^-  (385) 

These  two  expressions  for  the  pressure  at  D  and  at  G  are  not  available  in 
their  present  form,  since  they  involve  two  unknown  pressures — those  at  H  and 
E,  but  two  other  equations  of  relation  can  be  set  down  from  which  four  equa- 
tions, the  four  unknown  pressures  P«,  Pd,  Pi  and  P»,  can  be  found.  These 
other  equations  are 

P«(F<,-|-0)=Pe(7.+0),    or    P*=py^±^Y    .    .    .    (386) 

and  P,(r,+0)=P,(F»+0),    or    ^'=^»(^^)-    •    •    •    (387) 

PiVi-\-P,0 


Equating  (384)  to  (386) ,  there  results     P« = 


V.+0 


Equating  (385)  to  (387)  p,=^*(^*+Q)     ^*^*. 

Hence  P. y-:^ ^ . 

rrv     t                 P     P»T^>Q4-PtFt(r.-}-0)  .  , 

Therefore            Ph=     y^^y^^Q-^^y^^    •  (a) 

Substitution  will  give 

P     P>^»(^»+Q)+P*F*0  .  . 

^'     (7.+0)(r»-|-0)-02  ^"^ 


.  =  rAyt(r*+o)+PtrtQi  /f.+o\  ,^ 
'  L  (t^.+o)(n+o)  -02  J  VVtf+o/  ^"^ 


(388) 


It  will  be  found  that  the  use  of  these  pressures  is  equivalent  to  the  applica- 
tion of  the  equation  of  condition  given  in  Eq.  (383),  for  substitution  of  them 
reduces  to  an  identity,  therefore  the  work  of  the  two  cylinders  can  be  set  down 
by  inspection  in  terms  of  point  pressures  and  volumes  and  the  above  pressures 
substituted.  The  result  will  be  the  work  in  terms  of  the  pressures  and  cylinder 
dimensions.    Thus 

TF«=P»F.(l+log.  y>j  -P/7,(l+log.  y\  -P.V.  log.^^-^)  -(P.-P,)F.. 
Therefore  by  substitution, 

Wb  =  P»V»(l  +log.  Y^  -PaVa 

L  (F.+0)(7»4-0)-02  J  ^'  '*^  \Va)  \V.+Oj] 
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-P»y»loge^*-P,(F,-F»). 


.  (390) 


An  expression  for  the  total  work,  W2  may  be  obtained  by  adding  Ekjs. 
(389)  and  (390). 

While  such  an  equation  for  the  cyclic  work  will  be  in  terms  of  initial  data, 
it  is  not  of  very  much  value  by  reason  of  its  complex  form,  and  will  therefore 
be  omitted  here.  A  still  more  involved  equation  for  W  will  be  obtained  by 
substitution  of  the  usual  symbols,  but  stich  equations  as  this  are  almost,  if  not 
quite,  useless  in  the  solution  of  problems  requiring  numerical  answers  in  engine 
design,  or  in  estimation  of  engine  performance,  and  this  fact  justifies  the  con- 
du^sion  thai  in  coms  of  finite  receivers  graphic  methods  should  be  used  rather  than 
the  analytic  for  design  work.  When  estimates  of  power  of  a  given  engine  are 
needed,  this  graphic  work  is  itself  seldom  justifiable,  as  results  of  sufficient 
accuracy  for  all  practical  engine  operation  problems  can  be  obtained  by  using 
the  formulas  derived  for  infinite  receiver  when  reasonably  large,  and  zero  receivers 
when  small  and  the  pistons  move  together.  It  might  also  be  possible  to  derive 
an  expression  for  work  with  an  equivalent  constant-receiver  pressure,  that  would 
give  the  same  total  work  and  approximately  the  same  work  division,  but  this  case 
so  seldom  arises  that  it  is  also  omitted  here. 

Inspection  of  the  work  equations  makes  it  clear  that  any  attempt  to  find 
equations  of  condition  for  equal  division  of  work  for  the  general  case  must  be 
hopeless.  It  is,  however,  worth  while  to  do  this  for  one  special  case,  that  of 
complete  expansion  and  compression  in  both  stages,  yielding  the  diagram  Fig. 
78.  This  is  of  value  in  drawing  general  conclusions  on  the  influence  of  receiver 
size  by  comparing  with  the  similar  case  for  the  infinite  receiver. 

By  referring  to  Pig.  78,  it  will  be  seen  by  inspection  that  cylinder  sizes, 
clearances  and  events  of  the  stroke  must  have  particular  relative  values  in  order 
to  give  the  condition  assumed,  i.e.,  complete  expansion  and  compression.  It 
is,  therefore,  desirable  to  state  the  expressions  for  work  in  terms  which  may 
be  regarded  as  fundamental.  For  this  purpose  are  chosen,  initial  pressure, 
(in.pr.),  back  pressure,  (bk.pr.);  high-pressure  displacement,  D^;  cylinder 
ratio.  Re]   high-pressure  clearance,  Ch;   and  ratio  of  receiver  volume  to  high- 


pressiu^  displacement,  y.    Call     I    '    '  J  =  ff j 


It  will  be  convenient  first  to  find  values  of  maximum  receiver  pressure, 
(rec.pr.)i,  and  minimum,  (rec.pr.)2;  high-pressure  cut-off  Zh,  and  compression 
Xh;  low-pressure  clearance  c^,  cut-oflf  Zl,  and  compression,  Xl,  in  terms  of 
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these  quantities.    Nearly  all  of  these  are  dependent  upon  the  value  of  cl  and 
it  will,  therefore,  be  evaluated  first. 


From  the  points  C  and  J,  Fig.  78,  (rec.pr.)2  =  (bk.pr.)-~-T— ^^^ 

From  il  and  B,  (rec.pr.)i  =  (in.pr.)-^^, 

(rec.pr.)i    l+cu+y 


•  • 


and  from  E  and  C, 
P 


(rec.pr.)2     RcCl+V 


p 

n.pr.)H    |-^ 

A 

B 

-• <i 

\ 
\ 

V 

(C„I 

X 

7J^- 

tn\>9^ 

^-^. 

""^ili 

?l\ 

■  .. 

.-(rec.pr.), 

Li\_ 

Tk 

^ 

1 

E 

"ii 

s^^x 

(cl 

T>l)- 

1 

\ 

^ 

^ 

iJc 

f\- 

y^y 

*i 

\ 

^ 

1 

I 

^ 

V^     ^*^    1 

—\J- 

1 

r 
1 

\ 

-z^r 

't 

>ta 

' 

1 

1 

1 

y 

\, 

K_ 

--^ 

J 

1 

Y 

-X. 

> 

Dl- 

V  DK.pr. 

(391) 


(392) 


(393) 


Fig.  78. — Special  Case  of  Cycles  XIII  and  XIV,  Complete  Expansion  and  Compression  in 
both  Cylinders  of  Compound  Engine  with  Clearance  and  Finite  Receiver. 

Dividing  Eq.  (392)  by  Eq.  (391)  and  equating  to  Eq.  (393),  multiplying 
out  and  arranging  with  respect  to  Cl,  the  relation  to  be  fulfilled  in  order 
that  complete  expansion  and  compression  may  be  possible  is, 

CL^[R<?{l+CH+y)]+CL[Rd'{l+CH+y)-RcRpCH{\+CH)\ 

-l2//2pCir(l+CH)]=0.  .     (394) 


from  which, 


(m2+4Zn)>^-m 


(395) 


It  is  much  simpler  in  numerical  calculation  to  evaluate  {,  m,  and  n  and 
insert  their  values  in  Eq.  (395)  than  to  make  substitutions  in  Eq.  (394),  which 
would  make  a  very  cumbersome  formula.  (Rec.pr.)2  and  (rec.pr.)  i  may 
now  be  evaluated  from  Eqs.  (391)  and  (392)  by  use  of  the  now  known  value  of  Cl. 

High-pressure  cut-off  Zif  may  be  found  from  the  relation  of  points  B  and 
/,  Fig.  78, 

Rp{Zh+ch)^Rc{\+cl),    or    Zh^^{\+cl)-Ch.       .    .    (396) 

tip 

Low-pressure  cut-off,  Zi,,  from  Rc{Zl+cl)  =  1  +Chi  or  Zl = —5 Cl'  (397) 
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High-pressure  compression,    Xu^ClRc—Ch (398) 

Low-pressure  compression,  Xl,  by  the  use  of  points  A  and  K^ 

Rb{XL+CL)^RpCH,    or    Xl^^Ch-cl (399) 

lie 

If  cl  is  regarded  as  part  of  the  original  data,  though  it  is  related  to  Re, 
Rp,  Ch  and  y  as  indicated  in  Eq.  (384),  the  expressions  for  high-  and  low-pres- 
sure work  may  be  stated  as  follows: 

•  W..  144(i,.pr.)I..{|(l+c.)  [l+log.  1 11±^] 

+(!+«)  log,Ri±^]-[|^(l+a)-c,]-c,log.jgj.  .    (401) 

Adding  these  two  equations  gives  the  total  work  of  the  cycle  which,  how- 
ever, may  be  greatly  simplified  by  substituting  the  following  values: 

Hence  W  =  144(in.pr.)I>H  1 1^(1 +cl)  -  c  J  log.  Rp. 

=  144(in.pr.)/)ir2£r  log.  Tip (402) 

Prom  this  may  be  obtained  mean  effective  pressure  referred  to  the  low- 
pressure  cylinder,  work  per  cubic  foot  supplied,  and  consumption  per  houi" 
per  indicated  horse-power,  all  leading  to  the  same  results  as  were  found  for  the 
case  of  complete  expansion  and  compression  with  infinite  receiver  (Section 
51)  and  will  not  be  repeated  here. 

To  find  the  conditions  of  equal  division  of  work  between  cylinders,  equate 
Eqs.  (400)  and  (401).  This  will  result  in  an  equation  which  may  be  simplified 
to  the  form, 

(403) 

This  equation  reduces  to  Eq.  (283)  of  Section  47,  when  Ch  and  cl  are  put  equal 
to  zero.  In  its  present  form,  however,  Eq.  (403)  is  not  capable  of  solution, 
and  it  again  becomes  apparent  that  for  such  cases  the  graphical  solution  of  the 
problem  is  most  satisfactory. 
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Example  1.    Method  of  calculating  Diagram,  Fig.  77.    Assumed  data: 

Pa  =^6  =  120  lbs.  per  square  inch  abs.  Vj==Vi==  2   cuit. 

Pm=Ph=  30  lbs.  per  square  inch  abs.  Fc  =  Fd  =  F*  =  .8   cu.ft. 

Pj  =  10  lbs.  per  square  inch  abs.  Vo  =  Vi  =  .24  cu.ft. 

F,  =  .2cu.ft.  .      Fa  =  F/ =  12  cu.ft.  Fo  =  1.2  cu.ft.           Fft  =  .4cu.ft. 

To  locate  point  C:    Pc  ="77"  = ^-—  =60  lbs.  per  sq.in. 

Vc  .0 

To  locate  point  M:  F«=-p— = — rTr^  =  1.6  cu.ft. 

i  TO  oO 

To  locate  point  D: 

P<i{V4+0)=Pfn{Vn+0),    or    Pd=30^-i|J^-421bs.persq.in. 
To  locate  point  E: 

Pe(Ve+0)^Pm(Vm+0),     OT     Pe'^'^^XSO'^mM.  IpeT  Bq.m. 

To  locate  point  F:      P/=-~-^=— -tt— =  100  lbs.  per  sq.in. 

Vf         .12 

To  locate  point  L:      Pj  =  —ry—  =  — jrr-  «33.3  lbs.  per  sq.in. 

Vi  ,iA 

To  locate  point  iV:     Fn  = -p— « —^pr^  =  13  cu.ft.,    since    Pn-Pe. 

JTn  OO 

To  locate  point  G: 

P,(V,+0)  ^Pn{Vn+0)     or    P,=6o|^||±y||  =65.6  lbs.  per  sq,in. 

To  locate  point  //:     Ph{Vh+0)  =P^(F,+0)F*=^^^^^^t^^Z^2^ 

"h 

..     .24X56.6+66.6X1.2-30X1.2    ,  ,^      ^ 

or  Vh = ^ =  1 .46  cu.ft. 

oO 

rp    1      *        •  *  f      D     ^*^»     1-46X30    ^,  -,, 

To  locate  pomt  /:    P< «  « r —  =21.9  lbs.  per  8q.m. 

Prob.  1.  Find  the  work  done  in  the  high-pressure  cylinder  and  in  the  low-pressure 
cylinder  of  the  following  engine  under  the  conditions  given: 

Engine  14  and  30X28  ins.,  100  R.P.M.,  6  per  cent  clearance  in  each  cylinder, 
high-pressure  cut-off  A,  low-pressure  cut-off  A.  high-pressure  compression  A,  low- 
pressure  compression  A,  initial  pressure  100  lbs.  per  square  inch  gage,  back  pressure 

5  lbs.  per  square  inch  absolute,  and  receiver  volume  3  times  the  high-pressure  dis- 
displacement.     Logarithmic  expansion. 

Prob.  2.  The  following  data  are  available:  initial  pressure  200  lbs.  per  square  inch 
absolute,  back  pressure  10  lbs.  per  square  inch  absolute,  engine  10X16X22  ins.,  with 

6  per  cent  clearance  in  the  high-  and  low-pressure  cylinders,  speed  100  R.P.M.  What  will 
be  the  cut-offs,  and  compression  percentages  to  give  complete  expansion  and  compression? 
Logarithmic  expansion. 

Prob.  3.  What  will  be  the  work  done  by  the  above  engine  working  under  these 
conditions? 
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Prob.  4.  What  must  be  the  low-pressure  clearance,  cut-ofTs,  and  compression 
percentages,  to  give  complete  expansion  and  compression  for  a  similar  engine  work- 
ing under  the  same  conditions  as  those  of  Prob.  2,  but  equipped  with  a  receiver  twice 
as  large  as  the  high-pressure  cylinder? 

64.  Compound  Engiiie  with  Finite  Receiyery  Exponential  Law,  with 
Clearance  and  Compression,  Cycle  XIV.  General  Relations  between 
Pressures,  Dimensions,  and  Work  when  HJP.  Exhaust  and  L.P.  Admission 
are  Independent  It  cannot  be  expected  that  the  treatment  of  this  cycle  by 
formulas  will  give  satisfactory  results,  since  even  with  the  logarithmic  expansion 
law,  Cycle  XIII  gave  formulas  of  unmanageable  form.  For  the  computation  of 
work  done  during  the  cycle,  however,  and  for  the  purpose  of  checking  pressures  and 
work  determined  by  graphical  means,  it  is  desirable  to  have  set  down  the  relations 
of  dimensional  proportions,  initial  and  final  pressures,  and  valve  adjustments,  to 
the  receiver  pressures,  release  pressures  and  work  of  the  individual  cylinders. 

The  conditions  of  a  steady  state,  explained  previously,  require  that 

(Fig.  77),  that  is,  the  quantity  of  fluid  passuig,  per  cycle,  in  the  high-pressure 
cylinder  must  equal  that  passuig  ui  the  low.    Expressed  ui  terms  of  dimensions, 

1 

DHicH+Z„)-DB{cir+XB)V^ZZt]' 

I  (.rn.pr.;  J 

,      .      „      (in.pr.) 
or,  rearrangmg,  and  usmg flf=.j^j^^^., 

an  equation  which  contains  two  unknown  pressures  (rec.pr.)i  and  (cut  off  pr.)z,. 
To  evaluate  either,  another  equation  must  be  foimd: 

1  1 

y«=7it(^)',    wherePn=Pe,sothat    ^»=«c7Dh(cx+Xl)[^^J' .    (406) 
Hence  ^»=^»(^^)'»    ^^ 


(cut-off  pr.)r.==  (rec.pr.)i 


»+'w-+^4l^.]  • 


y+Rc(ci.+Zi,) 

1 


_  ry(rec.pr.)i  s  +gc(ci,+Xz.)(bk.pr.).  "J »        .      . 
"  L  y+Rc{cL+Z^)  J '  •    ^^^ 


1 
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this  constitutes  a  second  equation  between  (cut-off  prOr,  and  (rec.pr.)i,  which, 
used  with  Eq.  (405)  makes  it  possible  to  solve  for  the  unknown.  By  substitu- 
tion in  Eq.  (405)  and  rearranging, 

r^^.    -  rhlr  nr  ^  F  ^phcH+Zn)  [y+flc(CL+ZL)]+/Z(7y(CL+X,,)]* 

(rec.pr.)i-(bk.pr.)[     (^,,+x,)ly+Rc{c,+Z,)]+Rcy{c,+Z,)    [  '    ^^^ 

This  expression  is  of  great  assistance  even  in  the  graphical  construction 
of  the  diagram,  as  otherwise,  with  all  events  known,  a  long  process  of  trial  and 
error  must  be  gone  through  with.  It  should  also  be  noted  that  when  8=1  this 
expression  does  not  become  indeterminate  and  can,  therefore,  be  used  to  solve 
for  maximum  receiver  pressure  for  Cycle  XIII,  as  well  as  Cycle  XIV. 

Cut-off  pressure  of  the  low-pressure  cylinder,  which  is  same  as  the  pressure  at 
H  or  at  Af ,  Fig.  77,  is  now  found  most  easily  by  inserting  the  value  found  by 
Eq.  (408)  for  (rec.pr.)i  in  Eq.  (407). 

Enough  information  has  been  gathered  now  to  set  down  the  expressions  for 
work 

(ia.pr.)'^'[.-(^')-]-«.(io.pr.) 
(''+«(»c.pr.),[(a±iL')-'-l] 


Wh=IUDb 


8-1 

(V+Cb+Xh) 

«-l 


(-P'-).[i-(*i:^)-]}.  •  w 


-  (bk.pr.)?^^'-'  [(5^)'"'  - 1  j  -  <bk.pr.)(l  -«Bol.    (410) 

Addition  of  these  two  Eqs.  (409)  and  (410)  gives  an  expression  for  the  total 
work  Wf  and  equating  them  gives  conditions  which  must  be  fulfilled  to  give 
equality  of  work  in  the  high-  and  low-pressure  cylinders.  Since  these  equations 
so  obtained  cannot  be  simplified  or  put  into  more  useful  form,  there  is  no  object 
in  inserting  them  here,  but  if  needed  for  any  purpose  they  may  be  easily  written. 
In  finding  the  conditions  of  equal  work,  the  volumes  of  (rec.pr)  i  and  (cut-off  pr.)L, 
must  be  inserted  from  Eqs.  (407)  and  (408)  in  (409)  and  (410),  in  order  to  have 
the  terms  in  the  two  equations  consist  of  fundamental  data.  This,  however, 
increases  greatly  the  complication  of  the  formula. 

After  finding  the  total  work  of  the  cycle,  the  mean  effective  pressure  referred 
to  the  low  pressure  is  obtained  by  dividing  by  144  XDz.. 

To  assist  in  finding  the  work  per  cubic  foot  supplied  and  consumption,  and 
the  cubic  feet  or  pounds  per  hour  per  I.H.P.  it  is  important  to  know  the  volume 
of  fluid  supplied  per  cycle,  j 

(Sup.Vol.)=OF=Di,[(c,,-t-Z^)--(cH+X«)(^^g^  .    (411) 


(m.e.p.)  -— 
4 
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Example.  Find  the  horse-power  of  and  compressed  air  used  by  a  12-  and  18  X 
24-in.  air  engine  running  at  125  R.P.M.,  with  a  receiver  volume  twice  as  large  as  the 
low-pressure  cylinder,  6  per  cent  clearance  in  the  high-pressure  cylinder,  4  per  cent  in 
the  low,  when  the  initial  pressure  is  150  lbs.  per  square  inch  absolute,  back  pressure 
10  lbs.  per  square  inch  absolute,  high-pressure  cut-off  i,  low-pressure  cut-off  f ,  high- 
pressure  compression  10  per  cent,  low-pressure  compression  30  per  cent,  and  expansion 
and  compression  follow  the  law  PV^'^^c. 

From  Eq.  (408)  (rec.pr.)i  is  found  to  be  as  follows  when  values  for  this  problem 
are  substituted: 

,  ,      ,^ri57(.56)[4.5+2.25(.79)]+4.5X2,25(.34)1'    ^,  _ ,.  .       ,     ,^ 

(rec.pr.).  =  10  [-71 6(4.5 + 2.25 X. 79]+ 4.5 X 2.25 X. 79    J  ==^^'-^  ^^'  ^'^^^  ^^^^^^' 

and  by  using  this  in  Eq.  (407) 

f    .    ff      \       /4.5X81.77^+2.25X.34X10^^\'    „  „  .       ,     ,  , 

(cut-off  pr.)L  =  I 4  <^-4-2  2<>v  7Q /  **  ®^'"^'  absolute. 

It  is  now  possible  by  use  of  Eqs.  (409)  and  (410)  by  addition  and  division  by 
144Z)l,  to  obtain  (m.e.p.).  Substituting  the  values  found  above  and  carrying  out 
the  process  just  mentioned, 

['-fx["-(il)']-— fx-[(i)*-'] 

»5+.16.^^^r.     /4.5+.16\-^1  .  ,,,,4.5+2.25X.79r/4.5-h2.25X.79\-^      1 
~r^^^Y^[U+iM)    r^^  :4  l\4.5+2.25+.04;    "^J 

.  ,,^,4.5+2.25X.79r,     /  4.5+2.25 X. 79  \-^1     ,^^2^25X^r/.34\-4       1 
+53X  -^  L      U^+2.25X1.04/    r^^^~~A~[\M)    "^ 

-10X2.25X.7  [  =51.5  lbs.  sq.in. 
hence  the  horse-power  will  be  200.  J 

By  means  of  Eq.  (411)  the  supply  volume  may  be  found.  This  gives  upon  sub- 
stitution of  the  proper  values: 

(Sup.  Vol.)  =J[)/,|  .56  -16X  f  ^y    1  ^A6Dh. 

nut,         u  TTn>       13,750,^  Sup.  Vol.      13,750,,  .46     ^ .  ^ 

Cubic  feet  per  hour  per  I.H.P.^t— — tX — , — ^TT^^oo^"^^*^' 

(m.e.p.;  Vl  01. o      z.Jo 

hence  the  total  volume  of  air  per  hour  will  be  54.5X200  =  10,900  cu.ft. 

Prob.  1.  What  will  be  the  receiver  pressure  and  L.P.  cut-off  pressure  for  a  cross- 
compound  compressed  air  engine  with  5  per  cent  clearance  in  each  cylinder,  running 
on  100  lbs.  per  square  inch  gage  initial  pressure  and  atmospheric  exhaust,  when  the 
high-pressure  cut-off  is  J,  low-pressure  f,  high-pressure  compression  15  per  cent, 
low  25  per  cent,  and  s  =  1.4?  Receiver  volume  is  twice  the  high-pressure  cylinder 
volume. 

Prob.  2.  Find  the  superheated  steam  per  hour  necessary  to  supply  a  14-  and  21 X28- 
in.  engine  with  5  per  cent  clearance  in  each  cyUnder  and  a  receiver  twice  the  size 
of  the  high-pressure  cylinder  when  the  initial  pressure  is  125  lbs.  per  square  inch  gage, 
back  pressure  7  lbs.  per  square  inch  absolute,  speed  100  R.P.M.,  high-pressure  cut- 
off J,  low-pressure  A,  high-pressure  compression  15  per  cent,  low  pressure  40  per 
cent  and  ««1.3.    Note:  5».3. 
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Prob.  3.  If  the  high-pressure  cut-off  is  changed  to  I  without  change  of  any  other 
factor  in  the  engine  of  Prob.  2,  how  will  the  horse-power,  total  steam  per  hour,  and 
steam  per  horse-power  per  hour  be  affected?    If  it  is  changed  to  }? 

Prob.  4.    A  boiler  capable  of  supplying  5000  lbs.  of  steam  per  hour  at  rated  load 
furnishes  steam  for  a  12-  and  18X24-in.  engine  running  at  125  R.P.M.  with  5  per  cent 
clearance  in  each  cylinder.    The  receiver  is  three  times  as  large  as  the  high-pressure 
cylinder,  the  initial  pressure  150  lbs.  per  square  inch  gage,  back  pressure  5  lbs.  per 
square  inch  absolute,  the  low-pressure  cut-off  fixed  at  ^  and  low-pressure  compression 
fixed  at  30  per  cent.    At  what  per  cent  of  its  capacity  will  boiler  be  working  for  these 
following  cases,  when  8  =  1.2  for  all  and  20%  of  the  steam  condenses  during  admission? 
(a)  high-pressure  cut-off  },  high-pressure  compression  80  per  cent, 
(6)  high-pressure  cut-off  i,  high-pressure  compression  20  per  cent, 
(c)  high-pressure  cut-off  },  high-pressure  compression  10  per  cent. 
Note:  B  =  .33. 


Fia.  79. — ^Work  of  Expansion  in  Compound  Engine  without  Receiver  and  with  Clearance. 
Cycle  XV|  Logarithmic  Expansion;  Cycle  XVI,  Exponential  Expansion,  High-pressure 
Exhaust  and  Low-pressure  Admission  Coincident. 

66.  Compound  Engme  without  Receiver.  Logarithmic  Law,  with  Clear- 
ance and  Compression,  Cycle  XV.  General  Relations  between  Pressures, 
Dimensions,  and  Work  when  H.P.  Exhaust  and  L.P.  Admission  are  Coinci- 
dent. The  graphical  construction  for  this  cycle  has  been  described  to  some 
extent  in  connection  with  the  first  description  of  the  cycle,  given  in  Section  44 
of  this  chapter,  and  is  represented  here  by  Fig.  79  in  more  detail. 
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To  show  that  the  expansion  from  D  to  £  is  the  same  as  if  volumes  were 
measured  from  the  axis  ML,  consider  a  point  Y  on  DE,    If  the  hypothesis 


is  correct,  P^XKM=^PyX{KM+rK) (412) 

The   true   volume  when   the   piston   is   at    the    end    D  of   the    stroke,  is 
Dff(l+CB+RcCL)j  and  at  7,  the  true  volume  is  Dj^CI+c^+ZJcCl)— D^y+DLy, 

where  y  is  the  fraction  of  the  return  stroke  that  has  been  completed  in  both 
cylinders  when  the  point  Y  has  been  reached.    Then 

PtfDi/(l  +CH+Rccr:)  =  PyD^il +Ch+RcCi:)  +PyDn{Rc+  l)y. 

Dividing  through  by  (ftc— 1), 

This  eqaation  may  be  observed  to  be  similar  in  form  to  Eq.  (412).  More- 
over, the  last  term  within  the  bracket,  D^y,  is  equal  to  the  corresponding  term 
Y'K,  in  Eq.  (412),  hence, 

^^=^''[^'c-r~] ^'^^^^ 

Similarly,  the  distance  QM,  or  equivalent  volume  at  ZX  is 

QM=Djy^±f^^^l (415) 

Equations  for  the  work  done  in  each  cylinder  Wh  and  Wl  may  be  obtained 
after  evaluating  the  various  quantities  by  methods  previously  given. 

The  total  work  found  by  adding  Wn  and  Wl  thus  determined,  leads  to  the 
following: 

W==144J)H{in.pT.)UzB+CH)  log.  (^^) 


+Z^ 


.+[z»+c.+«.a.+.,2^],„,.p^||ii|'^^ll<l=-«] 


+ 


Zh+Ch+Rc(Xl+Cl)  r,^  '     X 

(m.pr.; 


Rcil  +  CL-XH)X 


11+Ch+RcCl+{Rc-1){1-Xh)] 

•««'(itSV.)-<-+«'"*-C^)]) 

-144i)^(bk.pr.)jl-XL+(XL+CL)log.(^^^)j (416) 

Thi8  is  the  general  expression  for  the  work  of  the  compound  engine  without 
receiver^  with  clearance  and  compression,  when  high-^essure  exhaust  and  low- 
pressure  admission  are  simultaneous  and  expansion  and  compression  logarithmic, 
in  terms  of  fundamental  data  regarding  dimensions  and  valve  periods. 

From  this  the  usual  expressions  for  mean  effective  pressure,  work  per  cubic 
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foot  supplied,  and  consumption  per  hour  per  I.H.P.,  may  be  easily  written 
provided  the  supply  volume  is  known.    This  is  given  by 

(cut-off  pr.)i, 


(Sup.Vol.)  ^A'B=Dh[{Zh+ch)  -  (^<^«+^^)^^^^^^^^\ 


^Dh\Zh+Ch-{cb+Xb) 


^h+Ch+Rc{Xl+Cl)  ,'     '     [ 
11+Ch+RcCl+{Rc-1K1-Xh)} 


(417) 


To  find  the  conditions  which  must  be  fulfilled  to  give  equal  work  in  the  two 
cylinders,  equate  the  expressions  for  the  work  Wh  and  TTz,,  as  heretofore  shown. 

While  the  expressions  thus  obtained  will  be  perfectly  general  for  this  cycle, 
yet  they  are  so  complicated  that  their  use  is  very  limited,  as  in  the  case  of  some 
of  the  general  expressions  previously  derived  for  other  cycles,  and  they  will 
therefore  not  be  given  here. 

As  in  other  cycles,  it  is  desirable  to  investigate  a  special  case,  that  of  com- 
plete expansion  and  compression  in  both  cylinders.  Fig.  80.    First  it  is  nec- 


M    V 


Fig.  80. — Special  Case  of  Cycles  XV  and  XVI.  Complete  Expansion  and  Compression  in 
both  Cylinders  of  Compound  Engine  without  Receiver  and  with  Clearance  High- 
Pressure  Exhaust  and  Low-Prcssure  Admission  Coincident. 

essary  to  determine  what  are  regarded  as  fundamental  data  in  this  case,  and 
then  to  evaluate  secondary  quantities  in  terms  of  these  data.  The  fol- 
lowing items  are  assumed  to  be  known:  (in.pr.),  (bk.  pr.),  which  is  equal  to 
(rel.pr.)i,,  Re,  chj  and  Cl,  and  Dh,  which  are  dimensions,  and  it  is  known 
that  the  pressure  at  the  end  of  compression  in  L.P.  is  equal  to  (rel.pr)//. 

Referring  to  diagram,  the  displacements,  clearances,  and  the  axis  for  the 
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common  expansion,  ML,  can  all  be  laid  out,  and  the  location  of  the  points 
A  and  G  determined. 

The  points  E  and  E'  are  at  the  end  of  the  common  expansion  within  the 
two  cylinders,  and  at  beginning  of  high-pressure  compression  and  of  separate 
low-pressure  expansion,  hence  p«=p«'. 

From  the  points  A  and  E:   pe  =  (in.pr.)  ^ — i — • 

From  the  points  O  and  B';    p«'=p«=(bk.pr.)T  ■  v~f 

Substituting  the  value  of  X^  in  either  of  the  expressions  for  p^,  which  is 
the  low-pressure  cut-ofif  pressure, 

(cut-ofiFprOL=p.  =  (bk.pro[-j^^^^^  (419) 

It  may  be  noted  here  that  the  cylinder  ratio  does  not  enter  into  this,  but 
only  clearances  and  pressures.  In  the  no-clearance  case,  it  may  be  remembered 
that  the  point  E  or  E'  was  not  present,  as  it  coincided  with  G. 

Next,  to  find  the  high-pressure  release  pressure,  pd,  by  means  of  points  E 
and  D,  and  their  relation  to  the  axis  ML,  Fig.  80. 

1+ch+RcCl' 


(reLpr.)H=p.=p.=  =  (bk.pr.)  [  i+,^+,^  j 


1-Xir4 


Rc-\ 


/Jc-1 


=  (bk.pr.)     1+,^+;^^^ (420) 

Knowing  the  release  pressure  of  the  high-pressure  cylinder,  it  is  possible  to 
find  the  high-pressure  cut-ofif  and  compression  necessary  to  give  the  required 
X)erfonnance. 

7  ^(\jl,^  N(rel.pr.)g        _ (1+cjy) rflc(l+CL)+fifC^1     ^  ,.«.x 

X.  =  c.(^)f-c.  =  cJ^^^  (422) 

(bk.pr.)  L     ^^-Ch-^-RcCl  J 

The  work  of  the  two  cylinders  is  as  follows: 
Tr^=1442)H(m.pr.)    -^- 1_^^^+^^^     L^+^^^^*fi^(l+^)+fl^J  "'" 
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These  expressions,  when  added  and  simplified,  give  the  following  for  total 
work  per  cycle, 

Tr=144Di,(bk.pr.)  I  l-c^j^^^ljg^^-lj  |log.ffp,  .     .     (425) 

in  which  of  course  DhRc  may  be  used  instead  of  Dl  and       p        instead  of 

Kp 

(bk.pr.)  and  then  W ^lUDjjZgim.pr,)  log,  Rp, (426) 

Zs  having  the  value  of  Eq.  (421). 

Equality  of  work  hi  the  high-  and  low-pressure  cylinders  results,  if  W^ 
Eq.  (423)  equals  Wl,  Eq.  (424),  or  if  2Wn  =  W,  or  2Wl^W,  all  of  which 
lead  to  equivalent  expressions.  Simplification  of  these  expressions,  however, 
does  not  lead  to  any  direct  solution,  and  hence  the  equations  will  not  be 
given  here. 

Example.  Find(a)thehorse-power and(6)8teamusedper hour fora  12- and  18x24-in. 
tandem  compound  engine  with  no  receiver,  6  per  cent  clearance  in  the  high-pressure 
cylinder,  and  4  per  cent  in  the  low,  when  the  initial  pressure  is  150  lbs.  per  square  inch 
absolute,  back  pressure  10  lbs.  per  square  inch  absolute,  speed  125  R.P.M.,  high- 
pressure  cut-off  i,  high-pressure  compression  15  per  cent  and  low-pressure  compression 
is  complete. 

(a)  Since  the  low-pressure  compression  is  complete,  the  pressure  at  end  of  compression 
must  be  equal  to  the  release  pressure  of  the  high.  This  latter  quantity  may  be  found 
from  the  relation  (in.pr.)(Ziy+Cir)  =«(rel.pr.)jy(l-|-cjy),  or 

(.56) 
(rel.pr.)^  =  150-^     «79.3  lbs.  per  sq.in.  absolute. 

i.uo 

Low-pressure  compression  may  be  found  from  the  relation  (rel.pr.)iy(cj:,)  =  (bk.pr.) 
(c/^+Xl),  or  Xl=.28.  (m.e.p.)  may  be  found  from  Eq.  (540)  divided  by  144Z>l,  which 
on  substitution  gives 

150 
2.25 


(.5 +.06)  log.— 

.5+.06+2.25(.28+.04)  ^ 


t^A.\  ti.t^^oo^(o^ii^\  l^li       ri-i-'06-i-2.25x.04-H.25x.85l 
.5+|^.5  +  .06+2.25(.28+.04)— Jloge  [       1^.06-^2.25-^ J 


+ 


_1 +.06+2.25  X.04  +  1.75+.85_ 

-10 


1  4-  04 

2.25(1. 04 -.15)  log,      ^ 


1+.04-.15 


,^n       ..M         .06 +.15 

--(.06+.15)log,— ^ 
and  the  horse-power  will  be  271. 


1.28+(.28+.04)  log,  '^^^  \  =69.7  lbs.  sq.  in 

.04     J 
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(6)  Since  the  consumption  in  cubic  feet  per  hour  per  horse-power  is  equal  to 

13,760      Sup.  Vol. 


(m.e.p.)         Dl 
and  supply  volume  is  given  by  Eq.  (417),  this  becomes 

69.7      2.251         •     \l.06+.09+1.25X.85/J 
hence  the  consumption  per  hour  will  be  44X271X.332  =4000  pounds. 

Prob.  1.  A  Vauclain  compound  locomotive  has  cylinders  18  and  30X42  ins.,  with  5 
per  cent  clearance  in  each  and  runs  on  a  boiler  pressure  of  175  lbs.  per  square  inch  gage 
and  atmospheric  exhaust.  The  steam  pressing  may  be  varied  as  may  also  the  cut-off 
to  a  limited  degree.  For  a  speed  of  200  R.P.M.,  a  cut-ofF  }  and  10  per  cent  compression 
in  each  cylinder,  find  how  the  horse-power  will  vary  with  the  initial  pressures  of  175, 
150,  125,  and  100  lbs.  gage. 

Prob.  2.  When  the  cut-off  is  reduced  to  \  in  the  above  engine,  compression 
increases  in  the  high-pressure  cylinder  to  20  per  cent.  For  the  case  of  175  lbs.  gage 
initial  pressure  find  the  change  in  horse-power. 

Prob.  3.  Find  the  steam  used  by  the  engine  per  hour  for  the  first  case  of  Prob. 
1  and  for  Prob.  2. 

Prob.  4.  It  is  desired  to  run  a  12-  and  18X24-in.  no-receiver  engine  with  5  per  cent 
clearance  in  each  cylinder,  under  the  best  possible  hypothetical  economy  conditions 
for  an  initial  pressure  of  200  lbs.  per  square  inch  absolute  and  atmospheric  exhaust. 
To  what  cut-off  and*  compression  must  the  valves  be  set,  and  what  horse-power  will 
result  for  100  R.P.M.? 

66.  Compound  Engine  without  Receiver.  Exponential  Law,  with  Clear- 
ance and  Compression,  Cycle  XVI.  General  Relations  between  Pressures, 
Dimensions,  and  Work,  when  HJP.  Exhaust  and  LJ^.  Admission  are  Coin- 
cident. Again  referring  to  Fig.  79,  it  may  be  observed  that  reasoning  similar 
to  that  in  Section  55  but  using  the  exponential  law,  would  show  that  the 
same  formulas  and  graphical  constructions  will  serve  to  locate  the  axes  of 
the  diagram,  hence  as  before  KM  may  be  obtained  from  Eq.  (414)  and  QM  from 
Eq.  (415).    Release  pressure  in  the  high-pressure  cylinder  is 

(rel.pr.)..=  (in.pr.)(?^^)' (427) 

Immediately  after  release  the  pressure  is  equalized  in  the  high-pressure 
cylinder  and  the  low-pressure  clearance.  The  pressure  after  equalization 
termed  (in.pr.)L,  is  found  by  the  relation  of  the  volume  at  S  and  that  at  D\ 
Fig.  79,  measured  from  the  axis  KT. 


(in.pr.)L=  (rel.pr.)jy 


\(rel.pr.)g/ 

.  1'\-Ch+RcCl 
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which,  by  means  of  £q.  (427),  becomes 

(m.pr.)z.=(bk.pr.)[ i+c^+R^^ J-     •    •    •    (^28) 

The  expansion  of  the  fluid  goes  on  as  it  passes  from  the  high-pressure 
cylinder  to  the  greater  volume  in  the  low-pressure,  as  indicated  by  D'E^  and 
DE,  and  when  the  communicating  valve  closes,  the  pressure  has  become 

1+Ch+RcCl 


(cut-off  pr.)i.  =  (in.pr.)L 


ftc-1 


which,  by  means  of  Eq.  (428)  reduces  to 


1+Ch+RcCl  ,  /,       v-   \ 


After  cut-off  in  the  low  pressure,  expansion  goes  on  in  that  cylinder  alone 
to  the  end  of  the  stroke,  when  release  occurs  at  a  pressure 

(rel.pr.)L=  (cut-off  pr.)i.( — t^ — -)  , 
or  by  substitution  from  Eq.  (429), 

(rel.pr.).  =  (bk.pr.)[(^l_^^^^^^^^(^.^^)(^^_j5J(^     1+c.      jj  •    ^^^^ 

In  terms  of  these  quantities  the  work  of  the  high-  and  low-pressure  cylinders 
can  be  written  out  as  follows: 

WK=144Z)HJ(in.pr.)^^[»-(-f±^)'"]-CH(m.pr.) 

{hk.pi.)TR.p(cH+ZH)+Rc(cL+XL)V\.    /  1+ch+RcCl  V-'I 

8-1    [  Rc-1  J  I       [l+CM+RcCL+il-XaKRc-iy      J 


1 


and    Tr.^l44Dj^lP^[«--^^"+|;^+^--(^-+^^]' 


,  (bk.pr.) 


V  Ti  _  /"-      ^+c»+RcCL         \-n 

^L         \l+CH  +  RcCl,  +  a-X)(Rc-l)/        J 

Mj.     T  J  R^p(cif+ZH)+Ra(cL+XL)  y\.   n+ci.-x„\'-n 

[(^^^)"'-l]  -  (l-XL)(bk.pr.)l     (432) 


(bk.pr.)  (ct+Xi,)  f  /cl+Xl 

8-1 
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These  are  general  expressions  for  work  of  high-  and  low-pressure  cylinders 
for  this  cycle,  and  from  them  may  be  obtained  the  total  work  of  the  cycle, 
and  mean  effective  pressure  referred  to  the  low-pressure  cylinder;  by  equating 
them  the  relation  may  be  obtained  which  must  exist  between  dimensions, 
events,  and  pressures  to  give  equal  division  of  work.  It  would,  however, 
be  of  no  advantage  to  state  these  in  full  here,  as  they  can  be  obtained  from 
the  above  when  needed. 

The  supply  volume,  cubic  feet  per  cycle,  is  represented  by  A^B,  Fig.  79, 
and  its  value  is  found  by  referring  to  points  B  and  E  as  follows : 

(Sup.Vol.)  ^D.[(c,+Z,)  -  (cs+X.)  {^^^^^y] , 

_n   L  X7       (cg+Xg)/     R^Aca+Za)+RcicL+XL)    \^        ,.„„. 
-D„^c,+Z„ -^  [i+cs+Rcc.MI-Xh)(Rc-1))1-      ^^^^^ 

Work  pier  cubic  foot  supplied  is  found  from  Eqs.  (431),  (432),  and  (433). 

Work  per  cu.ft.  supplied  =  /o  ^  y  H {^^ 

Consumption,  cubic  feet  per  hour  per  I.H.P.,  is  found  from  mean  effective 
pressure  referred  to  L.P.  cyl.  and  supply  volume  as  follows: 

Consumption,  cu.ft.  per  hr.  per  I.H.P.  =  7 V- — r^prr  - — ^ -.    (435) 

^       '  ^  ^  (m.e.p.  ref.  to  L.P.)       Dl 

This  will  give  pounds  consumption  by  introducing  the  factor  of  density. 
Further  than  this,  it  will  be  found  more  practicable  to  use  graphical  methods 
instead  of  computations  with  this  cycle. 

Example.  Find  (a)  the  horse-power  and  (6)  air  consumption  of  a  12-  and  18X24-in. 
no-receiver  engine  having  6  per  cent  clearance  in  the  high  pressure  cylinder  and  4  per 
cent  in  the  low  when  the  initial  pressure  is  150  lbs.  per  square  inch  absolute,  back 
pressure  10  lbs.  per  square  inch  absolute,  speed  125  R.P.M.,  high-pressure  cut-off  J, 
high-pressure  compression  15  per  cent,  and  low-pressure  compression  is  complete. 

(a)  The  per  cent  of  low-pressure  compression  may  be  found  as  in  the  Example  of 
Section  55,  using  the  value  of  a  in  this  case  of  1.4.    Then 

(in.pr.)(Zjy+Ciy)*-*  =  (rel.pr.)jy(H-CH)^-^    or    (rel.pr.)if  =  61.5  lbs.  sq.inch  absolute, 

and  (rel.pr.)HXci,^'*  =  (bk.pr)(cL+Xz,)i*,    or    Xi,  =  .ll. 

From  the  sum  of  Eqs.  (431)  and  (432)  divided  by  IHDl  and  with  proper  values 

substituted,  (m.e.p.)  =48.5  lbs.;  hence  the  horse-power  is  189. 

(6)  From  Eqs.  (433)  the  value  for  (Sup.  Vol.)  may  be  obtained,  which  when  multi- 

13  750 
plied  by  — - — ,  and  divided  by  Dlj  gives  cubic  feet  air  per  hour  per  I.H.P. 
m.e.p. 

13,750       1    r  ti_^ 15-7(.56)+2.25(.15) ]  =0.63  cu.ft.  per 

48.5  ^2.25 L  (15)-^  1+. 06+2.25 X. 04+ (1  -.15) (2.25-1) J     hour  per  I.H.P. 
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Prob.  1.  If  the  locomotive  of  Prob.  1,  Section  55,  should  be  equipped  with  super- 
heater so  that  the  steam  expanded  in  such  a  way  that  «»1.3,  what  would  be  the 
effect  upon  the  horse-power  for  conditions  of  that  problem  and  on  the  cylinder  event 
pressures? 

Prob.  2.  A  30-  and  42X54-in.  no  receiver  steam  pumping  engine  runs  at  30  R.P.M. 
and  has  3  per  cent  clearance  in  the  high-pressiu^  cylinder  and  2  per  cent  in  low.  There 
is  no  compression  in  either  cylinder.  Initial  pressure  is  120  lbs.  per  square  inch  gage, 
and  back  pressure  28  ins.  of  mercury  O)arometer  reading  30  ins.).  The  steam  is  such 
that  the  expansion  exponent  is  1.25.  What  will  be  the  horse-power  of,  and  the  steam 
used  by,  the  engine  when  the  cut-off  in  the  high  is  J? 

Prob.  3.  How  much  would  the  power  change  if  the  cut-off  were  shortened  to  } 
and  then  to  i,  and  what  would  be  the  effect  of  these  changes  in  the  economy? 

67.  Triple-Expansion  Engine  with  Infinite  Receiver.  Logaritlmiic  Law. 
No  Clearance,  Cycle  XVU.  General  Relations  between  Pressures,  Dimen- 
sions and  Work.    Fig.  81  represents  the  cycle  of  the  triple-expansion  engine 


Ubk.pr.) 


INCOMPLETE  EXPANSION 


OVER  EXPANSION 


CYCLE   XVII 

Fig.  81. — Work  of  Expansive  Fluid  in  Triple-expansion  Engine  with  Infinite  Receiver  and 

Zero  Clearance.    Cycle  XVII,  Logarithmic  Expansion. 

with  infinite  receiver,  no  clearance,  showing  one  case  of  incomplete  expansion 
in  all  cylinders,  and  another  where  overexpansion  takes  place  in  all  cylinders. 
The  reasoning  which  follows  applies  equally  well  to  either  case,  and  to  any 
combination  of  imder-  or  overexpansion  in  the  respective  cylinders. 

It  is  desired  to  express  the  work  of  the  respective  cylinders  and  the 
total  work  in  terms  of  dimensions,  initial  and  back  pressures,  and  the  cut-offs 
of  the  respective  cylinders.    To  do  this,  it  is  convenient  first  to  express  the 
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first  receiver  ^pressure  (1st  rec.pr.)  and  second  receiver  pressure  (2d  rec.pr.)  in 
terms  of  these  quantities.    The  subscript  /  refers  to  the  intermediate  cylinder. 

Pf^pJ^,     or     (1st  recpr.)  =  (in.pr.)^^^,      .    .    .    (436) 

and  Pi=PX^,    or     (2d  rec.pr.)  =  (in.pr.)|^S^ (437) 

Work  of  high-pressure  cylinder  is  WH-PbVh\y'\-\o%9  pr)  ~^tf^<«> 

=  144(in.pr.)D/,|zir(l+loge^)-^|^}.    .     (438) 
Work  of  intermediate  cylinder  is    Wi = PfVX  1  +log«  t^  )  ~ PhYn^ 


.144(,n.pr.)2>,(^(l+.&l)-^,|f;} 
=  144(to.pr.)Z)«{z,(l+log,  i)  -^ 


h 


(439) 


Work  of  low-pressure  cylinder  is  TrL=P/F/(  l+log«  ~]  —PiVi 

=  144(in.pr.)D^Z«(l  +loge  ^)  -  144(bk.pr.)DL.     .     (440) 
The  total  work  by  addition  is   W'^  =  144(in.pr.)Di5rZH|  f  l+log«  yj 

+  (l  +log.  A  )  +  (i +,og.  ^)  -^j^-^y  144(bk.pr.)Z>. 

=  144(in.pr.)DHZiir{3+log.  z^^--^--^\  "  144(bk.pr.)I>i,.    (441) 

Mean  efifective  pressure  referred  to  the  low-pressure  cylinder  is  found  by 
dividing  W  by  144Dz,,  and  is  therefore:  (m.e.p.  fef.  to  L.P.) 

1  D«        Di 


=  (in.pr.)Z^| 


3+log 


6< 


ZitZtZi,    ZjDi    ZlDl 


-(bk.pr.).      .     (442) 


Work  done  per  cubic  foot  supplied  is  equal  to  W  divided  by  the  supply 
volume  A5,  or  ZhDh:    Work  per  cu.ft.  supplied 

=  144(in.pr.)  (s+log,  z^^^-^-^\  -  ^^('^^•P^-^z^-     ^"^^^ 

The  volume  of  fluid  supplied  per  hour  per  indicated  horse-power  is, 

Consumption,  cu.ft.  per  hr.  per  I.H.P.  =  (^^  p^  ^e^^  l  p  )  ^-     •    (444) 

The  weight  of  fluid  used  per  hour  per  indicated  horse-j)Ower  is  found  by 
multiplying  this  volume,  Eq.  (444).  by  the  density  of  the  fluid  used. 
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The  conditions  which  will  provide  for  equal  dioiaion  of  work  between  the 
three  cylinders  may  be  expressed  in  the  following  ways: 

Wif=Wr=Wz..    First  let  Wh=W J,    .:     log.^-J-(^)  =log.  J^-^^^V 

log.|4g-f)4^(|) (445) 

SimUarlyf™mTr.=Pr.    ,og.|=^(gr)-|^)(§-2)l.  .    .     (446) 
These  two  equations,  (445)  and  (446),  show  the  necessary  relations  between 

in  order  that  work  shall  be  equally  divided.  Since  there  are  six  independent 
quantities  entering  (as  above)  and  only  two  equations,  there  must  be  four 
of  these  quantities  fixed  by  conditions  of  the  problem^  in  order  that  the  other 
two  may  be  found.  For  instance,  if  the  cylinder  ratios,  the  pressure  ratio, 
and  one  cut-oflf  are  known,  the  other  two  cut-offs  may  be  found,  though  the 
solution  is  difficult. 

Again,  if  cut-offs  are  equal,  and  the  ratio  of  initial  to  back  pressure  is  known, 
it  is  possible  to  find  the  cylinder  ratios.  This  forms  a  special  case  which  is  of 
sufficient  importance  to  require  investigation. 

IfZif=Z/=ZL,Eq.  (445)  becomes,    S^=^, (447) 

and  Eq.  (446)  reduces  to  3^  =  (eSo ^^^^ 

butfromEq.(447).gjg-^=^;=(^;)^    and  therefore    ^  =  (§^J. 

and                                         ^^^J'J^Mi-Y  (449) 

^°^  Da    Di      \bk.pr./    '       ^^^' 

which,  along  with  the  condition  assumed  that    Zh  =  Zi  =  Zl,    ....    (450) 

constitute  one  set  of  condUixma  that  vnU  make  work  equal  in  the  three  cylinders. 
This  is  not  an  uncommon  method  of  design,  since  by  merely  maintaining  equal 
cut-offs,  the  work  division  may  be  kept  equal. 

The  work  done  in  any  one  cylinder  under  these  conditions,  Eqs.  (449)  and 
(450),  is  then 

WH=Wt^Wi,=lU{in.vr.)Dalz(l+\oe,^'j-(^^^^\.  .     (451) 

and  the  total  work,  Tr=432(in.pr.)DH{z(l-|-log.|)-(^^)'*|.  .  (452) 
in  which  Z  represents  the  cut-ofif  in  each  cylinder,  all  being  equal. 
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A  special  case  of  the  triple-expansion  engine  with  infinite  receiver  and  no 
clearance  which  demands  attention  is  that  of  complete  expansion  in  all  cylinders, 
represented  by  Fig.  82.    Here 

:g,^    (bk^  D.^(2drec^  (453) 

Dl    (2drec.pr.)  Dj     (Istrec.pr.)  (454) 


Fig.  82. — Special  Case  of  Cycle  XVIII  Complete  Expansion  in  Triple-expansion  Engine 

with  Infinite  Receiver,  Zero  Clearance,  Logarithmic  Expansion. 

and  (l3trec.pr.)  ^(bkjpr\Dj, ^ 

(m.pr.)  \in.pr.  /Dh 

Dl 
hence  the  receiver  pressures  are  as  follows:    (1st  rec.pr.)  =  (bk.pr.)^;-,  .    (456) 

and  (2d  rec.  pr.)  =  (bk.pr.)^^^ (457) 

The  work  of  the  respective  cylinders,  expressed  in  terms  of  initial  and  back 
pressures  and  displacements,  is  then, 

.144(bk.p,.)DU<*(|jEiD_j ^^ 
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Similarly,  F/=144(bk.pr.)I>jilog.  (^) (459) 

and  lFi;=144(bk.pr.)i)Llog.(|^) (460) 

Total  work,  by  addition,  is 

-144(bk.pr.)Oilog,^^^ (461) 

If  for  this  special  case  of  complete  expansion  equality  of  work  is  to  be  obtained, 
then  from  Eqs.  (458),  (459),  and  (460), 

(in.pr.)  Dh_Di  _Dl  ..^^. 

{hk.i>T.)  D ."  Dh"  Dr ^^^ 

which  is  readily  seen  to  be  the  same  result  as  was  obtained  when  all  cut-offs 
were  equalized,  EJqs.  (447)  and  (448).  This  case  of  complete  expansion  and 
equal  work  in  all  cylinders  is  a  special  case  of  that  previously  discussed  where 
cut-offs  are  made  equal.    Hence  for  this  case  cut-offs  are  equal, 

y       7      7      ^u_Di     Dl  (bk.pr.)  . 

Dl     Dl    Dh  (m.pr.)  ^      ^ 

Example.  A  triple-expansion  engine  12-  and  18-  and  27X24-ins.,  with  infinite 
receiver  and  no  clearance,  runs  at  125  R.P.M.  on  an  initial  pressure  of  150  lbs. 
per  square  inch  absolute,  and  a  back  pressure  10  lbs.  per  square  inch  absolute. 
If  the  cut-offs  in  the  different  cylinders,  beginning  with  the  high,  are  i,  },  and  f , 
what  will  be  (a)  the  horse-power,  (6)  steam  consumed  per  hour,  (c)  release  and 
receiver  pressures? 

(a)  From  Eq.  (442) 

3+log.l4.2         ^  ^ 


(m.e.p.)=150x.5X 


5.06 


3X2.25    3X2.25 


-10  =39  lbs.  pei  8q.in., 


k                                         TTii>     39X2X573X250    „^ 
hence  I.H.P. 33^^^^^ 338. 

(6)  From  Eq.  (444), 

^  , .     .    ^  ,  ,  13,750  ZhDh     13,750     ^       1       ^^  ^ 

Cubic  feet  per  horse-power  per  hour=  , — - — v  — r — ,  =    ^^    X .5  X^-rr  «34.9, 

(m.e.p.)    Dl  39  5.06 

hence  total  pounds  per  hour  will  be,  34.9 X.338X. 332  =3920. 

5 
(c)  From  Eq.  (436)  1st  (rec.pr.) -150  X^=^-^r^=  89  lbs.  per  8q.in.  absolute. 

From  Eq.  (437)  2d  (rec.pr.)  =  150  X  ^,  *  ,  ^  =3.75  per  sq.in.  absolute. 

High-pressure  release  pressure  may  be  found  from  relation  (in.pr.)ZflDiy 
=  (rel.pr.)i5rZ)if  /.  (rel.pr.)if  =75  lbs.  Similarly  Ist  (rec.pr.)ZiZ)/  =  (rel.pr.)iDi,  or 
(rel.pr.)/=33.4.    Similarly  2d  (rec.pr.)Zi^L  =  (rel.pr.)i^x„  or  (rel.pr.)L=14.8. 
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Prob.  1.  What  would  be  the  horse-power  and  steam  used  per  hour  by  a  10-  and 
16-  and  25x20-in.  infinite  receiver,  no-clearance  engine,  running  at  185  R.P.M. 
on  an  initial  pressure  of  180  lbs.  per  square  inch  gage  and  atmospheric  exhaust? 
Cut-ofFs  .4,  .35,  and  .3. 

Prob.  2.  The  following  data  are  reported  for  a  test  of  a  triple  engine: 

Size  20  X33  X52  X42  ins.,  speed  93  R.P.M.,  initial  pessure  200  lbs.  per  square  inch 
gage,  back  pressure  one  atmosphere,  H.P.  cut-off  .5,  horse-power  1600,  steam  per  horse- 
power per  hour  17  lbs.  Check  these  results,  using  cut-offs  in  other  cylinders  to  give 
approximately  even  work  distribution. 

Prob.  3.  What  change  in  cylinder  sizes  would  have  to  be  made  in  the  above  engine 
to  have  equal  work  with  a  cut-off  of  i  in  each  cylinder,  keeping  the  high  pressure  the 
same  size  as  before? 

Prob.  4.  What  would  be  the  horse-power  of  a  triple-expansion  engine  whose  low- 
pressure  cylinder  was  36X30  ins.,  when  running  on  150  lbs.  per  square  inch  absolute 
initial  pressure  and  10  lbs.  per  square  inch  absolute  back  pressure,  with  a  cut-off  in 
each  cylinder  of  .4  and  equal  work  distribution?    Make  necessary  assumptions. 

Prob.  6.  A  triple  engine  18  x24  x36  X30  ins.,  running  at  100  R.P.M.  on  an  initial 
pressure  of  200  lbs.  per  square  inch  absolute  and  back  pressure  of  20  lbs.  per 
square  inch  absolute,  is  to  be  run  at  such  cut-offs  aj3  will  give  complete  expansion  in 
all  cylinders.  What  will  these  be,  what  receiver  pressures  will  result,  what  horse- 
power can  be  produced  under  these  conditions,  and  how  much  steam  will  be  needed 
per  hour? 

Note;   8  for  200  lbs. «. 437. 


CHAPTER  VI 

PISTON  ENGINES.    WORK,  POWER  AND  CONSUMPTION.     GRAPHICAL 

METHODS. 


68.  Multiple-Expansion  Engine.  General  Case.  Any  Relation  between 
Cylinder  and  Receiver.  Determination  of  Pressure-Volume  Diagram  and 
Work.  It  is  possible  to  arrange  multiple-expansion  engines  in  an  almost 
infinite  variety  of  ways  with  respect  to  the  pressure-volume  changes  of  the 
fluid  that  take  place  in  their  cylinders  and  receivers.  There  may  be  two  or 
three  cylinder  compounds  of  equal  or  unequal  strokes,  pistons  moving 
together  by  connection  to  one  piston  rod,  or  separate  piston  rods  with  a 
common  cross-head  or  even  with  completely  independent  main  parts  and 
cranks  at  0°,  and  180®,  displaced  with  either  one  leading;  or  the  pistons  may 
not  move  together,  being  connected  to  separate  cranks  at  any  angle  apart, 
and  any  order  of  lead.  Moreover,  there  may  be  receivers  of  large  or  small 
size,  and  there  may  be  as  a  consequence  almost  any  relation  between  H.P. 
discharge  to  receiver  and  low-pressure  receipt  from  it,  any  amount  of  fluid 
passing  to  correspond  to  engine  load  demands  and  consequently  any  relation 
of  cut-offs,  compressions,  and  receiver-pressure  fluctuations.  Triple  and 
quadruple  engines  offer  even  greater  varieties  of  combination  of  related  factors, 
so  that  problems  of  practical  value  cannot  be  solved  by  analytical  methods 
with  an3rthing  like  the  same  facility  as  by  graphic  means,  and  in  some 
cases  not  at  all. 

These  problems  that  demand  solution  are  of  two  classes: 

1.  To  find  the  work  distribution  and  total  work  for  cylinders  of  given 
dimensions,  clearances,  receiver  volumes  and  mechanical  connection  or  move- 
ment relation,  with  given  initial  and  back  pressures,  and  given  valve  gear  at 
any  setting  of  that  valve  gear  or  at  a  variety  of  settings. 

2.  To  find  the  cylinder  relations  to  give  any  proportion  of  the  total  work 
in  any  cylinder  at  alny  given  valve  setting,  or  any  fraction  of  initial  pressure, 
or  any  value  of  release  pressure  or  total  number  of  expansions. 

The  essential  differences  between  these  two  classes  of  'problems  is  that  in  the 
first  the  cylinder  dimensions  are  given,  while  in  the  second  they  are  to  be  found. 
In  general,  however,  the  same  methods  will  do  for  both  with  merely  a 
change  in  the  order,  and  in  what  follows  the  dimensions  of  cylinders, 
valve  periods,  receiver  volume,  initial  and  back  pressures  will  be  assumed 
and  the  diagrams  found.  By  working  to  scale  these  diagrams  will  give  the 
work  by  evaluation  of  their  area,  by  means  either  of  cross-section  paper  directly, 
on  which  strips  can  be  measured  and  added,  or  by  the  planimeter.    Thus 
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will  high-  and  low-pressure  work  be  evaluated  through  the  foot-pound  equiva- 
lent per  square  inch  of  diagram,  and  the  total  work  or  the  equivalent  mean 
effective  pressure  found  by  the  methods  of  mean  ordinates  referred  to  the 
pressure  scale  of  ordinates. 

In  the  finding  of  the  pressure-volume  diagram  point  by  point  there  is  but  one 
common  principle  to  be  applied,  and  that  is:  For  a  given  mass  the  product 
of  pressure  and  volume  is  to  be  taken  as  constant  (for  nearly  all  steam  prob- 
lems, which  is  almost  the  sole  application  of  this  work)  and  when  two  masses 
come  together  at  originally  different  pressures  and  mix,  the  product  of  the  result- 
ing pressure  and  the  new  volume,  is  equal  to  the  sum  of  the  PV  produ^cts  of  the 
two  parts  before  mixture.  At  the  beginning  of  operations  in  the  high-pressure 
cylinder,  a  known  volume  of  steam  is  admitted  at  a  given  pressure  and  its 
pressure  and  volume  are  easily  traced  up  to  the  time  when  it  communicates 
with  the  receiver  in  which  the  pressure  is  unknown,  and  there  difficulty  is 
encountered,  but  this  can  be  met  by  working  from  the  other  end  of  the 
series  of  processes.  The  low-pressure  cylinder,  having  a  known  compression 
volume  at  the  back  pressure,  there  will  be  in  it  at  the  time  of  opening  to 
receiver  a  known  volume,  its  clearance,  at  a  known  compression  pressure. 
The  resulting  receiver  pressure  will  then  be  that  for  the  mixture.  These  two 
receiver  pressures  are  not  equal  ordinarily,  but  are  related  by  various  compres- 
sions and  expansions,  involving  high-  and  low-pressure  cylinder  partial 
displacements,  grouped  with  receiver  volumes  in  various  ways. 

Take  for  an  illustrative  example  the  case  of  a  two-cylinder,  single-acting, 
cross-compound  engine  with  slide  valves,  cylinder  diameters  12f  and  20  ins. 
with  24-in.  stroke  for  both.  High-pressure  clearance  is  10  per  cent,  low- 
pressure  clearance  8  per  cent.  Receiver  volume  4000  cu.ins.  High-pressure 
crank  following  by  90°.  Find  the  mean  effective  pressure  for  the  high-  and  low- 
pressure  cylinders,  for  a  cut-off  of  50  per  cent  in  the  high,  and  60  per  cent 
in  the  low,  a  compression  of  10  per  cent  in  the  high  and  20  per  cent  in  the  low, 
initial  pressure  105  lbs.  per  square  inch  gage,  back  pressure  5  lbs.  per 
square  inch  absolute,  expansion  according  to  logarithmic  law. 

On  a  horizontal  line  SZ,  Fig.  83,  lay  off  the  distances 

717= low-pressure  cylinder  displacement  volume  in  cubic  inches  to  scale. 
17  F= low-pressure  cylinder  clearance  volume  in  cubic  inches  to  scale. 
y}F  =  receiver  volume  in  cubic  inches  to  scale. 

TrX= high-pressure  cylinder  clearance  volume  in  cubic  inches  to  scale. 
XF= high-pressure  cylinder  displacement  volume  in  cubic  inches  to  scale. 

Through  these  points  draw  verticals  produced  above  and  below,  T'T'\ 
U'U'\  TV",  W'W'\  X'X",  Y'Y'\  Then  will  WW  and  WZ  be  PV 
coordinates  for  the  high  pressure  diagram  in  the  quadrant  W'WZ,  and  V^V 
and  VS  the  PV  coordinates  for  the  low-pressure  diagram  in  the  reverse 
quadrant  V'VS. 

Lay  off  AB  to  represent  the  high-pressure  admission  at  a  height  XA  rep- 
resenting absolute  initial  pressure;  lay  off  LM  at  a  height  TL  representing 
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low-pressure  exhaust  at  a  constant  absolute  back  pressure  to  the  same  scale. 

Locate  point  B  at  the  cut-off  point  AB  =  .50XY  on  the  initial  pressure 

line,  and  drop  a  vertical  BB^  and  draw  similar  verticals  JJ^y  GG^,  MAPj  at 


Fio.  83. — Graphical  Solution  of  Compound  Engine  with  Finite  Receiver  and  with  Clearance 
Illustrating  General  Method  of  Procedure  for  any  Multiple-expanmon  Engine. 

suitable  fractional  displacements   to   represent   L.P.   cut-off,    H.P.  and  L.P. 
compression  volumes  respectively. 

This  operation  will  fix  two  other  points  besides  the  points  A  and  L,  B  the 
H.P.  cut-off  $kt  the  initial  pressure  and  M  the  low-pressure  compression  at  the 
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back  pressure.  Through  the  former  draw  an  expansion  line  BC  and  through 
the  latter  a  compression  line  MN,  locating  two  more  points,  C  and  N,  at  the 
end  of  the  outstroke  of  the  high  and  instroke  of  the  low. 

At  point  C  the  H.P.  cylinder  steam  releases  to  the  receiver  of  imknown 
pressure,  and  at  Ny  the  L.P.  cylinder  steam  is  opened  to  both  the  receiver  and 
high-pressure  cylinder  at  imknown  pressure  and  volume. 

To  properly  locate  these  pressures  and  volumes  from  the  previously  known 
pressures  and  voliunes  in  a  simple  manner,  the  construction  below  the  line 
SZ  is  used. 

Lay  oflf  on  WW"  the  high-pressure  crank  angles  0-360°,  and  to  the  right 
of  each  lay  off  from  the  clearance  line  XX"  the  displacement  of  the  piston  at  the 
various  crank  angles  for  the  proper  rod  to  crank  ratio,  locating  the  curve 
A^B^CPE^F^IP.  This  is  faciUtated  by  the  use  of  Table  (XII)  in  the  Hand- 
book of  Tables,  but  may  be  laid  out  graphically  by  drawing  the  crank  circle 
and  sweeping  arcs  with  the  connecting  rod  as  radius. 

Opposite  H.P.  crank  angle  270°  locate  L.P.  crank  angle  0°=360°  and 
draw  to  left  of  the  low-pressure  clearance  line  UU"  the  crank  angle  dis- 
placement curve  for  that  piston. 

It  will  be  noted  that  steam  volumes  are  given  in  the  lower  diagram  by  the 
distances  from  either  of  these  curves  toward  the  other  as  far  as  circum- 
stances call  for  open  valves.  Thus  H.P.  cylinder  volumes  are  distances  from 
the  H.P.  displacement  curve  to  WW",  but  when  H.P.  cylinder  is  in  communi- 
cation with  receiver,  the  volume  of  fluid  is  the  distance  from  H.P.  displacement 

*  

curve  to  VV",  and  when  H.P.'  cylinder,  receiver  and  L.P.  cylinder  are  all 
three  in  communication  the  volume  is  given  by  the  distance  from  H.P. 
displacement  curve  to  L.P.  displacement  curve.  This  pair  of  displacement 
curves,  located  one  with  respect  to  the  other  as  called  for  by  the  crank  angle 
relations  (which  may  be  made  to  correspond  to  any  other  angular  relation 
by  sliding  the  low  up  or  down  with  respect  to  high-pressure  curve),  serve 
as  an  easy  means  of  finding  and  indicating  the  volumes  of  fluid  occupying 
any  of  the  spaces  that  it  may  fill  at  any  point  of  either  stroke. 

On  each  curve  locate  the  points  corresponding  to  valve  periods  by  the 
intersection  of  the  curve  with  verticals  to  the  upper  diagram,  such  as  BB^. 
These  points  being  located,  the  whole  operation  can  be  easily  traced. 

At  H.P.  cut-off  (B)  the  volume  of  steam  is  B^B^.  During  H.P.  expansion 
{B  to  C)  steam  in  the  high  increases  in  volume  from  B^B^  to  C^(P, 

During  H.P.  release  (C  to  D)  the  volume  of  steam  in  the  high  C^C^  is 
added  to  the  receiver  volume  C^C^,  making  the  total  volume  C^C^.  During 
H.P.  exhaust  (/>  to  E)  the  steam  volume  C^C^  in  H.P.  and  receiver  is  com- 
pressed to  volume  PEP. 

At  L.P.  admission  (N)  in  low  and  (E)  in  high,  the  volume  PP  is  added, 
making  the  total  volume  PEP  in  high,  low,  and  receiver. 

During  (/  to  Q)  in  low  and  (F  to  (?)  in  high  the  volume  PEP  in  high,  low, 
and  receiver,  changes  volume  until  it  becomes  Q^CP  in  high,  low,  and  receiver. 

At  H.P.  compression,  G  in  the  high,  the  steam  divides  to  ^CP  in  low 
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and  receiver,  while  G^G^  remains  in  high  and  is  compressed  to  H^H^,  at  the 
beginning  of  admission  in  the  high.  The  former  volume  Q^G^,  in  low  and 
receiver,  expands  to  J^*/*,  at  the  moment  cut-oflf  occurs  in  the  low,  which 
divides  the  volume  into,  J^J^  in  receiver,  which  remains  at  constant  volume 
till  high-pressure  release,  and  the  second  part,  J^J^  in  the  low,  which  expands 
in  that  cylinder  to  K^K^. 

After  low-pressure  release  the  volume  in  low  decreases  from  K^K^  to 
M^M^,  when  the  exhaust  valve  closes  and  low-pressure  compression  begins. 

During  compression  in  low,  the  volume  decreases  from  Af  ^Jkf^  ^  72/3^  which 
is  the  volume  first  spoken  of  above,  that  combines  with  PE^,  causing  the  drop 
in  the  high-pressure  diagram  from  E  to  F. 

The  effects  upon  pressures,  of  the  various  mixings  at  constant  volume 
between  high,  low,  and  receiver  steam  and  the  intermediate  common  expan- 
sions and  compressions  may  be  seft  down  as  follows: 

At  C,  steam  in  high,  at  pressure  Pe,  mixes  with  steam  in  receiver  at 
pressure  Pj,  resulthig  in  high  and  receiver  volume  at  pressure  Pd. 

From  D  to  E  there  is  compression  in  high  and  receiver  resulting  in 
pressure  P«. 

At  E  steam  in  high  and  receiver  at  pressure  P«  mixes  with  steam  in  lOW, 
at  Pn,  locating  points  /  in  low  and  F  in  high  at  same  pressure. 

From  (P  to  G  in  high)  and  (/  to  Q  in  low)  there  is  a  common  compression- 
expansion  in  high,  low,  and  receiver,  the  pressures  varying  inversely  as  the  total 
volume  measured  between  the  two  displacement  curves.  At  G  in  high  there 
begins  compression  in  high  alone  to  H. 

In  the  low  and  receiver  from  Q  to  J  there  is  an  expansion  and  consequent 
fall  in  pressure  from  Pq  to  Pj. 

After  low-pressure  cut-off  at  J  the  expansion  takes  place  in  low-pressure 
cylinder  alone,  to  pressure  Pt,  when  release  allows  pressure  to  fall  (or  rise) 
to  exhaust  pressure  Pi, 

When  cut-off  in  low  occurs  at  J  the  volume  J^J^  is  separated  oflf  in  the 
receiver,  where  it  remains  at  constant  pressure  Pj  imtil  high-pressure  release 
at  point  C. 

At  the  point  M  compression  in  low  begins,  increasing  the  pressure  in  low 
alone  from  Pm  to  Pn. 

There  are,  it  appears,  plenty  of  relations  between  the  various  inter- 
mediate and  common  points,  but  not  enough  to  fix  them  unless  one  be  first 
established.  One  way  of  securing  a  starting  point  is  to  assume  a  compression 
pressure  Pg  for  the  beginning  of  H.P.  compression  and  draw  a  compression 
line  HG  through  it,  produced  to  some  pressure  line  a/,  cutting  low-pressure 
compression  line  at  d.  Then  the  H.P.  intercept  (e-f)  must  be  equal  to  the 
low-pressure  intercept  (d-c);  this  fixes  (c)  through  which  a  PF= const,  line 
intersects  the  L.P.  cut-off  volume  at  J. 

Now  knowing  by  this  approximation  the  pressure  at  J,  the  pressure  may 
be  found  at  D,  E,  F,  and  at  G.  The  pressure  now  found  at  G  may  differ 
considerably  from  that  assumed  for  the  point.    If  so,  a  new  assumption  for 
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the  pressure  at  G  may  be  made,  based  upon  the  last  figure  obtained  and 
working  around  the  circuit  of  pressures,  J,  D,  E,  F,  and  back  to  G  should 
give  a  result  fairly  consistent  with  the  assumption.  If  necessary,  a  third 
approximation  may  be  made. 

It  might  be  noted  that  this  is  much  the  process  that  goes  on  in  the  receiver 
when  the  engine  is  being  started,  the  receiver  pressure  rising  upon  each  release 
from  the  high,  closer  and  doser  to  the  limiting  pressure  that  is  completely  reached 
only  after  running  some  time. 

These  approximations  may  be  avoided  by  the  following  computation, 
representing  point  pressures  by  P  with  subscript  and  volumes  by  reference 
to  the  lower  diagram.  Pj  is  the  unknown  pressure  in  receiver  before  high- 
pressure  release  and  after  low-pressure  cut-ofif. 

Pressure  after  nuxing  at  D  is  then    (r^r2\ ~Pd> 

The  pressure  at  F,  after  mixing  is 

PdJjSJ^{PE^)+Pn{PP)  _p^(^C'^C^)+Pc{C^C^)+Pn{PP)  _  p 

This  pressure  multiplied  by  }^^v  gives  P<r,  and  this  in  turn  multiplied 
by    J2H    ^^^^  ^^®  ^^'    Writing  this  in  full, 
[Pj{CHJ^)+Pc{C^C^)+Pn{PP)]^^^^jr^  ^Pj.    Solving  for  P„ 

p  .  [Pc{C^C^)+Pn{PP)]{Q'G^)  ..^. 

which  is  in  terms  of  quantities  all  of  which  are  measurable  from  the  diagram. 
While  this  formula  applies  to  this  particular  case  only,  the  manner  of  obtain- 
ing it  is  indicative  of  the  process  to  be  followed  for  other  cases. 

When  there  are  three  successive  cyUnders  the  same  constructions  can  be 
used,  the  intermediate  diagrams  taking  the  position  of  the  low  for  the  com- 
poimd  case,  while  the  low  for  the  triple  may  be  placed  under  the  high  and  off-set 
from  the  intermediate  by  the  volume  of  the  second  receiver.  In  this  case 
it  is  well  to  repeat  the  intermediate  diagram.  Exactly  similar  constructions 
apply  to  quadruple  expansion  with  any  crank-angle  relations. 

Prob.  1.  By  means  of  graphical  construction  find  the  horse-power  of  a  12-  and  18  X24- 
in.  single-acting  cross-compound  engine  with  6  per  cent  clearance  in  each  cylinder, 
if  the  receiver  volume  is  6  cu.ft.,  initial  pressure  160  lbs.  per  sq.in.  gage,  back  pres- 
sure 10  lbs.  per  sq.in.  absolute,  speed  125  R.P.M.,  high-pressure  compression  30  per 
cent, low-pressure  20  per  cent,  high-pressure  cut-off  50  per  cent,  low-pressure  40  per  cent, 
high-pressure  crank  ahead  70^,  logarithmic  expansion,  and  ratio  of  rod  to  crank,  4. 

Prob.  2.  Consider  the  above  engine  to  be  a  tandem  rather  than  a  cross-compound 
and  draw  the  new  diagrams  for  solution. 
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Prob.  3.  A  double-acting,  15-  and  22x24-in.  compound  engine  has  the  high- 
pressure  crank  ahead  by  60°,  and  has  5  per  cent  clearance  in  the  low-pressure  cylinder, 
10  per  cent  in  the  high,  and  a  receiver  4  times  as  large  as  the  high-pressure  cylinder. 
What  will  be  the  horse-power  when  the  speed  is  125  R.P.M.,  initial  pressure  150  lbs.  per 
square  inch  absolute,  back  pressure  5  lbs.  per  square  inch  absolute,  high-pressure  cut- 
ofiF  J,  low-pressure  J,  high-pressure  compression  20  per  cent,  low-pressure  30  per  cent, 
and  ratio  of  rod  to  crank,  5?    Determine  graphically  the  horse-power  in  each  cylinder. 

Prob.  4.  Consider  the  engine  of  Prob.  3  to  be  a  tandem  compound  and  repeat 
the  solution. 

69.  Mean  Effective  Pressurei  Engiae  Powefi  and  Work  Distribution  and 
their  Variation,  with  Valve  Movement  and  Initial  Pressure.  Diagram  Dis- 
tortion and  Diagram  Factors.  Mechanical  Efficiency.  The  indicated  power 
developed  by  a  steam  engine  is  dependent  upon  three  principal  factors — piston 
displacement,  speed,  and  mean  effective  pressure.  The  first,  piston  displacement, 
is  dimensional  in  character,  and  fixed  for  a  given  engine.  Speed  is  limited  by 
steam  and  inertia  stresses,  with  which  the  present  treatment  is  not  concerned, 
or  by  losses  due  to  fluid  friction  in  steam  passages,  a  subject  that  will  be 
further  considered  under  steam  flow.  Mean  effective  pressure  is  a  third  factor 
which  is  to  be  investigated,  most  conveniently  by  the  methods  laid  down  in 
the  foregoing  sections. 

In  these  formulas  for  mean  effective  pressure,  it  will  be  observed  that 
the  terms  entering  are  (a)  initial  pressure,  (b)  back  pressure,  (c)  cut-off  oj 
ratio  of  expansion,  (d)  clearance,  and  (e)  compression,  for  the  single-cylinder 
engine.  It  is  desirable  to  learn  in  what  way  the  mean  effective  pressure 
varies  upon  changing  any  one  of  these  factors. 

Refemng  to  Section  41,  Eq.  (184)  for  logarithmic  expansion  it  is  seen  that 
the  mean  effective  pressure  is  the  difference  between  a  mean  forward  pressure 
and  a  mean  back  pressure.  The  former  depends  on  initial  pressure,  cut-off, 
and  clearance,  and  the  latter  on  back  pressure,  compression,  and  clearance. 
To  study  the  effect  of  varying  these  terms  it  is  most  convenient  to  draw 
curves  such  as  are  shown  in  Fig.  84,  and  examine  mean  forward  pressure  and 
mean  backward  pressure  separately. 

Mean  forward  pressure  is  seen  by  inspection  to  vary  in  direct  proportion 
to  initial  pressure.  Cut-off,  when  short,  gives  a  low  mean  forward  pressure, 
but  it  is  to  be  noted  that  zero  cut-off  will  not  give  zero  mean  effective 
pressure  so  long  as  there  is  clearance,  due  to  expansion  of  steam  in  the 
clearance  space.  Increasing  the  length  of  cuiK)ff,  or  period  of  admission, 
increases  mean  forward*  pressure,  but  not  in  direct  proportion,  the  (m.f.p.) 
approaching  initial  pressure  as  a  limit  as  complete  admission  is  approached. 
Clearance  has  the  tendency  as  it  increases,  to  increase  the  mean  forward 
pressure,  though  not  to  a  great  extent,  as  indicated  by  the  curve  Fig.  84. 

Mean  back  pressure  is  usually  small  as  compared  to  initial  pressure,  though 
a  great  loss  of  power  may  be  caused  by  an  increase  of  back  pressure  or  com- 
pression. Back  pressure  enters  as  a  direct  factor,  hence  the  straight  line  through 
the  origin  in  the  figure.    So  long  as  compression  is  zero,  back  pressure  and 
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mean  back  pressure  are  equal.  When  compression  is  not  zero,  there  must 
be  some  clearance,  and  the  ratio  of  (mean  bk.pr.)  to  (bk.pr.)  depends  on  both 
clearance  and  compression,  being  greater  for  greater  compressions  and  for 
smaller  clearances. 

The  mean  effective  pressures  obtained  by  subtracting  mean  back  from 
mean  forward  pressures  in  Fig.  84  are  shown  in  curve  form  in  Fig.  85. 

The  mvUiple  expansion  engine  can  not  be  so  simply  regarded.  In  a  general 
way  each  cylinder  may  be  said  to  be  a  simple  engine,  and  subject  to  variations 
of  mean  effective  pressure  due  to  change  in  its  own  initial  pressure  and  back 
pressure,  clearance,  cut-off  and  compression,  which  is  true.    At  the  same  time 
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Fig.  84. — Curve  to  Show  Variation  of  Mean  Forwaxd  and  Mean  Back  Pressure  for  Logarithmic 
Expansion  and  Compression  in  a  Single-cylinder  Engine  with  Clearance. 

these  factors  are  interrelated  in  a  way  that  does  not  exist  in  the  simple 
engine.  Consider,  for  instance,  the  high-pressure  cylinder  of  a  compound 
engine  with  infinite  receiver,  with  clearance.  An  increase  of  high-pressure 
compression  tends  first  to  raise  the  mean  back  pressure  according  to  the 
reasoning  on  simple  engine,  but  at  the  same  time  the  change  has  decreased 
the  volume  of  steam  passing  to  receiver.  No  change  having  been  made 
in  the  low-pressure  cylinder,  the  volume  admitted  to  it  will  remain  the  same 
as  before,  and  the  receiver  pressure  will  fall,  decreasing  mean  back  pressure 
by  a  greater  amount  than  compression  increased  it,  and  mean  forward  being 
the  same  as  before,  the  increase  of  high-pressure  compression  has  increased 
the  mean  effective  pressure  of  the  high-pressure  cylinder.    The  only  effect 
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upon  the  low-pressure  cylinder  is  that  resulting  from  lowering  its  initial 
pressure,  i.e.,  the  receiver  pressure.  This  results  in  a  decrease  of  low-pressure 
mean  effective  pressure.  Computation  will  show  that  the  assumed  increase 
of  high-pressure  compression  decreases  low-pressure  work  more  than  it 
increases  high-pressure  work,  or  in  other  words,  decreased  mean  effective 
pressure  referred  to  the  low. 

It  is  impracticable  to  describe  all  results  of  changing  each  of  the 
variables  for  the  multiple-expansion  engine.  Initial  pressure  and  cut-off 
in  the  respective  stages  have,  however,  a  marked  influence  upon  receiver 
pressures  and  work  distribution  which  should  be  noted.    Power  regulation 
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Fig.  85. — Curves  to  Show  Variation  of  Mean  Effective  Pressure  for  Logarithmic  Expansion 

and  Compression  in  a  Single-cylinder  Engine  with  Clearance. 

is  nearly  always  accomplished  by  varying  initial  pressure,  i.e.,  throttling, 
or  by  changing  cut-oflf  in  one  or  more  cylinders. 

The  effect  of  decreiasing  initial  pressure  is  to  decrease  the  pressures  on 
the  entire  expansion  line  and  in  alL  no*clearance  cycles,  to  decrease  absolute 
receiver  pressures  in  direct  proportion  with  the  initial  pressure.  Since  back 
pressure  remains  constant,  the  result  is,  for  these  no-clearance  cycles,  that 
the  mean  effective  pressures  of  all  but  the  low-pressure  cylinder  are  decreased 
in  direct  proportion  to  the  initial  pressure,  while  that  of  the  low-pressure  is 
decreased  in  a  greater  proportion.  The  same  is  true  only  approximately 
with  cycles  having  clearance  and  compression. 

The  conditions  giving  equal  work  division  have  been  treated  in  connection 
with  the  individual  cycles;  it  may  here  be  noted  in  a  more  general  way  that 
if  high-pressure  cut-off  is  shortened,  the  supply  capacity  of  that  cylinder  id 
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decreased,  while  that  of  the  next  cylinder  remains  unchanged.  The  result 
is  that  the  decreased  supply  volume  of  steam  will  be  allowed  to  expand  to 
a  lower  pressure  before  it  can  fill  the  demand  of  the  next  cylinder  than  it 
did  previously,  i.e.,  the  receiver  pressure  is  lowered.  Similarly  shortening 
cut-off  in  the  second  cylinder  will  tend  to  increase  receiver  pressure*  To 
maintain  constant  work  division,  there  must  be  a  certain  relation  between 
cut-offs  of  the  successive  cylinders,  which  relation  can  only  be  determined 
after  all  conditions  are  known,  but  then  can  be  definitely  computed  and 
plotted  for  reference  in  operation. 

So  far,  in  discussing  the  steam  engine,  cycles  only  have  been  treated. 
These  cycles  are  of  such  a  nature  that  they  can  be  only  approached  in 
practice,  but  since  all  conclusions  have  been  arrived  at  through  reasoning 
based  on  assumed  laws  or  hypotheses,  the  term  hypothetical  may  be  applied 
to  all  these  cycles.  It  is  desirable  to  compare  the  actual  pressure-volume 
diagram,  taken  from  the  indicator  card  of  a  steam  engine,  and  the  hypothetical 
diagram  most  nearly  correspondmg  with  the  conditions. 

In  Fig.  86  is  shown  in  full  lines  a  pressiu^e-volume  diagram  which  has 
been  produced  from  an  actual  indicator  card  taken  from  a  simple  non-con- 
densing, four-valve  engine 
having  five  per  cent  clear- 
ance. 

Finding  the  highest  pres- 
sure on  the  admission  line 
A'B'  and  the  lowest  pressure 
on  the  exhaust  line  I>E\ 
these  pressures  are  regarded 
as  (initial  pressure)  and 
(back  pressure)  and  a  hypo- 
thetical diagram  constructed 
corresponding  to  Cycle  III, 
with  cut-off  and  compression 
at  the  same  fraction  of  stroke 
as  in  the  actual  engine. 
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Fig.  86. — Illustrating  Diagram  Factors. 


The  first  difference  between  the  hypothetical  and  actual  PV  diagrams  is 
that  the  point  of  release  C  is  not  at  the  end  of  stroke,  as  was  assumed  for  the 
hypothetical  release,  C,  a  difference  which  is  intentional,  since  it  requires  time 
for  pressure  to  fall  after  release  to  the  exhaust  pressure.  This  same  fact  may 
cause  the  comer  of  the  diagram  to  be  rounded  instead  of  sharp  as  at  D. 
Similarly,  the  point  of  admission  F'  may  occur  before  the  end  of  the  return 
stroke  has  been  reached,  and  also  the  corner  A'  may  be  rounded,  though  if 
admission  be  made  suflSciently  early  the  corners  at  A'  will  be  sharp,  approach- 
ing the  hypothetical,  A, 

These  differences,  however,  have  little  effect  upon  the  area  of  the  actual 
diagram,  which  is  seen  to  be  much  smaller  than  the  h3rpothetical.  This 
deficiency  of  area  is  the  net  result  of  a  large  number  of  influences,  only  a  few 
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of  which  can  be  fully  explained  in  connection  with  the  pressure  volume 
discussion. 

Beginning  with  the  point  of  admission,  F',  the  line  F'A'B!  represents 
the  period  of  admission.  The  rounding  at  A'  has  been  explained;  the  inclina- 
tion of  the  line  from  A^  toward  B'  is  due  in  part  to  the  frictional  loss  of 
pressure  as  the  fluid  passes  at  high  velocity  through  ports  and  passages  from 
steam  chest  to  cylinder.  As  the  stroke  progresses,  the  linear  velocity  of  the 
piston  increases  toward  mid-stroke,  requiring  higher  velocities  in  steam 
passages.  The  greater  consequent  friction  causes  pressure  to  fall  in  the 
cylinder.  The  resistance  of  pipes  and  valves  leading  to  the  engine  have 
an  effect  on  the  slope  of  this  line.  As  cut-off  is  approached,  this  pressure 
fall  becomes  more  rapid,  due  to  the  partial  closiu^e  of  the  admission  valve. 

From  B',  the  point  of  cut-off,  to  C,  the  point  of  release,  is  the  period 
of  expansion,  during  which  the  pressures  are  much  lower  than  during  the 
hypothetical  expansion  line  BC,  due  principally  to  the  lower  pressure  at  the 
point  of  cut-off  B'  than  at  B.  Hence,  the  frictional  fall  in  pressure  during 
admission  has  a  marked  effect  upon  the  work  done  during  expansion.  The 
curve  B'C  rarely  follows  the  law  PF= const,  exactly,  though  it  commonly 
gives  approximately  the  same  work  area.  During  the  first  part  of  expansion, 
the  actual  pressure  commonly  falls  below  that  indicated  by  this  curve,  but 
rises  to  or  above  it  before  the  expansion  is  complete.  This  is  largely  due 
to  condensation  of  steam  on  the  cylinder  walls  at  high  pressiu'es,  and  its 
re-evaporation  at  lower  pressure,  to  be  studied  in  connection  with  a  thermal 
analysis  of  the  cycle.  The  curve  of  expansion  may  also  depart  from  this 
very  considerably,  due  to  leakage,  either  inwardly,  through  the  admission 
valve,  or  by  piston  from  a  region  of  higher  pressure,  or  outwardly,  through 
exhaust  valve,  or  by  piston  into  a  region  of  lower  pressure,  or  by  drain, 
indicator,  or  relief  valves,  or  by  stuflSng-boxes. 

From  the  opening  of  the  exhaust  valve  at  the  point  of  release,  C,  till 
its  closure  at  compression,  B',  is  the  period  of  exhaust.  Pressures  during  this 
period,  as  during  admission,  are  affected  by  frictional  losses  in  the  passages 
for  steam — in  this  case  the  pressure  in  the  cylinder  being  greater  than  that 
in  exhaust  pipe  due  to  friction,  by  an  increasing  amount,  since  the  velocity  of 
the  piston  increases  toward  mid-stroke.  Thus  the  line  DE'  rises  above  the 
line  DE  until  the  partial  closure  of  the  exhaust  near  the  point  of  compres- 
sion causes  it  to  rise  more  rapidly. 

At  the  point  of  compression  £'  the  exhaust  valve  is  completely  closed 
and  the  period  of  compression  continues  up  to  admission  at  F\  Leakage, 
condensation,  and  re-evaporation  affect  this  line  in  much  the  same  way  as 
they  do  the  expansion,  and  often  to  a  more  marked  degree,  due  to  the  fact 
that  the  volume  in  cylinder  is  smaller  during  compression  than  during 
expansion,  and  a  given  weight  condensed,  re-evaporated,  or  added  or  removed 
by  leakage  will  cause  a  greater  change  in  pressure  in  the  small  weight 
present  than  if  the  change  in  weight  had  occurred  to  a  large  body  of 
steam. 
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In  the  compound  engine  all  these  effects  are  present  m  each  cylinder  in 
greater  or  less  degree.  In  addition,  there  are  losses  of  pressure  or  of  volume 
in  the  receivers  themselves  between  cylinders,  due  to  friction  or  conden- 
sation, and  where  especially  provided  for,  re-evaporation  by  means  of 
reheating  receivers.  The  effect  of  these  changes  in  receivers  is  to  cause  a 
loss  of  work  between  cylinders,  and  to  make  the  discharge  volume  of  one 
cylinder  greater  or  less  than  the  supply  volume  of  the  next,  while  these 
were  assumed  to  be  equal  in  the  hypothetical  cases. 

The  effect  of  all  of  these  differences  between  the  actual  and  hypothetical 
diagrams  is  to  make  the  actual  indicated  work  of  the  cylinder  something  less 
than  that  represented  by  the  hypothetical  diagram.  Since  these  effects  are 
not  subject  to  numerical  calculations  from  data  ordinarily  obtainable,  they 
are  commonly  represented  by  a  single  coefficient  or  diagram  factor  which  is 
a  ratio,  derived  from  experiment,  between  the  actual  work  and  that  indicated 
by  hypothesis. 

It  is  at  once  evident  that  there  may  be  more  than  one  hypothetical 
diagram  to  which  a  certain  engine  performance  may  be  referred  as  a  standard 
of  comparison.  When  the  heat  analysis  of  the  steam  engine  is  taken  up, 
a  standard  for  comparison  will  be  found  there  which  is  of  great  use.  For 
determination  of  probable  mean  effective  pressure,  however,  no  method  of 
calculation  has  been  devised  which  gives  better  results  than  the  computa- 
tion of  the  hypothetical  mean  effective  pressure  from  one  of  the  standard 
hypothetical  diagrams,  and  multiplying  this  by  a  diagram  factor  obtained 
by  experiment  from  a  similar  engine,  under  as  nearly  the  same  conditions 
as  can  be  obtained. 

Such  diagram  factors  are  frequently  tabulated  in  reference  books  on  the 
steam  engine,  giving  values  for  the  factor  for  various  types  and  sizes,  under 
varfous  conditions  of  running.  Unfortunately,  however,  the  exact  standard 
to  which  these  are  referred  is  not  stated.  In  this  text  it  will  be  assumed, 
unless  otherwise  stated,  that  the  diagram  factor  for  an  actual  engine  is  the 
ratio  of  the  mean  effective  pressure  of  the  actual  engine  to  that  computed 
for  Cycle  I,  without  clearance  or  compression,  logarithmic  law,  with  cut-off 
at  the  same  fraction  of  stroke,  initial  pressure  equal  to  maximum  during 
admission  in  actual,  and  back  pressure  equal  to  minimum  during  exhaust 
of  the  actual  engine. 

This  is  selected  as  the  most  convenient  standard  of  comparison  for  mean 
effective  pressures,  as  it  is  frequently  impossible  to  ascertain  the  clearance 
in  cases  where  data  are  supplied.  When  it  is  possible  to  do  so,  however,  closer 
approximation  may  be  made  to  the  probable  performance  by  comparing 
the  actual  with  that  hypothetical  diagram  most  nearly  approaching  the  cycle, 
using  same  clearance,  cut-off,  and  compression  as  are  found  in  the  actual. 

Commercial  cut-off  is  a  term  frequently  used  to  refer  to  the  ratio  of  the 
volume  AK  to  the  displacement.  Fig.  86,  in  which  the  point  K  is  found  on 
the  initial  pressure  line  AB,  by  extending  upward  from  the  true  point  of  cut-off 
B'  a  curve  PF= const. 
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While  the  diagram  factor  represents  the  ratio  of  indicated  horse-power 
to  hypothetical,  the  output  of  power  at  the  shaft  or  pulley  of  engine  is  less 
than  that  indicated  in  the  cylinders,  by  that  amount  necessary  to  overcome 
mechanical  friction  among  engine  parts.  If  this  power  output  at  shaft  or 
pulley  of  engine  is  termed  brake  horse-power  (B.H.P)  then  the  ratio  of  this  to 
indicated   horse-power  is  called  the  mechanical  efficiency f  Emi  of  the  engine 

(B.H.P.) 


£«= 


(465) 


(I.H.P.) 

The  difference  between  indicated  and  shaft  horse-power  is  the  power 
consumed  by  friction  (F.H.P.).  Friction  under  running  conditions  consists 
of  two  parts,  one  proportional  to  load,  and  the  other  constant  and  inde- 
pendent of  load,  or  (F.H.P.)=  ATI  (const.)  x(m.e.p.)+(const.)2],  where  iV  is 
speed,  revolutions  per  minute.    But  NX  (const.)  (m.e.p.)  =  (I.H.P.)jK^i  and 

(F.H.P.)  =  (I.H.P.)iJ:i+Ar(const.)2, (466) 

where  Ki  and  (const.)2  are  constants  to  be  determined  for  the  engine,  whose 
values  will  change  as  the  conditions  of  the  engine  bearing-surfaces  or  lubri- 
cation alters.    This  value  for  (F.H.P.)  may  be  used  to  evaluate  Emt 


_  (I.H.P.)  ~(F.H.P.)^  Ar(const.)2 

^~  (I.H.P.)  ^    ^       (I.H.P.)    ' 


X467) 


but  indicated  horse-power  divided  by  speed  is  proportional  to  mean  effective 
pressure,  so  that  t^ 

E„  =  l-Ki—,-^. (468) 

(m.e.p.; 

From  this  expres- 
sion, speed  has  been 
eliminated,  which 
agrees  with  general 
observation,  that  me- 
chanical efficiency  does 
not  vary  materially 
with  speed.  Values  of 
the  constants  Ki  and 
K2  may  be  ascert^ned 
if  (m.e.p.)  and  Em  are 

known  for  two  reliable 
FiQ.  87. — Diagram  to  Show  Relation  of  Mechanical  Eflficiency  ^^  covering   a   suffi- 

and  Mean  Effective  Pressure.  «:^«i.     «««„«      u„     :« 

cient    range,     by    m- 
serting  their   values  forming  two  simultaneous  equations. 

The  numerical  values  of  Ki  found  in  common  practice  are  between  .02 
and  .05,  and  for  K2  between  1.3  and  2,  in  some  cases  passing  out  of  this  range. 
In  Fig.  87  is  shown  the  form  of  mechanical  efficiency  curve  when  plotted 
on  (m.e.p.)  as  abscissas,  using  Xi=:.04,  iiL2='1.6.  It  may  be  noted  that  at 
higher  (m.e.p.)  the  curve  does  not  approach  unity,  but  the  value  (1— JTi) 
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as  a  limit.  The  mechanical  efficiency  becomes  zero  for  this  case,  at  a  mean 
effective  pressure  of  about  1.67  pounds  per  square  inch,  which  is  just 
sufficient  to  keep  the  engine  nmning  under  no  load.  For  a  given  speed  and  size 
of  cylinders,  the  abscissas  may  be  converted  into  a  scale  of  indicated 
horse-power. 

Prob.  1.  Assuming  a  back  pressure  of  10  lbs.  per  square  inch  absolute,  a  clearance 
of  8  per  cent,  a  cut-off  of  40  per  cent,  and  compression  of  20  per  cent,  show  how 
(m.e.p.)  varies  with  initial  pressure  over  a  range  of  200  lbs.,  starting  at  25  lbs. 

Prob.  2.  For  an  initial  pressure  of  150  lbs.  per  square  inch  absolute,  show  how 
(m.e.p.)  varies  with  back  pressure  over  a  range  of  30  lbs.,  starting  at  i  lb.  per  square 
inch  absolute,  keeping  other  quantities  as  in  Prob.  1. 

Prob.  3.  For  values  of  initial  pressure,  back  pressure,  etc.,  as  given  in  Probs.  1 
and  2,  show  how  (m.e.p.)  varies  with  clearance  from  1  per  cent  to  15  per  cent. 

Prob.  4.  For  values  of  initial  pressure,  etc.,  as  given  in  Probs.  1  and  2,  show  how 
(m.e.p.)  will  vary  with  cut-off  from  0  to  1. 

Prob.  6.  For  values  of  initial  pressure,  etc.,  as  given  in  Probs.  1  and  2,  show  how 
(m.e.p.)  will  vary  with  compression  for  values  from  0  to  50  per  cent. 

Prob.  6.  A  certain  engine  developing  675  I.H.P.  at  a  speed  of  151  R.P.M., 
deUvered  at  the  shaft  606  H.P.  measured  by  an  absorption  dynamometer.  A  second 
test  at  100  R.P.M.  gave  150  I.H.P.,  and  114  shaft  H.P.  If  this  engine  is  to  deliver 
500  H.P.  at  the  shaft  at  a  speed  of  150  R.P.M.,  what  will  be  the  LH.P.and  the  mechan- 
ical efficiency? 

Prob.  7.  A  compound  Corliss  engine,  25  and  52  ins.  diameters,  60  ins.  stroke, 
double-acting,  was  designed  for  650  I.H.P.  at  63  R.P.M.  It  was  found  that  at  this 
speed  and  I.H.P.  the  mechanical  efficiency  was  91  per  cent.  When  running  with  no 
load,  the  cylinders  indicated  38.1  I.H.P.  at  65  R.P.M.  Find  the  probable  mechanical 
efficiency  when  developing  300  I.H.P.  at  a  speed  of  64  R.P.M. 


60.  Consumption  of  the  Steam  Engine  and  its  Variation  with  Valve  Move- 
ment and  Initial  Pressure.  Best  Cut-off  as  Affected  by  Condensation  and 
Leakage.  The  weight  of  steam  used  by  a  steam  engine  per  hour  divided  by 
the  indicated  horse-power  is  said  to  be  the  water  rate  or  steam  consmnption 
of  that  engine.  It  is  almost  needless  to  say  that  this  is  not  a  constant  for 
a  given  engine,  since  it  will  change  with  any  change  of  initial  pressure,  back 
pressure,  or  valve  setting,  leakage,  or  temperature  conditions.  Since  there 
are  at  least  two  other  uses  of  terms,  water  rate  or  consumption,  this  may  be 
termed  the  actual  water  rate,  or  actual  consurn/ption,  the  latter  being  a  more 
general  term  which  may  refer  to  the  weight  of  jluid  used  per  hour  per 
indicated  horse-power,  whatever  the  fluid  may  be,  steam,  air,  carbon  dioxide, 
or  any  other  expansive  fluid.  The  present  discussion  has  special  reference 
to  steam. 

From  the  hypothetical  diagram,  by  computations  such  as  are  described 
for  the  various  foregoing  cycles,  may  be  obtained  a  quantity  representing 
the  weight  of  fluid  required  to  develop  one  horse-power  for  one  hour,  by  the 
performance  of  the  h3riK)thetical  cycle.  This  may  be  termed  the  hypothetical 
consumption  or  for  steam  cycles  the  hypothetical  water  rate. 

By  the  use  of  the  actual  indicator  card,  the  weight  of  fluid  accounted  for 
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by  volumes  and  pressures  known  to  exist  in  the  cylinder  may  be  obtained,  by 
methods  still  to  be  described,  this  being  called  the  indicated  consumption  of 
the  engine  or  indicated  water  rate  if  the  fluid  be  steam. 

The  heat  analysis  of  the  steam-engine  cycle  will  lead  to  another  standard 
of  comparison  which  is  of  the  greatest  importance  as  a  basis  of  determining 
how  nearly  the  actual  performance  approaches  the  best  that  could  be 
obtained  if  the  engine  were  to  use  all  available  energy  possessed  by  the  steam. 
At  present  the  object  is  to  compare  the  actual  and  indicated  performance  with 
that  hypothetically  possible  with  cylinders  of  the  known  size.  Accordingly 
attention  will  be  confined  first  to  hypothetical  consumption,  and  the  quantities 
upon  which  it  is  dependent. 

I  For  Cycle  III,  which  is  the  most  general  for  the  single-expansion  engine, 
logarithmic  law,  the  expression  for  consumption  in  pounds  fluid  per  hour  per 
indicated  horse-power,  found  in  Section  41,  Eq.  (189),  is  as  follows: 

Hypothetical  consumption,  lbs.  per  hr.  per  I .  H.P. 


13,750  r,«  ,    ,     ™,    ./bk.pr.Xl^ 

=  7— X     (Z+C)-(X+C)(— -^      \dl, 

(m.e.p.)L  ^\m.pr./J 


in  which  the  value  of  mean  eflfective  pressure  itself  depends  upon  (in.pr.), 
(bk.pr.),  c,  Z,  and  X.  The  density  of  the  fluid  at  initial  pressure,  ^i,  is  to  be 
ascertained  from  tables  of  the  properties  of  steam  or  of  whatever  fluid  is  used. 

In  Fig.  88  are  the  results  of  computations  on  the  hypothetical  steam  con- 
sumption, using  mean  eflfective  pressures  as  plotted  in  Fig.  85.  For  each  curve, 
conditions  are  assumed  to  be  as  stated  on  the  face  of  the  diagram,  varying  only 
one  of  the  factors  at  a  time. 

Other  conditions  remaining  unchanged,  it  may  be  noted  that  consiunption 
decreases  for  an  increase  of  initial  pressure,  though  not  rapidly  in  the  higher 
pressure  range. 

Cut-ofif  has  a  marked  efifect  upon  consumption,  the  minimmn  occurring 
when  cut-ofit  is  such  as  to  give  complete  expansion.    This  occurs  when 

^J^%    or     Z'^il+c)^^'-^-c (469) 

Z'+c    (bk.pr.)'  ^        '(m.pr.)       ' 

which  may  be  termed  hypothetically  best  cut-off.  In  the  case  assiuned  in  the 
diagram,  Z'  =  (l+.l)— -.1  =  .065. 

If  clearance  be  varied,  maintaining  constant  compression  and  cut-off,  large 
clearance  will  give  high  consumption  due  to  an  excessive  quantity  of  fluid 
required  to  fill  the  clearance  space.  Extremely  small  clearance  leads  to  a  high 
pressure  at  the  end  of  compression,  causing  a  loss  of  mean  effective  pressure, 
and  consequent  high  consumption.  Between,  the  consumption  has  a  minimum 
point,  which  is  dependent  for  its  location  on  both  cut-off  and  compression. 

Decreasing  back  pressure  has  a  beneficial  effect  upon  mean  effective  pressure 
and  consumption.  This  would  be  still  more  marked  in  the  figure  if  a  case  had 
been  selected  with  a  very  short  cut-off. 
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Compression,  throughout  the  ordinary  range  of  practice,  has  but  slight  effect 
upon  consumption,  indicated  by  the  flat  middle  portion  of  the  curve  in  Fig. 
88.  Very  small  or  zero  compression  permits  too  much  high-pressure  steam  to 
be  admitted  to  the  clearance  space  without  doing  work,  and  excessively  large 
clearance  causes  pressures  during  compression  to  rise  very  high,  thereby  de- 
creasing mean  effective  pressiu'e;  hence  this  curve  of  consumption  rises  at 
both  ends. 

Hypothetically,  the  best  attainable  consumption  for  given  initial  and  back 
pressures  is  obtained  when  both  expansion  and  compression  are  complete. 
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Engines,  Logarithmic  Expansion,  and  Compression. 


The  indicated  consumption,  or,  as  it  is  frequently  called  for  the  steam  engine, 
"  steam  accounted  for  by  the  indicator  card  "  or  "  indicated  water  rate,"  is 
determined  from  the  indicator  card  as  follows.  Let  Fig.  89  represent  an  indicator 
diagram.  The  points  of  cut-off  and  compression  are  located  from  the  form  of 
the  line,  at  the  highest  point  on  the  expansion  line  and  the  lowest  point  on  the 
compression  line  respectively.    The  fraction  of  the  card  lengths  completed  at 

AB 
cut-off,  Z=— =,  and  the  fraction  of  card  length  from  point  of  compression  to 

AD      

AC 
end  of  stroke,  X==,  are  determined,  the  pressure  at  cut-off  and  compression 

AD 
measured  by  the  proper  vertical  scale,  and   the  corresponding  densities,  Bi, 
and    $2    respectively,   are  ascertained  from  steam  tables  for  dry  saturated 
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steam.    Clearance,  Ci,  is  known  or  ascertained  by  the  foi?n  of  the  compression 
curve  (Chap.  I,  Section  12).    D  equals  displacement  of  piston  in  cubic  feet. 

At  the  point  of  cut-oflF,  the  weight  of  dry  saturated  steam  present  in  the 
cylinder  is  Z)(Z+c)5i,  and  at  compression  the  weight  present  is  Z)(X+c)82, 
on  the  assumption  that  the  steam  in  the  cylinder  is  of  density  li  and  I2  at 
these  two  instants.    Accepting  this  assumption,  the  weight  of  steam  used  per 


cycle  is  Wt.  steam  per  cycle = lo  =  [(Z+c)  Bi  —  (X+c)  82]!). 

The  work  per  cycle  W = 144D  (m  .e  .p .) , 

and  for  n  cycles  per  minute,  I.H.P.  = qq  nm       * 

The  indicated  conmrnption  is  then,  in  pounds  per  hour  per  I.H.P. 

60X33,000XZ>[(Z+c)5i  -  (X+c)82]n 


(470) 


60 


wn 


I.  H.  P. 


I44nD(m.e.p.) 


or, 


Cutoff 


13  750 

Ind.  consumption,  lbs.  per  hr.  per  I.H.P.  =  t — r[{Z+c)  hi  —  (X+c)  82],   (471) 

^iii.e.p.y 

which  is  the  expression  used 
to  find  indicated  consumption 
for  either  simple  or  multiple- 
expansion  engines.  In  apply- 
ing this  to  the  mvUiple-eX' 
pansion  engine  the  terms  Z,  X 
and  c  are  found  for  any  one 
cylinder,  and  the  mean  effec- 
tive pressure  is  referred  to 
that  cylinder.  There  may  be, 
Atm.  therefore,  as  many  computa- 
tions as  there  are  expansion 
^  3  Q  Q-y     stages.      For     a     compound 

FiQ.  89.— Diagram  to   Illustrate   Method  of   Deter-  engine,  for  instance,  indicated 
mining  Indicated  Water  Rate  of  Steam  Engine.        consumption      according      to 

high-pressure    card  .  is   found 

by  inserting  in  formula  Z,  X  and  c  for  the  high-pressure  card,   81  and  82  for 

corresponding  pressures;  the    (m.e.p.)  is  obtained  by  referring  to  the  H.P. 

cylinder  thus: 

(m.e.p.  ref.  to  H.P.)  =  (m.e.p.)tf+(m.e.p.)L^.       •     •     •     (472) 

If  the  computation  is  done  by  means  of  events  on  the  low-pressure  card, 

the  (m.e.p.)  must  be  referred  to  the  low. 

D 

(m.e.p.  ref.  to  L.P.)  =  (m.e.p.)i/7r-  +  (m.e.p.)L (473) 

In  general  for  a  multiple-expansion  engine 

(m.e.p.  ref.  to  cyl.  A)  =  S(m.e.p.)^ (474) 
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It  is  often  difficult  and  sometimes  impossible  to  determine  the  point  of 
cut-ofif  and  of  compression  on  the  indicator  card.  The  expansion  and  compres- 
sion lines  are  very  nearly  hjrperbolic  in  form  and  are  usually  recognizable. 
The  highest  point  on  the  hjrperbolic  portion  of  the  expansion  line  is  regarded  as 
cut-ofif,  and  the  lowest  point  on  the  hyperbolic  portion  of  the  compression  line, 
as  the  point  of  compression.  Since  the  point  of  cut-off  is  thus  more  or  less 
indeterminate  the  A.  S.  M.  E.  Committee  on  Standard  Rules  recommend 
that  the  cut-off  be  defined  in  exact  terms  for  commercial  purposes  as  fol- 
lows: Unless  otherwise  specified  the  commercial  cut-off  is  to  be  ascertained  by 
drawing  a  line  through  the  point  of  maximum  pressure  parallel  to  the  atmos- 
pheric line;  through  the  point  on  the  expansion  line  near  the  actual  cut-off 
draw  a  hyperbolic  curve:  the  point  where  these  two  lines  intersect  is  to  be 
considered  the  commercial  cut-off  point.  The  commercial  cut-off  as  thus 
determined  is  usually  at  an  earlier  point  in  the  stroke  than  the  beginning  of 
the  real  expansion  line,  as  shown  in  Fig.  86  and  as  described  on  page  257. 
It  must  be  understood  that  by  reason  of  the  condensation  and  re-evaporation 
of  steam  in  cylinders  the  weight  of  steam  proper  is  not  constant  throughout 
the  stroke,  so  that  calculations  like  the  above  will  give  different  values  for 
every  diifferent  pair  of  points  chosen.  The  most  nearly  correct  results  are 
obtained  when  steam  is  just  dry  and  these  points  are  at  release  and  compression. 

When  under  test  of  actual  engines  the  steam  used  is  condensed  and  weighed 
and  the  indicated  horse-power  determined,  then  the  actiuil  steam  consumption 
or  water  rate  can  be  found  by  dividing  the  weight  of  water  used  per  hour  in 
the  form  of  steam  by  the  indicated  horse-power.  This  actual  water  rate  is 
always  greater  than  the  water  rate  computed  from  the  equation  for  indicated 
consumption.  The  reasons  for  the  difference  have  been  traced  to  (a)  leakage 
in  the  engine,  whereby  steam  weighed  has  not  performed  its  share  of  work,  to 
(6)  initial  condensation,  whereby  steam  supplied  became  water  before  it  could 
do  any  work,  (c)  variations  in  the  water  content  of  the  steam  by  evaporation 
or  condensation  during  the  cycle,  whereby  the  expansion  and  compression  laws 
vary  in  unpredictable  ways,  affecting  the  work. 

Estimation  of  probable  water  rate  or  steam  consumption  of  engines  cannot, 
therefore,  be  made  with  precision  except  for  engines  similar  to  those  which  have 
been  tested,  in  all  the  essential  factors,  including,  of  course,  their  condition, 
and  for  which  the  deficiencies  between  actual  and  indicated  consumptions 
have  been  determined.  This  difference  is  termed  the  missing  vxiter,  and  end- 
less values  for  it  have  been  found  by  experiments,  but  no  value  is  of  any  use 
except  when  it  is  found  as  a  function  of  the  essential  variable  conditions  that 
cause  it.  No  one  has  as  yet  found  these  variables  which  fix  the  form  for  an 
empiric  formula  for  missing  water  nor  the  constants  which  would  make  such  a 
formula  useful,  though  some  earnest  attempts  have  been  made.  This  is  no 
criticism  of  the  students  of  the  problem,  but  proof  of  its  elusive  nature,  and  the 
reason  is  probably  to  be  foimd  in  the  utter  impossibility  of  expressing  by  a 
formula  the  leakage  of  an  engine  in  unknown  condition,  or  the  effect  of  its 
condition  and  local  situation  on  involimtary  steam  condensation  and  evapora- 
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tion.  It  is  well,  however,  to  review  some  of  these  attempts  to  evaluate 
missing  water  so  that  steam  consumption  of  engines  may  be  estimated. 
After  studying  the  many  tests,  especially  those  of  Willans,  Perry  announced 
the  following  for  non-condensing  engines,  in  which  the  expansion  is  but  littl^ 

Missing  water  _    Z_  M?';^ 

Indicated  steam       dVW 

where  d  is  the  diameter  of  the  cylinder  in  inches  and  N  the  number  of  revolutions 
per  minute.  This  indicates  that  the  missing  steam  or  missing  water  has  been 
found  to  increase  with  the  amount  of  expansion  and  decrease  with  diameter  of 
cylinder  and  the  speed.  Thermal  and  leakage  conditions  are  met  by  the  use 
of  different  values  of  m,  for  which  are  given, 

m  =  5  for  well-jacketed,  well-drained  cylinders  of  good  construction  with 
four  poppet  valves,  that  is,  with  minimum  leakage  and  condensation. 

w=30or  more  for  badly  drained  unjacketed  engines  with  slide  valves, 
that  is,  with  high  leakage  and  condensation  possibilities. 

m  —  \b  in  average  cases. 

For  condensing  engines  Perry  introduces  another  variable — the  initial  pres- 
sure pounds  per  square  inch  absolute,  p,  giving 


Missing  water 
Indicated  steam        dVnpi 


_120(h4) 


(476) 


It  might  seem  as  if  such  rules  as  these  were  useless,  but  they  are  not,  especially 
when  a  given  engine  or  line  of  engines  is  being  studied  or  two  different  engines 
compared;  in  such  cases  actual  conditions  are  being  analyzed  rather  than 
predictions  made,  and  the  analysis  will  always  permit  later  prediction  of  con- 
siderable exactness,  if  the  constants  are  fixed  in  a  formula  of  the  right  empiric 
form.  Similar  study  by  Heck  has  resulted  in  a  different  formula  involving 
different  variables  and  constants,  but  all  on  the  assumption  that  the  dis- 
crepancies are  due  to  initial  condensation.  He  proposes  an  expression  equiv- 
alent to 

Missing  steam  _  .27     /<S(x2— xi)  (at7\ 

Indicated  steam" -^\      piZ      ' ^^^^ 

in  which  <S  =  the  ratio  of  cylinder-displacement  surface  in  square  feet  to  dis- 


m 


^'^""iT     ^^12^    2      d 
placement  in  cubic  feet.    = t-tk  ^ =  t+ttti 

XL  ^    ^ 


m 


4 
iV=R.P.M.  of  the  engine;    d^diameter  in  inches;    L=stroke  in  feet; 
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The  term  (x2— «i)  is  a  constant  supposed  to  take  into  account  the  amount 
of  initial  condensation  dependable  on  the  difference  between  cylinder  wall 
and  live-steam  temperature  and  is  to  be  taken  from  a  table  found  by  trial  as 
the  difference  between  the  x  for  the  high  pressure  and  x  for  the  low  pressure, 
both  absolute,  see  Table  XIX,  Handbook  of  Tables. 

In  discussing  the  hypothetical  diagrams,  it  was  found  that  best  economy  was 
obtained  with  a  cut-off  which  gives  complete  expansion.  For  other  than 
hypothetical  diagrams  this  is  not  true,  which  may  be  explained  most  easily  by 
reference  to  the  curves  of  indicated,  and  actual  consumption,  and  missing 
steam,  Pig.  90. 

The  curve  ABC  is  the  hypothetical  consiunption  or  water  rate  for  a  certain 
steam  engine:  its  poiAt  of  best  economy  occurs  at  such  a  cut-off,  B,  that  expan- 
sion is  complete.  The  curve 
GHI  is  computed  by  Heck's 
formula  for  missing  water; 
this  shows  a  falling  off  for 
greater  cut-offs.  Adding  or- 
dinates  of  these  two  curves, 
the  curve  DEF  for  probable 
consumption  is  found.  The 
minimum  point  in  this  curve, 
E,  corresponds  to  a  longer 
cut-off   than   that   of  ABC. 

Since  cut-off  B  gave  complete 

^^^^^r^ir^m.  «,,+  ^ff  c  wv*„o+  «r;,r«  ^IG.  90. — DlagFam  to  Show  Displacement  of  Best  Cut- 
expansion,  cut-on  iJr  must  give  -  .^       .  ^^     ^     *  »*•     •        tit  *      r  u  •    *  or 

.  ^  /  T  ^^  ^®  ^  Effect  of  Missing  Water  from  Point  B  for 

mcomplete      expansion.       In        ^^^  Hypothetical  Cycle  to  Some  Greater  Value  E.- 
Other  words,  due  to  missing 

steam,  the  condition  which  really  gives  least  steam  consumption  per  hour 
per  indicated  horse-power  corresponds  to  a  release  pressure,  which  is  greater 
than  the  back  pressure. 

It  should  be  noted  that  the  mmimum  point  mentioned  above  will  not  be 
best  cut-off,  for  the  output  of  the  engine  is  not  indicated,  but  brake  horse-power. 

In  Fig.  91  on  cut-off  as  abscissa  are  plotted  (EFG)  consumption  pounds 
per  hour  per  I.H.B.,  and  for  the  case  assumed,  (OD)  the  curve  of  mechanical 
efficiency,  based  on  cut-off, 

Obs.  steam  per  hr.)    B.H.P.     Obs.  steam  per  hr.)  .      .,  , 

^ IJLR— ^^LHrP.=  B.H.R  >    or,  m  other  words, 

Consumption,  lbs.  per  hr.  per  LH.P.  ^  ^.  ,,  ,  ^^^  ...^v 
— =r^ =  Consumption,  lbs.  per  hr.  per  B.H.P.  (478) 

Owing  to  the  uicreasing  value  of  Em  for  greater  cut-offs,  the  minimum  point  B 
corresponds  to  a  cut-off  still  longer  than  for  the  curve  EFG,  which  itself  was 
found  in  Fig.  90  to  give  a  longer  cut-off  than  that  of  the  hypothetical  curve. 

Hence  the  best  cut-off  for  economy  of  steam,  where  the  net  power  at  the 
shaft  is  regarded  as  the  output,  will  be  such  as  to  give  incomplete  expansion, 
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or  a  release  pressure  above  back  pressure,  this  effect  being  caused  by  both 
missing  steam  and  by  frictional  losses. 

Prediction  of  actual  consumption  of  steam  engines  as  a  general  proposition 
is  almost  hopeless  if  any  degree  of  accuracy  worth  while  is  desired,  though  the 
effect  on  steam  consumption  of  changing  the  value  of  any  one  variable  can  be 
fairly  well  determined  by  the  previous  discussion  qualitativdy,  that  is,  in  kind, 
though  not  quantitatively  in  amount.  Probably  the  best  attempt  is  that 
of  Hrabak  in  German,  which  takes  the  form  of  a  large  niunber  of  tables 
developed  from  actual  tests  though  not  for  engines  of  every  class.    These  tables 

are  too  extensive  to  permit 
any  abstraction  of  value. 

There  is,,  however,  a  sort  of 
case  of  steam  consmnption 
prediction  that  can  be  carried 
out  with  surprising  precision, 
and  that  is  for  the  series  of 
sizes  or  line  of  engines  manu- 
factured by  one  establish- 
ment all  of  one  class,  each 
with  about  the  same  grade 
of  workmanship  and  degree 
of  fit,  and  hence  having 
leakage  and  cylinder  conden- 
mtion  characteristics  that 
vary  consistently  throughout 
the  whole  range.  For  such  as  these,  tables  and  curves  of  missing  water 
are  determined  by  the  best  builders,  for  making  guarantees  of  steam  con- 
sumption for  any  service  conditions  that  their  engines  are  able  to  meet. 

The  practice  of  one  firm  making  what  is  probably  the  best  line  of  stationary 
engines  in  this  country  is  of  sufficient  interest  to  warrant  description.  The 
primary  data  are  curves  of  indicated  water  rate  plotted  to  mean  effective 
pressure  for  clearances  of  three  or  four  per  cent,  and  that  mean  effective  pressure 
is  chosen  in  any  one  specific  case  that  will  give  the  horse-power  desired  at  the 
fixed  speed  for  some  one  set  of  cylinder  sizes  available.  ^To  this  indicated 
water  rate  a  quantity  is  added  constituting  the  missing  water  which  is  made 
up  of  several  parts  as  follows:  The  first  is  an  addition  representing  condensa- 
tion which  is  plotted  in  curve  form  as  a  function  of  (a)  boiler  pressure,  (6) 
superheat  in  the  steam,  (c)  piston  speed,  (d)  the  class  of  engine — simple,  com- 
pound or  triple,  with  jacketed  or  unjacketed  cylinders,  and  for  cylinder  ratios 
from  4  to  1,  to  6  to  1  in  the  case  of  compounds.  It  is  therefore  a  most  complex 
quantity,  the  nature  of  the  variations  in  which  can  only  be  indicated  here. 
For  example,  increase  of  piston  speed  decreases  the  condensation  loss  as 
does  multiple  expansion,  and  also  jacketing,  while  increase  of  superheat  in  the 
steam  also  decreases  it,  but  superheat  has  less  effect  in  triple  than  in  com- 
pounds and  less  in  compound  than  in  simple  engines. 


Per  Cent  Cut  off 

Fig.  91. — Diagram  to  Show  Relation  of  Steam  per  Hour 
per  I.H.P.  and  per  B.H.P.  to  Cut-off. 
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The  next  factor  of  correction  is  that  covering  leakage  losses,  also  additive 
to  indicated  water  rate,  which  with  it  and  the  condensation  loss  make 
up  the  probable  steam  consumption.  The  leakage  decreases  regularly  with 
increase  of  piston  speed;  it  is  less  for  large  than  for  small  engines,  is  quite 
marked  from  50  to  200  horse-power,  and  much  less  for  larger  engines,  being 
scarcely  appreciable  for.  engines  over  2000  horse-power. 

Example  1.  What  cut-off  will  give  the  lowest  indicated  water  rate  for  9X12- 
in.  engine,  with  5  per  cent  clearance  and  no  compression  when  running  non-condensing 
on  an  initial  pressure  of  100  lbs.  per  square  inch  gage,  and  what  will  be  the  value 
of  this  water  rate?  What  steam  will  be  used  per  hour  per  brake  horse-power 
hypothetically?    From  Eq.  (469) 

Z'»(l+c)^^-c  =  (l+.05)S -.05=8.7  per  cent, 
m.pr.  1 15 

and  (m.e.p.)  =115|  .087X(.087+.05)  log^^  1  -15*27.2  lbs.  sq.in. 

13  750  r  15  1 

Hence,  steam  per  hour  per  I.H.P.  =  -~y   .137 -•05Xrrg   X. 262  =  17.2  lbs. 

From  the  curve  of  Fig.  87,  assuming  it  to  apply  to  the  engine,  for  this  value  of 
(m.e.p.)  mechanical  efficiency  is  90  per  cent,  hence  from  Eq.  (478)  the  weight  of 
steam  per  shaft  horse-power  per  hour  will  be  19.1  pounds. 

Prob.  1.  Draw  diagram  similar  to  Fig.  88  for  foUowing  case: 

Initial  pressure,  135  lbs.  per  square  inch  gage,  back  pressure  10  lbs.  per  square 
inch  absolute,  clearance  5  per  cent,  cut-off  30  per  cent,  compression  25  per  cent. 

Prob.  2.  From  indicator  diagram  shown  in  Fig.  86,  find  the  indicated  water  rate 
to  the  engine  from  which  it  was  taken. 

Prob.  3.  The  indicated  water  rate  of  a  9Xl2-in.  jacketed  engine  when  running 
non-condensing  at  a  speed  of  250  R.P.M.  with  an  initial  pressure  of  100  lbs.  per 
square  inch  gage  and  i  cut-off  is  50  lbs.  Using  Perry's  formula,  what  will  be  the 
probable  actual  steam  used  by  engine  per  horse-power  hour? 

Prob.  4.  A  24X48-in.  engine  in  good  condition  is  found  to  have  an  indicated  water 
rate  of  25  lbs.  when  cut-off  is  },  initial  pressure  100  lbs.  per  square  inch  gage,  back 
pressure  10  lbs.  per  square  inch  absolute,  and  speed  of  125  R.P.M.  What  will  be  the 
missing  water,  and  the  rate  as  foimdby  Perry's  formula  and  by  Heck's? 

Prob.  6.  What  will  be  the  probable  amount  of  steam  used  per  hour  by  a  36  X48- 
in.  engine  with  5  per  cent  clearance  running  at  100  R.P.M.  on  an  initial  pressure  of 
150  lbs.  per  square  inch  gage,  a  back  pressure  of  5  lbs.  per  square  inch  absolute,  i  cut- 
off and  10  per  cent  compression? 

Prob.  6.  How  will  the  amount  of  steam  of  Prob.  5  compare  with  that  used  by 
a  15X22x36-in.  engine  with  5  per  cent  clearance  in  each  cylinder,  running  at  100 
R.P.M.  on  same  pressure  range  with  }  cut-off  in  high-pressure  cylinder,  i  cut-off  in 
low,  and  10  per  cent  compression  in  each  cylinder? 

61.  Variation  of  Steam  Consumption  with  Engine  Load.  The  Willans 
Line.  Most  Economical  Load  for  More  than  One  Engine  and  Best  Load 
Diyision.  However  valuable  it  may  be  to  the  user  of  steam  engines  to  have 
an  engine  that  is  extremely  economical  at  its  best  load  which,  it  should  be 
notedy  may  have  any  relation  to  its  rated  horse-power,  it  is  more  important 
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usually  that  the  form  of  the  economy  load  curve  should  be  as  iBat  as  possible, 
and  this  is  always  true  when  the  engine  must  operate  under  a  wide  range  of 
load.  This  being  the  case  it  is  important  to  examine  the  real  performance 
curves  of  some  typical  engines  all  of  which  have  certain  characteristic 
similarities  as  well  as  differences. 

From  the  discussion  of  hypothetical  and  indicated  water  rates  it  appears 
that  the  curve  of  steam  consumption  (vertical)  to  engine  load  (horizontal) 
is  always  concave  upward  and  always  has  a  minimum  point,  not  at  the  maxi-* 
miun  load.  Actual  consumption  curves  are  similar  in  general  form,  but  as 
has  been  pointed  out,  the  load  at  which  the  water  rate  is  least  corresponds 
to  some  greater  mean  effective  pressure  than  that  for  the  hypothetical,  so 
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Fig.  92. —  TVpical  Water  Rate — Load  Curves  and  Willans  Lines  for  Steam  Engines. 


the  whole  curve  is  displaced  upwards  and  to  the  right  by  reason  of  cylinder 
condensation  and  leakage  losses.  This  displacement  may  be  so  great  as  to 
prevent  the  curve  rising  again  beyond  the  minimum  point,  in  which  case  the 
least  steam  consumption  corresponds  to  the  greatest  load.  Just  what  form 
the  actual  water  rate-load  curve  will  take  depends  largely  on  the  form  of  valve 
gear  and  type  of  governing  method  in  use:  by  throttling  initial  pressure  with 
a  fixed  cut-off  or,  by  varying  cut-off  without  changing  initial  pressure,  with  or 
without  corresponding  changes  in  the  other  valve  periods. 

Whenever  the  control  of  power  is  by  throttling  of  the  supply  steam  the 
curve  is  found  to  be  almost  exactly  an  hyperbola,  so  that  (water  rateXhorse^ 
power)  plotted  to  horse-power  is  a  straight  line  which  being  characteristic 
is  much  used  in  practical  work  and  is  known  as  the  WiUan%  line.  All  other 
engines,  that  is,  those  that  govern  on  the  cut-off,  have  Willans  lines  that 
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are  nearly  straight,  such  curvature  as  exists  being  expressed  by  a  second 
degree  equation  instead  of  one  of  the  first  degree. 

Equations  for  Willans  lines  can  always  be  found  for  the  working  range 
of  load,  that  is,  from  about  half  to  full  load,  though  not  for  the  entire  range, 
except  in  unusual  cases,  and  these  equations  are  of  very  great  value  in  pre- 
dicting the  best  division  of  load  between  units,  which  is  a  fundamental  step 
in  deciding  how  many  and  what  sizes  of  engine  to  use  in  carrying  a  given 
load  in  industrial  power  plants. 

Before  taking  up  the  derivation  of  equations  some  actual  test  curves  will 
be  examined  and  a  number  of  these  are  grouped  in  Fig.  92  for  engines  of 
various  sizes,  simple  and  compound,  up  to  10.000  H.P.,  on  which  vertical 
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Fig.  93. — ^Typical  Water  Rate — Load  Curves  for  Steam  Engines  Plotted  to  Fractional  Loads. 

distances  represent  pounds  of  steam  per  hour  per  I.H.P.,  and  horizontal, 
I.H.P.  To  show  the  essential  similarity  of  the  curves  for  engines  of  different 
size  more  clearly,  these  are  re-plotted  in  Fig.  93  to  a  new  load  scale  based 
on  best  load  of  each,  which  is  taken  as  unity.  This  is  evidenUy  a  function  of 
mean  effective  pressure,  just  what  sort  of  function  does  not  matter  here.  In 
every  case  the  Willans  line  is  also  plotted  in  Fig.  92,  each  line  being  num- 
bered to  correspond  to  its  water  rate  curve. 

As  there  is  a  corresponding  similarity  of  form  for  the  water  rate  and 
Willans  line  for  steam  turbines,  though  the  reasons  for  it  will  be  developed 
later,  it  must  be  understood  that  the  mathematical  analysis  that  follows  applies 
to  both  turbine  and  piston  steam  engines,  and  further  it  makes  no  diflFerence 
what  units  are  used  for  load,  whether  I.H.P.  or  B.H.P.  or  K.W.  of  a  direct- 
connected  electric  generator. 
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In  Fig.  94  is  shown  the  water-rate  curve  to  a  K.W.  base  for  the  10,000  K.W. 

Curtis  steam  turbine  at  the  Chicago  Edison  Fiske  Street  Station,  for  which  the 

Y    17  02 
following  equation  fits  exactly :    —  =  -A^ + 10.54 + .  156P, 


ttQ» 
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1000  P  -KUowftttB 

Fig.  94.— Performance  of  a  10,00J  K.W.  Steam  Turbine. 
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where  y= pounds  of  steam  per  hour -t- 1000; 
P=load  (in  this  case  in  K.W.)-5-1000; 

Y 

p= pounds  of  steam  per  K.W.  hr. 

A  similar  equation  fits  fairly  well  the  curve  of  Fig.  95,  representing  the 
7000  H.P.  piston  engines  of  the  Interborough  Railway,  Fifty-ninth  Street 
station,  as  well  as  the  combined  piston  engine  and  low-pressure  steam  turbine 
taking  its  exhaust  steam,  in  the  same  station,  but  with  different  numerical 

constants,  as  below :    Piston  engine,  -5  =     '     +  .6 + 1 .85P, 

Y    89.4 
Combined  piston  engine  and  turbine,  p="H — 2.90+.713P. 
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Fig.  96.— Performance  of  a  1000  K.W.  Ck)rluB  Engine. 

A  third   case  of  smaller  size  is  shown  in  Fig.  96,  representing  the  per- 
formance of  a  1000  K.W.  Corliss  piston  engine  driving  a  generator  for  which 


the  equation  is 


|=^-.8+8.3P. 


These  illustrations  could  be  multiplied  indefinitely,  but  those  given  will 
suflBice  to  establish  the  fact  that  the  two  following  equations  are  fundamental 
over  the  working  range  of  any  steam  engine  of  whatever  type: 


Water  rate  line. 


Y    A 


(479) 


(_^.„.^(^+.+cp) 
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Water  per  hour,  Willans  line,      Y^A+BP+CP^, (480) 

in  which  Y  is  the  weight  of  steam  per  hour  and  P  the  engine  load  whether 
expressed  in  indicated  or  brake  horse-power,  or  in  kilowatts. 

At  the  most  economical  load  the  water  rate  is  a  minimum,  so  that 

d_ 
dP\ 

whence  the  most  economical  load  is     P'  —  \lp'      •    • (481) 

Where  the  Willans  line  is  straight,  C=0,  and  the  most  economical  load 
is  the  greatest  load. 

Two  engines  carrying  the  same  load  must  divide  it  and  some  one  pro- 
portion  may  be  best. 

It  can  be  shown  that  for  similar  engines,  the  best  division  of  load  is  an  equal 
division. 

When  the  engines  are  dissimilar  it  is  convenient  to  first  consider  the  case 
of  straight  Willans  lines  for  which  (7=0.  Then  for  two  dissimilar  engines  the 
best  division  of  load  is  that  which  puis  the  greatest  possible  share  on  the  one  with 
the  smaller  value  of  B,  in  its  equation,  provided  each  has  a  straight  Willans  line. 

Two  dissimilar  engines  of  whatever  characteristics  yield  the  equation, 

Y^Ai+A2+BiPi+B2P2+CiPl^+C2P2^ 

=(Ai+A2+BiP+CiP2) 

+  (S2-2PCi-Bi)P2 

+  (Ci  +  C2)P22. 

DiflFerentiating  with  respect  to  P2,  and  solving  for  P2,  the  load  for  the  second 
engine  that  makes  the  whole  steam  consumptipn  least,  gives, 

P2=n/n   i  n\  +  /n  !  n  x  =constant+constantXP.     .    .    (482) 
z(Ci+C2;    vCi-f-C2; 

Therefore,  the  load  division  must  be  linear  and  Eq.  (482)  gives  the  numerical 
value,  when  any  two  engines  share  a  given  load. 

This  sort  of  analysis  can  be  carried  much  further  by  those  interested,  but 
space  forbids  any  extension  here.  It  is  proper  to  point  out,  however,  that 
by  means  of  it  the  proper  switch-4n  points  for  each  unit  in  a  large  power  station 
can  be  accurately  found,  to  ^ve  most  economical  operation  on  an  increasing 
station  load. 

62.  Graphical  Solution  of  Problems  on  Horse-power  and  Cylinder  Sizes. 
The  solution  of  problems  involving  horse-power  and  cylinder  sizes  may  be 
greatly  facilitated  by  means  of  graphical  charts  or  diagrams  which  will  be  found 
in  the  Handbook  of  Tables.  The  diagram  of  mean  efifective  pressures  in  terms 
of  initial  and  back  pressures,  clearance,  compression  and  cut-oflf,  may  be 
satisfactorily  used  in  the  solution  of  Eq.  184,  Section  41,  in  determining  the 
mean  efifective  pressure  for  single  cylinder  engines  with  clearance  and  logarith- 
mic expansion  and  compression. 
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The  mean  effective  pressure  is  the  difiference  between  mean  forward  and  mean 
back  pressure.  The  former  is  dependent  upon  clearance,  cut-off  and  initial  pres- 
sure.   To  iUustrate  the  use  of  this  diagram,  Chart  No.  (9),  assume  the  following: 

Example  1.  Given  clearance  5  per  cent,  compression  25  per  cent,  back  pressure  2.5 
lbs.  per  square  inch  absolute,  cut-off  12  per  cent,  initial  pressure  115  lbs.  absolute.  On 
the  right  of  the  diagram  the  clearance  corresponding  to  5  per  cent  is  shown  at  point  A, 
Project  horizontally  to  the  point  F,  on  the  contour  line  for  the  assimied  cut-off,  12  per 
cent.  Project  downward  to  the  logarithmic  scale  for  "  mean  forward  pressure  in  terms 
of  initial  pressure  "  to  the  point  G.  On  the  scale  for  "  initial  pressure  "  find  the  point 
H,  representing  the  assumed  initial  pressure,  115  lbs.  absolute.  Through  G  and  H 
a  straight  line  is  passed  to  the  point  K  on  the  scale  for  "  mean  forward  pressure,^'  where 
the  value  is  read,  m.f.p.  =49.5  lbs.  absolute. 

Mean  back  pressure  is  similarly  dependent  upon  clearance,  compression  and  back 
pressure,  and  the  same  process  is  followed  out  by  the  points  A^  B,  Cj  D  and  E,  reading 
the  mean  back  pressure,  3.2  lbs.  absolute  at  the  point  E.    Then  by  subtraction, 

(m.e.p.)  =  (m.f .p.)  -  (m.b.p.)  =49.5  -3.2  =46.3  lbs. 

Chart  No.  (10)  is  arranged  to  show  what  conditions  must  be  fulfilled  in  order  to 
obtain  equal  work  with  complete  expansion  in  both  cylinders  in  a  compound  engine, 
finite  receiver,  logarithmic  law,  no  clearance.  Cycle  VII,  when  low-pressure  admission 
and  high-pressure  exhaust  are  not  simultaneous.  This  is  discussed  in  Section  47,  and  the 
diagram  represents  graphically  the  conditions  expressed  in  Eqs.  (283)  to  (286). 

Example  2.  To  illustrate  its  use,  assume  that  in  an  engine  operating  on  such  a  cycle, 

the  volume  of  receiver  is  1.5  times  the  high-pressure  displacement,  1.6  =y,  then  -  =  .667. 

y 

Locate  the  point  A  on  the  scale  at  bottom  of  diagram,  corresponding  to  this  value. 
Project  upward  to  the  curve  marked  '^  ratio  of  cut-offs  ''  and  at  the  side,  C,  read  ratio 

of  cut-offs,  -=-=.572.     Next,  extending  the  line  AB  to  its  intersection,  D,  with  the 

curve  GHj  the  point  D  is  found.  From  D  project  horizontally  to  the  contour  line  repre- 
senting the  given  ratio  of  initial  to  back  pressure.  In  this  case,  initial  pressure  is 
assumed  ten  times  the  back  pressure.    Thus  the  point  E  is  located.    Directly  above  E 

at  the  top  of  the  sheet  is  read  the  cylinder  ratio,  at  F,  /2c  *=  77-  =2.4. 

Dh 

If  cylinder  ratio  and  initial  and  final  pressures  are  the  fundamental  data  of  the 
problem,  the  ratio  of  cut-offs  and  ratio  of  high-pressure  displacements  to  receiver  volume 
may  be  found  by  reversing  the  order. 

Prob.  1.  By  graphical  means  find  the  (m.e.p.),  of  a  15X22X30-in.  cross-compound 
engine,  with  5  per  cent  clearance  in  each  cylinder,  if  the  receiver  volume  is  8  cu.ft., 
initial  pressure  125  lbs.  per  square  inch  absolute,  back  pressure  10  lbs.  per  square  inch 
absolute,  high-pressure  cut-off  J,  low-pressure  A,  high-pressure  compression  40  per 
cent,  low-pressure  20  per  cent,  high-pressure  crank  following  90**,  logarithmic  expansion. 

Prob.  2.  Show  by  a  series  of  curves,  assuming  necessary  data,  the  effect  on  (m.e.p.) 
of  cut-off,  back  pressure,  clearance,  and  compression. 

Prob.  3.  Show  by  curves,  how  the  indicated,  and  actual  water  rate  of  an  18X24- 
in.  engine  with  5  per  cent  clearance,  running  at  125  R.P.M.  on  an  initial  pressure  of 
125  lbs.  per  square  inch  gage,  and  a  back  pressure  of  10  lbs.  per  square  inch  absolute 
may  be  expected  to  vary  with  cut-off  from  -^  to  f . 
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CHAPTER    VII 

EFFECTS  OF  CHANGES  IN   HEAT    CONTENT   OF    SUBSTANCES  WITH- 
OUT CHANGE  OF  STATE.    TEMPERATURE,  PRESSURE,  DENSITY. 

63.  Substances  and  Heat  Effects  Important  in  Engineering.  It  has  been 
shown  in  preceding  chapters  concerned  with  work  in  general  and  with  the  deter- 
mination of  quantity  of  work  that  may  be  done  in  the  cylinders  by,  or  on 
expansive  fluids  that 

(a)  Fluids  originally  at  low  may  be  put  in  a  high-pressure  condition  by 
the  expenditure  of  work; 

(6)  Fluids  under  high  pressure  may  do  work  in  losing  that  pressure. 

That  work  may  be  done,  fluids  under  pressure  are  necessary  and  that  the 
greatest  amount  of  work  may  be  done  per  unit  of  fluid  the  fluid  itself  must  he 
expansive,  that  is,  it  must  be  a  gas  or  a  vapor.  Gases  or  vapors  under  pressure 
are,  therefore,*  prerequisites  to  the  economical  use  of  fluids  for  the  doing  of  work, 
and  that  this  work  may  be  done  at  the  expense  of  heat  or  derived  from  heat,  it 
is  only  necessary  that  the  heat  be  used  to  create  the  necessary  primary  con- 
dition of  high  pressure  in  vapors  and  gases.  There  are  two  general  ways  of 
accomplishing  this  purpose — ^first,  to  apply  the  heat  to  a  boiler  supplied  with 
liquid  and  discharging  its  vapor  at  any  pressure  as  high  as  desired  or  as  high 
as  may  be  convenient  to  manage;  second,  to  apply  the  heat  to  a  gas  confined 
in  a  chamber,  raising  its  pressure  if  the  chamber  be  kept  at  a  fixed  volume, 
which  is  an  intermittent  process,  or  increasing  the  fluid  volume  if  the  size  of  the 
chamber  be  allowed  to  increase,  the  fluid  pressure  being  kept  constant  or  not; 
this  latter  process  may  be  intermittently  or  continuously  carried  out. 

These  two  processes  are  fundamental  to  the  steam  and  gas  engines  that  are 
the  characteristic  prime  movers  or  power  generators  of  engineering  practice, 
utilizing  heat  energy,  and  with  the  exception  of  water-wheels,  the  sole  commer- 
cially useful  sources  of  power  of  the  industrial  world.  Thus,  the  heating  of 
gases  and  the  evaporation  of  liquids  are  two  most  important  thermal  processes 
to  be  examined  together  with  their  inverse,  cooling  and  condensation,  and 
necessarily  associated  in  practical  apparatus  with  the  heating  and  cooling  of 
solid  containers  or  associated  liquids.  From  the  power  standpoint,  the  effects 
of  heat  on  solids,  liquids,  gases  and  vapors,  both  without  change  of  state  and  with 
change  of  state,  are  fundamental,  and  the  substances  to  be  studied  as  heat  carriers 
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do  not  include  the  whole  known  chemical  world,  but  only  those  that  are  cheap 
enough  to  be  used  in  engineering  practice  or  otherwise  essential  thereto.  The 
substances  of  supreme  importance  are  air  and  water,  with 'all  their  physical 
and  chemical  variations;  next  the  fuels,  coal,  wood,  oil,  alcohol  and  com- 
bustible gases,  together  with  the  chemical  elements  entering  into  them,  and 
the  chemical  compounds  which  mixed  together  may  constitute  them. 

Probably  next  in  importance  from  the  standpoint  of  engineering  practice, 
are  the  substances  and  thermal  processes  entering  into  mechanical  refriger- 
ation and  ice  making.  There  are  but  three  substances  of  commercial  importance 
here — ^ammonia,  pure,  and  in  dilute  aqueous  solution,  carbonic  acid  and  air. 
The  process  of  heating  or  cooling  soUds,  liquids,  gases  and  vapors,  together 
with  solidification  of  water  into  ice,  evaporation  and  condensation,  fundamental 
to  power  problems,  are  also  of  equal  importance  here,  but  there  is  added  an 
additional  process  of  absorption  of  ammonia  vapor  in  water  and  its  discharge 
from  the  aqueous  solution. 

Many  are  the  practical  applications  of  heat  transfer  or  transmission,  some 
of  which  call  into  play  other  substances  than  those  named.  In  the  heating 
of  buildings  there  is  first  combustion  with  transfer  of  heat  to  water  in  boilers, 
flow  of  the  hot  water  or  steam  produced  to  radiators,  and  then  a  transfer  of  heat 
to  the  air  of  the  room;  in  feed-water  heaters,  heat  of  exhaust  steam  warms 
water  on  its  way  to  the  boilers;  in  economizers,  heat  of  hot  flue  gases  is  trans- 
ferred to  boiler  feed  water;  in  steam  superheaters,  heat  of  hot  flue  gases  is  trans- 
ferred to  steam  previously  made,  to  raise  its  temperature;  steam  pipes,  boiler 
surfaces  and  engine  cylinders  transfer  heat  of  steam  to  the  air  which  is  opposed 
by  covering  and  lagging;  in  steam  engine  condensers  heat  of  exhaust  steam  is 
transferred  to  circulation  water;  in  cooling  cold  storage  rooms  and  making  ice, 
a  solution  of  calcium  or  sodium  chloride  in  water  is  circulated  through  pipes 
and  tanks  and  is  itself  kept  cool  in  brine  coolers  in  which  the  brine  transfers 
the  heat  absorbed  in  the  rooms  and  tanks,  to  the  primary  substance,  ammonia 
or  carbonic  acid,  and  evaporates  it. 

While  evaporation  and  condensation  as  processes  are  fundamental  to  the 
machinery  and  apparatus  of  both  power  and  refrigeration,  they  also  are  of 
importance  in  certain  other  industrial  fields.  In  the  concentration  of 
solutions  to  promote  crystallization  such,  for  example,  as  sugar,  evapora- 
tion of  the  solution  and  condensation  of  the  distillate,  are  primary  processes; 
this  also  is  the  case  in  making  gasolene  and  kerosene  from  crude  oil,  in  making 
alcohol  from  a  mash,  and  many  other  cases  found  principally  in  chemical 
manufacture.  These  are  examples  of  evaporation  and  condensation  in  which 
little  or  no  gases  are  present  with  the  vapor  but  there  are  other  cases  in  which 
a  gas  is  present  in  large  proportion,  the  thermal  characteristics  of  which  are 
different,  as  will  be  seen  later.  Among  these  processes  are:  the  humidification 
or  moistening  of  air  with  water  in  houses  and  factories  to  prevent  excessive 
skin  evax)oration  of  persons  breathing  the  air,  and  excessive  shrinkage  of  wood- 
work, to  facilitate  manufacturing  processes  such  as  tobacco  working  and  thread 
spinning.    Conversely,  air  may  be  too  moist  for  the  purpose,  in  which  case  it 
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is  dried  by  cooling  and  precipitating  its  moisture  as  rain  or  freezing  it  out  as 
ice;  this  is  practiced  in  the  Gayley  process  of  operating  blast  furnaces,  where 
excess  of  moisture  will  on  dissociating  absorb  heat  of  coke  combustion  and  reduce 
the  iron  output  per  ton  of  coke;  and  in  the  factories  where,  for  example,  collodion 
is  worked,  as  in  the  manufacture  of  photographic  films,  with  which  moisture 
seriously  interferes.  Humidification  of  air  by  water  is  accomplished  only  by 
evaporation  of  water,  and  evaporation  of  water  is  only  to  be  accomplished 
by  the  absorption  of  heat,  so  that  humidification  of  air  by  blowing  it  over  water 
or  spraying  water  into  it  must  of  necessity  cool  the  water;  this  is  the  prin- 
ciple of  the  cooling  tower  or  cooling  pond  for  keeping  down  the  temperature 
of  condenser  circulating  water,  and  likewise  the  principle  of  the  evaporative 
condenser,  in  which  water  cooler  and  steam  condenser  are  combined  in  one. 
The  same  process,  then,  may  serve  to  cool  water,  if  that  is  what  is  wanted,  or  to 
moisten  air,  when  dry  air  is  harmful,  and  may  also  serve  to  remove  moisture 
from  solids  such  as  sand,  crystals,  fabrics,  vegetable  or  animal  matter  to  be 
reduced  to  a  dryer  or  a  pulverized  state. 

There  are  some  important  examples  of  humidification  in  which  the  substances 
are  not  air  and  water,  and  one  of  these  is  the  humidification  of  air  by  gasolene 
or  alcohol  vapor  to  secure  explosive  mixtures  for  operating  gas  engines.  Here 
the  air  vaporizes  enough  of  the  fuel,  humidifying  or  carbureting  itself  to  serve 
the  purpose,  sometimes  without  heat  being  specifically  added  and  sometimes 
with  assistance  from  the  hot  exhaust.  A  somewhat  similar  action  takes  place 
in  the  manufacture  of  carbureted  water  gas  when  the  water  gas  having  no 
illuminating  value  is  led  to  a  hot  brick  checkerwork  chamber  supplied  with  a 
hydrocarbon  oil,  the  vapor  of  which  humidifies  the  gas,  the  heat  of  vaporization 
being  supplied  by  the  hot  walls  and  regularly  renewed  as  the  process  is  inter- 
mittent. In  this  case  some  of  the  vapors  may  really  decompose  into  fixed  gases, 
a  peculiar  property  of  the  hydrocarbon  fuels,  both  liquid  and  gaseous,  which 
frequently  leave  residues  of  tar,  or  soot,  or  both. 

Finally,  among  the  important  processes  there  is  to  be  noted  that  of  gasifica- 
tion of  solid  and  liquid  fuels  in  gas  producers  and  vaporizers,  a  process  also 
carried  on  in  blast  furnaces  in  which  it  is  only  an  accidental  accompaniment 
and  not  the  primary  process.  Some  of  the  actions  taking  place  in  gas  producers 
are  also  common  to  the  manufacture  of  coal  gas,  and  coke,  in  retorts,  beehive 
and  by-product  ovens. 

From  what  has  been  said  it  should  be  apparent  that  engineers  are  concerned 
not  with  any  speculations  concerning  the  nature  of  heat,  but  only  with  the  kind 
and  quantity  of  effect  that  heat  addition  to,  or  abstraction  from,  certain  sub- 
stances may  be  able  to  produce.  While  this  interest  is  more  or  less  closely 
related  to  philosophic  inquiry,  having  for  its  object  the  development  of  all 
embracing  generalizations  or  laws  of  nature,  and  to  the  relation  of  heat  to  the 
chemical  and  physical  constitution  of  matter,  the  differences  are  marked,  and  a 
clearly  defined  field  of  application  of  laws  to  the  solution  of  numerical  problems 
dealing  with  identical  processes,  constitutes  the  field  of  engineering  thermo- 
dynamics. 
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It  is  not  possible  or  desirable  to  take  up  and  separately  treat  every  single 
engineering  problem  that  may  arise,  but  on  the  contrary,  scientific  methods 
of  grouping  thermal  processes  or  substance  effects  into  types  should  be  employed, 
from  which  the  solution  of  individual  cases  may  be  determined. 

Prob.  1.  Water  is  forced  by  a  pump  through  a  feed-water  heater  and  economizer 
to  a  boiler  where  it  is  changed  to  steam,  which  in  turn  passes  through  a  superheater 
to  a  cylinder  from  which  it  is  exhausted  to  a  condenser.  Which  pieces  of  apparatus 
have  to  do  with  heat  effects  and  which  with  work?  Point  out  similarities  and 
differences  of  process. 

Prob.  2.  Air  is  passed  over  gasolene  in  a  carbureter;  the  mixture  is  compressed, 
burned  and  allowed  to  expand  in  a  gas  engine  cylinder.  Which  of  the  above  steps  have 
to  do  with  heat  effects  and  which  with  work  effects? 

Prob.  3.  In  certain  types  of  ice  machines  liquid  ammonia  is  allowed  to  evaporate, 
the  vapor  which  is  formed  being  compressed  and  condensed  again  to  liquid.  Which  of 
these  steps  is  a  work  phase  and  which  a  heat  phase?    Compare  with  Prob.  1. 

Prob.  4.  When  a  gun  is  fired  what  is  the  heat  phase  and  what  is  the  work 
phase?    Are  they  separate  or  coincident? 

Prob.  6.  Air  is  compressed  in  one  cylinder,  then  it  is  cooled  and  compressed  to 
higher  pressure  and  forced  into  a  tank.  The  air  in  the  tank  cools  down  by  giving 
up  heat  to  the  atmosphere.  From  the  tank  it  passes  through  a  pipe  line  to  a  heater 
and  then  to  an  engine  from  which  it  is  exhausted  to  the  atmosphere.  Which  steps 
in  the  cycle  may  be  regarded  as  heat  and  which  as  work  phases?  Compare  with 
Prob.  2. 

-64*  Classification  of  Heating  Processes.  Heat  Addition  and  Abstraction 
with  or  without  Temperature  Change.  Qualitative  Relations.  That  heat 
will  pass  from  a  hot  to  a  less  hot  body  if  it  gets  a  chance  is  axiomatic,  so  that  a 
body  acquiring  heat  may  be  within  range  of  a  hotter  one,  the  connection  between 
them  being  either  immediate,  that  is  they  touch  each  other,  or  another  body 
may  connect  them  acting  as  a  heat  carrier;  or  they  may  be  remote  with  no  more 
provable  connection  than  the  hypothetic  ether  as  is  the  case  with  the  sun  and 
earth.  A  body  may  gain  heat  in  other  wajrs  than  by  transfer  from  a  hotter 
body,  for  example,  the  passage  of  electrical  current  through  a  conductor  will 
heat  it,  the  rubbing  of  two  solids  together  will  heat  both  or  perhaps  melt  one, 
the  churning  of  a  liquid  will  heat  it,  the  mixing  of  water  and  sulphuric  acid  will 
produce  a  hotter  liquid  than  either  of  the  components  before  mixture,  the  absorp- 
tion by  water  of  anmionia  gas  will  heat  the  liquid.  All  these  and  many  other 
similar  examples  that  might  be  cited  have  been  proved  by  careful  investigation, 
partly  experimental  and  partly  by  calculation  based  on  various  hypotheses,  to 
be  examples  of  transformation  of  energy,  mechanical,  electrical,  or  chemical, 
into  the  heat  form.  While,  therefore,  bodies  may  acquire  heat  in  a  great 
many  different  concrete  ways  they  all  fall  under  two  useful  divisions: 

(a)  By  transfer  from  a  hotter  body; 

(b)  By  transformation  into  heat  of  some  other  energy  manifestation. 

One  body  may  be  said  to  be  hotter  than  another  when  it  feels  so  to  the 
sense  of  touch,  provided  neither  is  too  hot  or  too  cold  for  injury  to  the  tissues, 
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or  more  generally,  when  by  contact  one  takes  heat  from  the  other.  Thus, 
ideas  of  heat  can  scarcely  be  divorced  from  conceptions  of  temperature  and  the 
definition  of  one  will  involve  the  other.  As  a  matter  of  fact  temperature  as 
indicated  by  any  instrument  is  merely  an  arbitrary  number  located  by  some- 
body on  a  scale,  which  is  attached  to  a  substance  on  which  heat  has  some  visible 
effect.  Temperature  is  then  a  purely  arbitrary,  though  generally  accepted, 
number  indicating  some  heat  content  condition  on  a  scale,  two  points  of  which 
have  been  fixed  at  some  other  conditions  of  heat  content,  and  t];ie  scale  space 
between,  divided  as  convenient.  Examination  of  heat  effects  qualitatively 
will  show  how  thermometers  might  be  made  or  heat  measured  in  terms,  of  any 
handy  effect,  and  will  also  indicate  what  is  likely  to  happen  to  any  substance 
when  it  receives  or  loses  heat.  Some  of  the  more  conmion  heat  effects  of  various 
degrees  of  importance  in  engineering  work  are  given  below: 

Expansion  of  Free  Solids.  Addition  of  heat  to  free  solids  will  cause  them  to 
expand,  increasing  lengths  and  volumes.  Railroad  rails  and  bridges  are  longer 
in  summer  than  winter  and  the  simny  side  of  a  building  becomes  a  little  higher 
than  the  shady  side.  Steam  pipes  are  longer  and  boilers  larger  when  hot,  than 
cold,  and  the  inner  shell  of  brick  chimneys  must  be  free  from  the  outer  to  per- 
mit it  to  expand  when  hot  without  cracking  the  outer  or  main  supporting  stack 
body.  Shafts  running  hot  through  lack  of  lubrication  or  by  overloading  in 
comparatively  cool  bearing  boxes  may  be  gripped  tight  enough  to  twist  off  the 
shaft,  or  they  may  merely  score  the  bearing. 

Stressing  of  Restrained  Solids.  A  solid  being  heated  may  be  restrained 
in  its  tendency  to  expand,  in  which  case  there  will  be  set  up  stresses  in  the  mate- 
rial which  may  cause  rupture.  Just  as  with  mechanically  applied  loads,  bodies 
deform  in  proportion  to  stress  up  to  elastic  limit,  as  stated  by  Hooke's  law,  so 
if  when  being  heated  the  tendency  to  expand  be  restrained  the  amount  of 
deformation  that  has  been  prevented  determines  the  stress.  A  steam  pipe 
rigidly  fixed  at  two  points  when  cold  will  act  as  a  long  column  in  compression 
and  buckle  when  hot,  the  buckling  probably  causing  a  leak  or  rupture.  If  fixed 
hot,  it  will  tend  to  shorten  on  cooling  and  being  restrained  will  break  something. 
CyUnders  of  gas  engines  and  air  compressors  are  generally  jacketed  with'water, 
and  becoming  hot  inside,  remaining  cold  outside,  the  inner  skin  of  the  metal 
tends  to  expand,  while  the  outer  skin  does  not.  One  part  is,  therefore,  in  tension 
and  the  other  in  compression,  often  causing  cracks  when  care  in  designing  is 
not  taken,  and  sometimes  even  with  care,  in  large  gas  engines. 

Expansion  of  Free  Ldquids.  Heating  of  liquids  will  cause  them  to  expand 
just  as  do  solids,  increasing  their  volume.  Thus,  alcohol  or  mercury  in  glass 
tubes  will  expand,  and  as  these  liquids  expand  more  than  the  glass,  a  tube  which 
was  originally  full  will  overflow  when  hot,  or  a  tube  of  very  small  bore  attached 
to  a  bulb  of  cold  liquid  will  on  heating  receive  some  liquid;  the  movement  of 
liquid  in  the  tube  if  proportional  to  the  heat  received  will  serve  as  a  thermometer. 
If  the  soUd  containing  the  liquid  expanded  to  the  same  degree  as  the  Uquid 
there  would  be  no  movement.  Two  parts  of  the  same  liquid  mass  may  be 
unequally  hot  and  the  hotter  having  expanded  will  weigh  less  per  cubic  foot. 
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that  is,  be  of  less  density.  Because  of  freedom  of  movement  in  liquids  the  lighter 
hot  parts  will  rise  and  the  cooler  heavy  parts  f  all,  thus  setting  up  a  circulation, 
the  principle  of  which  is  used  in  hot  water  heating  systems,  the  hot  water  from 
the  furnace  rising  to  the  top  of  the  house  through  one  pipe  and  cooling  on  its 
downward  path  through  radiators  and  return  pipe.  In  general,  then,  liquids 
decrease  in  density  on  heating  and  increase  in  density  on  cooling,  but  a  most 
important  exception  is  water,  which  has  a  point  of  maximum  density  just 
above  the  f  reezing-^oint,  and  if  cooled  below  this  becomes  not  heavier  but  lighter. 
Consequently,  water  to  be  cooled  most  rapidly  should  be  cooled  at  first  from 
the  top  and  after  reaching  this  point  of  maximum  density,  from  the  bottom,  if  it 
is  to  be  frozen. 

Rise  of  Pressure  in  Confined  Liquids.  When  liquids  are  restrained  from 
expanding  under  heating  they  suffer  a  rise  of  pressure  which  may  burst  the 
containing  vessel.  For  this  reason,  hot  water  heating  systems  have  at  their 
highest  point,  open  tanks,  called  expansion  tanks,  which  contain  more  water 
when  the  system  is  hot  than  when  cold,  all  pipes,  radiators  and  furnaces  being 
constantly  full  of  water.  Should  this  tank  be  shut  off  when  the  water  is  cold 
something  would  burst,  or  joints  leak,  before  it  became  very  hot. 

Expansion  of  Free  Gases.  Just  as  solids  and  liquids  when  free  expand  under 
heating,  so  also  do  gases,  and  on  this  principle  chimneys  and  house  ventilation 
systems  are  designed.  The  hot  gases  in  a  clmnney  weigh  less  per  cubic  foot 
than  cooler  atmospheric  sir;  they,  therefore,  float  as  does  a  ship  on  water, 
the  superior  density  of  the  water  or  cold  gas  causing  it  to  flow  under  and 
lift  the  ship  or  hot  gas,  respectively.  Sipiilarly,  hot-air  house  furnaces  and 
ventilating  systems  having  vertical  flues  supplied  with  hot  air  can  send  it  upward 
by  simply  allowing  cold  air  to  flow  in  below,  which  in  turn  being  heated  flows 
upward  and  is  replaced. 

Rise  of  Pressure  in  Confined  Gases.  Gases  when  restrained  from  expanding 
under  heat  reception  will  increase  in  pressure  just  as  liquids  do,  only  over  greater 
ranges,  and  as  the  internal  stresses  in  solids  increase  when  a  body  is  heated 
under  restraint.  It  is  just  this  principle  which  lies  at  the  root  of  the  opera- 
tion of  guns  and  gas  engines.  Confined  gases  are  rapidly  heated  by  explosive 
combustion  and  the  pressure  is  thus  raised  sufliciently  to  drive  projectiles  or 
pistons  in  their  cylinders. 

MelUng  of  Solids.  It  has  been  stated  that  solids  on  being  heated  expand, 
but  it  should  be  noted  that  this  action  cannot  proceed  indefinitely.  Continued 
heating  at  proper  temperatures  will  cause  any  solid  to  melt  or  fuse,  and  the  pre- 
viously-rising temperature  will  become  constant  during  this  change  of  state. 
Thus,  melting  or  fusion  is  a  process  involving  a  change  of  state  from  solid 
to  liquid  and  takes  place  at  constant  temperature.  The  tanks  or  cans  of  ice- 
making  plants  containing  ice  and  water  in  all  proportions  retain  the  same 
temperature  until  all  the  water  becomes  ice,  provided  there  is  a  stirring  or  cir- 
culation so  that  one  part  communicates  freely  with  the  rest  and  provided  also 
the  water  is  pure  and  contains  no  salt  in  solution.  Impure  substances,  such  as 
liquid  solutions,  may  suffer  a  change  of  temperature  at  fusion  or  solidification. 


280  ENGINEERING  THERMODYNAMICS 

For  pure  substances,  melting  and  freezing,  or  fusion  and  solidification,  are 
constant-temperature  heat  effects,  involving  changes  from  solid  to  liquid,  or 
liquid  to  solid  states. 

Boiling  of  Ldqaids;  EbuUition.  Continued  heating  of  solids  causes  fusion, 
and  similarly  continued  heating  of  liquids  causes  boiling,  or  change  of  state  from 
liquid  to  vapor,  another  constant-temperature  process — ^just  what  temperature, 
will  depend  on  the  pressure  at  the  time.  So  constant  and  convenient  is  this 
temperature-pressiu'e  relation,  that  the  altitude  of  high  mountains  can  be  found 
from  the  temperature  at  which  water  boils.  The  abstraction  of  heat  from  a 
vapor  will  not  cool  it,  but  on  the  contrary  cause  condensation.  Steam  boilers 
and  ammonia  refrigerating  coils  and  coolers  are  examples  of  evaporating  appara- 
tus, and  house  heating  radiators  and  steam  and  ammonia  condensers  of  con- 
densing apparatus. 

Evaporation  of  Liquids;  Humidificaiion  of  Gases.  When  dry  winds  blow 
over  water  they  take  up  moisture  in  .the  vapor  form  by  evaporation  at  any 
temperature.  This  sort  of  evaporation  then  must  be  distinguished  from  ebul- 
lition and  is  really  a  heat  effect,  for  without  heat  being  added,  liquid  cannot 
change  into  vapor;  some  of  the  necessary  heat  may  be  supplied  by  the  water 
and  some  by  the  air.  This  process  is  general  between  gases  and  liquids  and  is 
the  active  principle  of  cooling  towers,  carbureters,  and  driers  of  solids  like  wood 
kilns.  The  chilling  of  gases  that  carry  vapors  causes  these  to  condense  in  part. 
As  a  matter  of  fact  it  is  not  necessary  for  a  gas  to  come  into  contact  to  produce 
this  sort  of  evaporation  from  a  liquid,  for  if  the  liquid  be  placed  in  a  vacuum 
some  will  evaporate,  and  the  pressure  finally  attained  which  depends  on  the  tem- 
perature, is  the  vapor  pressure  or  vapor  tension  of  the  substance,  and  the  amount 
that  will  so  evaporate  is  measured  by  this  pressure  and  by  th^  rate  of  removal 
of  that  which  formed  previously. 

Evaporation  of  Solids;  SvblimaHon.  Evaporation,  it  has  been  shown,  may 
take  place  from  a  liquid  at  any  temperature,  but  it  may  also  take  place  directly 
from  the  solid,  as  ice  will  evaporate  directly  to  vapor  either  in  the  presence 
of  a  gas  or  alone.  Ice  placed  in  a  vacuum  will  evaporate  until  the  vapor  tension 
is  reached,  and  it  is  interesting  to  note  that  the  pressure  of  vapors  above  their 
solids  is  not  necessarily  the  same  as  above  their  liquids  at  the  same  temperature, 
though  they  merge  at  the  freezing-point.    This  is  the  case  with  ice-water  vapor. 

Change  of  Viscosity.  Heating  of  liquids  may  have  another  effect  measured 
by  their  tendency  to  flow,  or  their  viscosity.  Thus,  a  thick  oil  will  flow  easier 
when  heated,  and  so  also  will  any  liquid.  If,  therefore,  the  time  for  a  given 
quantity  to  flow  through  a  standard  orifice  under  a  given  head  or  pressure  be 
measured,  this  time,  which  is  the  measure  of  viscosity,  will  be  less  for  any  liquid 
hot  than  cold  for  the  same  liquid.  Viscosity  then  decreases  with  heat  addition 
and  temperature  rise. 

Dissociation  of  Gases.  When  gases  not  simple  are  heated  and  the  heating 
continued  to  very  high  temperatures,  they  will  split  up  into  their  elements  or 
perhaps  into  other  compound  gases.  This  may  be  called  decomposition  or,  better, 
dissociation,  and  is  another  heat  effect.    Thus,  the  hydrocarbon  C2H4  will 
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split  up  with  solid  carbon  soot  C,  and  the  other  hydrocarbon  CH4;  and  steam 
H2O,  into  hydrogen  and  oxygen.  This  is  not  a  constant-temperature  process, 
since  the  per  cent  dissociated  increases  as  the  temperature  rises. 

Disaodcdion  of  Liquids.  Similar  to  the  dissociation  of  gases  receiving  heat  at 
high  temperature  is  the  decomposition  of  some  liquids  in  the  Uquid  state,  notably 
the  fuel  and  lubricating  oils,  or  hydrocarbons  which  are  compounds  of  H  and  C 
in  various  proportions,  each  having  different  properties.  Sometimes  these 
changes  of  H  and  C  groupings  from  the  old  to  the  new  compounds  under  the 
influence  of  heating  will  be  at  constant  and  at  other  times  at  varying  tempera- 
tures; sometimes  the  resulting  substances  remain  liquid  and  sometimes  soot 
or  C  separates  out,  and  this  is  one  of  the  causes  for  the  dark  color  of  some 
cylinder  oils. 

Absorption  of  Gases  in  Liquids.  Liquids  will  absorb  some  gases  quite  freely; 
thus,  water  will  absorb  very  large  quantities  of  ammonia,  forming  aqua  ammonia. 
Addition  of  heat  will  drive  off  this  gas  so  that  another  heat  effect  is  the  expul- 
sion of  gases  in  solution.  Use  is  made  of  this  industrially  in  the  absorption 
system  of  ammonia  refrigeration. 

SolvJbility  of  Solids  in  Liquids.  The  heating  of  liquids  will  also  affect  their 
solubility  for  solid  salts;  thus,  a  saturated  solution  of  brine  will  deposit  crystals 
on  heat  abstraction  and  take  them  back  into  solution  on  heat  addition. 
Certain  scale-forming  compounds  are  thrown  down  on  heating  the  water  in- 
tended for  boilers,  a  fact  that  is  made  use  of  in  feed-water  heating  purifiers; 
for  these  salts  increase  of  temperature  reduces  solubility.  In  general  then  heat 
addition  affects  the  solubility  of  hquids  for  solid  salts. 

Chemical  Reaction;  Combustion.  If  oxygen  and  hydrogen,  or  oxygen  and 
carbon,  be  heated  in  contact,  they  will  in  time  attain  an  ignition  temperature  at 
which  a  chemical  reaction  will  take  place  with  heat  liberation  called  combus- 
tion, and  which  is  an  exothermic  or  heat-freeing  reaction.  Another  and 
different  sort  of  reaction  will  take  place  if  CO2  and  carbon  be  heated  together, 
for  these  will  together  form  a  combustible  gas,  CO,  under  a  continuation  of  heat 
reception.  This  is  an  endothermic  or  heat-absorbing  reaction.  Neither  of 
these  will  take  place  until  by  heat  addition  the  reaction  temperature,  called 
ignition  temperature  for  combustion,  has  been  reached. 

Electrical  and  Magnetic  Effects.  Two  metals  joined  together  at  two  separate 
X)oints,  one  of  which  is  kept  cool  and  the  other  heated,  will  be  found  to  carry 
an  electric  current  or  constitute  a  thermo-electric  couple.  Any  conductor 
carrying  an  electric  current  will  on  changing  temperature  suffer  a  change  of 
resistance,  so  that  with  constant  voltage  more  or  less  current  will  flow;  this  is 
a  second  electrical  heat  effect  and  like  the  former  is  useful  only  in  instru- 
ments indicating  temperature  condition.  A  fixed  magnet  will  suffer  a  change 
of  magnetism  on  heating,  so  that  heat  may  cause  magnetic  as  well  as  electric 
effects. 

These  heat  effects  on  substances  as  well  as  some  others  of  not  so  great  engi- 
neering importance  may  be  classified  or  grouped  for  further  study  in  a  variety 
of  ways,  each  serving  some  more  or  less  useful  purpose. 
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Reversible  and  Notirreveraible  Processes.  There  may  be  reversible  and 
non-reversible  thermal  processes,  when  the  process  may  or  may  not  be  con- 
sidered constantly  in  a  state  of  equilibrium.  For  example,  as  heat  is  applied 
to  boiling  water  there  is  a  continuous  generation  of  vapor  in  proportion  to  the 
heat  received;  if  at  any  instant  the  heat  application  be  stopped  the  evapo- 
ration will  cease  and  if  the  flow  of  heat  be  reversed  by  abstraction,  condensa- 
tion will  take  place,  indicating  a  state  of  thermal  equilibrium  in  which  the 
effect  of  the  process  follows  constantly  the  direction  of  heat  flow  and  is  con- 
stantly proportional  to  the  amount  of  heat  numerically,  and  in  sign,  of  direction.. 
As  an  example  of  non-reversible  processes  none  is  better  than  combustion,  in 
which  the  chemical  substances  receive  heat  with  proportional  temperature  rise 
until  chemical  reaction  sets  in,  at  which  time  the  reception  of  heat  has  no  fur- 
ther relation  to  the  temperatures,  because  of  the  liberation  of  heat  by  com- 
bustion which  proceeds  of  itself  and  which  cannot  be  reversed  by  heat 
abstraction.  Even  though  a  vigorous  heat  abstraction  at  a  rate  greater  than 
that  at  which  it  is  freed  by  combustion  may  stop  combustion  or  put  the  fire  out, 
no  amount  of  heat  abstraction  or  cooling  will  cause  the  combined  substances 
to  change  back  into  the  original  ones  as  they  existed  before  combustion.  The 
effect  of  heat  in  such  cases  as  this  is,  therefore,  non-reversible. 

Constant  and  Variable  Volume  or  Density,  When  gases,  liquids  or  solids 
are  heated  they  expand,  except  when  prevented  forcibly  from  so  doing,  and  as 
a  consequence  they  suffer  a  reduction  of  density  with  the  increase  of  volume; 
this  is  also  true  of  changing  liquids  to  their  vapors.  It  should  be  noted 
that  all  such  changes  of  volume  against  any  resistance  whatever  occur  with 
corresponding  performance  of  some  work,  so  that  some  thermal  processes  may 
directly  result  in  the  doing  of  work.  Heating  accompanied  by  no  volume 
change  and  during  which  restraints  are  applied  to  keep  the  volume  invariable, 
cannot  do  any  work  or  suffer  any  change  of  density,  but  always  results  in  change 
of  pressure  in  liquids,  gases  and  vapors  and  in  a  corresponding  change  of  internal 
stress  in  solids. 

Constant  and  Variable  Temperature  Processes.  Another  useful  division,  and 
that  most  valuable  in  the  calculation  of  relations  between  heat  effect  and  heat 
quantity,  recognizes  that  some  of  the  heating  processes  and,  of  course,  cooling, 
occur  at  constant  temperature,  and  others  with  changing  temperature.  For 
example,  the  changes  of  state  from  liquid  to  solid,  and  solid  to  liquid,  or  freezing 
and  fusion,  are  constant  temperature  processes  in  which,  no  matter  how  much 
heat  is  supplied  or  abstracted,  the  temperature  of  the  substance  changing  i^ate  is 
not  affected;  the  same  is  true  of  ebullition  and  condensation,  or  the  changing 
of  state  from  liquid  to  vapor,  and  vapor  to  liquid.  These  latter  constant- 
temperature  processes  must  not  be  confused  with  evaporation,  which  may 
proceed  from  either  the  solid  or  liquid  state  at  any  temperature  whether 
constant  or  not. 

Prob.  1.  From  the  time  a  fire  is  lighted  under  a  cold  boiler  to  the  time  steam 
first  comes  off,  what  heat  effects  take  place? 
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Prob.  2.  What  heat  effects  take  place  when  a  piece  of  ice,  the  temperature  of 
which  is  20^  F.,  is  thrown  onto  a  piece  of  red-hot  iron? 

Piob.  3.  What  heat  effects  must  occur  before  a  drop  of  water  may  be  evaporated 
from  the  ocean,  and  fed  back  into  it  as  snow? 

Prob.  4.  What  heat  changes  take  place  when  soot  is  formed  from  coal  or  oil? 

Prob.  5.  In  a  gas  producer,  coal  is  burned  to  COs,  which  is  then  reduced  to  CO. 
Steam  is  also  fed  to  the  producer,  and  H  and  0  formed  from  it.  Give  all  the  heat 
effects  which  occur. 

Prob.  6.  By  means  of  what  heat  effects  have  you  measured  temperature  changes, 
or  have  known  them  to  be  measured? 

Prob.  7.  When  the  temperature  changes  from  40*^  F.  to  20^  F.,  give  a  list  of  all 
heat  effects  you  know  that  ordinarily  occur  for  several  common  substances.  Do  the 
same  for  a  change  in  the  reverse  direction. 

Prob.  8.  If  a  closed  cylinder  be  filled  with  water  it  will  burst  if  the  temperature 
be  lowered  or  raised  sufficiently.    What  thermal  steps  occur  in  each  case? 

Prob.  9.  If  salt  water  be  lowered  sufficiently  in  temperature,  a  cake  of  fresh  ice 
and  a  rich  salt  solution  will  be  formed.  State  the  steps  or  heat  effects  which  occur 
during  the  process. 

66.  Thermometry  Based  on  Temperature  Change  Heat  Effects.  Ther- 
mometer and  Absolute  Temperature  Scales.  Those  thermal  processes  in  which 
heat  addition  or  abstraction  is  followed  as  a  result  by  a  corresponding  and  more 
or  less  proportional  temperature  change,  are  quite  numerous  and  important 
both  in  engineering  practice  and  as  furnishing  a  means  for  thermometer  mak- 
ing, and  temperature  definition  and  measurement.  According  to  Sir  William 
Thomson,  "  every  kind  of  thermoscope  must  be  founded  on  some  property 
of  matter  continuously  varying  with  the  temperature,"  and  he  gives  the  fol- 
lowing: 

(a)  Density  of  fluid  under  constant  pressure. 

(6)  Pressure  of  a  fluid  under  a  constant  volume  envelope. 

(c)  Volume  of  the  liquid  contained  in  a  solid  holder  (ordinary  mercury  or 

spirit  thermometer). 

(d)  Vapor  pressure  of  a  solid  or  liquid.    . 

(e)  Shape  or  size  of  an  elastic  solid  under  constant  stress. 
(/)  Stress  of  an  elastic  solid  restrained  to  constant  size. 
(g)  Density  of  an  elastic  solid  under  constant  stress. 

(A)  Viscosity  of  a  fluid, 
(t)  Electric  current  in  a  thermo-couple. 
(j)  Electric  resistance  of  a  conductor. 
{k)  Magnetic  moment  of  a  ^ed  magnet. 

Any,  or  all  of  these — pressure,  volume,  shape,  size,  density,  rate  of  flow, 
magnetic  or  electrical  effects,  may  be  measured,  and  their  measure  constitutes 
a  measure  of  temperature  indirectly,  so  that  instruments  incorporating  these 
temperature  effects  to  be  measured,  are  also  thermometers. 

Any  temperature-indicating  device  may  be  called  a  thermometer,  though 
those  in  use  for  high  temperatures  are  generally  called  pyrometers,  which 
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incidentally  indicates  the  important  fact  that  no  thermometer  is  equally  useful 
for  all  ranges  of  temperature.  Practically  all  thermometers  in  use  for  tempera- 
tures short  of  a  red  heat,  depend  on  certain  essential  relations  between  the  density 
or  volume,  or  the  pressure  and  temperature  of  a  fluid,  though  metals  are  used  in 
some  little-used  forms  in  which  change  of  size  is  measured,  or  change  of  shape 
of  a  double  metallic  bar,  often  brass  and  iron,  consisting  of  a  piece  of  each 
fastened  to  the  other  to  form  a  continuous  strip.  The  two  metals  are  expanded 
by  the  temperature  different  amounts  causing  the  strip  to  bend  under  heating. 
There  are  also  in  use  electric  forms  for  all  temperatures,  and  these  are  the 
only  reliable  ones  for  high  temperatures,  both  of  the  couple  and  resistance 
tjrpes,  except  one,  dependent  on  the  color  of  a  high  temperature  body,  black 
when  cold.  That  most  useful  and  common  class  involving  the  interde- 
pendence of  pressure  and  temperature,  or  volume  and  temperature,  of  a  fluid 
is  generally  found  in  the  form  of  a  glass  bulb  or  its  equivalent,  to  which 
is  attached  a  long,  narrow  glass  tube  or  stem  which  may  be  open  or  closed  at 
the  end;  open  when  the  changes  of  fluid  volume  at  constant  pressure  are  to 
be  observed,  and  closed  when  changes  of  contained  fluid  pressure  at  constant 
restrained  volume  are  to  be  measured  as  the  effect  of  temperature  changes. 
For  the  fluid  there  is  used  most  commonly  a  liquid  alone  such  as  mercury,  or 
a  gas  alone  such  as  air;  though  a  gas  may  be  introduced  above  mercury  and 
there  may  be  used  a  liquid  with  its  vapor  above.  When  the  fluid  is  a  liquid, 
such  as  mercury,  in  the  common  thermometer,  the  stem  is  closed  at  the  end  so 
that  the  mercury  is  enclosed  in  a  constant-volume  container  or  as  nearly  so  as 
the  expansion  or  deformation  of  the  glass,  which  is  not  filled  with  mercury, 
will  permit,  this  space  in  the  stem  is  left  at  a  vacuum  or  filled  with  a  gas 
under  pressure,  such  as  nitrogen,  to  resist  evaporation  of  the  mercury  at 
high  temperatures.  Gas-filled  mercury  thermometers,  as  the  last  form  is  called, 
are  so  designed  that  for  the  whole  range  of  mercury  expansion  the  pressure 
of  the  gas  opposing  it  does  not  rise  enough  to  offer  material  resistance  to  the 
expansion  of  mercury  or  to  unduly  stress  the  glass  container.  It  should  be 
noted  that  mercury  thermometers  do  not  measure  the  expansion  of  mercury 
alone,  but  the  difference  between  the  volume  of  mercury  and  the  glass  envelope, 
but  this  is  of  no  consequence  so  long  as  this  difference  is  in  proportion  to  the 
expansion  of  the  mercury  itself,  which  it  is  substantially,  with  proper  glass 
composition,  when  the  range  is  not  too  great.  Such  thermometers  indicate 
temperature  changes  by  the  rise  and  fall  of  mercury  in  the  stem,  and  any  numeri- 
cal value  that  may  be  convenient  can  be  given  to  any  position  of  the  mercury 
or  any  change  of  position.  Common  acceptance  of  certain  locations  of  the  scale 
number,  however,  must  be  recognized  as  rendering  other  possible  ones  unneces- 
sary and  so  undesirable.  Two  such  scales  are  recognized,  one  in  use  with  metric 
units,  the  centigrade,  and  the  other  with  measurements  in  English  units,  the 
Fahrenheit,  both  of  which  must  be  known  and  familiar,  because  of  the  frequent 
necessity  of  transformation  of  numerical  values  and  heat  data  from  one  system 
to  the  other.  To  permit  the  construction  of  a  scale,  at  least  two  points 
must  be  fixed :  These  are,  first j  the  position  of  the  mercury  when  the  thermometer 
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is  in  the  vapor  of  boiling  pure  water  at  sea  level,  or  under  the  standard  atmos- 
pheric pressure  of  29.92'' =  760  mm.  of  mercjiry  absolute  pressure;  and 
second,  the  position  of  the  mercury  when  the  thermometer  is  surrounded  by 
melting  ice  at  the  same  pressure.  These  are  equivalent  to  the  boiling  or  con- 
densation, and  melting-  or  freezing-points,  of  pure  water  at  one  atmosphere 
pressure;  the  equal  divisions  between  these  points  are  called  degrees.  The 
two  accepted  thermometer  scales  have  the  following  characteristics  with  respect 
to  these  fixed  x>oints  and  divisions  between  them: 


Centigrade  scale 
Fahrenheit  scale. 


Pure  Water 
Freeiing-point. 
at  one  atm.  pr. 


0 
32 


Pure  Water 

Boilinc-point. 

at  one  atm.  pr. 


100 
212 


Number  of  E<iual  Divisions 
Between  Freesing  and  Boiling. 


100 
180 


From  this  it  appears  that  a  degree  of  temperature  change  is  on  the  centigrade 
scale,  liiy  of  the  linear  distance  between  the  position  of  the  mercury  surface 
at  the  freezing-  and  boiling-points  of  water,  and  on  the  Fahrenheit  scale,  tH  of 
the  same  distance. 

The  relation  between  scale  readings  is  readily  seen,  for  when  the  temperature 
is  0**  C,  it  is  32^  F.,  and  when  it  is  100°  C.  it  is  (180+32)  =  212°  F.,  so  that 


or 


Temperature  Fahrenheit = 32 +f  (Temperature  centigrade), 
Temperature   centigrade =|  (Temperature  Farhenheit— 32). 


By  reason  of  the  lack  of  absolute  proportionality  between  temperature 
and  effect,  other  fixed  points  are  necessary,  especially  at  high  temperatures. 
Tables  giving  these  values  have  been  adopted  by  the  U.  S.  Bureau  of  Stand- 
ards and  are  considered  correct  to  within  5°  C,  at  1200°  C.  See  Tables  XVII 
and  XVIII,  Handbook  of  Tables. 

Thermometers  in  which  a  liquid  and  its  vapor  exist  together,  depend  on  a 
property  to  be  noted  in  detail  later — the  relation  of  vapor  pressure  to  tempera- 
ture and  its  independence  of  the  volume  of  vapor.  So  long  ^  any  vapor  exists 
above  the  Uquid  the  temperature  will  depend  only  on  the  pressure  of  that  vapor, 
so  that  such  thermometers  will  indicate  temperature  by  the  pressure  measure- 
ment, after  experimental  determination  of  this  pressure-temperature  relation 
of  vapors.  Conversely,  temperature  measurements  of  vapors  by  mercury  ther- 
mometers will  lead  to  pressure  values;  at  the  present  time  some  steam 
plants  are  introducing  merciuy  thermometers  on  the  boilers  and  pipe  Unes,  in 
place  of  the  proverbially  inaccurate  pressure  gages. 

Gas  thermometer  is  the  name  generally  applied  to  the  class  in  which  the 
fluid  is  a  gas,  whether  air,  hydrogen,  nitrogen  or  any  other,  and  whether  the 
pressure  is  measured  for  a  fixed  contained  volume,  or  the  volume  measured 
when  acted  on  by  a  constant  pressure. 

Using  the  centigrade  scale,,  fixing  freezing  point  at  0°  C,  and  making  the 
corresponding  pressure,  poi  atmospheric  at  this  point,  and  reading  at  100°  C. 
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another  pressure,  pioo,  Regnault  found  experimentally  a  relation  between  these 
two  pressures  and  the  temperature  corresponding  to  any  other  pressure,  p,  as 

given  by  the  empiric  formula,  «— ti« 

^=100  ^    ^ (483) 

pioo—po 

He  also  determined  the  pressure  at  the  boiling-point  to  be  related  to  the  pressure 
at  the  freezing-point,  by  pioo  =  1.3665  po,  which  on  substitution  gives 

'=l«>£§=272.85(^-l) (484) 

This  constant,  272.85,  the  reciprocal  of  which  is  .003665|  is,  of  course,  the 
pressure-increase  factor  per  degree  C.  rise  of  temperature  for  a  gas  held  at 
constant  volume,  but  it  loas  found  that  it  had  abatd  the  same  value  applied  to  the 
other  type  of  thermometer  in  which  gas  volumes  are  meoMLred  ai  constant  pressure. 

Examination  of  Eq.  (484),  giving  the  relation  between  two  temperatures 
and  the  corresponding  gas  pressures,  will  show  a  most  important  relation. 
If  the  pressure  be  supposed  to  drop  to  zero  and  it  is  assiuned  that 
the  relations  between  pressure  and  temperature  hold,  then  when  p=0, 
i  =5— 272.85.  This  temperature  has  received  the  name  of  the  absolute  zero, 
and  may  be  defined  as  the  temperature  at  which  pressure  disappears  or  becomes 
zero  at  constant  volimie,  and  correspondingly,  at  which  the  volume  also  dis- 
appears, since  it  was  found  that  similar  relations  existed  between  volume  and 
temperature  at  constant  pressure.  Calling  temperature  on  a  new  scale  begin- 
ning 272.85^  below  the  centigrade  zero  by  the  name  absolute  temperatures, 

,  [Absolute  temperature  ,  __o7o  qk4_ /^^^®  temperature 


\  centigrade 


[        centigrade 


As  this  constant  or  absolute  temperature  of  the  centigrade  scale  zero  is  an 
experimental  value,  it  is  quite  natural  to  find  other  values  presented  by  differ- 
ent investigators,  some  of  them  using  totally  different  methods;  but  as  yet 
there  is  no  absolute  agreement  as  to  the  exact  value.  In  engineering  problems, 
however,  it  is  seldom  desirable  or  possible  to  work  to  such  degrees  of  accuracy 
as  to  make  the  unoertdnity  of  the  absolute  zero  a  matter  of  material  importance, 
and  for  practical  purposes  the  following  values  may  be  used  with  sufficient 
confidence  for  all  but  exceptional  cases. 


,^f  Centigrade =273 
Absolute  Temperature  (T)  j  Fahrenheit =460 


-h  Scale  Temperature  (<)• 


When  great  accuracy  is  important  it  is  not  possible  at  present  to  get  a  better 
Fahrenheit  value  than  459.65,  the  mean  of  the  two  known  limits  of  459.6  and 
459.7,  though  Marks  and  Davis  in  their  Steam  Tables  have  adopted  459.64,  which 
is  very  close  to  the  value  of  459.63,  corresponding  to  273.13  on  the  centigrade 
scale,  adopted  by  Buckingham  in  his  excellent  Bulletin  of  U.  S.  Bureau  of 
Standards. 

These  experiments  with  the  gas  thermometers,  leading  to  a  determination 
of  temperature  as  a  function  of  the  pressure-change  of  the  gas  held  at  constant 
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volume,  or  its  volume-change  when  held  at  constant  pressure,  really  supply  a 
definition  of  temperature,  which  before  meant  no  more  than  an  arbitrary  number, 
and  furnish  a  most  valuable  addition  to  the  generalization  of  relations  between 
heat  content  of  a  body  and  its  temperature  or  physical  state. 

A  lack  of  proportionality  between  thermometer  indication  and  temperature 
has  already  been  pointed  out,  and  it  is  by  reason  of  this  that  two  identical  ther- 
mometers, or  as  nearly  so  as  can  be  made,  with  absolute  agreement  between 
water  boiling-  and  freezing-points,  will  not  agree  at  all  points  between,  nor  will 
the  best  constructed  and  calibrated  merciuy  thermometers  agree  with  a  similarly 
good  gas  thermometer. 

The  temperature  scale  now  almost  universally  adopted  as  standard  is  that 
of  the  constant  volimie  hydrogen  gas  thermometer,  on  which  the  degree  F. 
is  one  one-hundred-and-eightieth  part  of  the  change  in  pressure  of  a  fixed 
volume  of  hydrogen  between  melting  pure  ice  and  steam  above  boiling  pure 
water,  the  initial  pressure  of  the  gas  at  32^  being  100  cm. =39.37  ins.  Hg.  An 
indication  of  mercury  in  a  glass  thermometer  is,  of  course,  a  measiu-e  of  the 
properties  of  the  mercury  and  glass  used,  and  its  F.  degree  of  temperature  is 
defined  as  one  one-hundred-and-eightieth  part  of  the  volume  of  the  stem  between 
its  indications  at  the  same  two  fixed  points. 

One  sort  of  correction  that  is  often  necessary  in  mercury  thermometer 
work  is  that  for  stem  immersion.  Thermometers  are  calibrated  as  a  rule  with 
the  whole  stem  immersed  in  the  melting  ice  or  the  steam,  but  are  ordinarily 
used  with  part  of  the  stem  exposed  and  not  touching  the  substance  whose  tem- 
perature is  indicated.  For  this  condition  the  following  correction  is  recom- 
mended by  the  Bureau  of  Standards,  V.  2,  No.  3. 

Stem  correction  =  .000088  n  {t-tiy  F. 

When  n= number  of  degrees  exposed; 

f  =  temperature  indicated  Fahrenheit  degrees; 

fi =mean  temperature  of  emergent  stem  itself,  which  must  necessarily 
be  estimated  and  most  simply  by  another  thermometer  next 
to  it,  and  entirely  free  from  the  bath. 

Prob.  1.  What  will  be  the  centigrade  scale  and  absolute  temperatures,  for  the 
foUowing  Fahrenheit  readings?  -25^  25^  110^  140^  220^  263**  scale,  and  300^ 
460,  540**,  710**,  2000**  absolute. 

Prob.  2.  What  will  be  the  Fahrenheit  scale  and  absolute  temperatures  for  the  follow- 
ing centigrade  readings?  -20%  10%  45%  80**,  400**,  610**  scale,  and  200**,  410**,  650**, 
810%  2500**  absolute. 

Prob.  3.  By  the  addition  of  a  certain  amount  of  heat  the  temperature  of  a  quantity 
of  water  was  raised  160**  F.    How  many  degrees  C.  was  it  raised? 

Prob.  4.  To  bring  water  from  0**  C.  to  its  boiling-point  under  a  certain  pressure 
required  a  temperature  rise  of  150**  C.    What  was  the  rise  in  Fahrenheit  degrees? 

Prob.  6.  For  each  degree  rise  Fahrenheit,  an  iron  bar  will  increase  .00000648  of 
its  length.  How  much  longer  will  a  bar  be  at  150*"  C.  than  at  O"*  C?  At  910**  C. 
absolute  than  at  250**  C.  absolute? 
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Prob.  6.  The  increase  in  pressure  for  SOt  for  a  rise  of  100^  C.  is  given  as  .3845  at 
constant  volume.  What  would  have  been  absolute  zero  found  by  Regnault  had  he 
used  S0>  rather  than  air? 

Prob.  7.  A  thermometer  with  a  scale  from  40**  F.  to  700**  F.  is  placed  in  a  thermome- 
ter well  so  that  the  200**  mark  is  just  visible.  The  temperature  as  given  by  the 
thermometer  is  450**.  If  the  surrounding  temperature  is  100**  F.,  what  is  true  tempera- 
ture in  the  well? 

66.  Calorimetry  Based  on  Proportionality  of  Heat  Effects  to  Heat  Quantity. 
Units  of  Heat  and  Mechanical  Equivalent.  Though  it  is  generally  recognized 
from  philosophic  investigations  extending  over  many  years,  that  heat  is  one 
manifestation  of  energy  capable  of  being  transformed  into  other  forms  such 
as  mechanical  work,  electricity  or  molecular  arrangement,  and  derivable  from 
them  through  transformations,  measurements  of  quantities  of  heat  can  be  made 
without  such  knowledge,  and  were  made  even  when  heat  was  regarded  as  a 
substance.  It  was  early  recognized  that  equivalence  of  heat  effects  proved 
effects  proportional  to  quantity;  thus  the  melting  of  one  pound  of  ice  can  cool 
a  pound  of  hot  water  through  a  definite  range  of  temperature,  and  can  cool 
two  pounds  through  half  as  many  degrees,  and  so  on.  The  condensation  of 
a  pound  of  steam  can  warm  a  definite  weight  of  water  a  definite  number  of 
degrees,  or  perform  a  certain  number  of  pound-degrees  heating  effect  in  water. 
So  that  taking  the  pound-degree  of  water  as  a  basis  the  ratio  of  the  heat  liberated 
by  steam  condensation  to  that  absorbed  by  ice  melting  can  be  found.  Other 
substances  such  as  iron  or  oil  may  suffer  a  certain  number  of  pound-degree 
changes  and  affect  water  by  anot&er  number  of  pound-degrees.  The  unit 
of  heat  quantity  might  be  taken  as  that  which  is  liberated  by  the  condensation 
of  a  pound  of  steam,  that  absorbed  by  the  freezing  of  a  pound  of  water,  that  to 
raise  a  pound  of  iron  any  number  of  degrees  or  any  other  quantity  of  heat 
effect.  The  heat  unit  generally  accepted  is,  in  metric  measure,  the  calorie, 
or  the  amount  to  raise  one  kilogramme  of  pure  water  one  degree  centigrade, 
or  in  English  units,  the  British  thermal  unit,  that  necessary  to  raise  one  pound 
of  water  one  degree  Fahrenheit.  Thus,  the  calorie  is  the  kilogramme-degree- 
centigrade,  and  the  British  thermal  unit  the  pound-degree-Fahrenheit;  the 
latter  is  used  in  engineering,  usually  abbreviated  to  B.T.U.  There  is  also 
occasionally  used  a  sort  of  cross  unit  called  the  centigrade  heat  unit,  which  is 
the  pound-degree  centigrade.  The  relation  between  these  is  given  quantita- 
tively in  Table  X  in  the  book  of  tables. 

All  the  heat  measurements  are,  therefore,  made  in  terms  of  equivalent 
water-heating  effects  in  pound-degrees,  but  it  must  be  understood  that  a  water- 
pound  degree  is  not  quite  constant.  Careful  observation  will  show  that. the 
melting  of  a  pound  of  ice  will  not  cool  the  same  weight  of  water  from  200**  F. 
to  180°  F.,  as  it  will  from  60®  F.  to  40°  F.,  which  indicates  that  the  heat  capacity 
of  water  or  the  B.T.U.  per  pound-degree  is  not  constant.  It  is,  therefore, 
necessary  to  further  limit  the  definition  of  the  heat  unit,  by  fixing  on  some 
water  temperature  and  temperature  change,  as  the  standard,  in  addition  to  the 
selection  of  water  as  the  substance,  and  the  pound  and  degree  as  units  of  capacity. 
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Here  there  has  not  been  as  good  an  agreement  as  is  desirable,  some  using 
4®  C.  =  39.4°  F.  as  the  standard  temperature  and  the  range  one-half  degree 
both  sides;  this  is  the  point  of  maximum  water  density.  Others  have  used  15® 
C.==59°  F.  as  the  temperature  and  the  range  one-half  degree  both  sides;  still 
others,  one  degree  rise  from  freezing  point  0**  C.  or  32**  F.  There  are  good 
reasons,  however,  for  the  most  common  present-day  practice  which  will  prob- 
ably become  universal,  for  taking  as  the  range  and  temperatures,  freezing- 
point  to  boiling-point,  and  dividing  by  the  number  of  degrees.  The  heat  unit 
so  defined  is  properly  named  the  mean  calorie  or  mean  British  thermal  unit; 
therefore. 

Mean  calorie  =~  (amount  of  heat  to  raise  1  Kg.  water  from  0**  C.  to  100**  C). 
Mean  B.T.U.  =  i55  (amount  of  heat  to  raise  1  lb.  water  from  32**  F.  to  212°  F.). 

In  terms  of  the  heat  unit  thus  defined,  the  amount  of  heat  per  degree  tem- 
perature change  is  variable  over  the  scale,  but  only  in  work  of  the  most  accurate 
character  is  this  difference  observed  in  engineering  calculations;  in  accurate 
work  this  difference  must  not  be  neglected  and  care  must  be  exercised  in  using 
other  physical  constants  in  heat  units  reported  by  different  observers,  to  be  sure 
of  the  unit  they  used  in  reporting  them.  However  the  great  bulk  of  engineer- 
ing work  involves  uncertanties  greater  than  these  differences  and  they  may, 
therefore,  be  ignored  generally. 

By  various  experimental  methods,  all  scientifically  carried  out  and  extending 
over  sixty  jrears,  a  measured  amount  of  work  has  been  done  and  entirely  con- 
verted into  heat,  originally  by  friction  of  solids  and  of  liquids,  for  the  deter- 
mination of  the  foot-pounds  of  work  equivalent  to^one  B.T.U.,  when  the 
conversion  is  complete,  that  is,  when  all  the  work  energy  has  been  converted  into 
heat.  This  thermo-physical  constant  is  the  mechanical  equivalent  of  heat. 
Later,  indirect  methods  have  been  employed  for  its  determination  by  calcula- 
tion from  other  constants  to  which  it  is  related.  All  of  these  experiments 
have  led  to  a  large  number  of  values,  so  that  it  is  not  surprising  to  find  doubt 
as  to  the  correct  value. 

From  the  results  of  experiments  made  by  himself  and  many  other  investiga- 
tors, Rowland  in  1880  concluded  that  the  mechanical  equivalent  of  heat  was 

nearly  778.6  ft.-lbs.  =  1  B.T.U.,  at  latitude  of  Baltimore, 

or  774.5  ft.-lbs.  =  1  B.T.U.,  at  latitude  of  Manchester 

with  the  following  corrections  to  be  added  for  other  latitudes. 

Latitude O**       10^      20**     30'»     40*        50^         60''  70**  80^  90* 

Ft.-lb8 1.62     1.50     1.15     .62     .15     -.75     -1.41     -1.93     -2.30    -2.43 

Since  that  time  other  determinations  have  been  made  by  Reynolds  and 
Morby,  using  mechanical,  and  Griffiths,  Schuste  and  Gannon,  Callendar  and 
Barnes,  using  electrical  transformation  into  heat.  Giving  these  latter  deter- 
minations equal  weight  with  those  of  Joule  and  Rowland,  the  average  is 

1  mean  (small)  calorie  at  20°  C.  (nitrogen  thermometer)  =4.1834X10^  ergs. 


290  ENGINEERING  THERMODYNAMICS 

On  the  discussion  of  these  results  by  Smith,  Marks  and  Davis  accept  and  use 
the  mean  of  the  results  of  Reynolds,  and  Morby  and  Barnes,  which  is 

1  mean  (small)  calorie =4. 1834X10^  ergs, 

=  0.0039683  B.T.U. 

1  mean  (large)  calorie  =1000X1  mean  (small)  calorie, 

=3.9683  B.T.U. 

1  mean  B.T.U.  =  777.52  ft.-lbs., 

when  the  gravitational  constant  is  980.665  cm.  sec^,  which  corresponds  to  32.174 
lbs.,  and  is  the  value  for  latitude  between  45®  and  46**. 

For  many  years  it  has  been  most  common  to  use  in  engineering  calculations 
the  round  number  778,  and  for  most  problems  this  round  number  is  still  the 
best  available  figure,  but  where  special  accuracy  is  needed  it  is  likely  that  no 
closer  value  can  be  relied  upon  than  anything  between  777.5  and  777.6  for  the 
above  latitude. 

Example.  To  heat  a  gallon  of  water  from  60**  F.  to  200**  F.  requires  the  heat 
equivalent  of  how  many  foot-pounds?    1  gallon  »  8.33  lbs., 

200**  F.  -  60**  F.  =  140**  F,  rise.     8.33  X 140  =  1 166  pound-degrees, 
=  1 166  B.T.U.     =  778  X 1 166,  ft.-lbs.     =  90,700  ft.-lbs. 

Prob.  1.  A  feed-water  heater  is  heating  5000  gallons  of  water  per  hour  from  40** 
F.  to  200**  F.    What  would  be  the  equivalent  energy  in  horse-power  units? 

Prob.  2.  A  pound  of  each  of  the  following  fuels  has  the  heating  values  as  given. 
Change  them  to  foot-pounds.  Average  bituminous  coal,  14,000  B.T.U.  per  lb.,  Average 
kerosene,  18,000  B.T.U.  per  lb.  Average  small  anthracite,  12,000  B.T.U.  per  lb.,  Aver- 
age alcohol,  10,000  B.T.U.  per  lb.    Average  gasolene,  20,000  B.T.U.  per  lb. 

Prob.  3.  A  cubic  foot  of  each  of  the  following  gases  3aelds  on  combustion  the  num- 
ber of  heat  units  shown.  Change  them  to  foot-pounds.  Natural  gas  (average),  880 
B.T.U.  per  cu.ft.,  Carbureted  water  gas,  700  B.T.U.  per  cu.ft.  Coal  gas,  730  B.T.U.  per 
cu.ft.,    Mond  gas,  150  B.T.U.  per  cu.ft.    Blast  furnace  gas,  100  B.T.U.  per  cu.ft. 

Prob.  4,  A  pool  contains  20,000  cu.ft.  of  water  and  must  be  warmed  from  40**  F. 
to  70**  F.    How  much  work  might  be  done  with  the  equivalent  energy? 

Prob.  6.  How  many  calories  and  how  many  centigrade  heat  units  would  be  required 
in  Prob.  4? 

Prob.  6.  In  the  course  of  a  test  a  man  weighing  200  lbs.  goes  up  a  ladder  25  ft.  high 
every  15  minutes.    If  the  test  lasted  12  hours  how  many  B.T.U.  did  he  expend? 

Prob.  7.  A  reservoir  contains  300  billion  gallons  of  water  which  are  heated  each 
year  from  39**  F.  to  70**  F.    What  is  the  equivalent  number  of  foot-pounds  of  work? 

Prob.  8.  A  pound  of  water  moving  at  the  rate  of  450  ft.  per  second  is  brought 
to  rest  so  that  all  of  its  enei^  is  turned  into  heat.    What  will  be  the  temperature  rise? 

Prob.  9.  For  driving  an  automobile  30  horse-power  is  used.  How  long  will  a  gallon 
of  average  gasolene,  sp.gr.  =  .7,  last,  if  10  per  cent  of  its  energy  is  converted  into  work? 

Prob.  10.  Power  is  being  absorbed  by  a  brake  on  the  flywheel  of  an  engine.  If  the 
engine  is  developing  50  horse-power,  how  many  B.T.U.  per  minute  must  be  carried 
off  to  prevent  burning  of  the  brake? 
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67.  Temperature  Change  Relation  to  Amount  of  Heat,  for  Solids,  Liquids, 
Gases  and  Vapors,  not  Changing  State.  Specific  Heats.  Provided  gases  do  not 
decompose,  vapors  condense,  liquids  freeze  or  evaporate,  and  solids  melt,  under 
addition  or  abstraction  of  heait,  there  will  always  be  the  same  sort  of  relation 
between  the  quantity  of  heat  gained  or  lost  and  the  temperature  change 
for  all,  differing  only  in  degree.  As  the  reception  of  heat  in  each  case 
causes  a  temperature  rise  proportional  to  it  and  to  the  weight  of  the  sub- 
stances, this  constant  of  proportionality  once  determined  will  give  numerical 
relations  between  any  temperature  change  and  the  corresponding  amount  of 
heat.  Making  the  weight  of  the  substance  unity,  which  is  equivalent  to  the 
consideration  of  one  pound  of  substance,  the  constant  of  proportionality  may 
be  defined  as  the  quantity  of  heat  per  degree  rise,  and  as  thus  defined  is  the 
specific  heat  of  the  substance.  Accordingly,  the  quantity  of  heat  for  these  cases 
is  equal  to  the  product  of  specific  heat,  temperature  rise  and  weight  of  sub- 
stance heated. 

The  heat,  as  already  explained,  may  be  added  in  two  characteristic  ways: 
(a)  at  constant  volume  or  density,  or  (fc)  at  constant  pressure.  It  might  be 
expected  that  by  reason  of  the  increase  of  volume  and  performance  of  work 
under  constant-pressure  heating,  more  heat  must  be  added  to  raise  the  tem- 
perature of  one  pound,  one  degree,  than  in  the  other  case  where  no  such  work 
is  done,  and  both  experimental  and  thermodynamic  investigations  confirm 
this  view.  There  are,  therefore,  two  specific  heats  for  all  substances  capable 
of  definition: 

(a)  The  specific  heat  at  constant  volume,  and 

(5)  The  specific  heat  at  constant  pressure. 
These  two  specific  heats  are  quite  different  both  for  gases  and  for  vapors,  which 
suffer  considerable  expansion  under  constant-pressure  heating,  but  for  solids 
and  liquids,  which  expand  very  little,  the  difference  is  quite  small  and  is  to  be 
neglected  here.  As  a  matter  of  fact,  there  are  no  cases  of  common  engineering 
practice  involving  the  specific  heat  of  liquids  and  solids  under  constant  volume, 
and  values  for  the  specific  heats  of  liquids  and  solids  are  always,  without  further 
definition,  to  be  understood  as  the  constant-pressure  values. 

Jjet  C,  be  the  specific  heat  of  solids  and  liquids  suffering  no  change  of  state. 
Cp,  be  the  specific  heat  of  gases  and  vapors  at  constant  pressure  and 

suffering  no  change  of  state. 
Cf,  be  the  specific  heat  of  gases  and  vapors  at  constant  volume  and  suf- 
fering no  change  of  state. 
<2  and  h,  be  the  maximum  and  minimum  temperatures  for  the  process. 
Wf  be  the  weight  in  poimds. 

Then  will  the  heat  added  be  given  by.the  following  equation,  if  the  tempera- 
ture rise  is  exactly  proportional  to  the  quantity  of  heat,  or  in  other  words, 
if  the  8pecifi>c  heat  is  constant: 

QsaCw^Cfa—^i),  for  solids  and  liquids; (485) 
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Q=Ctit?(fa— <i),  for  gases  and  vapors  (not  near  condensation) 

when  vollime  is  constant; (486) 

Q=Cpty(fe— <i),  for  gases  and  vapors  (not  near  condensation) 

when  pressure  is  constant (487) 

When,  however,  the  specific  heat  is  variable,  which  is  the  case  for  many 
substances,  probably  for  all,  the  above  equation  cannot  be  used  except  when 
the  specific  heat  average  value,  or  mean  specific  heat  is  used.  If  the  variation 
is  irregular  this  can  be  found  only  graphically,  but  for  some  substances  the 
variation  is  regular  and  integration  will  give  the  mean  value.  It  has  been 
the  custom  to  relate  the  specific  heat  to  the  temperature  above  the  freez- 
ing-point of  water,  expressing  it  as  the  sum  of  the  value  at  32**  F.,  and 
some  fraction  of  the  temperature  above  this  point  to  the  first  and  second 
powers,  as  in  Eq.  (488). 

Specific  heat  at  temperature  (t)  =a+6(<-32)  +c{t-i2)^      .    (488) 

In  this  equation  a  is  the  specific  heat  at  32**,  while  b  and  c  are  constants, 
different  for  different  substances,  c  being  generally  zero  for  liquids. 

When  this  is  true,  the  heat  added  is  related  to  the  temperature  above 
32**  by  a  differential  expression  which  can  be  integrated  between  limits 


ri-32 
[a+b(t-32)+c{t-32y]dt 
-32 


=  a[(fe-32)-(<i-32)]-h|[(fe-32)2-(^i-32)2]-h|l(fa-32)3-.(<i-32)3].  (489) 

Usually  the  heats  are  calculated  above  32°  so  that  the  heats  between  any 
two  temperatures  will  be  the  difference  between  the  heats  from  32  "*  to  those 
two  temperatures.    In  this  case  <i=32®,  and  fa  =  <,  whence 

B.T.U.  per  lb.,  from  32°  to  t,=  \a+^(t-S2)+^(t-32)A{t-32).  .     .     (490) 

For  this  range  of  temperature  32°  to  <,  the  quantity  of  heat  may  be  ex- 
pressed as  the  product  of  a  mean  specific  heat   and  the  temperature  range 

or  Heat  from  32°  to  <= (mean  sp.  heat  from  32°  to  <°)  X  (<-32).  .     (491) 

Comparing  Eq.  (490)  with  Eq.  (491)  it  follows  that 

(fr^r3l?F!to?'F.}=«+|('-32)+f('-32)^-     •      •     (492) 

The  coefiicient  of  (i— 32)  in  the  mean  specific  heat  expression,  is  half  that  in 
the  expression  for  specific  heat  at  t,  and  the  coefiicient  of  (<— 32)^,  is  one-third. 
This  makes  it  easy  to  change  from  specific  heat  at  a  given  temperature 
above  32°,  to  the  mean  specific  heat  from  32°  to  the  temperature  in  question. 

The  specific  heats  of  some  substances  are  directly  measured,  but  for  some 
others,  notably  the  gases,  this  is  too  difficult  or  rather  more  difficult  than  cal- 
culation of  values  from  other  physical  constants  to  which  they  are  related. 
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It  often  happens  that  in  engineering  work  the  solution  of  a  practical 
problem  requires  a  specific  heat  for  which  no  value  is  available,  in  this  case 
the  general  law  of  specific  heats,  known  as  the  law  of  Dulong  and  Petit,  for 
definite  compounds  may  be  used  as  given  in  Eq.  (493). 

(Specific  heat  of  solids)  X  (atomic  weight)  =  6.4.    .     .     .     (493) 

This  is  equivalent  to  saying  that  all  atoms  have  the  same  capacity  for 
heat,  and  while  it  is  known  to  be  not  strictly  true,  it  is  a  useful  relation  in 
the  absence  of  direct  determinations.  Some  values,  experimentally  determined 
for  the  specific  heats  of  solids,  are  given  in  the  Handbook  of  Tables,  No.  XXII, 
with  values  calculated  from  the  atomic  weights  to  show  the  degree  of  agreement. 

It  is  extremely  probable  that  the  specific  heats  of  liquids  all  vary  irregularly 
with  temperature,  so  that  the  constant  values  given  in  the  Tables  No.  XXIV 
must  be  used  with  caution.  This  is  certainly  the  case  for  water,  and  is  the 
cause  of  the  difficulty  in  fixing  the  unit  of  heat,  which  is  best  solved  by  the 
method  of  means.      In  Fig.  97  are  shown  in  curve  form  the  values  for   the 


— ^ 

1.15 

> 

/ 

y 

/ 

1 

/ 

r 

y 

O 

y 

vm  V    /%Cf 

y^ 

"^ 

oDLOo 

^ 

^ 

^ 

> 

^ 

1.0O 

^ 

..^ 

K 

10 

2( 

X) 

» 

» 

4( 

X) 

fi 

oo 

Temperature  Degrees  F&hr. 
FiQ.  97. — Specific  Heat  of  Water  at  Various  Temperatures. 

specific  heats  of  water  at  temperatures  from  20**  F.  to  eOO**  F.,  as  accepted 
by  Marks  and  Davis  after  a  critical  study  of  the  experimental  results  of 
Barnes  and  Dieterici  and  adjustment  of  the  differences.  The  integral  curve 
is  plotted  in  Fig.  98,  which  therefore  gives  the  heat  of  water  from  32°  F.  to  any 
temperature  up  to  the  highest  used  in  steam  practice  and  which  is  designated 
in  steam  tables,  summarizing  all  the  properties  of  water  and  steam,  as  the 
heat  of  the  liquid.  For  the  purpose  of  comparison,  the  mean  specific  heat 
of  water  is  given  in  Fig.  99  from  32°  F.  to  any  temperature  which  is  obtained 
from  the  heat  of  the  liquid  above  32°  F.  by  dividing  it  by  the  temperature 
above  32°  F. 

Variability  of  specific  heat  is  especially  noticeable  in  liquids  that  are  solu- 
tions with  different  amounts  of  dissolved  substance,  in  which  case  the  specific 
heat  varies  with  the  density  and  temperature.  Problems  of  refrigeration 
involve  four  cases  of  this  kind:  (a),  calcium,  and  (6),  sodium  chhoride, 
brines,  the   densities   of   which  vary  considerably  but  which  are  used  with 
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little  temperature  range,  seldom  over  20**  F.  and  often  not  over  5®  F.,  (c), 
anhydrous  ammonia,  and  (d),  carbonic  acid. 

As  the  density  of  brines  is  often  reported  on  the  Baum6  scale  and  liquid 
fuels  always  so,  a  comparison  of  this  with  specific  gravities  is  given  in  connectioh 
with  the  specific  heat  tables  in  the  Handbook  of  Tables,  in  which  also  will 
be  found  values  for  density  of  various  brine  solutions.   See  Tables  XX  to  XXV. 

One  of  the  best-known  solutions,  so  far  as  accuracy  of  direct  experimental 
data  is  concerned,  is  calcium  brine,  results  for  which,  from  36**  C.  to  20**  C. 
are  given  in  the  U.  S.  Bureau  of  Standards  Bulletin  by  Dickinson,  Mueller  and 
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Fig.  98.— Total  Heat  of  Water  from  32**  F., 
to  any  Temperature,  the  Heat  of  the  Liquid 
at  that  Temperature  above  32°  F. 


Fig.  99. — Mean  Specific  Heat  of  Water 
from  32**  to  any  Temperature. 


George,  for  densities  from  1.175  to  1.250.  For  chemically-pure  calcium  chloride 
in  water,  the  following  relation  was  found  between  density  Z>,  and  specific 
heat  C,  at  0^  C. 

D  =  2.8821-3.6272C+1.7794C^ (494) 

and  these  results  when  plotted  show  the  specific  heat  variation  with  tem- 
perature to  follow  the  straight  line  law  very  nearly.  This  being  the  case  the 
mean  specific  heat  for  a  given  temperature  range  is  closely  enough  the  arith- 
metical mean  of  the  specific  heat  at  the  two  limiting  temperatures. 

Anhydrous  anunonia  liquid  has  a  variable  specific  heat  with  temperature, 
but  the  experimental  values  are  too  few  to  make  its  value  and  law  quite  cer- 
tain. Several  formulas  have  been  proposed,  however,  that  tend  to  give  an 
impression  of  accuracy  not  warranted  by  the  facts  though  quite  convenient  in 
preparing  tables. 


(495) 


From  these  expressions  the  mean  specific  heat  follows  by  halving  the  coefficient 


Authority. 

Specific  heat  of  NH«  liquid  at  i"^ 

F. 

Zuener 

1.0135+.00468    (<-32) 

(a) 

Dieterici 

1.118  +.001156  (<-32) 

(6) 

Wood 

1.1352+.00438     (<-32) 

(c) 

Ledoux 

1.0057+.00203     (<-32) 

(d) 
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of  (<— 32)  F.,  and  these  were  determined  and  plotted  to  scale,  together  with  some 
direct  experimental  values  of  Drewes.  From  these  curves  a  line  is  located  as 
the  best  probability  of  the  value  for  liquid  anhydrous  which  has  the  following 
equation: 

From  this  value  the  heat  of  liquid  ammonia  above  32°  F.  has  been  calculated 
and  is  given  in  tabular  form  in  the  Tables. 

Ammonia  dissolved  in  water,  giving  an  aqueous  solution  as  used  in  the  absorp- 
tion refrigerating  system,  has  a  nearly  constant  specific  heat  so  closely  approxi- 
mating unity  as  shown  by  Thomsen,  that  it  is  customary  in  these  calculations  to 
ignore  any  departure  from  unity,  the  value  for  water.  These  values  are 
3  per  cent  NH3  in  water  solution,  sp.ht.,  =  .997,  at  66°  F.;  1.8  per  cent  NH3 
in  water  solution,  sp.ht.,  =.999,  at  66°  F.;  .9  per  cent  NH3  in  water  solution, 
sp.ht.,  =.999,  at66°F. 

Liquid  carbonic  acid,  another  important  substance  in  engineering,  especially 
in  mechanical  refrigeration,  is  less  known  as  to  its  specific  heat  than  is  ammonia, 
and  that  is  much  too  uncertain  There  is  probably  nothing  better  available 
at  present  for  the  necessary  range  than  the  results  of  Amagat  and  Mollier, 
reported  by  Zuener  for  the  heat  of  the  liquid,  which  are  also  given  in  the  Tables. 

It  is,  however,  with  gases  that  the  most  complex  situation  exists  with 
respect  to  specific  heats.  As  previously  pointed  out,  gases  may  be  heated  at 
constant  volume,  doing  no  external  work  while  being  heated,  or  at  constant 
pressure,  in  which  latter  case  work  is  done  by  expansion  of  the  gas  against  the 
resisting  constant  pressure.  Therefore,  there  must  be  two  different  specific 
heats  for  each  gas,  one  Cp  at  constant  pressure  and  the  other  C«  at  constant 
volume,  the  difference  between  them  representing  the  heat  equivalent  of  the 
work  of  expansion  done  during  the  rise  of  .temperature.  Most  experimental 
determinations  of  the  specific  heats  of  gases  have  been  made  at  constant  pressure 
and  the  constant  volume  value  found  from  established  relations  between  it 
and  other  ph3rsical  constants.  These  relations  most  commonly  used  are  two, 
Eq.  (497)  connecting  the  difference  with  a  constant  R  and  the  other  Eq.  (498) 
connecting    their    ratio    to     a   constant   y.      These    constants  have    each 

777.52(C,-C0=i2, (497) 

§;  =  Y (498) 

a  special  significance  that  may  be  noted  here  and  proved  later,  thus  R  is  the 
ratio  of  the  PV  product  of  a  pound  of  gas  to  the  absolute  temperature,  and  y  the 
particular  value  taken  by  the  general  exponent  s  in  PV'^c,  when  the  expansion 
represented  takes  place  with  no  heat  addition  or  abstraction,  i.e.,  adiabatic, 
it  is  also  a  function  of  the  velocity  of  sound  in  gases.  Table  XXIII  in 
the  Handbook  of  Tables  gives  some  authentic  values,  with  those  adopted  here, 
designated  by  heavy  type. 

Variability  of  specific  heats  of  gases  and  vapors  is  most  marked  and  of  some 
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engineering  importance,  because  so  many  problems  of  practice  involve  highly 
heated  gases  and  vapors,  the  most  common  being  superheated  steam  and  the 
active  gases  of  combustion  in  furnaces,  gas  producers  and  explosive  gas  engines. 
In  fact,  with  regard  to  the  latter  it  may  be  regarded  as  quite  impossible  with 
even  a  fair  degree  of  accuracy  to  predict  the  temperature  that  will  result  in  the 
gaseous  products  from  the  liberation  of  a  given  amount  of  heat  of  combustion. 
The  first  fairly  creditable  results  on  the  variability  of  the  specific  heats  of  gases 
of  combustion  at  high  temperatures  were  announced  by  Mallard  and  LeChatelier, 
Vieille  and  Berthelot,  all  of  whom  agree  that  the  specific  heat  rises,  but  they 
do  not  agre6  as  to  the  amount.  A  general  law  was  proposed  by  LeChatelier, 
giving  the  specific  heat  as  a  function  of  temperature  by  an  equation  of  the 
following  form: 

Specific  heat  at  rF.,(F=C),=a=a+6(<-32),     .    .    .     (499) 

in  which  a = specific  heat  at  constant  volume  at  32°  F.    This  yields, 


B.T.U,  per  lb.  from  32*^ 
F„tor  F.,  (F=C), 

Mean  specific  heat  from 
32'='F.,to<»F.,  (F=C), 


=Q(32to0  =  [a+|(<-32)la-32).      .     (500) 


=C".=a+|(<-32), 


(501) 


The  specific  heat  at  constant  pressure  is  obtained  by  adding  a  constant 
to  the  value  for  constant  volume  according  to 

R 


^' ~  ^•■•'777.52' •     •     • 
whence:  Specific  heat  at  t°  F.,  (P=C),=Cp=a+ 


R 


777.52 


+6(^-32),  . 


(502) 
(503) 


=Q 


at  to  I 


h 


R 


777.52 


+|(«-32)](f- 


B.  T.  U.   per  1'.).   from 
32°F.,torF.,  (P=C), 

Mean  specific  heat  froml  _f„  _    i  __^_i^/j    q<>\ 
32<»  ¥.,  to  r  F.,  {P^C),    ~^  '~"''"777.52'''2^'~^'*^ 


32).     (504) 


(505) 


The  values  of  these  constants  have  been  determined  by  LeChatelier,  Clerk, 

Callender,  and  Holbom  and  Austin,  from  which  the  following  values  are 

selected: 

Table  II 

SPECIFIC  HEAT  CONSTANTS,  GASES. 


Qu. 

a 

"  +777.62 

h 

6 

2 

Authority. 

CO, 

.1477 

.1^4 

.000097 

.0000484 

LeCh&telier 

COi 

.2010 

.0000824 

.0000412 

Holbom  and  Austin 

N, 

.170 

.2404 

.0000484 

.0000242 

LeChatelier 

N, 

.2350 

.000021 

.0000105 

Holbom  and  Austin  to  2606"*  F. 

N, 

.2350 

.0000208 

.0000104 

Callender  (1544*»  F.  to  2440°  F.) 

o, 

.1488 

.2125 

.0000424 

.0000212 

LeChatelier 

H,0 

.3211 

.000122 

.000061 

LeChatelier 

Air 

• 

.2431 

.000135 

.0000675 

Callender  (1544*^  F.  to  2440*  F.) 

HEAT  AND  MATTER  297 

For  purposes  of  comparison  various  curves  have  been  plotted  which  are 
given  in  the  Handbook  of  Tables,  Chart  No.  11.  These  show  results  of  spe- 
cific heat  at  constant  volume,  at  temperature  t^  F.,  the  total  heat  above  32®  F. 
per  pound  of  gas,  and  the  mean  specific  heat  from  32°  F.  to  t°  F, 

Probably  there  is  now  more  known  of  the  specific  heat  of  superheated  steam 
than  of  any  common  gaseous  substance,  and  it  is  likely  that  other  substances 
will  be  found  in  time  to  have  somewhat  similar  characteristics.  Pure  computa- 
tion from  the  laws  of  perfect  gases  indicates  that  the  specific  heat  of  gases  or 
superheated  vapors  mu^t  be  either  a  constant,  or  a  function  of  temperature 
only,  and  this  is  what  prompted  the  form  of  the  LeChatelier  formula.  Bold 
experimentation  on  steam,  disregarding  the  law,  or  rather  appreciating  that 
superheated  steam  is  far  from  a  perfect  gas,  principally  by  Knobloch  and 
Jacob  and  by  Thomas,  showed  its  specific  heat  to  be  a  function  of  both  pres- 
sure and  temperature.  Results  were  obtained  that  permitted  the  direct  solu- 
tion of  problems  of  heat  of  superheat,  or  the  heat  per  pound  of  vapor  at  any 
temperature  above  that  at  which  it  was  produced,  or  could  exist  in  contact  with 
the  liquid  from  which  it  came  Critical  study  of  various  results  by  Marks  and 
Davis  led  them  to  adopt  the  values  of  Knobloch  and  Jacob  with  slight  modifi- 
cations, for  which  evidence  was  in  existence,  raising  the  specific  heats  at  low 
pressures  and  temperatures,  and  their  conclusions  are  adopted  in  this  work. 
In  Fig.  100  is  shown  (A)  the  Marks  and  Davis  modification  of  the  Cp  curve 
of  Knobloch  and  Jacobs,  the  integral  of  which  (C)  gives  the  heat  of  superheat 
from  any  temperature  of  steam  generation  to  actual  steam  temperature,  while 
{B)  shows  the  values  for  the  mean  specific  heat  above  the  temperature  of  satura- 
tion for  the  particular  pressure  in  question. 

When  substances  of  the  same  class  are  mixed  so  that  t^i,  W2f  wzf  etc.,  lbs. 
of  the  different  substances  having  specific  heats  Ci,  C2,  C3,  etc.,  or  Cpi,  Cp2, 
Cp3,  etc.,  or  Cfi,  Cv2,  C^,  etc.,  then  the  specific  heat  of  the  mixture  is  given  by 

^  ^  C\wi + C2W2 + Csw^ + etc.  .      . 

^  _  CviWi+Ct2W2+Ct3Ws+eic.  .      . 

wi+W2+wz+eic. 

Q   ^  CpiWi+Cp2W2+Cp3W3+etC.  .         . 

'  Wi+W2+W3+etC, 

Example.  If  5  lbs.  of  olive  oU  at  a  temperature  of  100^  F.,  10  lbs.  of  petroleum 
at  a  temperature  of  150**  F.,  and  50  lbs.  of  water  at  50**  F.  are  mixed  together,  what 
will  be  the  resultant  temperature  and  how  much  heat  will  be  required  to  heat  the  mix- 
ture 100®  above  this  temperature? 

Sp.ht.  of  olive  oil  =  .4,    Sp.ht.  petroleum  =  .611,    Sp.ht.  water  =  1.000. 

Let  2«"the  final  temp.  The  heat  given  up  by  the  substances  falling  in  tempera- 
ture is  equal  to  that  gained  by  those  rising,  hence 

60(x-50)Xl«5(100-x)X.4+10(150-a;)X.511,  .*.  50a: -2500  =200 -2x4-766 -5.1  Ix, 

57.11ir-3466,    or,    x=60.7**F., 
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Sp.ht.  of  mixture  = ,  from  Eq.  (506), 

5X.4+10X>511+50X1     57.11  _ 

5+10+50  ~  65    "^^' 

whence  the  heat  required  will  be  100  X 65  X  .8786  =  571 1  B.T.U. 

Prob.  1.  To  change  a  pound  of  water  at  32^  F.  to  steam  at  212^  F.  requires 
1150.4  B.T.U. 's.  If  the  same  amoimt  of  heat  be  given  to  a  cubic  foot  of  each  of 
the  following  substances  at  32°  F.,  what  will  be  final  temperature  in  each  case?  (a)  cop- 
per; (6)  iron;  (c)  mercury;  (d)  clay;  (e)  stone. 

Prob.  2.  How  many  pounds  of  the  following  substances  could  be  warmed  10°  F. 
by  the  heat  required  to  raise  100  lbs.  of  water  from  40°  F.  to  200°  F.? 

(a)  Ethyl  alcohol  from  100°  F.;  (6)  Sea  water  from  60°  F.,  (density -1.045); 
(c)  Glycerine  from  60°  F.;    (d)  Tm  from  480°  F. 

Prob.  3.  If  150  lbs.  of  water  at  200°  F.  are  added  to  a  tank  containing  200  lbs.  of 
petroleum  at  70°  F.,  what  will  be  the  resultant  temperature,  neglecting  any  heat 
absorbed  or  given  up  by  the  tank  itself? 

Prob.  4.  To  melt  1  lb.  of  ice  requires  144  B.T.U.  How  much  would  this  lower  the 
temperature  of  1  lb.  of  the  following  substances:  (1)  at  constant  pressure;  (2)  at  con- 
stant volume;  (a)  air;  (6)  oxygen;  (c)  ammonia;  (d)  hydrogen;  (e)  nitrogen? 

Prob.  6.  What  would  be  the  specific  heats  of  the  following  mixture:  Hydrogen 
3  lbs.,  oxgyen  1  lb.,  nitrogen  7  lbs.,  carbon  dioxide  20  lbs.,  carbon  monoxide  10  lbs.? 

Prob.  6.  Air  is  approximately  77  per  cent  Nt,  and  23  per  cent  Oi  by*  weight.  By 
means  of  the  specific  heats  of  the  components,  find  its  specific  heats  at  constant  pres- 
sure, and  at  constant  volume. 

Prob.  7.  By  means  of  the  specific  heats,  find  the  values  of  R  and  y  most  nearly  cor- 
rect at  atmospheric  temperature  (60°  F.)  for,  hydrogen,  air,  carbon  dioxide,  carbon 
monoxide  and  nitrogen. 

Prob.  8.  How  much  water  could  be  heated  from  40°  F.  to  60°  F.  by  the  heat  needed 
to  superheat  10  lbs.  of  steam  at  200  lbs.  per  square  inch  absolute  to  700°  F.? 

Prob  9.  A  building  containing  250,000  cu.  ft.  of  space  is  heated  by  a  hot-water 
system.  Considering  the  air  to  change  eight  times  per  hour,  how  many  pounds  of 
water  per  hour  must  be  circulated  if  the  drop  in  temperature  of  the  water  is  from  200° 
to  160°  and  the  temperature  of  the  outside  air  is  30°  F.  while  that  of  the  room  is  70°  F. 
neglecting  wall  conductor  heat? 

Prob.  10.  How  much  heat  would  be  required  to  warm  a  pound  of  liquid  COt  from 
zero  to  80°  F.?    Compare  with  water  and  ammonia. 

68.  Volume  or  Density  Variation  with  Temperature  of  Solids,  Liquids,  Gases 
and  Vapors,  not  changing  State.  Coefficients  of  Expansion.  Coefficients 
of  Pressture  Change  for  Gases  and  Vapors.  Solids  increase  in  length,  or  in  any 
linear  dimension,  a  certain  fraction  of  their  original  length  for  each  degree 
temperature  rise  and  the  expansion  is  usually  assumed  to  be  in  proportion 
to  temperature  rise.  The  relation  between  original  and  final  length  can  be 
set  down  in  an  equation  involving  the  coefiScient  of  expansion. 

Let  a » coefiScient  of  linear  expansion = fractional  increase  in  length 

per  degree. 
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h  and  <i=  original  length  or  any  other  linear  dimension  and  the  cor- 
responding temperature; 

I2  and  te  =  length  which  h  becomes  after  heating,  and  the  corresponding 

temperature. 

Then  increase  in  length  =  Z2—ii=aii  (fa— <i), (609) 

New  length  I2  =  li+ali{t2-ti),  =  h[l+a(t2-ti)].     .     .     (510) 

Solids,  expand  cubically  and  the  new  volume  will  be  to  the  old  as  the 
cubes  of  the  linear  dimension. 

Let   a  =  coefficient  of  volumetric  expansion; 
vi=  original  volume; 
t;2  =  final  volume  after  heating. 

Then  when  the  temperature  rises  one  degree, 


=  (r)  =(l+a)3  =  l+3a+3a2+a3  =  l+a (511) 


V2 
Vl 

If  a  is  small,  and  it  is  generally  less  than  xo5oo>  then  the  square  and  cube  can 
be  neglected  in  comparison  with  the  first  power,  whence 


l+a  =  l+3a    and    a  =  3a, 

so  that  the  coefficient  of  volumetric  expansion  may  be  taken  as  sensibly 
equal  to  three  times  the  coefficient  of  linear  expansion,  and  similarly,  the 
coefficient  of  surface  expansion  as  twice  the  coefficient  of  linear  expansion. 

Liquids,  by  reason  of  the  fact  that  they  must  always  be  held  in  solid 
containers,  may  be  said  to  have  no  linear  expansion,  and  therefore,  although 
the  expansion  may  be  one  direction  only,  the  amount  is  due  to  the  total 
change  of  volume  rather  than  the  change  of  length  along  the  direction  of 
freedom  to  expand.  The  same  is  true  of  gases,  so  that  for  gases  and  liquids 
only  coefficients  of  volumetric  expansion  are  of  value.  Tables  of  coefficients 
for  various  solids,  liquids  and  gases  are  given  in  the  Handbook  of  Tables, 
Nos.  XXVI  to  XXVIII.  With  liquids  and  gases  it  is  usual  to  take  the 
volume  at  0°  C.  or  32^  F.  and  29.92  ins.  Hg  pressure  as  a  standard,  and  the 
coefficient  gives  the  increase  as  a  fraction  of  this,  per  degree  departure  from 
the  freezing-point.    This  is  the  universal  practice  with  gases. 

It  appears  that  the  coefficients  of  expansion  for  solids  are  quite  different 
from  one  another,  ranging  from  over  15X10~*  for  wax,  to  .058X10""*  for 
Jena  normal  glass,  a  range  of  over  two  hundred  and  sixty  times.  Determina- 
tions of  the  value  at  various  temperatures  for  any  one  substance  indicate  a 
variation  with  temperature,  which  proves  that  proportionality  of  increase  of 
dimensions  to  temperature  rise,  does  not  hold  true,  a  fact  which  has  led  to 
formulas  of  the  form 

I2^lill+x{t2-ti)+y(t2-ti)^l 

the  value  of  which  is  dependent  on  the  determination  of  the  constant  and  veri- 
fication of  correctness  of  form,  which  has  not  by  any  means  been  conclusively 
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done.  For  most  engineering  work  the  constant  values  nearest  the  temperature 
range  will  suffice  except  for  certain  liquids,  vapors,  and  gases.  A  more  marked 
tendency  to  follow  such  a  law  of  variation  with  temperature  is  found  with 
liquids,  coefficients  for  some  of  which  are  given  in  the  standard  physical  tables. 
The  two  important  liquids,  mercury  and  water,  have  been  separately  studied 
in  greater  detail  and  the  latter  exhibits  a  most  notable  exception  to  the  rule. 
Water,  as  already  mentioned,  has  its  maximum  density  at  39.1°  F.  and 
expands  with  both  fall  and  rise  of  temperature.  Its  expansion  is  given  by 
Scheel,  as  follows: 

i;2  =  t;i(l-.03655XlO-3<+2.625X10-««2«.i.i6lXlO-«<3+3822xiO-io^).  (512) 

Most  commonly  the  expansion  of  water  is  not  considered  in  this  way,  but  by 
comparing  densities  at  varying  temperatures;  all  sets  of  physical  tables 
contain  values  which  in  this  work  are  significant  only  as  afiFecting  the  change 
of  volume  in  turning  water  to  steam  and  such  values  as  are  needed  are 
incorporated  in  the  steam  tables. 

The  study  of  the  expansion  of  gases  and  vapors  at  constant  pressure,  and 
rise  of  pressure  at  constant  volume  per  degree,  has  perhaps  been  fairly  com- 
plete and  is  of  greatest  significance,  because  from  it  most  of  the  important  laws 
of  thermodynamics  have  been  derived.  This  work  may  be  said  to  have 
started  with  the  Regnault  air  and  gas  thermometer  work,  previously  referred 
to.  Some  of  the  authentic  values  collected  in  the  Landolt,  Bornstein,  Myer- 
hoffer,  and  Smithsonian  Physical  Tables,  are  given  in  Tables  XXVIII  and 
XXIX  as  previously  indicated  in  the  Handbook  of  Tables. 

The  remarkable  thing  about  the  coefficients  for  these  gases  and  vapors  is  the 
approach  to  constancy  for  most  of  the  gases,  not  only  of  the  coeffi^dents  of  expansion 
for  P=^c,  nor  the  similar  constancy  of  the  coefficients  of  pressure  rise  for  V—c,but 
more  remarkable  than  either  of  these  is  the  similarity  of  the  two  constant  coeffi- 
dents.  These  facts  permit  the  generalization  of  effect  when  P=Cy 
and  when  V=c,  and  of  the  announcement  of  a  law  by  means  of  which 
all  such  problems  can  be  solved  instead  of  applying  separate  coefficients  for 
every  substance  and  every  different  temperature  necessary  for  solids  and 
liquids  where,  for  example,  the  maximum  coefficient  was  over  260  times  as 
great  as  the  least.  The  average  coefficient  for  all  gases,  applying  both  to 
pressures  and  volumes,  is  the  same  as  that  which  enters  into  the  gas  ther- 
mometer work,  and  its  best  value  is  found  to  be 


a  =  TKT^  =  .002034,  per  degree  F. 
491.52 

a  =  oTvpa  ~  .003661,  per  degree  C. 


(513) 


These  are  the  same  as  the  redprocals  of  the  absolute  temperature  of  the 
ice-meUing  point,  and  are  but  expressions  of  conditions  for  reduction  of  the 
volume  and  pressure  at  the  ice-melting  temperature  to  zero  by  constant 
pressure    and    constant   volume  abstraction    of    heat   respectively,  and,  by 
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stating  the  amount  of  reduction  per  degree,  give  by  implication  the  number 
of  degrees  for  complete  reduction. 

Example.  The  rails  on  a  stretch  of  railroad  are  laid  so  that  they  just  touch  when 
the  temperature  is  120^  F.  How  much  total  space  will  there  be  between  the  rails 
per  mile  of  track  at  0®  F.? 

For  wrought  iron  a  will  be  nearly  the  same  as  for  Bessemer  steel  -  .00000648, 

Hence  the  linear  reduction  in  5280  ft.  for  a  change  of  120^  F.  will  be 

5280  X120X.00000648  =4.1  ft. 

Prob.  1.  A  steam  pipe  is  700  ft.  long  when  cold  (60°  F.),  and  is  anchored  at  one 
end.  How  much  will  the  other  end  move,  if  steam  at  a  temperature  of  560**  F.  is 
turned  into  the  pipe? 

Prob.  2.  A  copper  sphere  is  one  foot  in  diameter  at  50°  F.  What  must  be  the 
diameter  of  a  ring  through  which  it  will  pass  at  a  temperature  of  1000°  F.? 

Prob.  3.  A  hollow  glass  sphere  is  completely  filled  with  mercury  at  0°  F.  What 
per  cent  of  Jbhe  mercury  will  be  forced  out  if  the  temperature  rises  to  300°  F.? 

Prob.  4.  A  room  100  ft.x50  ft.XlO  ft.  is  at  a  temperature  of  40°  F.  The  tem- 
perature rises  to  70°  F.    How  many  cubic  feet  of  air  have  been  forced  from  the  room? 

Prob.  6.  The  air  in  a  pneumatic  tire  is  at  a  pressure  of  90  lbs.  per  square  inch 
gage  and  at  a  temperature  of  50°  F.  Owing  to  friction  of  the  tire  on  the  ground 
in  running,  the  temperature  rises  to  110°  F.    What  will  be  the  pressure? 

Prob.  6.  A  brick  hghthouse  is  approximately  200  ft.  high.  If  it  should  be  exactly 
this  at  0°  F.,  what  would  it  be  at  100°  F.? 

Prob.  7.  Show  that  if  a  glass  tube  is  rigidly  held  at  each  end  by  brackets  attached 
to  an  iron  tank  it  will  break  if  the  tank  is  wanned. 

Prob.  8.  From  Eq.  (512)  find  the  density  of  water  at  60°  F.,  100°  F.,  212°  F., 
and  comjMire  with  the  values  in  the  steam  tables. 

Prob.  9.  A  drum  containing  COs  gas  at  a  pressure  of  250  lbs.  per  square  inch 
gage  is  raised  100°  F.  above  its  original  temperature.    What  will  be  the  new  pressure? 

69.  Pressure,  Volume  and  Temperature  Relations  for  Gases.  Perfect  and 
Real  Gases.  Formulating  the  relations  between  the  pressure  change  at  constant 
volume  and  the  volume  change  at  constant  pressure, 

Let  P  and  V  be  the  simultaneous  pressure  and  volume  of  gas; 
<  be  its  scale  temperature  at  the  same  time,  F.; 
T  be  its  absolute  temperature  at  the  same  time,  F. 

Then  at  constant  volume  the  pressure  reached  at  condition  (a)  after  heating 
from  32°  F.  is  given  by 

r    fo— 321 

Similarly  for  another  temperature  fo,  the  pressure  will  be     Pa = 320 1 1  +  "Too"  r 


1  + 


ta-S2 


P.^        ^^^  ^492-32+<a^<a+460 
Whence  p^         fe-32    492-32+fo    fo+460' 

■*■  492 
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P      T 

or  "^  —  Wi  for  V  constant, (514) 

"b    lb 

V     T 
Similarly  ^pT?  =  ^,  for  P  constant  (515) 

Vb      lb 

Both  Eqs.  (514)  and  (515)  are  true  for  no  gas  all  the  time,  but  very  nearly 
true  for  all,  imder  any  range  of  change,  and  a  hypothetical  gas  is  created  for  which 
it  is  exactly  true  all  the  time,  known  as  a  perfect  gas,  about  which  calculations 
can  be  made  that  would  be  impossible  for  real  gases,  and  yet  the  results  of  which 
are  so  close  to  what  would  be  the  result  with  real  gases  as  to  be  good  enough 
for  engineering  practice.  Therefore,  with  a  mental  reservation  as  a  guard 
against  too  great  confidence  in  the  work,  all  real  gases  will  be  assumed  perfect, 
and  to  follow  Eqs.  (514)  and  (515)  except  when  experience  shows  the  results 
are  too  far  wrong  to  be  useful. 

These  laws,  known  by  the  names  both  of  Charles  and  Gay-Lussac,  are  closely 
associated  with  another  law  also  doubly  named  as  Boyle's  or  Mariotte's,  and 
likewise  an  idealization  of  experimental  observations  known  to  be  nearly  true 
for  all  gases.  This  is  to  the  effect  that  so  long  as  temperatures  are  kept 
constant  the  pressures  of  gases  vary  inversely  as  their  volume,  or  that, 

D^  =  Tr»     ^^^»     Po Vo=-P6F6  =  constant,  for  r  constant.    .     (516) 

r'b       ra 

• 

study  of  the  PV  product,  for  various  gases  has  revealed  a  good  deal  on  the 
general  proj)erties  of  matter,  especially  as  to  the  transition  from  one  state  to 
another.  This  is  most  clearly  shown  by  curves  which  may  be  plotted  in  two 
ways.  To  coordinates  of  pressure  and  volume  a  family  of  equilateral  hyper- 
bolas one  for  each  temperature,  would  represent  the  true  PF  =  C  or  isofftermai 
relation  and  any  variation  in  the  constancy  of  the  product  would  be  shown  by 
its  departure  from  the  hyperbola.  Still  more  clearly,  however,  will  the  depart- 
ure appear  when  the  product  PF  is  plotted  against  pressures,  constancy  of 
product  would  require  all  lines  to  be  straight  and  inconstancy  appear  by 
departures  from  straight  lines.  To  illustrate,  the  data  from  Young  for  car- 
bon dioxide  are  plotted  both  ways  in  Fig.  101,  from  32°  F.  to  496°  F.,  the  values 
of  PV  at  32°  and  1  atm.  are  taken  as  unity  on  one  scale.  It  appears  that  up  to 
the  temperature  of  88°  F.,  known  as  the  critical  temperature,  each  isothermal 
plotted  to  P  and  PV  coordinates  consists  of  three  distinct  parts: 

(a)  a  curved  line  sloping  to  the  right  and  upwards; 

(6)  a  straight  line  nearly  or  exactly  horizontal; 

(c)  a  nearly  straight  line  sloping  upward  rapidly  and  to  the  left. 

In  this  region  then  the  isothermals  are  discontinuous,  and  this  is  caused  by 
the  liquefaction  or  condensation  of  the  gas,  during  which  increase  of  pressure 
produces  no  change  of  volume,  provided  the  temperature  is  low  enough.  It 
also  appears  that  each  PV  line  has  a  minimum  point  and  these  minima  joined 
result  in  a  parabola.  Tabular  values  of  PV  at  three  different  temperatures 
and  various  pressures  for  oxygen,  hydrogen,  carbon  dioxide,  and  ammonia,  in 
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terms  of  the  values  at  32°  and  1  atm.,  will  be  found  in  the  Handbook  (Table 
XXX),  for  further  comparison  and  use.  Except  near  the  point  of  condensation 
or  liquefaction,  gases  or  vapors,  which  are  the  same  thing  save  as  to  nearness  to 
the  critical  state,  follow  the  Boyle  law  closely  enough  for  engineering  purposes. 
None  of  these  approximate  laws,  Eqs.  (514),  (515)  and  (516)  can  be  con- 
sidered as  general,  because  each  assumes  one  of  Jbhe  variables  to  be  constant,  but  a 
general  law  inclusive  of  both  of  these  follows  from  further  investigation  of  a 
fixed  mass  of  gas  undergoing  various  pressure- volume  and  temperature  changes, 
such  as  occur  in  the  cylinders  of  compressors  and  gas  engines.  A  table  of 
simultaneous  experimental  values  of  pressure,  volume,  and  temperature,  for  any 
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PV  At  One  Atmosphere  and  32  Fahr.sGTiiity 

Fig.  101. — Isothermals  or  FY  Products  for  Carbon  Dioxide. 


gas  will  reveal  the  still  more  general  relation  inclusive  of  the  preceding  three  as 
follows: 


(517) 


in  which  Cg  is  approximately  constant  for  any  one  gas  and  assumed  constant 
for  perfect  gases  in  all  calculations.  For  twice  the  weight  of  gas  at  the  same 
pressures  and  temperatures  Cg  would  be  twice  as  large,  so  that  taking  a  constant 
R  for  one  pound,  generally  known  as  the  "  gas  constant,"  and  introducing 
a  weight  factor  w^  the  general  characteristic  equation  for  the  perfect  gas  is, 


PF  =  u?ftr. 


(518) 
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This  general  law  may  be  derived  from  the  three  primary  laws  by  imagining 
in  Fig.  102;  two  points,  A  and  B,  in  any  position  and  representing  any  two  states 
of  the  gas.  Such  points  can  always  be  joined  by  three  lines,  one  constant 
pressure  A  toX,  one  constant  temperature  X  to  Yy  and  the  other  constant 
volume  YtoB.    For  these  the  following  relations  hold,  passing  from  AtoB: 

Va^Vs^.  But F,=y,&,  and  r,  =  r„  whence  Va^V,^^,  or  ^=^^ 


t; 


'Ps* 


'PaT 


a  -*  If 


T 

PbjrVb 


Passing  to  B,  P,  =  P,^.    But  7,^7^,     /.     ^Jj^^^lYl 

lb  ia  ly 

PV 

or  in  general  -=r  =  constant.  =u?/J,  when  the  weight  of  gas  is  w  lbs. 


PbV, 


brb 


n  ' 


For 
measurement 


numerical  work,  the  values  of  R  must  be  fixed  experimentally  by  direct 
jment  of  simultaneous  pressure,  volume,  and  temperature,  of  a  known 
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Fig.  102. — Curve  of  Continuous  Relation     Fia.  103. — Expansion  or  Compression  of 
between  P,  V,  and  T  for  Gases.  Gas    between    A  and    B,    Causing  a 

Change  of  Temperature. 

weight  of  gas,  or  computed  from  other  constants  through  established  relations. 
One  such  relation  already  mentioned  but  not  proved  is 


Ze  =  777.52(Cp-C0 


(519) 


It  is  extremely  unlikely  that  the  values  of  R  found  in  both  ways  by  a  multi- 
tude of  observers  under  all  sorts  of  conditions  should  agree,  and  they  do  not, 
but  it  is  necessary  for  computation  work  that  a  reasonable  consistency  be  attained 
and  that  judgment  in  use  be  cultivated  in  applying  inconsistent  data.  In  the 
latter  connection  the  general  rule  is  to  use  that  value  which  was  determined  by 
measurement  of  quantities  most  closely  related  to  the  one  being  dealt  with. 
Thus,  if  72  is  to  be  used  to  find  the  state  of  a  gas  ss  to  pressure,  volume,  and  tem- 
perature, that  value  of  R  determined  from  the  first  method  should  be  selected,  but 
the  second  when  specific  heats  or  Joule's  equivalent  are  involved.    Of  course,  a 
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consistency  could  be  incorporated  for  a  perfect  gas,  but  engineers  deal  with  real 
gases  and  must  be  on  guard  against  false  results  obtained  by  too  many  hypoth- 
eses or  generalizations  contrary  to  the  facts.  Accordingly,  two  values  of  R 
will  be  found  in  the  Tables,  one  obtained  from  measurements  of  specific  heats 
at  constant  pressure  and  determinations  of  the  ratio  of  special  heats,  unfor- 
tunately not  always  at  the  same  temperature  and  generally  by  different  people; 
and  the  other  by  direct  measures  of  gas  volume  at  standard  32°  F.  tem- 
perature and  1  atm.  pressure.  These  measurements  are  separately  reported  in 
Sections  (67)  and  (70),  respectively.    See  Table  XXXI  in  Handbook. 

If  a  gas  in  condition  A,  Fig.  103,  expand  in  any  way  to  condition  fi,  then 
it  has  been  shown  that  PaVa=PhVhj  in  which  s  has  any  value,  which  be- 
comes numerically  fixed  only  when  the  process  and  substance  are  more 
specifically  defined.  Comparing  the  temperatures  at  any  two  points  A  and 
B,  it  follows  that 

BxitPaV.V-'=P,V,V-\  aad^=(^y~\  whence  Ya^(w)"'-    (520) 

Eqs.  (520)  and  (521)  give  the  relation  between  temperatures  and  volumes 

V      T  P      T  P 
but  ^  =  p^  =  7^'    which,  substituted  in  above,  gives 


1 


or 


8-©'"'  »^' 


Eqs.  (522)  and  (523),  give  the  relation  between  pressures  and  temperatures. 
It  is  convenient  to  set  down  the  volume  and  pressure  relations  again  to  com- 
plete the  set  of  three  pairs  of  most  important  gas  equations. 


1 


-(g)"  (524);    g-(^;)'(525) 


yb__(PaV    ,^^j,^,      Pb_/VaW^^^^  (524) 

(525) 


These  are  perfectly  general  for  any  expansion  or  compression  of  any  gas,  but 
are  of  value  in  calculations  only  when  s  is  fixed  either  by  the  gas  itself  or  by 
the  thermal  process,  as  will  be  seen  later. 

Example.  A  pound  of  air  has  a  volume  of  7.064  cu.ft.  at  a  pressure  of  two  atmos- 
pheres and  a  temperature  of  100°  F.  Find  the  value  of  R  for  air  from  the  data;  also 
the  final  volume  and  temperature  if  expansion  occurs  so  that  3  =  1.4  until  the  pressure 
becomes  i  an  atmosphere. 

PV-^wRT,    or    2116X2X7.064=1X^X560,    or    B  =53.38, 
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F!'(ft)  '    =(4)^'*-1.49,     /.     r,  =  ri-8. 1.49-^  =352 abe.-- 108^ F. 


1 
^*  =  ( ~'  I    =  2.7.    or    r,  =  2.7  Vi  =  19.1  cu.ft. 


^(Ff-. 


Prob.  1.  A  perfect  gas  is  heated  in  such  a  way  that  the  pressure  is  held  constant. 
K  the  original  volume  was  10  cu.ft.  and  the  temperature  rose  from  100®  F.  to  400®  F., 
what  was  the  new  volume? 

Prob.  2.  The  above  gas  was  under  a  pressure  of  100  lbs.  per  square  inch  gage  at 
the  banning  of  the  heating.  If  the  volume  had  been  held  constant  what  would  have 
been  the  pressure  rise? 

Prob.  3.  A  quantity  of  air,  5  lbs.  in  weight,  was  found  to  have  a  volume  of  50  cu.ft. 
and  a  temperature  of  60®  F.    What  was  the  pressure? 

Prob.  4.  A  cylinder  holding  12  cu.ft.  has  a  pressure  of  250  lbs.  per  square  inch  gage, 
and  the  temperature  is  50®  F.  What  would  be  the  weight  of  its  contents  were  it  filled 
with  (o)  CO,;  (6)  NH,;  (c)  Oxygen;  (d)  Hydrogen? 

Prob.  6.  At  a  pressure  of  14.696  lbs.  per  square  inch  and  a  temperature  of 
melting  ice,  one  pound  of  air  has  a  volume  of  12.387  cu.ft.  From  the  data  find  the 
value  of  R  for  air.  The  specific  heats  of  air  are  given  by  one  authority  as  Cp  =  .2375 
and  C«  ».1685.    Find  R  from  the  data  and  see  how  the  two  values  obtained  compare. 

Prob.  6.  At  the  same  pressure  and  temperature  as  in  Prob.  5,  a  pound  of  the 
following  substances  has  a  volume  as  shown.  From  the  data  and  the  values  of 
specific  heats,  find  R  by  the  two  methods. 

Substance.             Cu.ft.  per  lb.  Cp.                         C«. 

^Hydrogen 178.93  3.409  2.412 

Carbon  dioxide 8.15  .217                      .  1535 

Oxygen 11.21  .2175                     .1551 

Nitrogen 12.77  .2438                     .1727 

* 

Prob.  7.  Five  cu.ft.  of  gas  at  a  pressure  of  3  atmospheres  absolute  anda  tempera- 
ture ot  50®  F.  expand  to  atmospheric  pressure.  What  will  be  the  final  volume  and 
temperature,  if  ««1.35? 

Prob.  8.  1000  cu.ft.  of  gas  at  atmospheric  pressure  and  60®  F.  are  compressed 
into  a  tank  of  100  cu.ft.  capacity.  What  will  be  the  pressure  in  the  tank  and  the 
temperature  of  the  gas  at  the  end  of  the  process,  if  the  gas  is  COs  and  the  com- 
pression adiabatic? 

Prob.  9.  What  will  be  the  final  volume,  pressure  and  temperature,  if  a  pound  of 
air  at  atmospheric  pressure  (14.7  lbs.  per  square  inch)  and  a  temperature  of  60®  F. 
be  cotnpressed  adiabatically  until  its  absolute  temperature  is  six  times  its  original 
value? 

70.  Gas  Density  and  Specific  Volume  and  its  Relation  to  Molectdar  Weight 
and  Gas  Constant.  The  density  of  a  gas  is  best  stated  for  engineering 
purposes  as  the  weight  of  a  cubic  foot,  but  as  this  becomes  less  on  rise  of 
temperature  or  decrease  of  pressure  it  is  necessary  to  fix  a  standard  condition 
for  reporting  this  important  physical  constant.  It  is  best  to  take  one  atmosphere 
760  mm.  or  29.92  ins.  of  mercury  as  the  pressure,  and  0®  C.  =  32°F.  as  the 
standard  temperature,  though  it  is  in  some  places  customary  in  dealing  with 
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commercial  gases,  such  for  example  as  those  used  for  illumination,  to  take  the 
temperature  at  60°  F.,  since  illuminating  gas  at  this  condition  is  often  known 
among  gas  engineers  as  standard  gas.  In  this  work,  however,  the  freezing- 
point  and  standard  atmosphere  will  be  understood  where  not  specifically  men- 
tioned, as  the  conditions  for  reporting  gas  density  and  its  reciprocal,  the  specific 
volume  of  gases  or  the  cubic  feet  per  pound.  The  relation  of  volume  and 
density  at  any  pressure  and  temperature  to  the  volume  and  density  under 
standard  conditions  is  graphically  shown  in  the  book  of  tables,  Chart  No.  13. 

These  constants  have  been  fairly  accurately  determined  by  many  investi- 
gators, whose  figures  do  not  agree  absolutely,  but  the  disagreement  is  found 
only  in  the  last  significant  figures.  Some  selected  values  of  reliable  origin 
for  the  important  gases  are  given  in  the  Handbook  of  Tables,  No.  XXXII, 
for  use  in  computation  work. 

It  often  happens  in  dealing  with  gases  and  especially  superheated  vapors 
that  a  value  is  needed  for  which  no  determination  is  available,  so  that  general 
laws  of  density  or  specific  volumes  of  substances  are  necessary  to  permit  the 
needed  constant  to  be  estimated.  These  relations  may  be  applied  to  vapors 
as  well  as  to  gases  even  though  the  standard  conditions  are  those  for  the 
liquid  state,  on  the  assumption  that  all  gases  and  vapors  will  expand  under 
temperature,  or  contract  under  pressure  rise,  to  the  same  degree,  retaining 
the  same  relations  between  all  substances  which  exist  at  the  standard  atmos- 
phere and  freezing-point.  A  vapor  thus  reported  below  its  point  of  condensa- 
tion and  assumed  to  have  reached  that  condition  from  one  of  higher  temperature 
at  which  it  exists  as  vapor,  is  often  called  steam  gas,  or  alcohol*  gas,  for 
example  in  the  case  of  water  and  alcohol. 

Such  general  relations  between  the  densities  of  gases,  so  desirable  and 
useful  in  practical  work,  have  been  found  by  studying  the  manner  in  which 
gases  chemically  combine  with  respect  to  the  volume  relations  before  and  after 
the  reaction.  Following  several  experimenters,  who  reported  observed  rela- 
tions, Gay-Lussac  stated  a  general,  law,  as  follows: 

When  two  or  more  gase&us  svbsiances  combine  to  form  a  compound^  the  voir 
umea  of  the  combining  gases  bear  a  simple  ratio  to  each  other  and  to  that 
of  the  compound  when  it  is  also  a  gas. 

He  also  attempted  to  derive  some  relation  between  this  law  and  Dalton's  atomic 
combining  law,  which  states  that,  in  combining  chemically,  a  simple  numerical 
relation  exists  between  the  number  of  atoms  of  different  elements  which  unite 
to  form  a  compound.  This  was  not  successful,  but  Avagadro  later  found  the 
expected  relation  by  assuming  that  it  is  a  particle,  or  a  number  of  atoms,  or 
a  molecule,  that  is  important  in  combining,  and  the  law  stated  is  as  follows: 

Equal  volumes  of  different  gases  m>ea>sured  at  the  same  pressure  and  tempera- 
ture contain  the  same  number  of  molecules. 

It  is  possible  by  analysis  of  these  two  laws  to  obtain  a  relation  between  the  volumes 
of  gases  and  the  weights  of  their  molecules  because  the  molecular  relation  of 
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Avagadro,  unites  with  the  combining  law  of  Gay-Lussac  to  define  the  rela- 
tion between  the  number  of  combining  molecules.  At  the  same  time  the  weight 
relations  in  chemical  reactions,  based  on  atomic  weights,  may  be  put  into  a 
similar  molecular  form,  since  the  weight  of  any  one  substance  entering  is  the 
product  of  the  number  of  its  molecules  present  and  the  weight  of  the  molecule. 
Applying  the  relation  between  the  number  of  molecules  derived  previously, 
there  is  fixed  a  significance  for  the  weight  of  the  molecule  which  for  simple  gases, 
like  hydrogen  and  oxygen,  is  twice  the  atomic  weight  and  for  compound  gases, 
like  methane  and  carbon  jiioxide,  is  equal  to  the  atomic  weight.  Applying 
this  to  the  Avagadro  law,  the  weights  of  equal  volumes  of  different  gases  must 
be  proportional  to  their  molecular  weights,  as  equal  volumes  of  all  contain  the 
same  number  of  molecules. 

Putting  this  in  symbolic  form  and  comparing  the  density  of  any  gas  with 
that  of  hydrogen,  because  this  is  the  lightest  of  gases  and  has  well  determined 
characteristics,  requires  the  following  symbols,  denoting  hydrogen  values  by 
the  subscript  h.     Let  m= molecular  weight  of  a  gas, 

5  =  density  in  lbs.  per  cu.ft.  =  ~, 

But  as  the  molecular  weight  of  hydrogen  is  for  engineering  purposes  equal  to  2 
closely  enough,  and  as  hydrogen  weighs  .00559  lb.  per  cu.ft.  =  8£r,  at  32®  F. 
and  29.92  ins.  Hg,  we  have, 

Lbs.  per  cu.ft.  =  8i  =  . 00279  mi (528) 

To  permit  evaluation  of  Eq.  (528)  it  is  necessary  that  there  be  available 
a  table  of  molecular  weights  of  gases  and  the  atomic  weights  of  elements  from 
which  they  are  derived.  As  atomic  weights  are  purely  relative  they  may  be 
worked  out  on  the  basis  of  any  one  as  unity;  originally  chemists  used  hydro- 
gen as  imity,  but  the  custom  has  changed  to  f^  the  value  for  oxygen  as  unity. 
These  atomic  weights  are  not  whole  numbers  but  nearly  so,  therefore  for  con- 
venience and  sufficient  accuracy  the  nearest  whole  number  will  be  used  in 
this  work  and  hydrogen  be  taken  as  unity  except  where  experience  shows  it 
to  be  undesirable. 

The  reciprocal  expression  to  Eq.  (528)  can  be  set  down,  giving  the  specific 
volume  of  a  gas  or  its  cubic  feet  per  pound  at  32®  F.  and  29.92  ins.  Hg,  as 
follows: 

Cu.ft.perlb.  =  ^  =  ;^mi=f? (529) 

This  is  a  most  important  and  useful  conclusion  as  applied  to  gases  and  vapors 
for  which  no  better  values  are  available;  in  words  it  may  be  stated  as  follows: 

The  cubic  feet  per  pound  of  any  gas  or  vapor  at  32^  and  29.92  ins,  Hg,  is 
equal  to  356.87  divided  by  its  molecular  weight,    or 
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* 

The  molecular  weight  of  any  gas  or  vapor  in  pounds,  will  occupy  a  volume  of 
358  cu,fL  at  S2''  and  29.92  ins.  Hg. 

The  approach  to  truth  of  these  general  laws  is  measured  by  the  values 
given  in  the  tables  for  specific  volume  and  density  (a)  experimentally  derived, 
and  (6)  as  derived  from  the  hydrogen  value  by  the  law. 

Another  and  very  useful  relation  of  a  similar  nature  is  derivable  from  what 

has  been  established,  connecting  the  gas  constant  R  with  molecular  weights. 

w 
The  general  law  PV^wRT  when  put  in  the  denjity  form  by  making  8  =  — 

becomes        .  p 

^  =  RT. (530) 

Whence,  comparing  gases  with  each  other  and  with  hydrogen  at  the  same 
pressure  and  temperature 

Pi 

8i       82      Rl  5l      Rh       J       •.         ^hRh  /tiO^\ 

P2^¥rR2'    8;=]k7'  ^^  ^'^-rT'   •  •  •  ^^^^^ 

S2 

which  indicate  that  the  densities  of  gases  are  irwersely  proportional  to  the 
gas  constants,  or  the  density  of  any  gas  is  equal  to  the  density  of  hydrogen  times 
the  gas  constant  for  hydrogen  divided  by  its  own. 

Inserting  the  values  of  density  at  32^  and  29.92  ins.  Hg  and  of  the  gas  con- 
stant for  hydrogen,  it  follows  that  for  any  gas 

Lbs.  per  cu.ft.  =  Bi  =  -^ — , (532) 

the  reciprocal  of  which  gives  the  specific  volume  at  32°  F.  and  29.92  ins.  Hg,  or 

Cu.ft.  per  lb.  =  Fi  =  |^ (533) 

Example.  1.  To  find  the  pounds  per  cubic  foot  of  gas  at  32^  F.  and  29.92  ins.  of 
mercury  when  its  value  is  known  for  90*^  and  13  lbs.  per  sq.in.  On  the  tempera- 
ture scale  of  Chart  No.'  13,  pass  vertically  until  the  temperature  line  is  reached, 
then  horizontally  until  the  curve  for  13  lbs.  absolute  is  reached.  The  value  on 
the  scale  below  is  found  to  be  1.265,  so  that  the  density  under  the  standard  condi- 
tions is  1.265  of  the  value  under  known  conditions.  Had  it  been  required  to  find  the 
cubic  feet  per  pound  the  process  would  be  precisely  the  same,  the  value  being  taken 
from  the  lower  scale,  which  for  the  example  reads  .79,  or  the  cubic  feet  per  pound 
under  standard  conditions  is  79  per  cent  of  the  value  under  conditions  assumed. 

Example  2.  By  means  of  the  molecular  weight  find  the  density  of  nitrogen  at 
32^  F.  and  29.92  ins.  Hg,  and  the  cubic  feet  per  pound  for  these  conditions. 

T^     /iro^x  81     mi  ^     28  X. 00559 

From  Eq.  (526)  r-  « — ,    or    81  = ~ . 

Oh    mn  ^ 

Hence  5  for  nitrogen  =  .07826  pounds  per  cu.ft.,  and  t-  =  ^>^ooz>  =  12.709.  cu.ft.  per  lb. 

0      .U7oJu 
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Prob.  1.  Taking  the  density  of  air  from  the  table,  find  the  value  of  R  for  air,  by 
means  of  Eq.  (532)  and  compare  its  value  with  that  found  in  Section  69. 

Prob.  2.  Compare  the  density  of  carbon  monoxide  when  referred  to  32^  F.  and 
60"^  F.  as  the  standard  temperature,  as  found  both  ways. 

Prob.  3.  By  means  of  their  molecular  weights  find  the  density  of  oxygen,  nitrogen 
and  carbon  dioxide  at  32°  F.  and  29.92  ins.  Hg. 

Prob.  4.  What  are  the  cubic  feet  per  pound  of  acetylene,  methane  and  ammonia 
at  32**  F.  and  29.92  ms.  Hg? 

Prob.  6.  An  authority  gives  the  following  values  for  R.  Compare  the  densities 
found  by  this  means  with  the  densities  for  the  same  substance  found  by  the  use  of 
the  molecular  weights.    Oxygen  48.1;  Hydrogen  764.0;  Carbon  monoxide  55.0. 

Prob.  6.  What  will  be  the  volume  and  density  under  standard  conditions  of  a 
gas  which  contains  12  cu.ft.  per  pound  at  a  temperature  of  70°  F.  and  a  pressure  of 
16  lbs.  per  square  inch  absolute? 

Prob.  7.  What  will  be  the  difference  in  volume  and  density  of  a  gas  when  con- 
sidered at  60''  and  29.92  ins.  of  Hg,  and  at  32°  F.  and  29.92  ins.  of  Hg? 

71.  Pressure  and  Temperature  Relations  for  Vapor  of  Liquids  or  Solids. 
Vaporization^  Sublimation  and  Fusion  Curves.  Boiling-  and  Freezing-points 
for  Pure  Liquids  and  Dilute  Solutions.    Saturated  and  Superheated  Vapors. 

Substances  may  exist  in  one  of  three  states,  solid,  liquid  or  gas,  the  latter  being 
generally  called  vapor  when,  at  ordinary  temperatures,  the  common  state  is  that 
of  liquid  or  solid,  or  when  the  substance  examined  is  near  the  point  of  lique- 
faction or  condensation — ^just  which  state  shall  prevail  at  any  time  depends 
on  thermal  conditions.  Within  the  same  space  the  substance  may  exist  in  two  of 
these  three  states  or  even  all  three  at  the  same  time  under  certain  special  condi- 
tions. These  conditions  may  be  such  as  to  gradually  or  rapidly  make  that  part 
in  one  state,  turn  into  another  state,  or  may  be  such  as  to  maintain  the  relative 
amounts  of  the  substance  in  each  state  constant;  conditions  of  the  latter  sort  are 
known  as  conditions  of  equilibrium.  These  are  experimental  conclusions,  but 
as  in  other  causes  they  have  been  concentrated  into  general  laws  of  which  they 
are  but  special  cases.  The  study  of  the  conditions  of  equilibrium,  whether  of 
physical  state  or  chemical  constitution,  is  the  principal  function  of  physical 
chemistry,  in  the  pursuit  of  which  the  Gibbs  phase  rule  is  a  controlling  prin- 
ciple. According  to  this  rule  each  possible  state  is  called  a  phase,  and  the 
number  of  variables  that  determine  which  phase  shall  prevail  or  how  many 
phases  may  exist  at  the  same  time  in  equilibrium  for  one  chemical  substance 
like  water,  is  given  by  the  following  relation,  which  is  but  one  of  the  conclusions 
of  this  general  principle  of  equilibrium: 

Number  of  undefined  variables  =  3— number  of  phases. 

Now  it  is  experimentally  known  that  if  water  be  introduced  into  a  vacuum 
chamber  some  of  it  will  evaporate  to  vapor  and  that,  therefore,  water  and  its 
vapor  may  coexist  or  the  number  of  phases  is  two,  but  this  does  not  state  how 
or  when  equilibriiun  will  be  attained.  The  rule  above,  however,  indicates  that 
for  this  case  there  can  be  but  one  undefined  or  independent  variable  and,  of 
course,  since  the  pressure  rises  more  when  the  temperature  is  high  than  when 
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low,  the  two  variables  are  pressure  and  temperature,  of  which  accordingly  only 
one  is  free  or  independent,  so  that  fixing  one  fixes  the  other.  In  other  words 
when  a  vapor  and  its  liquid  are  together  the  former  will  condense  or  the  latter 
evaporate  imtil  either  pressure  or  temperature  is  fixed,  and  fixing  the  one  the 
other  cannot  change,  so  that  the  conditions  of  equilibrium  are  indicated  by 
a  curve  to  coordinates  P  and  T,  on  one  side  of  which  is  the  vapor  state  and 
on  the  other  that  of  liquid.  Such  a  curve  is  the  txipor  pressure-temperature  curve 
of  the  substance,  sometimes  called  its  vapor  tension  curve.  Much  experi- 
mental information  exists  on  this  physical  property  of  substances,  all  obtained 
by  direct  mesusurement  of  simultaneous  pressures  and  temperatures  of  a  vapor 
above  its  liquid,  carefully  controlled  so  that  the  pressure  or  the  temperature  is 
at  any  time  uniform  throughout. 

The  conditions  of  equilibrium  between  vapor  and  liquid,  defined  by  the  vapor 
tension  curve  extend  for  each  substance  over  a  considerable  range  of  pressure 
and  temperature,  but  not  indefinitely,  nor  is  the  range  the  same  for  each.  At 
the  high-pressure  and  temperature  end  a  peculiar  interruption  takes  place  due 
to  the  expansive  effect  of  the  temperature  on  the  liquid  and  the  compressive 
effect  of  the  pressure  on  the  vapor,  the  former  making  liquid  less  dense  and  the 
latter  making  vapor  more  dense,  the  two  densities  become  equal  at  some 
pressure  and  temperature.  The  point  at  which  this  occurs  is  the  "  critical  point  " 
at  which  the  equilibrium  between  liquid  and  vapor  that  previously  existed 
ends,  and  there  is  no  longer  any  difference  between  vapor  and  liquid.  This 
point  is  a  most  important  one  in  any  discussion  of  the  properties  of  mattery- 
while  difficult  to  exactly  locate,  it  has  received  much  experimental  attention, 
and  some  of  the  best  values  are  given  in  the  Tables  (No.  XXXIV)  for  the 
pressure,  density,  and  temperature  defining  it,  for  the  substances  important  in 
engineering. 

There  are  also  presented  in  the  Tables  the  vapor  tension  curves  of  water, 
to  a  large  scale  (Charts  Nos.  16  to  21),  derived  from  the  tabular  data.  Similar 
curves  will  be  found  in  Dr.  Lucke's  Engineering  Thermodynamics  for  ammonia 
and  carbon  dioxide.  The  data  used  in  obtaining  the  charts  are  partly  direct 
experimental  determinations  and  partly  corrections  obtained  by  passing  a 
smooth  curve  representing  an  empiric  equation  of  relation  between  pressure  and 
temperature,  through  the  major  part  of  the  more  reliable  experimental  points. 

In  calculations  for  this  work  the  values  of  Marks  and  Davis,  and  Marks 
have  been  accepted  and  used.  These  indicate  the  critical  point  as  located  at 
706.1''  F.  and  3200  lbs.  per  square  inch. 

Just  as  the  vapor-liquid  curves  indicate  the  conditions  of  equilibrim 
between  vapor  and  its  liquid,  dividing  the  two  states  and  fixing  the  transition 
pressure  or  temperature  from  one  to  the  other,  so  also  does  a  similar  situation 
exist  with  respect  to  the  vapor-solid  relations.  In  this  case  the  curve  is  that  of 
**  sublimaiion,'*  and  indicates  the  pressure  that  will  be  developed  above  the 
solid  by  direct  vaporization  at  a  given  temperature  in  a  closed  chamber. 

By  plotting  a  curve  of  sublimation  of  vapor-ice,  it  can  be  shown  that  the 
line  divides  the  state  of  ice  from  that  of  vapor  so  that  at  a  constant  pressure, 
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decrease  of  temperature  will  cause  vapor  to  pass  directly  to  ice,  and  at  con- 
stant temperature  a  lowering  of  pressure  will  cause  ice  to  pass  directly  to  vapor. 

Likewise  the  liquid,  water,  may  pass  to  the  solid,  ice,  by  lowering  tempera- 
ture at  a  fixed  pressure;  a  curve  plotted  to  these  values  will  then  become  the 
curve  of  '^fiman." 

If  curves  be  plotted  for  vapor  tension,  sublimation,  and  fusion  to  the  same 
scale  they  will  meet  at  a  point  located  at  a  pressure  of  4.6  nmi.  Hg=.18  ins. 
Hg(=0.088  lbs.  per  sq.in.),  and  temperature  -f-.OOTe**  C.  =  32.01"*  F.,  ordinarily 
taken  at  32^  F.,  which  point  is  named  the  triple  point,  as  indicated  in  Fig.  104. 
The  fact  that  the  vapor  pressure  for 
water  extends  below  freezing-point  and 
parallels  more  or  less  that  of  ice  indi- 
cates the  condition  of  supercooled 
water,  one  of  unstable  equilibrium  in- 
stantly dispelled  by  the  introduction  of 
a  little  ice  at  the  proper  stable  state  for 
this  temperature. 

Ordinary  engineering  work  is  not 
concerned  with  the  entire  range  indi- 
cated in  Fig.  104  for  any  substance, 
but  with  the  higher  temperature  ranges 
for  some  and  the  low  for  others;  with 
transition  from  solid  to  liquid  state  for 
metals  and  similar  solids,  and  the 
transition  from  liquid  to  vapor  for  a 
great  many,  of  which  water  comes  first 
in   unportance;  then  the  refrigerating 
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fluids,  ammonia  and   carbon    dioxide; 

and  last  certain  fuels  like  alcohol  and  the  petroleum  oils  with  their  distillates 

and  derivatives. 

Melting-points,  or  the  fusion  temperature  of  such  solids  as  are  important, 
are  usually  given  for  only  one  pressure,  the  standard  atmosphere,  as  in  ordinary 
practice  these  substances  are  melted  only  at  atmosphere  pressure,  and  some 
such  values  are  given  in  Table  No.  XXXIX. 

This  is  not  the  case,  however,  for  boiling^oints,  which  must  be  defined 
a  little  more  closely  before  discussion.  The  vapor-pressure  curves  indicate 
that  as  the  temperature  of  a  liquid  rises,  the  pressure  rises  also  if  the  substance 
is  enclosed,  but  if  the  pressure  were  relieved  by  opening  the  chamber  to  a  region 
of  lower  pressure  and  kept  constant,  then  the  temperature  would  no  longer 
rise  and  boiling  or  ebullition  would  take  place.  The  boiling-point  then  is  the 
highest  temperature  to  which  the  liquid  and  its  vapor  could  rise  under  the 
existing  pressure.  When  not  otherwise  defined  the  term  boiling-point  must 
be  taken  to  mean  the  temperature  of  ebullition  for  atmospheric  pressure  of 
29.92  ins.  Hg.  Values  for  several  substances  are  given  in  the  Handbook  of 
Tables  (Table  XXXVII). 
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Vapor  having  the  temperature  required* by  the  pressure  of  the  pressure- 
temperature  curve  is  known  as  saiurated  vapor,  and  this  may  be  defined  as 
vapor  having  the  lowest  temperature  at  which  it  could  exist  as  vapor,  under 
the  given  pressure.  Vapors  may,  however,  be  superheated,  that  is,  have 
higher  temperatures  than  saturated  vapors  at  the  same  pressure,  but  cannot 
so  exist  for  long  in  the  presence  of  liquid.  Superheating  of  vapors,  therefore, 
implies  isolation  from  the  liquid,  and  the  amouvi  of  superheat  is  the  number  of 
degrees  excess  of  temperature  possessed  by  the  vapor  over  the  saturation 
temperature  for  the  pressure.  In  steam  power  plant  work,  especially  with 
turbines,  it  is  now  customary  to  use  steam  with  from  75°  F.  to  160®  F.  of 
superheat,  and  it  might  be  noted  that  all  so-called  gases  hke  oxygen  and 
nitrogen  are  but  superheated  vapors  with  a  great  amount  of  superheat. 

It  has  already  been  mentioned  that  the  saturated  vapor  pressure-temperature 
curve  of  direct  experiment  is  seldom  accurate  as  found,  but  must  be  corrected 
by  empiric  equations  or  smooth  average  curves,  and  many  investigators  have 
sought  algebraic  expressions  for  them.  These  equations  are  quite  useful  also 
in  another  way,  since  they  permit  a  more  exact  evaluation  of  the  rate  of  change 
of  pressure  with  temperature,  which  in  the  form  of  a  differential  coefficient 
is  found  to  be  a  factor  in  other  physical  constants.  One  of  these  formulas 
for  steam  as  adopted  by  Marks  and  Davis  in  the  calculation  of  their  tables 
is  given  in  IJq.  (534),  the  form  of  which  was  suggested  by  Thiessen: 

(<+459.6)  logjj^  =  5.409(«-212°)-3.71XlO-io[(589_^)4_4774]^  ^     (534) 

in  which  <— temperature  F.;  and  p  =  pressure  lbs.  sq.in. 

This  represents  the  truth  to  within  a  small  fraction  of  one  per  cent  up  to  400** 
F.,  but  having  been  found  inaccurate  above  that  point  Professor  Marks  has 
very  recently  developed  a  new  one,  based  on  Holbom  and  Baumann's 
high  temperature  measurements,  which  fits  the  entire  range,  its  agreement 
with  the  new  data  bemg  one-tenth  of  1  per  cent,  and  with  the  old  below  400^ 
F.,  about  one-fifth  of  1  per  cent,  maximum  mean  error.  It  appears  to  be  the 
best  ever  found,  and  in  developing  it  the  methods  of  the  physical  chemists  have 
been  followed,  according  to  which  a  pressure  is  expressed  as  a  fraction  of  the 
critical  pressure,  and  a  temperature,  a  fraction  of  the  critical  temperature. 
This  gives  a  relation  between  reduced  pressures  and  temperatures  and  makes  use 
of  the  principle  of  corresponding  states  according  to  which  bodies  having  the  same 
reduced  pressure  and  temperature,  or  existing  at  the  same  fraction  of  their 
critical  are  said  to  be  in  equivalent  states.  The  new  Marks  formula  is  given 
in    Eqs.    (535)  and  (536),  the  former    containing    symbols    for   the  critical 

tei^rature  Tc  abs.   |  ^*^  *^®  '****■■  ^'"'''^  ^"^  *^®™  *^®"  """eri^al  values, 
in  pressure  pounds  per  square  inch,  and  temperature  absolute  F. 

log^=3.006854(^-lUn-.0505476^+.629547(|^-.7875yi,  .     (535) 

logp=10.515364-4873.717'-»-.00405096r+.000001392964T*.     .    (536) 
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As  the  method  used  in  arriving  <at  this  formula  is  so  rational  and  scientific^ 
it  has  been  adopted  for  a  new  determination  of  the  relations  between  p  and 
T  for  ammonia  and  carbon  dioxide,  so  important  as  substances  in  refrigera- 
tion, especially  the  former.  According  to  this  method  if  pe  and  Te  are  the 
critical  pressures  and  temperatures,  both  absolute,  and  p  and  T  those  cor- 
responding to  any  other  point,  then  according  to  Van  der  Waals, 


log 


f-f{Y-^) (537) 


Accordingly,  the  logarithm  of  the  critical  divided  by  any  other  pressure,  is 
to  be  plotted  against  the  quantity  [(critical  temperature  divided  by  the  tem- 
perature corresponding  to  the  pressure)  —  !],  and  the  form  of  curve  permits 
the  determination  of  the  function,  after  which  the  values  of  the  critical 
point  are  inserted.  This  has  been  done  for  NH3  and  CO2  with  the  result  for 
NH3, 

log|^  =  .045+2.75(^^-l)+.325(|?-iy (538) 

Inserting  the  critical  constants, 

Pc= 114  atm.  =  1675.8  lbs.  per  square  inchj^hich  are  the  Vincent  and  Chap- 

re= 727.4°  F.  absolute  J     P^'^'  values, 

this  becomes,        log  p  =  5.60422-1527.54r"i-171961T''*2     ....     (539) 

For  CO2  it  was  found  that  log25  =  .038+2.66(p-lWl.8(p-iy.      .     (540) 

Inserting  the  critical  constants, 

Pc=77  atm.  =  1131.9  lbs.  per  square  inch 

which  are  Andrews'  values, 
7^=547.27*'  F.  abs. 

the  equation  becomes, 

log  p  =  7.46581-4405.765r"i  +  1617501.366r"2-257086165.8706r-3.    (541) 

Curves  showing  the  relation  of  reduced  and  actual  temperatures  and  pressures 
are  given  in  the  Handbook  of  Tables,  Chart  14,  for  ammonia  and  in  Chart  15, 
for  carbon  dioxide. 

Equations  of  physical  relations  can  be  no  better  than  the  data  on  which  they 
are  based,  and  for  the  substanes,  ammonia  and  carbonic  acid,  the  charts  or  for- 
mulas must  be  used  with  a  good  deal  of  suspicion. 

In  all  engineering  calculations  requiring  one  of  these  constants  even  for  steam 
no  one  is  justified  in  using  a  formula;  the  nearest  tabular  or  chart  value  must 
be  employed  and  it  will  be  as  acciurate  as  the  work  requires.  Time  is  at 
least  as  important  as  accuracy,  if  not  more  so,  for  if  too  much  time  is  required 
to  make  a  calculation  in  conmiercial  work,  it  will  not  be  made  because  of  the 
cost,  therefore  indirect  and  approximate  methods  are  substituted. 
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It  is  sometimes  useful  in  checking  the  .boiling-point  of   some  substance 
little  known,  to  employ  a  relation  between  boiling-points  of  different  substances 
at  the  same  pressure  applied  to  a  substance  well-known. 
Let  Ta  and  Tj,  be  absolute  temperatures  of  boiling  for  substances  A  and  B  under 

same  pressure; 
'    Ta  and  T^  be  absolute  temperature  of  boiling  for  substances  A  and  B  imder 

some  other  pressure. 

Then,  ^;  =  ^-+c(r/-n) .     (542) 

Such  equations  as  this  are  useful  in  finding  the  saturation  curve  of  other  sub- 
stances from  that  for  water,  which  is  now  so  well  established,  when  enough 
points  are  known  for  the  other  substances  to  establish  the  constant  c.    Also 

Ta 

the  ratio  —  plotted    against  the  temperature  difference  Th—Tj,  should  ^ve 
Tb 

a  straight  line,  and  if  the  line  is  not  straight  the  experimental  values  may 
be  wrong  or  the  law  untrue. 

All  of  the  preceding  refers,  of  course,  to  pure  substances,  but  in  practical 
work  there  are  frequently  encountered  problems  on  solutions  where  large 
differences  may  exist  compared  to  the  pure  liquids.  Thus,  for  salts  in  water,  it 
is  well  known  that  addition  of  a  salt  lowers  the  freezing-point,  that  more  salt 
lowers  it  more,  and  it  was  first  thought  that  the  depression  was  in  proportion 
to  the  amount  dissolved.  This  being  found  to  be  untrue,  recourse  was  had 
again  to  molecular  relations  by  Raoult,  who  announced  the  general  law  that 
(he  molecular  depression  of  the  freezing^oint  is  a  constant. 

Attn 

Molecular  lowering  of  freezing-point  £'  = =  const.,    .     .     (543) 

w 

in  which  A<  =  depression  of  freezing-point  in  degrees  F.; 

iy= weight  dissolved  in  100  parts  of  solvent; 
m= molecular  weight  of  substance  dissolved. 

From  Eq.  (543)  the  freezing-point  for  brines  may  be  found  as  follows: 

w 
Freezing-point  degrees  F.  of  aqueous  solutions  =  32°  —  (const.)  X—.      .     (544) 

m 

Just  as  the  pressure  of  dissolved  substances  in  liquids  lowers  the  freezing- 
point,  so  also  does  it  lower  the  vapor  pressure  at  a  given  temperature  or  raise 
the  boiling-point  at  a  given  pressure.  Investigation  shows  that  a  similar 
formula  expresses  the  general  relation: 

Molecular  rise  of  boiling-point  degrees  F.  =  £  = =  constant = 9.4,     .     (545) 

when  water  is  the  solvent. 

From  Eq.  (545)  the  rise  of  the  boiling-point  is  found  to  be 

w 

Rise  of  boiling-point  =  9.4 — (546) 

m 
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When  liquids  are  mixed,  which  is  the  case  with  all  fuel  oils  and  with 
denatured  alcohol;  the  situation  is  different  than  with  salts  in  solution,  and 
these  cases  fall  into  two  separate  classes:  (a)  liquids  infinitely  miscible  like 
alcohol  and  water  or  like  the  various  distillates  of  petroleum  with  each  other, 
and  (6)  those  not  miscible,  like  gasolene  and  water. 

The  vapor  pressure  for  miscible  liquid  mixtures  is  a  function  of  the  pressure 
of  each  separately  and  of  the  molecular  per  cent  of  one  in  the  other  when  there 
are  two.  This  rule,  which  can  be  symbolized,  is  no  use  in  engineering  work, 
because  in  those  cases  where  such  mixtures  must  be  dealt  with  there  will  be 
generally  more  than  two  liquids,  the  vapor  pressure  characteristic  and  molec- 
ular per  cent  of  each,  or  at  least  some  of  which,  will  be  unknown. 

When,  however,  the  two  liquids  in  contact  or  rather  any  number,  are 
non-miscible  they  behave  in  a  very  simple  manner  with  respect  to  each  other, 
in  fact  are  quite  independent  in  action.  Each  liquid  will  evaporate  until  its 
own  vapor  pressure  is  established  for  the  temperature,  as  if  the  other  were  not 
there,  and  the  vapor  pressure  for  the  mixture  will  be  the  smn  of  all  the  separate 
ones.  On  the  other  hand  the  boiling-point  will  be  the  temperature  at  which 
all  the  vapor  pressures  together  make  up  the  pressure  of  say  the  atmosphere, 
and  this  is  necessarily  lower  than  the  highest  and  may  be  lower  than  the 
lowest  value  for  a  single  constituent.  This  action  plays  a  part  in  vaporizers 
and  carburetors  using  alcohol  and  petroleum  products,  which  will  be  discussed 
later. 

Example  1.  Through  how  many  degrees  has  ammonia  vapor  at  a  pressure  of 
50  lbs.  per  square  inch  absolute  been  superheated,  when  it  is  at  the  temperature  at 
which  steam  is  formed  imder  a  pressure  of  100  lbs.  per  square  inch  absolute? 

From  the  curve  of  pressure  and  temperature  of  steam,  see  Chart  No.  16  in  the 
Tables,  the  temperature  is  328**  F,  for  the  pressure  of  100  lbs.  From  the  table  for 
ammonia  (Table  XLII),  vaporization  occurs  imder  a  pressure  of  50  lbs.  at  a  tem- 
Fjerature  of   2T  F.     Hence,  superheat  =328 -22  =306**  F. 

Prob.  1.  Three  tanks  contain  the  following  liquids:  water,  ammonia,  and  car- 
bon dioxide  respectively,  at  a  temperature  of  30^  F.  What  pressure  exists  in  W;h 
tank?    If  the  temperature  rises  to  70®  F.  how  much  will  the  pressure  rise  in  each? 

Prob.  2.  The  pressure  exerted  by  water  vapor  in  the  atmosphere  when  saturated, 
is  that  due  to  the  temperature  and  is  independent  of  the  pressure  of  the  air.  The 
total  pressure  read  by  a  barometer  is  the  sum  of  the  air  pressure  and  the  water-vapor 
pressure.  What  is  the  pressure  due  to  each  under  a  saturated  condition  for  tem- 
peratures of  50°  F.,  100°  F.,  150°  F.,  and  200°  F.,  the  barometer  in  each  case  being 
29.92  inches  of  Hg? 

Prob.  3.  In  order  to  secure  a  sufficiently  high  rate  of  heat  transfer  the  steam  in 
a  radiator  must  be  at  a  much  higher  temperature  than  the  room  to  be  warmed.  If  it  is.to 
be  150°  above  room  temperature  what  must  be  its  pressure  for  room  temperatures 
of  50°  F.,  60°  F.,  70°  F.,  80°  F.,  and  125°  F.? 

Prob.  4.  In  one  type  of  ice  machine  ammonia  gas  is  condensed  at  a  high  pressure 
and  evaporated  at  a  low  pressure.  What  is  the  least  pressure  at  which  gas  may  be 
condensed  with  cooling  water  of  70°  F.,  and  what  is  the  highest  pressure  which  may 
be  carried  in  the  evaporating  coils  to  maintain  a  temperature  in  them  of  0°  F.? 
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Prob.  6.  Should  carbon  dioxide  be  substituted  in  the  above  machine  what  pressures 
would  there  be  in  the  condensing  coils,  and  in  the  evaporating  coils? 

Prob.  6.  How  many  degrees  of  superheat  have  the  vapora  of  water,  ammonia,  and 
carbon  dioxide  at  a  pressure  of  15  atmospheres  and  a  temperature  of  500^  F.? 

Prob.  7.  At  the  temperature  of  melting  ice  what  will  be  the  vapor  pressure  of  anunonia 
and  carbon  dioxide?  At  the  temperature  of  melting  tin  what  will  be  the  pressure  of 
water  vapor?  At  this  same  temperature  how  many  degrees  of  superheat  would 
ammonia  vapor  under  100  lbs.  pressure  have,  and  how  many  degrees  superheat  would 
carbon  dioxide  vapor  have  under  1000  lbs.  pressure? 

Prob.  8.  If  10  lbs.  of  common  salt,  NaCl,  be  dissolved  in  100  lbs.  of  water,  what 
will  be  the  boiling  point  of  the  solution  at  atmospheric  pressure?  What  the  freezing- 
point? 


CHAPTER  VIII 

CHANGES    OF    PHYSICAL    STATE    WITH    HEAT    CONTENT.     LATENT 
HEAT.    GAS  AND  VAPOR  MIXTURES.    ABSORPTION  OF  GASES. 


72.  Change  of  State  with  Amount  of  Heat  at  Constant  Temperature.  Latent 
Heats  of  Fusion  and  Vaporization.  Total  Heats  of  Vapors.  Relation  of  Spe- 
cific Volume  of  Liquid  and  of  Vapor  to  the  Latent  Heat.  As  previously  explained, 
a  liquid  boils  or  is  converted  into  a  vapor  at  constant  temperature  when  the 
pressure  on  the  surface  is  constant.  Then  during  the  change  of  stale  the  amount  of 
heat  added  is  in  direct  proportion  to  the  amount  of  vapor  formed.  The  amount  of 
vapor  to  convert  a  pound  of  liquid  into  vapor  at  any  one  steady  temperature, 
is  the  latent  heat  of  vaporization  some  values  for  which  are  given  in  the  Tables 
(No.  XXXV).  It  must  be  understood  that  this  latent  heat  is  also  the  amount 
given  up  by  the  condensation  of  a  pound  of  vapor.  Latent  heat  is  not  the  same 
for  different  pressures  or  temperatures  of  vaporization  but  is  intimately  associ- 
ated with  the  volume  change  in  the  transition  from  the  liquid  to  the  vapor  state. 
That  this  should  be  so,  is  clear  on  purely  rational  grounds  because  there  is 
necessarily  external  mechanical  work  done  in  converting  the  liquid  to  the  vapor 
since  this  is  accompanied  by  a  change  of  volume  against  the  resisting  pressure 
at  which  the  conversion  takes  place. 

Thus,  if  Vf= specific  volume  of  the  vapor  in  cubic  feet  per  pound; ' 
Vl = specific  volume  of  the  liquid  in  cubic  feet  per  pound ; 
P= pressure  of  vaporization  lbs.  per  sq.ft.  absolute; 


then 


Mechanical  external  work  done  dur- 
ing vaporization  of  1  lb. 


=P(7v-yz,)ft.lbs. 


(547) 


At  high  temperatures  the  volume  of  a  pound  of  liquid  is  greater  than 
at  low  because  of  its  expansion  with  temperature  rise,  and  under  the  cor- 
responding higher  pressures  the  volume  of  a  pound  of  vapor  is  less,  because 
of  the  compressional  effect  of  the  pressure,  than  at  low  pressures,  so  that  as 
pressures  and  temperatures  rise  the  difference  Vv— Vl  becomes  less  and  dis- 
appears at  the  critical  point  where  it  is  zero.  The  latent  heat  being  thus  asso- 
ciated with  a  factor  that  becomes  less  in  the  higher  ranges  of  temperatures 
and  pressure  may  be  expected  likewise  to  become  less,  unless  some  other  factor 
tends  to  increase.  All  the  energy  of  vaporization  making  up  the  latent  heat 
may  be  said  to  be  used  up  in  (a)  doing  external  work  as  above,  or  (6)  overcom- 
ing attraction  of  the  molecules  for  each  other.  As  at  the  critical  point  there 
is  no  molecular  change  and  no  external  work,  the  latent  heat  becomes  zero 

at  this  point. 
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This  relation  between  latent  heat  and  volume  change  was  formulated  by 
Clausius  and  Clapeyron,  but  Eq.  (548)  is  generally  known  as  Clapeyron's 
equation : 

Let    L  =  latent  heat ; 

/= mechanical  equivalent  of  heat =778,   or  better  777.52,  in  such 

cases  as  Ihis; 
r= absolute  temperature  of  vaporization; 

dP 

-^=rate  of  increase  of  vapor  pressure  per  degree  change  of  corre- 
sponding temperature; 

This  formula  is  used  to  calculate  latent  heat  from  the  specific  volumes  of  vapor 

and  liquid  and  from  the  curvature  of  the  saturation  curve  when  they  are  known, 

but  as  these  volumes  are  especially  difficult  to  measure,  direct  experimental 

determination  of  the  latent  heat  should  be  depended  upon  to  get  numerical 

values  wherever  possible.      The  formula  will  then  be  useful  for  the  inverse 

process  of  calculating  specific  volumes   from   latent   heats  or  as  a  means  of 

checking  experimental  values  of  both,  one  against  the  other.    It  is,  however, 

dP 
just  as  useful  to  calculate  latent   heats  from  the  specific  volumes,  and  —  of 

the  vapor  curve,  when  the  latent  heats  are  less  positively  determined  than 
the  volumes  or  densities. 

Experimental  data  are  quite  numerous  for  water,  but  as  generally  determined 
they  include  the  heat  of  liquid  water  from  some  lower  temperature  to  the 
boiling-point.  The  amount  of  heat  necessary  to  warm  a  pound  of  Uquid  from 
temperature  32°  F.  to  some  boiling-point,  and  to  there  convert  it  entirely  into 
vapor  is  designated  as  the  total  heat  of  the  dry  saturated  vapor  above  the  origi- 
nal temperature.  This  is  also  equal  to  the  heat  given  up  by  the  con- 
densation of  a  pound  of  dry  saturated  vapor,  at  its  temperature  of  existence, 
by  the  subsequent  cooling  of  the  water  to  some  base  temperature  taken  univer- 
sally now  as  32°  F.  in  engineering  calculations. 

From  observations  by  Regnault  and  formulated  by  him  in  1863  the  present 
knowledge  of  the  total  heat  of  water  may  be  said  to  date.  He  gave  the 
expression,  Eq.  (549),  in  which  the  first  term  is  the  latent  heat  at  32°  and 
one  atmospheric  pressure: 

Total  heat  per  pound  dry  saturated  steam  =  Zf  =  1091.7+.305(«-32).     (549) 

This  was  long  used  as  the  basis  of  steam  calculations,  but  is  now  to  be  discarded 
in  the  light  of  more  recent  experimental  data,  the  best  of  it  based  on  indirect 
measurements  by  Grindley,  Griessmann  and  Peake,  who  observed  the  behavior 
of  steam  issuing  from  an  orifice,  together  with  the  results  of  Knobloch  and  Jacob 
and  Thomas  on  specific  heats  of  superheated  steam,  and  in  addition  on  direct 
measurements  by  Dieterici,  Smith,  Griffiths,  Henning,  Joly.    All  this  work 
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has  been  recently  reviewed  and  analyzed  by  Davis,  who  accepts  1150.3 
B.T.U.  as  the  most  probable  value  of  the  total  heat  under  the  standard  atmos- 
phere, and  the  following  formula  as  representing  total  heats  from  212^  up  to 

400**  F. 

ff=1150,3+.3745(<-212)-.000550(<-212)2.    .    .    .     (550) 

The  Davis  curve  containii\g  all  the  important  experimental  points  and  the 
accepted  line,  extended  dotted  from  212°  to  32®,  is  presented  in  Fig.  105. 
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Temperature  UuXKtgneed^ 
Fig.  105.— Total  Heat  of  Dry  Saturated  Steam  above  32*  F.  (Davis). 

From  the  total  heats  given  by  this  formula  the  latent  heat  is  obtainable 
by  subtraction,  according  to  the  relation, 

Latent  heat  (L)=  total  heat  of  vapor  above  32°  F.  (^— heat  of 

Uqaid  from  32°  F.  to  boihng  point  (A), (551) 

in  which  the  heat  of  the  liquid  is  computed  from  a  mean  curve  between  Die- 
terici's  and  Regnault's  values,  having  the  equation  A  =  .9983— .0000288(<-- 32)+ 
.0002133(<— 32)^.    This  is  the  basis  of  the  values  for  latent  and  total  heats  in  the 
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• 

Marks  and  Davis  steam  tables  referred  to,  and  accepted  as  the  best  obtain- 
able to-day.  From  these  tables  charts  have  been  prepared  for  latent  heat 
and  total  heat  of  dry  saturated  steam,  which  will  be  found  in  the  Handbook 
of  Tables.  The  specific  volume  and  density  of  dry  saturated  steam,  given  in 
the  charts  and  table  are  calculated,  as  this  seems  to  promise  more  exact  results 
than  direct  experiment. 

For  ammonia  and  carbonic  acid  there  are  no  data  available  on  total  heats 
by  either  direct  measure  or  by  the  orifice  expansion  properties,  and  very  few 
determinations  of  the  latent  heat  itself,  so  that  the  process  that  has  proved  so 
satisfactory  with  steam  cannot  be  directly  followed  with  these  substances. 
Accordingly,  a  process  of  adjustment  has  been  used,  working  from  both  ends, 
beginning  with  the  pressure  temperature  relations  on  the  one  hand  and  specific 
volumes  of  liquid  and  vapor  on  the  other,  the  latent  heat  is  determined  by 
Clapeyron's  equation,  and  where  this  does  not  agree  with  authentic  values  an 
adjustment  of  both  latent  heat  and  specific  volume  is  made. 

This  process  is  materially  assisted  by  the  so-called  Cailletet  and  Mathias' 
law  of  mean  diameter  of  the  curves  of  density  of  liquid  and  vapor  one  of  which, 
that  for  water,  is  given  in  Fig.»106. 

The  line  BD  is  the  line  of  mean  density  which  passes  through  the  critical 
volume  B;  its  abscissa  is  found  from  the  following  general  equation: 


s 


=  i(:j^+^)=a+W+d2 (552) 


This  expression  has  the  form  given  in  Eq.   (553)  for  water,  ammonia,  and 
carbon  dioxide: 


For  water s  =  28.7 -.015(i- 300) -.000015(<- 300)2.  (a) 

For  ammonia s=20-.022(<-30).  (6) 

For  carbonic  acid. .  s=33.1-.0219(<-20)-.00016(«-20)2.       (c) 


(553) 


A  more  nearly  exact  equation  for  water  has  been  determined  by  Marks  and 
Davis  and  is  given  in  their  steam  tables  as  follows: 

s=28.424-.01650(«-320)-.0000132(^-320)2.     .     .     .     (554) 

From  the  smooth  curve,  which  has  the  above  equation,  the  volumes  and  densi- 
ties of  liquid  and  vapor  that  are  accepted  have  been  derived,  and  are  given  in 
the  Handbook  of  Tables;  the  values  for  water  being  those  of  Marks  and  Davis. 

dp 
From  these  volume   differences   and   the  —  relation  the  latent   heats   have 

dT 

been  calculated. 

The  total  heats  are  obtained  by  adding  to  the  latent  heat  the  heat  of 
liquid  above  32°  from  —50°  F.  up  to  the  critical  point  for  CO2,  and  to 
150°  F.  for  NH3,  which  include  the  working  range  for  refrigeration. 
These  liquid  heats  have  been  determined  in  Section  67  in  discussing  specific 
heats. 

Additional  tables  give  the  final  values  of  total  heat,  heat  of  liquid,  latent 
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heat^  specific  volume  and  density  of  dry  saturated  vapor  based  on  large-scale 
plottingSy  without  equations  beyond  that  for  the  pressure-temperature  relations 
for  saturated  vapor,  and  the  results  are  believed  to  be  as  reliable  as  it  is 
possible  to  obtain  without  more  experimental  data. 

The  properties  of  dry-saturated  steam,  superheated  steam,  dry-saturated 
ammonia  vapor,  and  dry-saturated  carbon  dioxide  vapor  thus  determined  will 
be  foimd  in  the  Tables;  those  for  steam  are  also  given  in  diagrammatic  form 
(Charts  Nos.  16  to  21). 

The  volumes  of  dry-saturated  steam  determined  from  the  tables  when  com- 
pared with  their  pressures  show  that  there  exists  an  approximate  relation  of 
the  form  for  steam, 

p(VF-7i.)^-®«^«=constant=497, (555) 

when  pressures  are  in  pounds 
per  square  inch  and  volumes  are 
in  cubic  feet.  This  curve  plot- 
ted to  PV  coordinates  is  called 
the  saturation  curve  for  the 
vapor.  It  is  useful  in  approxi- 
mate calculations  of  the  work 
that  would  be  done  by  steam 
expanding  so  that  it  remains  dry 
and  saturated,  or  the  work  re- 
quired to  compress  vapor  such 
as  ammonia  under  the  same  con- 
ditions. But  as  the  specific  vol- 
ume of  liquid  is  generally  neg- 
ligible it  may  be  written  as  one 
of  the  general  class  Py*= con- 
stant, for  which  5=1.0646  and 
constant =497. 

This  curve  supplies  a  means 
for  computing  the  work  for  wet 
vapors  (not  too  wet)  as  well  as 
dry,  provided  only  that  they  at 
no  time  become  superheated  or 
change  their  quality,  by  using 
for  V  some  fraction  of  the  true 
specific  volume  representing  the 
dryness.  The  very  fact  that  a 
great  volume  of  vapor  may  be 
formed  from  an  insignificant 
volume  of  liquid  makes  the  sat- 
uration curve  a  useful  standard 
of  comparison  with  actual  expansion  and  compression  lines  for  wet  vapors. 

Plotting  the   saturation   curve   beside   an   actual    cyUnder   expansion  or 
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Fia.  106. — Specific  Volume  and  Density  of  Liquid 
and  Dry  Saturated  Vapor  of  Water. 
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Fig.  107. — Comparison  of  Steam  Expansion  Line  of  an 
Indicator  Card  with  the  Saturation  Line  for  both  Dry 
Saturated  Vapor  and  for  Vapor  Constantly  Wet  at  the 
Initial  Value. 


compression  curve  will  show  the  quality  of  vapor  at  all  times  and  also  give  a 
measure  of  evaporation  and  condensation  taking  place  during  the  process.  In 
Fig.  107  is  shown  a  set  of  diagrams  taken  from  a  simple  Corliss  engine,  18X24 

ins.  with  4  per  cent  clear- 
ance, a  2J-inch  piston  rod 
and  tail  rod,  running  at 
150  R.P.M.,  to  which 
have  been  added  lines  of 
zero  pressure  and  volume 
by  the  method  explained 
in  Chapter  I.  The  dis- 
charge from  the  conden- 
ser per  hour  for  a  constant 
load  of  the  value  to  give 
the  above  cards  was  2600 
lbs.  Allowing  for  the  rods, 
the  displacement  volimies 
of  each  end  of  the  cylinder 
will  be  5990  cu.ins.,  and  since  the  clearance  volume  is  4  per  cent,  the  steam 
volume  will  be  239.6  cu.ins.  From  the  left-hand  card  it  will  be  seen  that  the  cut- 
off was  at  point  C,  16.5  per  cent  of  stroke,  hence  the  volume  at  C  is  (.165X 
5990) +239.6  =  1228  cu.ins.  It  will  also  be  seen  from  the  card,  that  the  pres- 
sure at  C  was  73.5  lbs.  per  square  inch  absolute.  From  the  curves  or  the 
tables  it  will  be  found  that  1  cu.ft.  of  dry  steam  at  this  pressure  weighs 

1228 
.1688  lb.  and  hence  the  weight  of  steam  in  this  end  of  cylinder  was  rzr::X.1668 

1728 

or  .1185  lb.  at  cut-off.  From  the  card  it  will  also  be  seen  that  at  the  end  of 
the  return  stroke,  denoted  by  the  point  Z),  the  pressure  was  30  lbs.,  at  which 
the  weight  of  1  cu.ft.  of  dry  steam  is  .0728  lb.,  hence  the  weight  of  steam  in  the 

239  6 
cylinder  was -=^X. 0728 =.01010  lb.,  and  the  amount  admitted  was  .1185— 

.0101  =  .1084  lb. 

Inasmuch  as  the  two  ends  of  cylinder  are  identical  and  as  the  cards  from 
both  ends  are  practically  the  same,  it  may  be  assumed  that  the  same  weight 
of  steam  was  in  each  end,  or  that  .1084X2  =  .2168  lb.  is  accounted  tor\>y  the 
card  per  revolution,  or  .2168X150X60  =  1950  lbs.  per  hour.  There  is  then 
the  difference  to  account  for  otherwise,  of  2600—1950  =  650  lbs.  per  hour, 
which  can  only  have  been  lost  by  condensation.  2600  lbs.  per  hour  is  2600 
-^  (150X60X2)  =  .1442  lb.  per  stroke,  which  with  the  .0101  lb.  left  from  pre- 
vious stroke  would  make  .1543  lb.  in  the  cylinder  at  cut-off,  and  if  it 
were  all  steam  its  volume  would  be  1581  cu.ins.,  denoted  by  point  E 
on  diagram.  The  ratio  of  AC  to  AE  gives  the  amount  of  actual 
steam  present  in  the  cylinder  at  cut-off,  to  the  amount  of  steam  and 
water.     The  saturation    curves  CF  and   EG  are  drawn    through   C  and 
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E  from  tabular  values  and  represent  in  the  case  of  CF  the  volumes 
which  would  have  been  present  in  the  cylinder  at  any  point  of  stroke  had  the 
steam  and  water  originally  present  expanded  in  such  a  way  as  to  keep  the 
ratio  or  dryness  constant,  and  in  case  of  EG,  volumes  at  any  pomt  of  the  stroke 
if  all  the  steam  and  water  originally  present  had  been  in  form  of  steam 
and  had  remained  so  throughout  the  stroke.  Just  as  the  ratio  of  AC  to  AE 
shows  per  cent  of  steam  present  at  cut-off,  so  does  the  ratio  of  distances  of  any 
points  Y  and  Z,  from  the  volume  axis  denote  the-  per  cent  of  steam  present  at 
that  particular  point  of  the  stroke.  By  taking  a  series  of  points  along  the 
expansion  curve  it  is  possible  to  tell  whether  evaporation  or  condensation  is 
occurring  during  expansion.    In  this  case  the  ratio, 

=  =  .796,  and  =  =.86. 
AE  XZ 

Hence,  it  is  evident  that  evaporation  is  occurring  since  the  percentage  of  steam 
is  greater  in  the  second  case. 

For  some  classes  of  problems  it  is  desirable  that  the  external  mechanical 
work  be  separated  from  the  latent  heat,  and  for  this  reason  latent  heat  is 
given  in  three  ways: 

(a)  External  latent  heat,  (6)  internal  latent  heat,  (c)  latent  heat  total. 
The  external  latent  heat  in  foot-pounds  is. the  product  of  pressure  and  volume 
change,  or  expressing  pressures  in  pounds  per  square  inch, 

144 
External  latent  heat  -=-jP{Vv-Vl) (556) 

This  is  sometimes  reduced  by  neglecting  Vl  as  insignificantly  small,  as  it  really 
is  for  most  problems  which  are  limited  to  temperatures  below  400°  for  saturated 

vapor,  in  which  case, 

144 
External  latent  heat =-y-pFF (557) 

In  all  cases:  Internal  latent  heat =L— (Ext.  Lat.  Ht.)  (a); 

144                                         144 
-^L-^piVvVL)   (6);      ^L-^Vv    (c) (558) 

Fusion  and  freezing  are  quite  similar  to  vaporization  and  condensation 
in  that  they  are  constant  temperature  processes  with  proportionality  between  the 
amount  of  substance  changing  state  and  the  amount  of  heat  exchanged.  They 
are  different  inasmuch  as  little  or  no  volume  change  occurs.  As  there  is  so  little 
external  work  done  it  may  be  expected  that  there  is  little  change  'in  their  latent 
heats  with  temperature  and  pressure,  but  as  a  matter  of  fact  it  makes  very 
little  difference  in  most  engineering  work  just  how  this  may  be,  because  prac- 
tically all  freezing  and  melting  takes  place  under  atmospheric  pressure.  There 
does  not  appear  to  be  any  relation  established  between  heats  of  fusion  like 
those  for  vaporization  that  permit  of  estimates  of  value  from  other  constants, 
so  direct  experimental  data  must  be  resorted  to.  As  a  matter  of  fact  such 
laws  would  }^  of  little  use. 
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Example  1.  Pigs  of  iron  having  a  total  weight  of  5  tons  and  a  temperature  of 
2000®  F.  are  cooled  by  immersing  them  in  open  water  at  a  temperature  of  60**  F.  If 
one-half  of  the  water  is  evaporated  by  boiUng,  how  much  must  there  have  been  originally? 

The  iron  was  evidently  cooled  to  the  final  temperature  of  the  water,  which  must 
have  been  212®  F.  Also  the  heat  given  up  by  the  iron  will  be  the  product  of  its 
weight,  specific  heat  and  temperature  difference,  or,  considering  the  mean  specific 
heat  to  be  .15,  10,000  X(2000 -212)  X.15  =2,682,000  B.T.U.  The  heat  absorbed  by 
the  water  in  being  heated,  assuming  its  specific  heat  as  unity,  will  be  its  weight  times 
its  temperature  change  and,  since  one-half  evaporates,  the  heat  absorbed  in  evaporat- 
ing it  will  be  half  its  weight  times  the  latent  heat,  or 

TF[(212  -60)  +§  X970]  =637  JF  B.T.U. 

2  682  000 
These  expressiofis  for  heat  must  be  equal,  hence  W=  '    ^ — =4210  lbs. 

Example  2.  A  tank  of  pure  water  holding  1000  gallons  is  to  be  frozen  by  means 
of  evaporating  ammonia.  The  water  is  originally  at  a  temperature  of  60^  F.  and  the 
ice  is  finally  at  a  temperature  of  20**  F.  The  ammonia  evaporates  at  a  pressure 
of  one  atmosphere  and  the  vapor  leaves  the  coils  in  a  saturated  condition.  How 
many  pounds  of  ammonia  liquid  will  be  needed,  how  many  cubic  feet  of  dry  saturated 
vapor  will  be  formed,  and  how  much  work  will  be  done  in  forming  the  vapor? 

The  heat  to  be  removed  is  the  sum  of  that  to  cool  the  water,  the  latent  heat 
of  fusion  of  ice,  and  that  to  cool  the  ice,  or  for  this  case, 

[(60  -32)  +144+ .5(32  -20)1x8333, 

8333  being  the  weight  of  1000  gallons  of  water.  Hence  the  B.T.U.  abstracted 
amount  to  1,466,608. 

Each  pound  of  ammonia  in  evaporating  at  atmospheric  pressiu^  absorbs  594  B.T.U. 's 
as  latent  heat,  and  therefore  2470  lbs.  are  needed.  At  this  pressure  each  pound  of 
vapor  occupies  17.5  cu.ft.,  hence  there  will  be  43,200  cu.ft.  of  vapor.  At  this  same 
pressure  the  volume  of  a  pound  of  liquid  is  .024  cu.ft.,  so  that  the  work  done  per  pound 
in  evaporating  the  ammonia  is  37,000  ft.-lbs.  and  the  total  work  is  915x10®  ft.-lbs. 

Prob.  1.  How  much  ice  would  be  melted  at  32**  F.  with  the  heat  necessary  to 
boil  away  5  lbs.  of  water  at  atmospheric  pressure,  the  water  being  initially  at  the 
temperature  corresponding  to  the  boiling-point  at  this  pressure? 

Prob.  2.  What  is  the  work  done  during  the  vaporization  of  1  lb.  of  liquid  anhydrous 
ammonia  at  the  pressure  of  the  atmosphere? 

Prob.  3.  As  steam  travels  through  a  pipe  some  of  it  is  condensed  on  account  of 
the  radiation  of  heat  from  the  pipe.  If  5  per  cent  of  the  steam  condenses  how  much 
heat  per  hour  will  be  given  off  by  the  pipe  when  30,000  lbs.  of  steam  per  hour  at  a 
pressure  of  150  lbs.  per  square  inch  absolute  is  passing  through  it? 

Prob.  4.  Brine  having  the  specific  heat  of  .8  is  cooled  by  the  evaporation  of  ammonia 
in  coils.  If  the  brine  is  lowered  5®  F.  by  ammonia  evaporating  at  a  pressure  of  20 
lbs.  per  square  inch  gage,  the  vapor  escaping  at  NH3  temperature,  how  many  pounds 
of  brine  could  be  cooled  per  pound  of  ammonia? 

Prob.  6.  Steam  from  an  engine  is  condensed  and  the  water  cooled  down  to  a 
temperature  of  80®  F.  in  a  condenser  in  which  the  vacuum  is  28  ins.  of  Hg.  How  many 
pounds  of  cooling  water  will  be  required  per  pound  of  steam  if  the  steam  be  initially 
10  per  cent  wet? 

Prob.  6.  A  pound  of  water  at  a  temperatiu^  of  60**  F.  is  made  into  steam  at  100 
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lbs.  per  square  inch  gage  pressure.  How  much  heat  will  be  required  for  this,  and  what 
will  be  the  volumes  at  (a)  original  condition;  (6)  just  before  any  steam  is  made;  (c)  after 
all  the  water  has  been  changed  to  steam? 

Prob.  7.  A  sand  mold  weighs  1000  lbs.  and  100  lbs.  of  melted  cast  iron  are  poured 
into  it.  Neglecting  any  radiation  losses  and  assuming  the  iron  to  be  practically  at 
its  freezing  temperature,  how  much  of  the  iron  will  solidify  before  the  mold  becomes 
of  the  same  temperature  as  the  iron? 

Prob.  8.  How  many  pounds  of  ice  could  be  melted  by  heat  given  up  by  freezing 
50  lbs.  of  lead? 

73.  Gas  and  Vapor  Mixtures.  Partial  and  Total  Gas  and  Vapor  Pressures. 
Volume,  Weighty  and  Gas  Constant  Relations.   Saturated  Mixtures.    Humidity. 

One  of  the  characteristic  properties  of  gases  distinguishing  them  from  liquids, 
which  also  extends  to  vapors  with  certain  limitations,  is  that  of  infinite  expan- 
sion, according  to  which  no  matter  how  the  containing  envelope  or  volume 
of  the  expansive  fluid  may  vary,  the  space  will  be  filled  with  it  at  some  pres- 
sure and  the  weight  remain  unchanged  except  when  a  vapor  is  brought  to 
condensation  conditions,  or  the  pressure  lowered  on  the  surface  of  a  liquid 
which  will,  of  course,  make  more  vapor.  A  given  weight  of  gas  or  vapor  (within 
limits)  will  fill  any  volume  at  some  pressure  peculiar  to  itself,  and  two  gases, 
two  vapors,  or  a  vapor  and  gas,  existing  together  in  a  given  volume,  will  fill  it 
at  some  new  pressure  which  is  the  sum  of  the  pressures  each  would  exert  sepa- 
rately at  the  same  temperature  (if  nan-miscible).  This  fact,  sometimes  des- 
ignated as  Dalton's  Law,  permits  of  the  derivation  of  equations  for  the  rela^ 
tion  of  any  one  pressure,  partial  or  total,  to  any  other  total  or  partial,  in 
terms  of  the  weights  of  gas  or  vapor  present,  and  the  gas  constants  R.  It 
also  leads  to  equations  for  the  various  constituent  and  total  weights  in 
terms  of  partial  and  total  pressures  and  gas  constants.  Such  equations  sup- 
ply a  basis  for  the  solution  of  problems  in  humidification  and  drying  of  air,  in 
carburetion  of  air  for  gasolene  and  alcohol  engines,  or  of  water  gas  for  illumina- 
tion, and  are  likewise  useful  as  check  relations  in  certain  cases  of  gas  mixtures 
such  as  the  atmospheric  mixture  of  nitrogen  and  oxygen,  producer  gas  or 
gaseous  combustibles  in  general. 

Let  wi,  W2  and  Wx  be  the  respective  weights  of  the  constituents  of  a  mixture; 

iPm=  ^w  be  the  weight  of  the  mixture; 

Pi,  P2,  Px  be  the  respective  partial  pressures  of  the  constituents; 

Pii,=  2P  be  the  pressure  of  the  mixture; 

Riy  "82,  Rx  be  the  respective  gas  constants; 

Rm  be  the  gas  constant  for  the  mixtiu'e. 
Then  if  wi  lbs.  of  one,  and  W2  lbs.  of  another  gas  or  vapor  at  temperature 
Tm  occupy  the  volume  Vm  cubic  feet  together, 

YmPi^wiRiTn,  (a),    and    F,J^2  =  1^2/22 Tm  (6)     .     .    .     (559) 

whence  Vm{Pi +Pi)  =  {w2Ri +W2R2)  Tm  or,  in  general,  Fm2P = 2 (wR)  Tm.     (560) 

Or  putting       2P=P«,    and    2(w;ft)=ft««7«,    or    /J,„=^^^,      .    .     (561) 

Wm 
then  PmVm^WmRmTm, (662) 
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so  that  the  mixture  will  behave  thermally  quite  the  same  as  any  one  gas  with 
such  exceptions  as  may  be  due  to  a  different  gas  constant  /2m. 
Dividing  Eq.  (559)  by  Eq.  (560)  or  (661)  gives 

Pi  _       wiRi       _  wiRi  (fife's 

Pm      W1R1+W2R2      ^(WRY ^^^^ 

which  gives  the  ratio  of  any  partial   pressure  to  that  for  the  mixture  in  terms 
of  the  individual  weights  and  gas  constants.    Hence 

k-^' <«^' 

which  gives  the  ratio  of  any  partial  pressure  to  that  for  the  mixture  in  terms  of 
its  own  weight  and  gas  constant  and  those  for  the  mixture. 

It  is  possible  to  express  the  ratio  of  weights  as  a  function  of  gas  constants 
alone  which  will  permit  of  a  third  expression  for  the  partial  pressures  in  terms 
of  gas  constants  without  involving  any  weights.    For  two  gases 

wi==Wm^W2>    Whence    —  =  1 — ^,        ....     (666) 

t^m    _        Wm 

But  from  Eq.  (661)  WiRi+W2R2=WmRmf  or  —  =nr(Ai ^^1  )>  so  that 

Wm      lC2\  Wm      J 

which  is  the  ratio  of  partial  to  total  weights  in  terms  of  gas  constants.  On  substitu- 
tion in  Eq.  (564), 

-Pi       Rl  /■B2  —  fim\  /KA'7\ 

which  gives  the  ratio  of  partial  pressures  of  two  gases  or  vapors  to  that  for  the 
mixture  in  terms  of  the  individual  gas  constants  and  that  for  the  mixture^  and  a 
similar  expression  can  be  found  for  more  than  two  gases.  The  ratio  of  any 
one  partial  to  the  total  weight  can  also  be  found  from  Eq.  (564)  in  terms  of  its 
gas  constant  and  partial  pressure,  and  the  mixture-gas  constant  and  pressure, 
from  Eq.  (566)  in  terms  of  the  gas  constants  for  the  constituents  and  for  the 
mixture.  This  ratio  of  partial  to  total  mixture  weight  gives  the  fractional  com- 
position by  weight. 

It  is  sometimes  necessary  to  know  the  volume  relations  in  a  mixture  of  two 
gases  existing  at  the  same  pressure  or  two  vapors  or  a  vapor  and  gas,  such,  for 
example,  as  air  and  water  vapor.  In  this  case  two  different  volumes  existing 
together  at  a  common  temperature  and  pressure  together  make  up  a  mixture 
volume  equal  to  their  sum.    Using  similar  symbols 

PrnVi^wiRiTm    and    P«F2=«?2B2r«,      ....     (668) 

where  Vi  and  V2  are  the  volumes  occupied  by  the  two  constituents  respectively 
when  at  a  mixture  pressure  Pm  and  temperature  r«,  whence  for  the  mixture 

Pm(yi+V2)  =  (wiRi+W2R2)Tm    or    P«S(F)  =  S(w^/e)r-,      .     (569) 


W\ 

Wm 
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These  Eqs.  (569)  are  identical  in  form  with'  those  in  (660)  except  that  V  and 
P  replace  each  other  so  that  all  equations  just  derived  also  apply  to  volumes, 
as  the  volume  proportion  will  be  identical  with  pressure  proportions.  For 
convenience  of  reference  these  may  be  set  down. 

From  Eq.  (563),  ^=1^ (570) 

which  gives  the  raiio  of  any  partial  volume,,  to  that  for  the  mixture  in  terms  of 
the  individual  weights  and  gas  constants. 

From  Eq.  (564)  ^==^' ^^^^^ 

which  gives  the  ratio  of  any  partial  volume  to  that  of  the  mixture  in  terms  of  its 
own  weight  and  gas  constant  and  those  for  the  mixture, 

F^^.im  ^,-tm^ «'^> 

which  gives  the  ratio  of  any  partial  volume  to  that  of  the  mixture  in  terms  of  the 
individual  gas  constants  and  that  for  the  mixture. 

The  volumetric  composition  of  air  is  given  by  Eq.  (571)  or  its  equal 
numerically,  Eq.  (567),  and  since  the  partial  pressure  of  oxygen  and  nitrogen 
in  air  are  78.69  per  cent  and  21.31  per  cent,  these  are  its  volumetric  per  cents. 

When  one  of  the  constituents  is  a  vapor,  all  the  preceding  applies,  provided 
the  condition  of  the  vapor  is  such  that  at  the  temperatures  assumed  it  is  not 
near  the  condition  of  condensation,  but  then  the  relations  become  more  definite 
since  the  partial  pressure  of  the  vapor  is  fixed  by  the  temperature.  In  practical 
work  with  gas  and  vapor  mixtures  the  failure  of  the  perfect  gas  laws  near  the 
condensation  condition  is  ignored  and  they  are  assumed  to  be  true. 

All  liquids,  and  many  if  not  all  soUds,  will,  if  placed  in  a  vacuum  chamber, 
evaporate  until  the  pressure  has  reached  a  certain  value  depending  on  the  tem- 
perature, at  which  time  the  liquid  and  its  vapor  are  in  equilibrium,  and  evapo- 
ration may  be  scud  either  to  cease  or  proceed  at  a  rate  exactly  equal  to  the  rate  at 
which  vapor  condenses,  or  more  precisely,  at  equilibrium  the  weight  of  vapor 
in  the  vapor  form  remains  constant.  The  weight  of  vapor  that  will  rise  over  a  liquid 
in  a  given  space  depends  on  the  temperature  and  pressure  which  are  related 
in  the  so-called  vapor  tension  or  vapor  pressure  tables  and  curves,  such  as  shown 
in  Fig.  108,  for  some  liquid  fuels,  or  as  given  in  the  previous  section  for  water. 
Additional  curves  for  hydrocarbons  and  light  petroleum  distillates,  as  well  as 
ciu^es  for  the  vapor  pressure  of  the  alcohols  will  be  found  in  the  book  of  tables, 
Charts  Nos.  22  and  24.  At  any  fixed  temperature  the  vapor  will  continue  to  rise 
imtil  it  exerts  its  own  vapor  pressure  for  the  temperature,  the  process  being  often 
described  as  evaporation  without  ebullition.  If  the  liquid  or  solid  be  intro- 
duced into  a  chamber  containing  dry  gas  the  evaporation  will  proceed  precisely 
the  same  as  in  the  vacuum  until  the  pressure  has  risen  by  an  amount  correspond- 
ing to  the  vapor  pressure  for  the  temperature,  because  each  substance  exerts 
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the  pressure  it  would  if  alone  occupying  the  volume;  when  they  both  occupy 
the  same  volume,  the  pressure  will  be  their  sum  and  equal  to  the  pressure  of  the 
gas  alone  added  to  the  vapor  pressure  for  the  same  temperature.  There  is  one 
important  practical  condition,  and  that  is,  time  enough  for  the  completion 
of  the  process  of  evaporation  which  proceeds  very  slowly  toward  the  end.  If 
time  enough  is  allowed  the  vapor  pressure  will  establish  itself  and  the  gas  is 
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Fig.  108. — ^Vapor  Prefisure  of  Heavy  Petroleum  Diatills^tes  of  the  Kerosene  Class. 

said  to  he  saturated;  this  is  an  important  special  case  of  gas-vapor  mixtures. 
It  is  the  condition  in  which  the  gas  may  be  said  to  carry  the  maximum  weight 
of  vapor  possible  for  the  total  pressure  and  temperature.  The  gas  in  con- 
tact with  the  liquid  may  carry  less  vapor  if  it  has  not  been  in  contact  long  enough 
at  the  given  temperature,  and  a  gas  no  longer  in  contact  with  the  liquid  may 
carry  less,  because,  (a)  of  insuflScient  time  of  original  contact;  (6)  of  condensa- 
tion of  some  it  originally  carried;  (c)  of  a  rise  of  temperature  after  leaving  the 
liquid.  To  all  such  general  cases  the  equations  above  apply  without  change, 
but  for  the  special  case  of  saturated  mixtures  they  have  a  simpler  form. 


R  for  mixt./     \ 

^  Density  of  vapor  / 

\Mol.  wt.  of  vapor 

W9     Pv  nit 

Wtn^Pmnin' 

Also    ^'P'"^, 

Wm     Pm  rthn 

,     W9    P.  niv 
and        —  „       .      , 

Wg        Pgiriff 
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Let  Pv  be  the  vapor  pressure  of  the  liquid  for  temperature  T,  which  is  the 
partial  pressure  of  the  vapor  in  a  saturated  vapor  gas  mixture; 
Pg  be  the  partial  pressure  of  the  gas  at  same  temperature; 
then  for  a  gas  saturated  with  vapor  at  temperature  Ty  Eq.  (564), 

/Weight  vaporX  _  /Vapor  pressureX      /R  for  mixtureX  (kj'w 

\Weight  mixt./      \Mixture  press./      \  R  for  vapor  /'  *    '     ^      ^ 

But  according  to  Eq.  (526)  and  following 

whpnp«»  !^=:i_L'in.      Also     :^=tX'i!».      and     ^H^^t^'-i:!  (575) 

Wtn    Pmrrin  Wm    PmrnJ  Wg    Pg  nig 

The  presence  of  water  vapor  in  the  atmosphere,  and  problems  connected  with 
it,  constitute  a  specific  case  of  vapor-gas  mixture,  subject  to  the  foregoing  laws. 
This  subject  has  been  given  most  attention  by  the  United  States  Weather 
Bureau;  tables  have  been  prepared  for  ready  computation  and  for  certain 
problems  for  which  only  experimental  data  or  empiric  formulas  afford  solution. 

Air  is  said  to  be  '^  saturated  with  moisture  "  when  it  contains  the  saturated 
vapor  of  water.  It  might  be  better  to  say  that  the  space  is  saturated  since  the 
presence  or  absence  of  the  air  has  no  effect  upon  the  water  vapor  other  than 
imposing  its  temperature  or  imparting  heat  to  the  water  vapor,  and  also  that 
the  air  retards  the  diffusion  of  water  particles.  The  weight  of  saturated  aqueous 
vapor  per  cubic  foot  depends  only  on  the  temperature,  and  not  on  the  presence 
of  air. 

If  the  space  contains  only  a  certain  fraction  of  the  weight  of  aqueous  vapor 
corresponding  to  saturation,  that  fraction  is  called  the  "  relative  humidity  " 
or  degree  of  saturation,  and  the  corresponding  percentage,  the  per  cent  of 
saturation.  If  air  containing  saturated  water  vapor  be  cooled  ever  so  little, 
some  of  the  vapor  will  be  condensed  and  appear  in  the  liquid  form.  If  air  is 
cooled  at  constant  pressure,  from  a  given  initial  condition,  the  degree 
saturation  approaches  unity,  and  finally  reaches  that  value  at  a  temperature 
called  the  "  dew  point "  corresponding  to  the  initial  condition.  At  this  tem- 
perature the  condition  of  saturation  has  been  reached  and  any  further  cooling 
will  cause  the  precfpitation  of  liquid  water,  as  occurs  in  the  formation  of  dew, 
rainclouds  or  fog. 

A  space  or  body  of  air  carrying  water  vapor  in  smaller  quantity  than  that 
of  saturation,  in  reality  contains  superheated  steam.  If  the  vapor  density 
and  the  temperature  of  the  mixture  be  known,  the  degree  of  superheat  may  be 
ascertained  from  the  temperature  of  the  mixture,  and  the  temperature  cor- 
responding to  saturated  water  vapor  having  a  pressure  equal  to  the  partial  pres- 
sure of  the  vapor  in  the  mixture. 

Hxunidity  of  atmospheric  air  is  ordinarily  determined  by  an  instrument 
called  the  psychrometer,  which  consists  merely  of  two  thermometers,  one  with 
a  bulb  exposed  directly  to  the  air  and  the  other  covered  with  a  piece  of  wick 
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which  is  kept  moist  with  water.  The  two  are  mounted  together  so  that  they 
can  be  whirled  or  swung  about  in  the  air  until  a  stable  condition  has  been 
reached.  The  dry-bulb  thermometer  should  record  the  temperature  of  the  air. 
The  wet-bulb  thermometer  will  record  something  lower  than  the  air  temi>era- 
ture,  dependent  upon  the  rate  at  which  evaporation  takes  place,  since  the  process 
of  evaporation  abstracts  heat.  Were  there  no  other  influence,  this  process  of 
evaporation  would  continue  till  the  temperature  of  the  wet  bulb  became  that 
of  the  dew  point.  The  temperature  of  the  wet-bulb  thermometer  never  falls 
to  the  dew  point,  however,  because  of  conduction  of  heat  between  the  cold 
bulb  and  the  warmer  surrounding  air.  From  extensive  experiments  conducted 
by  the  U.  S.  Weather  Bureau,  Professor  Ferrel  has  devised  the  following  formula 
for  the  vapor  pressure,  h  in  ins.  of  mercury  corresponding  to  given  readings 
of  the  wet-  and  dry-bulb  thermometers,  U  and  ftp  degrees  F.: 

A=V-.000367Mfc,-<,c)(l-^y^Y (576) 

where  hh  is  barometric  height  in  inches,  after  applying  all  corrections,  and  K 
is  pressure  of  saturated  water  vapor,  in  inches  of  mercury,  corresponding  to  the 
temperature  ^. 

The  relations  shown  by  this  formula  are  expressed  graphically  in  much 
more  convenient  form  in  the  curves  devised  by  Prof.  H.  L.  Parr,  which  are  given 
in  the  Handbook  of  Tables,  Charts  Nos.  25  and  26. 

Example  1.  By  means  of  the  relation  of  gas  constants  find  the  proportion  of  nitrogen 
and  oxygen  in  the  air. 

R  for  nitrogen  is  54.92  and  for  oxygen  48.25  and  for  air  53.35.    From  £q.  (572) 

TT'-'^  T£ dT»  ^hich,  on  substituting  the  above  values  for  'Rn,  Ro,  and  Rm, 

Vo     48.25(54.92-53.35)      .^^         •   •  oi  q  .  u       i 

gives     y-  =  g^  (54  92-48  25)  "  "^^^'  °^  *'^  ^  ^^ '^  ^^  ^®^*  oxygen  by  volume. 

Example  2.  At  what  temperature  will  air  containing  i  lb.  of  water  per  pound  of  dry 
air  at  atmospheric  pressure  be  saturated? 

If  the  vapor  pressure  be  known,  the  temperature  may  be  found  from  tables. 

From  Eq.  (575)- =§—,    or     P,-^^^^',     and     P,+P,  =760  mm.  of  Hg. 

For  air  m,  -28.88  and  for  water  m.  - 18,  hence  substituting  those  values 
„     (760 -P.) (28.88 X .5)  _     760X7.22    „„_ 

which  corresponds  to  a  temperature  of  172®  F. 

Example  3.  A  pound  of  alcohol  requires  9.06  lbs.  of  air  for  a  proper  combustible 
mixture  for  gas  engines.  At  what  temperature  will  these  proportions  constitute  a 
saturated  mixture? 

From  Eq.  (575)  p^^ilH^^ 
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For  alcohol  m»=46,  for  air  m^  =28.88,  and  P»+P^=760  mm.  of  Hg  for  atmospheric 
pressure.    Substituting  these  values  in  the  above  equation 

_     (760-P,)28.88     .^         „ 
^-=      46X9.06      -^^°^'Hg' 

From  the  curve  of  vapor  tension  of  alcohol,  the  temperature  corresponding  to  49  mm. 
of  Hg  is  about  72**  F.        See  Chart  24  in  the  book  of  tables 

Prob.  1.  Air  at  80  per  cent  humidity,  atmospheric  pressure  and  70°  F.,  is  cooled* 
to  40°  F.    How  much  water  will  be  thrown  down  per  1000  cu.ft.  of  moist  air?N 

Prob.  2.  The  same  air  is  compressed  adiabatically  to  five  atmo^heres,  and  again 
cooled  to  40°  F.  at  this  pressure.  How  much  moisture  per  1000  cu.ft.  of  moist  air 
will  be  separated  out  when  the  temperature  becomes  70°  F,  and  how  much  at  40°  F.? 

Prob.  3*  What  will  be  the  weight  of  water  in  a  pound  of  air  and  water  vapor  if  the 
value  of  R  for  the  mixture  is  taken  as  55.25,  for  air  as  53.35  send  for  water  vapor 
as  91? 

Prob.  4.  At  what  temperature  will  air  containing  its  own  weight  of  water  vapor 
be  saturated  at  atmospheric  pressure? 

Prob.  5.  An  internal  combustion  engine  uses  a  saturated  mixture  of  air  and  gasolene 
vapor  in  which  ratio  of  air  to  gasolene  is  15.3.  Considering  the  gasolene  to  be  hex- 
ane,  at  what  temperature  will  the  mixture  be? 

Prob.  6.  Should  kerosene  regarded  as  decane,  CioHk,  be  substituted  for  gasolene 
in  the  above  problem,  what  would  be  the  change  in  temperature  of  mixture,  assuming 
it  still  to  be  saturated? 

Prob.  7.  Air  containing  moisture  equal  to  one  per  cent  of  the  weight  of  the  air 
alone  is  at  a  temperature  of  150°  F.  How  much  is  the  water  vapor  superheated? 
What  is  the- humidity? 

Prob.  8.  The  reading  of  a  dry  bulb  of  a  psychrometer  is  90°  F.  and  of  the  wet  bulb 
70°  F.  By  means  of  Parr's  charts,  find  the  dew  point,  relative  humidity,  and  grains 
of  water  per  cubic  foot  of  air. 

74.  Absorption  of  Gases  by  Liquids  and  Adsorption  or  Occlusion  by  Solids. 
Relative  Volumes  and  Weights  with  Pressure  and  Temperature.  Heats  of 
Absorption  and  of  Dilution.  Properties  of  Aqua  Ammonia.  In  the  attainment 
of  high  vacuua  in  steam  condensers,  separate  removal  of  considerable  quantities 
of  non-condensible  gases  is  found  necessary  by  means  of  dry  vacuum  pumps, 
a  fact  that  proves  in  a  practical  way  the  freedom  with  which  the  boiler  water 
had  absorbed  gases.  These  gases,  for  otherwise  pure  water  are  carbon  dioxide 
and  air,  probably  air  mainly,  but  may  include  many  others,  notably  the 
products  of  organic  decomposition,  especially  when  condensing  water  is  taken 
from  the  neighborhood  of  sewers,  as  is  generally  the  case  when  power  plants 
are  located  on  city  water  fronts.  To  a  very  much  greater  extent,  however, 
is  ammonia  soluble  in  water,  the  latter  being  capable  of  taking  up  about  1000 
volumes  of  ammonia  at  0^  and  one  atmosphere,  against  about  30  volumes  of  air, 
and  one-fiftieth  of  a  volume  of  hydrogen.  It  is  the  freedom  of  solution  of  am- 
monia in  water  that  makes  the  process  useful  as  a  means  of  removing 
anhydrous  ammonia  from  the  cooling  coils  in  mechanical  refrigerating  plants, 
as  a  substitute  for  the  mechanical  removal  by  piston  compressors. 

In  all  cases  the  solubility  of  gases  in  liquids  decreases  with  rise  of  tem- 
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perature,  a  fact  associated  with  the  separation  of  gases  from  boiler  feed- 
water  during  their  heating  in  feed-water  heaters,  economizers  and  the  boiler 
itself.  This  property  is  also  depended  upon  to  free  the  aqua  ammonia  that 
has  absorbed  its  ammonia  charge  from  the  cooling  coils,  of  the  amount  so 
taken  up,  by  heating  the  solution  in  a  separate  chamber  from  which  the  am- 
monia vapor  escapes  to  the  ammonia  condenser  to  become  liquid  anhydrous, 
while  the  weak  liquor  returns  to  the  absorber  for  a  new  charge.  To  permit 
the  .calculation  of  the  quantity  of  liquor  to  be  circulated,  in  order  that  a  given 
amoimt  of  anhydrous  ammonia  may  be  absorbed  from  the  cooling  coils  and 
delivered  later  to  a  condenser  by  heating  to  high  temperature,  requires  accu- 
rate data  on  the  maximum  possible  ammonia  content  of  solutions  at  various 
temperatures  and  pressures.  Rise  of  temperature  will  always  reduce  the 
gas  content  of  the  solution  if  originally  saturated,  but  the  volume  dissolved 
is  independent  of  pressure  for  slightly  soluble  gases  like  nitrogen  or  hydro- 
gen, the  weight  dissolved,  of  course,  being  greater  and  directly  proportional  to 
pressure  at  a  given  temperature  by  reason  of  the  increased  density. 

This  law  of  independence  of  volume  and  pressure  or  proportionality  of 
weight  to  pressure,  is  known  as  Henry's  Law;  it  is  hardly  true  for  gases 
as  freely  soluble  as  ammonia,  probably  due  to  some  action  between  water  and 
the  gas,  equivalent  to  that  studied  by  Thomsen  for  solids,  which  tend  to  form 
hydrates  of  various  kinds.  For  such  gases  as  are  soluble  by  weight  in  propor- 
tion to  pressure,  it  is  not  the  total  pressure  of  the  solution  that  is  signilBcant, 
but  the  partial  pressm-e  of  the  gas  alone,  so  that  the  amount  of  mixed  gases 
like  air  dissolved  in  water  will  depend,  for  the  oxygen  part,  on  the  specific 
solubility  of  oxygen  and  its  partial  pressure  in  the  air,  which  is  approximately 
one-fifth  that  of  the  air,  and  the  same  is  true  for  the  nitrogen.  Thus,  in  examin- 
ing the  solubility  conditions  for  ammonia  in  water,  while  in  practice  the  total 
pressure  only  is  known,  it  is  to  the  separate  pressure  of  the  ammonia  that  the 
amount  dissolved  must  be  referred  in  any  attempt  to  establish  a  law  of 
relation. 

Just  as  gases  dissolve  in  liquids,  so  are  they  absorbed  by  solids,  though  in  this 
case  the  process  is  described  as  one  of  adsorption  or  occlusion.  This  phenomenon 
is  now  being  studied  in  connection  with  coal,  which  it  is  found  more  or  less 
freely  absorbs  air,  the  oxygen  of  which  under  comparatively  low  temperatures 
unites  with  the  coal  causing  spontaneous  combustion  if  the  heat  is  conserved 
as  in  a  pile  or  its  liberation  in  any  way  accelerated  by  heating  or  otherwise. 
Most  investigations  of  adsorption  or  occlusion  have  been  made  with  charcoals, 
the  more  dense  varieties  of  which  have  greater  adsorptive  power  than  others. 
The  quantity  of  different  gases  adsorbed  is  believed  by  Dewar  to  be  the  same 
in  volume  per  unit  of  charcoal  when  each  is  held  at  its  own  condensation  tem- 
perature. The  quantity  increases  with  rise  of  pressure  but  not  in  proportion, 
and  decreases  rapidly  with  rise  of  temperature;  a  curve  showing  -the  tem- 
perature and  pressure  at  which  equal  volumes  are  adsorbed  is  similar  in  form 
to  a  vapor  tension  curve. 

In  the  establishment  of  the  properties  of  aqueous  solutions  of  ammonia, 
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progress  was  for  many  years  very  slow.  Early  experimental  data  have  been 
more  recently  supplemented,  so  that  it  has  been  possible  to  graphically  fill  in 
the  data  of  the  unexplored  region  with  reasonable,  though  not  yet  satisfactory, 
accuracy.  The  results  in  the  form  of  charts  are  given  in  the  Handbook  of 
Tables,  in  which  the  three  variables  of  pressure,  temperature  and  concentra- 
tion are  grouped  in  pairs.  Chart  No.  27  is  arranged  for  pressure-temperature; 
No.  28  for  pressure-concentration,  and  No.  29  for  temperature-concentration, 
from  which  can  be  read  with  reasonable  accuracy  any  quantity  needed  in 
calculations.  Table  XLIV,  also  given  in  the  Handbook,  has  been  prepared 
from  these  diagrams;  in  this  table  the  lower  numbers  are  new,  and  the  upper 
those  as  given  by  Starr  several  years  ago  and  since  used  by  engineers  engaged 
in  refrigeration,  as  standards. 

These  data  refer  to  the  equilibrium  conditions  of  the  solution,  and  in  using 
them  for  practical  problems  care  must  be  taken  to  avoid  applying  them  to  other 
conditions,  for  example  to  solutions  that  are  not  homogeneous,  or  in  which 
there  has  not  been  sufficient  time  for  the  establishment  of  equilibrium. 

Any  change  in  the  ammonia  content  of  a  solution  is  thermal  in  character 
and  is,  therefore,  accompanied  by  heat  changes.  When  water  absorbs  ammonia 
heat  is  liberated,  which  is  also  the  case  when  ammonia  in  solution  is  diluted  with 
more  water,  the  latter  being  really  a  further  absorption  in  the  fresh  water  of 
the  ammonia  already  contained  in  its  solution  being  diluted  by  it.  Likewise, 
when  ammonia  is  absorbed  by  an  ammonia  solution  heat  is  also  liberated, 
but  heat  is  absorbed  by  a  solution  from  which  ammonia  is  escaping,  as  in 
evaporation  of  liquids.  There  are  three  cases  of  the  exothermic  process,  each 
with  an  endothermic  inverse,  and  these  are:  (a)  Absorption  of  ammonia  by 
pure  water;  (b)  Absorption  of  ammonia  by  ammonia  solution;  (c)  Dilution 
of  water  of  an  ammonia  solution. 

Data  on  the  amoimts  of  heat  liberated  in  these  cases  are  not  sufficient 
to  establish  firmly  any  general  law  of  change,  but  are  sufficient  to  give  an 
approximation.  The  first  important  fact  in  this  connection  is  that  the  heat 
liberated  per  pound  of  ammonia  when  pure  water  absorbs  ammonia,  depends  on 
the  amount  of  water.  One  pound  of  ammonia  absorbed  in  a  little  water  gives 
out  a  little  heat,  more  is  liberated  when  more  water  is  present,  but  when  the 
amount  of  water  is  large,  200  times  the  weight  of  ammonia,  according  to  Thom- 
sen,  the  heat  of  absorption  is  constant  and  does  not  increase  beyond  this  point. 
It  may  easily  be,  however,  that  the  point  is  reached  with  fifty  water  weights,  or 
that  some  heat  continues  to  be  generated  for  any  amount  of  water  to  infinity, 
but  so  small  in  quantity  as  to  be  impossible  to  measure  in  the  great  weight 
of  liquid  present.  For  example,  if  one  B.T.U.  were  liberated  in  100  lbs.  of 
solution,  the  temperature  rise  would  be  somewhere  near  1/100**  F.,  and  to 
detect  this  in  the  presence  of  radiation  and  conduction  influences,  and  make 
allowance  for  the  heat  of  stirring,  would  be  difficult. 

For  engineerijag  purposes,  however,  it  may  be  accepted  that  the  heat  of 
absorption  of  a  pound  of  ammonia  is  constant  if  the  weight  of  water  is  large; 
its  value  as  determined  by  Thomsen  is  8430  calories  per  gram  molecule  of  NH3, 
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(9    8430\ 
^X-T=- 1=893  B.T.U.  per  pound.    This  value   is 

accepted  and  defined  as  the  heat  of  complete  absorption  for  the  want  of  a  better 
term,  and  in  view  of  the  desirability  of  distinguishing  it  from  the  beat  of  absorb- 
tion  in  smaU  amounts  of  water  or  in  solutions  already  containing  appreciable 
amounts  of  ammonia,  which  will  be  designated  as  heat  of  partial  absorption. 

Experiments  have  further  established  another  important  relation  between 
the  heats  of  dilution  of  solutions  and  their  original  strength.  According  to 
this,  solutions  behave  like  ammonia  itself  with  respect  to  pure  water  and  lib- 
erate a  little  heat  when  a  little  water  is  added,  more  with  larger  amounts 
attaining  a  constancy  for  veiy  large  amounts  of  water.  Thus  a  solution  of  a 
given  ammonia  strength,  it  may  be  assumed,  will  always  liberate  the  same 
amount  of  heat  when  diluted  with  water,  if  the  total  amount  of  water  after 
dilution  exceeds  about  two  hundred  times  the  weight  of  ammonia  present. 
This  heat  per  pound  of  NH3  contained  will  be  designated  as  the  heat  of  com- 
plete dihdion,  and  is  defined  as  the  heat  liberated  when  a  solution  containing 
1  lb.  of  ammonia  in  a  given  amount  of  water  is  completely  diluted  with  water, 
or  brought  to  the  condition  of  200  lbs.  or  more  of  water  per  pound  of  ammonia 
contained. 

There  is  a  rational  relation  between  these  three  heats,  that  of  complete 
absorption,  which  is  a  constant,  that  of  complete  dilution^  which  depends  only 
on  the  original  ratio  of  ammonia  to  water,  and  that  of  partial  absorption, 
which  is  a  function  of  the  character  of  solution  receiving  it,  or  if  pure  water, 
the  amount.    This  relation  is 


Heat  of 
complete    \  = 
labsorption^ 


(Heat  of  partial  abaoiption)     ^ 

(+Heat  of  complete  dilution)  ^  ^   v      / 


Numerical  values  for  heats  of  partial  absorption  are  entirely  lacking,  but 
Berthelot  has  given  ten  values  for  the  heats  of  complete  dilution  for  solutions 
containing  from  1  lb.  of  water  per  pound  of  ammonia,  to  a  little  over  one 
hundred,  but  at  only  one  temperature,  57**  F. 

BERTHELOT'S  DATA  ON  HEATS  OF  CX)MPLETE  DILUTION  OF  AMMONIA 

SOLUTIONS 


Original  eolu* 

Original  Solu- 

tion, 1  lb.  Am- 
monia in  (to) 

When  Completely  Diluted  gives 

tion,  1  lb.  Am- 
monia in  (to) 

When  Completely  Diluted  gives 

lbs.  Water. 

lbs.  Water. 

1.04 

136] 

3.76 

34 

1.06 

134 

6.11 

22 

1.13 

124 

B.T.U.  per  lb.  ammonia 

10.06 

2 

B.T.U.  per  lb.  ammonia 

1.98 

61 

67.39 

0 

3.18 

41 J 

116.47 

oJ 

Berthelot's  results  are  given  in  the  preceding  table,  from  which  he  derives 
a  general  law  of  relation  given  by  the  following  formula  Eq.  (578) : 


LATENT  HEAT— GAS  AND  VAPOR  MIXTURES 


337 


142  ^ 

Heat  of  complete  dilution,  B.T.U.  per  lb.  NH3=^^^=^  (Berthelot).  .    (578) 

The  agreement,  is  not  very  good  for  larger  values  of  w  than  4  or  5,  which  is 
unfortunate,  as  commercial  ammonia  lies  between  one  part  ammoma  to  nine 
parts  water,  or  ti;  ==  9,  and  one  part  ammonia  to  39  parts  water,  or  ti^ = 39.  Never- 
theless, engineers  have  been  using  this  formula  in  these  doubtful  ranges  for 
some  years. 

By  means  of  the  few  but  probably  accurate  figures  given  by  Thomsen  and 
experimentally  determined  by  him  it  is  possible  to  check  this  practice.  He 
measured  not  the  heat  of  complete  dilution,  as  did  Berthelot,  but  the  heats  of 
partial  dilution,  and  the  manner  in  which  his  data  merge  into  those  of  Berthelot, 
make  the  combined  results  of  increased  value  because  of  the  difference  in 
method.  Thomsen  added  a  limited  amount  of  water  to  a  solution  of  ammonia 
containing  3.39  lbs.  water  per  pound  of  ammonia  and  measured  the  heat, 
which  was  not  the  heat  of  complete  dilution.  With  the  following  results  : 

THOMSEN'S  DATA  ON  HEATS  OF  PARTIAL  DILUTION  OF  AMMONL^ 

SOLUTIONS 


Original  Solution. 
1  lb.  Ammonia  in  (to)  Iba.  Water. 

Final  Solution. 
1  lb.  Ammonia  in  (to)  lbs.  Water. 

B.T.U.  per  lb.  Ammonia  Absorbed 
by  the  Ammonia  Solution. 

W  = 

[3.39 
3.39 
3.39 

W 

r 19.27 
29.86 
56.33 

+34 
+37 
+40 

These  results  have  been  fitted  into  those  of  complete  dilution  by  the  relations 
of  Eqs.  (579)  and  (580),  and  by  the  introduction  of  one  assumption. 


'  Heat  of  complete  dilu- 
tion of  original  am- 
monia solution  per 
lb.  NHt 


'  Heat  of  partial  dilution 
from  original  to  some 
g;reaterwater  content 
per  lb.  NHt. 


+ 


'  Heat  of  complete 
dilution  of  the 
new  solution 
per  lb.  NHt. 


(579) 


or 


fHeat  of  complete  dilu-' 
tion  of  new  solution 
per  lb.  NHt. 


I  Heat  of  complete  dilu-' 
tion  of  original  solu- 
tion per  lb.  NHt. 


I  Heat  of  partial  dilution' 
from  original  to  final 
solution  per  lb.  NHt. 


(580) 


If  the  heat  of  complete  dilution  of  the  original  solution  containing  3.39  lbs. 
water  per  pound  ammoma  be  taken  from  the  Berthelot  equation,  its  value  is 
42;  assuming  this  to  be  correct  it  may  be  introduced  in  Eq.  (580)  as  a  constant, 
giving  with  tiie  Thomsen  figures  the  following: 

'[Heat  of  complete  dilution  1  fHeat  of  partial  dilution] 

of  new  solution,  per  lb.  |   »42  -   |     from  original  to  final  [ 
NHf  J  I    solution  per  lb.  NHi.J^ 

Heat  of  complete  dilution  per  pound  NH3  with 

(ii>= 19.27)  =42-34  (Thomsen) =8; 
(w=29.86)  =42-37  (Thomsen)  =5; 
(i(?=56.33)  =42-40  (Thomsen)  =2. 


Heat  of  partial  absorption 
in  w  lbs.  water  B.T.U. }  = 
per  lb.  NH|. 
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These  three  new  points  have  been  plotted  and  agree  well  with  curve  obtained 
from  the  Berthelot  equation^  better  even  than  the  original  Berthelot  points 
themselves,  so  that  Thomsen's  partial  dilution  figures  seem  to  confirm  Berthe- 
lot's  complete  dilution  data,  and  Eq.  (578)  msiy  be  taken  as  truly  representative 
of  the  heat  of  complete  dilution  of  ammonia  solutions  and  indirectly,  of  course, 
heats  of  partial  dilutions  as  well. 

Heats  of  absorption  are  more  often  needed  in  practical  problems  than  heats 
of  complete  or  partial  dilution,  but  these  heats  follow  on  the  assmnption  that  the 
fieat  of  complete  absorption  must  be  equal  to  the  sum  of  the  heaJt  of  partial  absorp^ 
tion,  and  the  heat  of  complete  dilution  of  the  solution  so  formed.    Hence 

Heat  of  complete  1  Heat  of  complete  dilution  by ' 

absorption  in  ex-  I  excess  water   of   solution 

cess  water  B.T.U.  f  1    with  w  lbs.  water  per  lb. 

per  lb.  NH,.        j  [  NH,,  B.T.U.  per  lb.  NH,.  J 

( Heat  of  partial  absoiption  in  water  1  jj.oqo    142.5  -.^ 

^'  1     B.T.U.  per  lb.  NH,  absorbed       ^  "   w ^     ^ 

Most  important  are  the  heats  liberated  when  ammonia  is  absorbed  not 
by  water  but  by  weak  ammonia  solutions  themselves,  and  these  heats  of  partial 
solution  of  ammonia  in  ammonia  solutions  are  obtainable  from  the  data  already 
established  by  a  comparatively  simple  relation.  In  this  case  there  are  two 
different  solutions  in  question,  an  original  one  which  becomes  the  second  one 
on  receiving  more  ammonia.  If  the  water  received  all  the  ammonia  contained 
in  the  second  solution  a  certain  quantity  of  heat  would  be  liberated,  and  it  must 
be  equal  to  the  total  amount  liberated  by  absorption  of  the  first  ammonia  in 
the  water,  and  by  the  absorption  of  the  second  ammonia  in  the  resulting  solu- 
tion, whence  this  last  quantity  is  obtainable  by  differences  between  the  heats  of 
partial  solution  of  ammonia  in  water  alone. 

Let  u;=lb8.  water  per  lb.  ammonia  in  original  solution  which,  therefore,  consists  of 

w+l  lbs.  solution,  1  lb.  of  ammonia  and  w  lbs.  of  water. 
A»lbs.  anmionia  added  per  lb.  ammonia  already  present,  making  new  solution 

containing  w  lbs.  of  water  and  A+l  lbs.  of  anmionia  or  ■    ,  -  lbs.  water 

A-f-l 

per  lb.  ammonia  in  w+A+l  lbs.  of  solution. 

(Heat  of  partial  absorption  of  1  lb. 
NH3  by  solution  containing  1  lb. 
NHi  in  w  lbs.  water,  B.T.U.  per 
lb.  NH, 

As  ammonia  solution  strengths  are  often  given  in  terms  of  per  cent  of 
ammonia  present  by  weight,  and  the  heat  of  absorption  in  terms  of  changes  in 
the  per  cent  strength,  the  following  conversion  factors  are  useful: 

Per  cent  anamonia  in  original  solution = iSi  =  — r-7, 

w+r 

Per  cent  ammonia  in  final  solution      ==S2  =  — .   .  ,  ^  , 

w+A+l 


142  ^ 

893-^— ^(A +2).      .    .    (582) 
to 
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Whence  ^^^^^    C<x);    ^=x(^A)    (^)    '    '    •    '    (583) 

These  on  substitution  in  Eq.  (582)  give  the  heat  of  absorption  per  poimd 
of  ammonia  absorbed  to  change  the  per  cent  NH3  from  Si  to  S2. 

I  Heat  of  partial  absorption  of  1  lb. )  /     S  S       \ 

of  NH3  in  a  solution  containing  [  =  893  — 142.5  ( jrr^  ^  „  +T?v^ — c")*     •  (^84) 
llb.NH3  m  wlbs.  water,  B.T.U. )  \lUU-/bi     lUU-ib2/ 

When,  however,  the  absorbed  ammonia  is  to  be  driven  off  from  the  solution  by 
heating  it,  the  discharge  will  consist  partly  of  ammonia  vapor  and  partly  water 
vapor,  so  the  heat  of  liberation  of  a  given  amount  of  ammonia  from  solution  will 
be  in  practice  that  for  the  ammonia  and  equal  to  what  would  be  liberated  by  its 
absorption,  and  also  in  addition,  the  heat  of  vaporization  of  the  water  vapor. 
When,  as  in  absorption  refrigerating  machine  generators,  the  discharged 
vapors  meet  incoming  solution  and  are  thereby  partly  condensed,  prac- 
tically all  except  perhaps  2  per  cent  of  the  heat  of  vaporization  of  water  vapor  is 
returned,  and  the  net  heat  of  ammonia  tiberation  is  not  materially  different 
from  the  value  for  absorption.  If  this  is  not  done  a  correction  must  be  intro- 
duced for  the  water  vapor. 

To  assist  in  the  solution  of  problems  on  the  amoimt  of  non-condensible 
gases  to  be  handled  by  dry  vacuum  pumps  serving  steam  condensers,  and  on 
the  change  in  the  composition  of  gases  when  scrubbed  by  water  in  the  course 
of  cooling  and  cleaning  after  manufacture,  a  table  of  solubilities  of  various  gases 
in  water  is  given  in  the  Handbook  of  Tables,  as  compiled  from  various  sources 
and  reported  in  the  Smithsonian  physical  tables.  The  numbers  in  the  tables 
are  volumes  of  standard  gas,  that  is,  gas  measured  at  32°  F.  and  1  atm.  pressure 
per  unit  volume  of  water,  though  they  are  at  a  different  volume  as  absorbed 
or  when  absorbed  at  the  temperature  given.  The  pressure  of  the  solution  is 
in  every  case  29.92  ins.  Hg  absolute,  and  this  is  the  combined  pressure  of  both 
the  gas  and  the  water  vapor.    See  Tables  XL VI  and  XL VII. 

Example.  In  the  absorber  of  an  ice  naachine  of  the  absorption  typey  a  weak  solu- 
tion of  ammonia  in  water  takes  up  the  ammonia  vapor  coming  from  the  refrigerating 
coils,  the  heat  found  being  removed  by  water.  The  weak  liquor,  as  it  is  called,  is  con- 
tinuously supplied  and  the  rich  liquor  continuously  pumped  away  to  the  generator 
where,  by  heating,  some  of  the  ammonia  vapor  is  driven  off  to  the  condenser.  As- 
suming the  action  in  the  absorber  to  be  merely  one  of  ammonia  dissolving  in  a  weak 
solution  and  that  no  water  vapor  leaves  the  generator,  what  will  be  the  heat  produced 
in  the  absorber  and  needed  in  the  generator  per  pound  of  ammonia  for  the  fol- 
lowing assumed  conditions:  Weak  solution,  15  per  cent  NH3;  strong  solution,  30  per 
cent  NH3;  temperature  in  absorber,  80°  F. 

From  Eq.  (584),  the  heat  of  absorption  per  lb.  of  ammonia  absorbed  will  be 

where  Si  and  ^2  are  the  per  cents  of  ammonia  in  weak  and  rich  solutions,  respectively, 


or 


0=893-142.5^^+^)  =807  B.T.U.  per  lb.  NH3  absorbed. 
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Prob.  1.  Ammonia  is  being  absorbed  by  water  at  a  temperature  of  100®  F.  The 
solution  contains  10  per  cent  of  ammonia.  If  the  total  pressure  is  15  ins.  of  Hg,  what 
part  of  this  is  due  to  foreign  gases,  what  part  to  ammonia  and  what  part  to  water 
vapor? 

Prob.  2.  How  many  cubic  feet  and  how  many  poimds  of  the  following  gases  can 
be  separately  dissolved  in  1000  gallons  of  pure  water  at  atmospheric  pressure  and  a 
temperature  of  50°  F. — ^air,  carbon  dioxide,  and  hydrogen?  How  would  the  results 
be  changed  if  the  pressure  were  doubled?    If  the  temperature  were  doubled? 

Prob.  3.  When  either  water  or  ammonia  is  added  to  an  ammonia  solution,  heat 
is  evolved.    Explain  why  this  is  so. 

Prob.  4.  Ammonia  is  being  absorbed  by  a  stream  of  running  water,  there  being 
5  lbs.  of  water  per  pound  of  ammonia.  What  will  be  the  heat  developed  per  pound 
of  ammonia  liquor  formed? 

Prob.  6.  Ten  pounds  of  the  above  solution  receives  an  additional  pound  of  am- 
monia.   How  much  heat  is  generated  by  this  action? 

Prob.  6.  A  solution  containing  10  .per  cent  of  ammonia  receives  an  addition  of 
another  10  per  cent.  What  was  the  amount  of  heat  developed  per  pound  of  ammonia 
and  per  pound  of  solution  when  the  second  portion  of  the  ammonia  was  added? 

Prob.  7.  The  pressure  in  the  absorber  of  an  ammonia  absorption  machine  is  one  at- 
mosphere and  the  temperature  is  SO^  F.  What  is  the  maximum  per  cent  of  am- 
monia which  can  be  absorbed  by  the  water? 

Prob.  8.  The  generator  is  working  under  a  pressure  of  125  lbs.  per  square  inch 
gage  and  the  heat  is  supplied  by  a  steam  coil  in  which  the  pressure  is  30  lbs.  per  square 
inch  gage.  What  per  cent  of  ammonia  will  be  left  in  solution  after  passing  through 
the  generator  and  about  how  much  steam  must  condense  per  Ib.'NHs  discharged? 


CHAPTER   IX 

CHANGE  OF  CHEMICAL  STATE  WITH  HEAT.    COMBUSTION  AND 

HEAT  TRANSMISSION. 


76.  Combustion  and  Related  Reactions.  Relative  Weights  and  Volumes 
of  Substances  and  ElementSi  before  and  after  Reaction.  Not  only  may 
matter  assume  the  three  states  of  solid,  liquid  and  vapor  separatelyi  in  pairs 
simultaneously,  or  even  all  three  together  with  various  accompanying  or  causal 
temperature,  pressure,  or  heat  content,  conditions,  without  chemical  change 
of  the  matter  itself,  but  matter  may  change  in  kind.  As  Mellor  puts  it — 
"  matter  appears  to  be  endowed  with  properties  in  virtue  of  which  two  or 
more  disimilar  substances,  when  brought  into  close  contact,  give  rise  to  other 
forms  of  matter  possessing  properties  quite  distinct  from  the  original  substance. 
The  process  of  change  is  called  a  chemical  reaction."  Chemical  changes  are 
assumed  to  be  characterized  by  molecular  rearrangement  according  to  which 
molecules  of  elements  may  divide  into  atoms  and  the  separated  atoms  of  one 
combined  with  those  of  another  element,  to  form  a  molecule  of  a  new  sub- 
stance to  be  called  a  compoimd.  Similarly,  the  molecules  of  compounds 
may  split  and  re-associate,  part  of  one  with  part  of  another,  to  make  a 
new  compoimd,  or  a  single  compound  may  split  up  into  its  elements  which 
remain  separated,  the  last  case  being  generally  termed  dissociation.  All  three 
classes  of  change  of  substance  are  classifiable  as  chemical  reactions,  and  there  is 
really  no  very  ri^d  line  to  be  drawn  between  the  sub-classes  of  reaction  known 
as  combination  and  dissociation  except  when  applied  to  the  same  substances, 
in  which  case  one  is  the  reverse  of  the  other.  The  complete  or  partial  destruc- 
tion of  a  substance  as  such  is  commonly  termed  decomposition  as,  for  example, 
when  hydrocarbon  constituents  of  coal  volatile,  or  liquid  fuel,  are  changed  by 
excessively  high  temperatiu'e  into  free  carbon,  and  other  hydrocarbons  or 
even  free  hydrogen. 

Every  chemical  change  whether  of  combination  or  dissociation  is  accompanied 
by  a  heat  change  of  the  system  or  group  of  substances.  When  the  reaction 
is  such  that  heat  is  set  free,  tending  to  raise  the  temperature  of  the  reacting 
mass  unless  it  be  carried  away  as  liberated,  the  reaction  is  classed  B&exothermic, 
On  the  contrary,  those  reactions  that  are  accompanied  by  heat  absorption, 
tending  to  lower  the  temperature,  unless  heat  be  added  to  supply  the  absorp- 
tion, are  classed  as  endoihermic. 

It  appears  then  that  every  reaction  tends  to  change  the  temperature  of  the 

system,  causing  it  to  rise  or  fall  according  as  the  reaction  is  exothermic  or 

endothermic,  except  in  the  one  case  where  several  reactions  occur  simulta- 
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neously,  in  which  all  the  exothermic  set  free  just  enough  heat  to  supply  what 
is  required  for  the  endothermic. 

The  most  important  reaction  in  engineering  is  combustion,  defined  as  the 
chemical  reaction  between  fuels  and  the  oxygen  of  the  air,  which  is  exothermic 
or  heat  liberating,  and  the  source  of  practically  all  the  heat  used  in  engines  for 
conversion  into  work.  Combustion  is  often  classed  as  an  oxidation  process,  and 
is  thus  distinguished  from  another  important  engineering  class  of  related  reactions 
— reduction  or  the  reverse  of  oxidation,  the  most  prominent  case  of  which  is 
the  change  from  carbon  dioxide  to  carbon  monoxide  in  gas  producers,  and 
in  a  lesser  degree  in  furnaces,  according  to  which  there  is  a  reduction  of 
oxygen  content  per  molecule;  this  process  is  endothermic.  The  formation  of 
carbon  monoxide  directly  from  carbon  by  its  oxidation,  is  sometimes  defined 
as  partial  combustion  of  carbon  or  incomplete  oxidation  because  the  product, 
carbon  monoxide,  may  further  oxidize  or  bum  to  carbon  dioxide  by  taking 
up  more  oxygen.  The  substances  produced  by  the  partial  combustion  or  partial 
oxidation  of  one  fuel  element  may  also  be  considered  as  the  result  of  the  dis- 
sociation or  reduction  or  deoxidation  of  the  substances  produced  by  its  complete 
combustion.  Ordinarily,  partial  combustion  and  reduction  are  considered 
as  reverse  processes  producing  the  same  substances,  by  (a)  exothermic  reaction 
of  the  primary  substance  in  partial  combustion,  and  (6)  the  endothermic  deoxi- 
dizing reaction  of  the  products  of  complete  exothermic  reactions  of  the  same 
primary  substances.  It  is  also  common  to  consider  only  the  reaction  of  a  sub- 
stance or  so-called  fuel  element  with  oxygen,  as  combustion  and  other  processes, 
whether  involving  oxygen  or  not,  as  related  reactions.  Thus,  carbon  combining 
with  oxygen  to  form  carbonic  acid  is  complete,  and  carbon  combining  with 
oxygen  to  form  carbon  monoxide  incomplete  combustion  of  carbon,  while  carbon 
monoxide  and  steam  reacting  can  hardly  be  considered  as  combustion,  and  is 
best  classified  as  a  related  reaction. 

The  number  of  elements  entering  into  combustion  and  related  reactions 
is  small,  but  the  number  of  possible  substances  and  reactions  between  them  is 
very  large.  The  prediction  of  just  what  reactions  will  take  place  between  various 
groupings  or  mixtures  of  these  substances  is  extremely  difficult  and  in  some 
cases  quite  impossible.  The  study  of  possible  reactions  has  become  the  province 
of  physical  chemistry,  especially  when  the  conditions  controlling  the  result 
are  also  subjects  of  study.  These  conditions  include  the  temperature,  pressure, 
electrical  state  and  the  mutual  relation  of  the  elementary  compounds  present,  and 
the  relation  of  these  various  conditions  to  the  primary  and  resultant  substances; 
the  intermediate,  successive,  simultaneous  or  parallel  reactions  constitute 
the  subject  matter  of  the  study  of  chemical  equilibrium.  If  chemical  equiUb- 
rium  were  better  understood,  it  would  be  possible  to  predict  the  resultant 
from  primary  substances  for  specified  conditions,  but  at  the  present  time  this 
is  quite  impossible.  Even  though  the  exact  prediction  of  the  direction  in 
which  reaction  would  proceed  in  an  ordinary  complex  system  and  the  extent 
to  which  it  would  go  in  that  direction,  were  made  possible  by  a  more  complete 
thermochemistry  than  now  exists,  it  would  not  be  of  much  use  in  engineering, 


COMBUSTION  AND  HEAT  TRANSMISSION  343 

because  it  is  seldom  possible  to  define  the  conditions  that  are  present  or  to  be  met 
For  example,  in  gas  producers,  solid  coal,  air  and  steam  are  the  primary  materials 
and  the  product  or  result  of  their  mutual  reaction  is  a  combustible  gas;  but 
it  is  not  possible  to  predict  and  control  the  exact  composition  of  this  gas,  nor 
will  it  in  all  probability  ever  be  possible,  because  it  would  first  be  necessary 
to  fix  the  chemical  and  thermal  character  of  the  coal,  air  and  steam,  to  fix 
their  relative  quantities,  to  maintain  an  absolutely  uniform  fuel  bed  as  to 
size,  porosity  and  quality,  with  some  other  conditions  equally  elusive. 

It  must  be  understoody  therefore,  that  while  the  possibility  or  even  probability 
of  certain  reactions  taking  place  may  be  known,  it  is  quite  impossible  to 
predict  just  what  wiU  happen,  or  what  products  wiU  resrdt,  when  a  given 
group  of  primary  substances  mutually  react,  so  thai  many  important  problems 
of  combustion  in  boiler  furnaces  and  gas  producers  cannot  be  solved  except  by 
approximation. 

The  approximation  takes  the  form  of  a  calculation  which  is  exact,  based 
on  an  hypothesis  which  does  not  represent  the  facts  of  the  case.  That  is, 
engineering  calculations  about  combustion  are  always  to  be  prefaced  by  a 
statement  that  certain  substances  are  going  to  change  completely  or  within 
a  given  degree  to  certain  others,  whether  they  will  or  not.  Furthermore,  the 
substances  must  be  defined  chemically  by  their  symbols,  and  then  will  it  be 
possible  to  calculate  the  relative  weights  and  volmnes  of  the  various  substances 
that  can  so  react,  the  corresponding  relative  weights  and  volumes  of  the  products, 
and  the  heat  hberated  or  absorbed,  but  not  otherwise.  It  is  quite  important 
that  too  much  confidence  be  not  put  in  these  results,  which  are  no  more 
nearly  correct  than  is  the  assumption  of  what  substances  are  to  be  formed. 

From  the  study  of  chemical  equilibrium  a  few  principles  for  guidance  have 
been  developed  that  help  a  Uttle  but  not  very  much.  For  example,  van't 
Hoff's  "  law  of  movable  equilibrium  "  says  that  when  the  temperature  of  a  system 
is  raised  reaction  takes  place  which  is  accompanied  by  absorption  of  heat, 
and  conversely.  Another  similar  law  is  to  the  effect  that  a  rise  of  pressure  in 
a  system  in  equilibrium  causes  that  reaction  which  is  accompanied  by  a 
reduction  of  volimie.  There  are  more  of  this  character  but  they  are  entirely 
too  general  to  make  it  possible  to  avoid  the  procedure  adopted  by  engineers 
of  assuming  the  kind  of  reaction,  and  then  calculating  quantities  and  heats 
that  should  and  would  accompany  it,  if  it  did  take  place;  however  crude  this 
may  look  it  is  very  useful,  and  in  most  cases-  sufficiently  satisfactory  consider- 
ing the  knowledge  of  other  conditions  to  be  met. 

Carbon  and  hydrogen  are  the  only  chemical  elements  of  fuel  value,  and  all 
commercial  fuels,  including  wood,  peat,  lignite,  bituminous  and  anthracite 
coals,  charcoal,  coke,  crude  petroleum  oils  with  their  distillates,  gasolene, 
kerosene,  and  their  residues,  tars,  heavy  oils,  alcohols,  benzole,  a  bituminous 
coal  product,  natural  gas  as  well  as  blast  furnace,  carbureted  and  uncar- 
bureted  water  gas,  coal  gas,  producer  gas,  and  oil  gas,  are  compounds, 
mixtures  and  mixtures  of  compounds  of  these  fuel  elements,  with  oxygen 
in  some   cases.     The  one  exception  is  sulphm*,  which  exists  in  many  solid, 


344  ENGINEERINa  THERMODYNAMICS  ' 

liquid  and  gaseous  fuels  as  an  impurity,  but  which  also  has  some  small 
fuel  value. 

This  being  the  case,  the  number  of  products  to  be  formed  by  the  complete 
combustion  of  fuel  is  also  small,  and  includes  only  carbon  dioidde  and  water 
vapor,  with  the  nitrogen  carried  by  the  air,  and  a  small  amount  of  sulphur 
compounds,  often  ignored. 

The  process  of  reaction,  whether  combustion  or  one  of  the  related  ones, 
is  to  be  described  by  the  usual  chemical  equation  which  has  the  additional 
fflgnificance  of  showing  the  relative  weights  involved  directly,  because, 

(a)  The  total  number  of  atoms  of  each  chemical  element  on  each  side  of 
the  equation  must  be  the  same. 

(b)  The  sum  of  the  products  of  the  atomic  weight  of  each  atom  and  the 
number  present  must  be  the  same  on  each  side  of  the  equation. 

This  is  the  same  as  saying,  (a)  that  the  total  weight  of  hydrogen  in  the  prod- 
ucts must  be  the  same  as  the  total  weight  of  hydrogen  in  the  original  mixture 
and  so  also  for  the  other  elements,  and  (b)  the  total  weight  of  the  original  mixture 
of  reacting  substances  must  be  the  same  as  that  of  the  products. 

Natural  fuels,  while  sometimes  consisting  of  simple  elements  like  carbon 
or  hydrogen  alone,  or  simple  compounds  like  carbon  monoxide  or  methane  alone, 
are  more  often  mixtures.  Their  reaction  equations  are  then  to  be  derived 
from  combinations  of  the  equations  representing  the  reactions  of  elements  and 
of  compounds  with  oxygen  or  with  each  other. 

These  and  any  other  reactions  are  characterized  by  definite  weight  rela- 
tions which  are  given  directly  by  the  reaction  equation  by  introducing  the 
weight  of  each  element  from  a  table  of  atomic  weights,  and  for  this  purpose 
the  nearest  whole  nimiber  is  close  enough.  For  example,  the  complete  com- 
bustion of  hexane,  C6Hi4|  the  main  constituent  of  gasolene,  to  carbon  dioxide 
and  water,  is  given  by, 

2C6Hi4+1902=12C02+14H20,    or    C6H4+t02=6C02+7H20. 

This  may  be  interpreted  as  follows,  takmg  the  atomic  weight  of  C=12,  of 
H«l,  andof  0«16. 


(6X12=72)  lbs.  carbon 
+  (14X1  =  14)  lbs.  hydrogen 
+ (9i  X  2  X 16  =  304)  lbs.  oxygen 


make 


(6X12=72)  lbs.  carbon 
+(6X2X16  =  192)  lbs.  oxygen 
+ (7  X  2  X 1  =  14)  lbs.  hydrogen 
+(7X16=1 12)  lbs.  oxygen 


or  (72+14=86)  lbs.  hexane        \  ^.^  /      (72+192=264)  lbs.  carbon  dioxide 
+  (304)  lbs.  oxygen  /  ™^®  I  +(14+112  =  126)  lbs.  water  vapor 

It  might  also  be  said  from  the  same  data  that, 

1  lb.  hexane  completely  burned  with  oxygen  yields  -^  lbs.  products. 

1  lb.  oxygen  will  completely  bum  ^  lbs.  hexane  and  yield  ^  lbs.  products. 

This  particular  example  can  be  analyzed  in  another  way,  yielding  a  general 
expression  for  the  combustion  of  an  analyzed  fuel. 

Fuel  analyses  are  reported  in  two  ways:   (a)  Proximate,  giving  per  cent  of 
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each  independent  compound,  or  separately  determined  constituent  substance; 
(b)  ultimate,  giving  the  per  cent  of  each  chemical  element.  Applying  this  dis- 
tinction to  the  original  mixture  of  hexane  and  oxygen  and  its  products,  the 
proximate  analyses  are: 

86 


Original  mixture 


Products 


Hexane 

Oxygen 
Total 

Carbon  dioxide 
Water  vapor  or  liquid = 


390 

304 
390 

264 
390 

126 
390 


=  22.1  %  by  weight. 

=  77.9  %  by  weight. 
100.00% 

=  67.6  %  by  weight. 

=  23.4  %  by  weight, 
100.00% 


Total 

Udng  the  ultimate  analjrsis  method  of  designation  for  mixtures  and  products 

72 


Original  nuxture 


Products 


Carbon  (in  hexane)     = 

Hydro,  (in  hexane)      = 

Oxygen  (free) 
Total 

Carbon  (in  CO2) 

Hydrogen  (water) 

Oxygen  (in  CO2) 

Oxygen  (water) 

Total 


390 

ii 
390 

304 
390 


72^ 
390 

ii 
390 

192 
390 

112 
390 


=  18.4  %  by  weight. 


=     3.6  %  by  weight. 


=  78.0  %  by  weight. 
100.00% 

=  18.4  %  by  weight. 


=     3.6  %  by  weight. 


=  ^=  78.0  %  by  weight. 


100.00% 


Neither  combustion  nor  its  related  reactions  take  place  with  oxygen  alone, 
but  with  air  containing  oxygen,  23.2  per  cent,  and  nitrogen,  76.8  per  cent 

by  weight,  each  pound  of  oxygen  carrying  with  it  ^=3.31  lbs.  of  nitrogen 

or  existing  in  4.31  lbs.  of  air.  The  nitrogen  is  generally  considered  neutral, 
though  it  may  form  compounds  with  hydrogen,  such  as  ammonia  directly, 
or  with  oxygen,  such  as  nitrous  oxide  if  conditions  are  right.    If  neutral,  it 
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has  the  effect  of  changing  the  weight  of  the  mixture  by  an  amount  depending 
on  the  proportion  of  oxygen  that  came  from  air. 

"  {  "St'  iitS  o1  o^^f  -*»  }  -  3.31  (wt  Of  ox„^  pre^t). 

This  will  add  in  the  present  case  304X3.31  =  1006  lbs.  of  nitrogen  in  the 
combustion  of  one  molecule  or  86  lbs.  of  hexane,  the  sum  of  304  lbs.  of  oxygen 
and  1006  lbs.  of  nitrogen,  giving  1310  lbs.,  the  weight  of  air  required,  and 
raising  the  total  weight  of  the  mixture  to  1396  lbs.  The  per  cent  of  the 
various  constituents  of  the  mixture  and  products  is  now  changed,  but  the 
amoimt  of  change  is  quickly  computed.  All  these  relative  numbers  can  be 
conveniently  stated  in  tables  of  conversion  factors,  such  a  table  for  hexane 
being  given  below  as  a  type  form,  useful  in  every-day  work  when  it  is  nec- 
essary to  make  repeated  calculations  with  some  one  fuel. 

Table  III 

CONVERSION  FACTORS  FOR  WEIGHTS  IN  THE  COMPLETE  COMBUSTION  OF 
HEXANE  WITH  AIR  TO  WATER  AND  CARBON  DIOXIDE 


Original 

Final 

Hexane 

Oxvgen 

Nitrogen 

Air. 

Carbon  Di- 

Water 

Mixture. 

Mixture. 

C«Hi«. 

Nt. 

oxide  COi. 

HsO. 

1306. 

1396. 

86. 

304. 

1006. 

1310. 

264. 

126. 

1. 

1. 

.0616 

.218 

.720 

.938 

.189 

.091 

16.22 

16.22 

1. 

3.54 

11.68 

15.22 

3.07 

1.46 

4.59 

4.59 

.283 

1. 

3.31 

4.31 

.87 

.41' 

1.387 

1.387 

.085 

.302 

1. 

1.302 

.262 

.125 

1.066 

1.066 

.066 

.232 

.768 

1. 

.202 

.096 

5.29 

5.29 

.326 

1.15 

3.81 

4.96 

1. 

.48 

11.08 

11.08 

.683 

2.42 

7.98 

10.40 

2.10 

1. 

The  average  analysis  of  pure  air  is  given  by  Parkes  as  being  02  =  20.96  per 
cent;  CO2  =  .04  per  cent;  N2  =  79.00  per  cent  by  volume,  giving  02=23.20 
per  cent;  CO2  =  .06  per  cent;  N2  =  76.74  per  cent  by  weight.  Regarding 
the  CO2  as  negligible,  the  relation  may  be  used  for  the  purpose  of  computations 
of  this  sort,  O2  =  23.2  per  cent  and  N2  =  76.8  per  cent.  On  the  assumption  that 
any  nitrogen  present  came  from  air  and  not  from  any  other  compound,  such 
as  ammonia,  it  must  have  been  associated  with  oxygen  in  the  proportion  3.31 
to  1  of  O2.  The  weight  of  oxygen  on  both  sides  must  be  equal  and  the  weight 
of  air  on  one  side  must  be  4.31  times  the  weight  of  oxygen.    Of  the  nitrogen 

that  is  present  ^-^X(the  weight  of  nitrogen  present)  must  have  come  from  air 

and  the  rest  from  the  other  substances. 

A  much-used  weight  relation  is,  for  the  weight  of  air  products  per  pound 
of  fuel,  and  on  the  assumption  that  H=part  of  hydrogen  by  weight  per 
pound  fuel,  and    C =part  of  carbon  by  weight  per  pound  fuel: 
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(Weightof  airperlb.of  fuel)  =CXj=x4.31-hHx8x4.31  =11.49C+34.46H,  (585) 

qo 
Weight  of  products  per  lb.  fuel=3fC  lbs.  CO2+9H  lbs.  H20+^ 

X3.31C  lbs.  N+8X3.31H  lbs.  N 
=3.67C  in  form  of  CO2+9H  in  form  of  H2O+8.82  C+26.46H  in  form  of  N 
=  12.49C+35.46H, (586) 

for  complete  combustion  in  air  with  no  more  air  supplied  than  enters  into  the 
reaction. 

Most  of  the  practical  problems  concerning  the  relative  amoimts  of  substances 
involved  in  combustion  and  reduction  processes  are  concerned  with  gases,  at 
least  on  one  side  of  the  equation  and  sometimes  on  both.  Direct  combustion 
and  the  gasification  of  fuels  in  producers  and  complete  combustion  in  boiler 
furnaces  yields  gas  mixtures,  the  composition  of  which  is  always  volumetric- 
ally  determined  by  analysis,  while  the  explosive  mixtures  or  primary  working 
substances  of  gas  engines  are  gaseous  initially  and  remain  so  after  com- 
bustion. It  is  quite  necessary,  therefore,  to  transform  the  weight  relations 
of  the  reaction  equation  into  another  form  yielding  volumes.  There  are  three 
ways  of  doing  this,  all  equivalent  and  all  yielding  the  same  result  if  the  constants 
used  are  consistent,  and  if  the  gases  and  vapors  follow  the  Avagadro  law  on 
which  the  most  useful  of  the  methods  depends. 

1.  The  volume  at  standard  conditions  of  any  substance  can  be  found  from 
the  weight  present  by  multipl3mig  that  weight  by  the  specific  volume  of  the 
substances,  in  cubic  feet  per  poimd,  at  standard  condition  of  1  atm.  at  32°  F. 

2.  The  molecular  weight  in  poimds  of  any  gaseous  or  vapor  substance 
assumed  to  follow  Avagadrb's  law  occupies  358  cu.ft. 

3.  The  volumetric  relations  are  given  directly  by  the  coefficients  of  the  sub- 
stance in  the  chemical  equation  when  the  substances  are  gaseous  and  all  enter 
into  the  reaction,  and  when  each  is  expressed  in  terms  of  molecules  present. 

The  first  method  needs  no  explanation  or  further  development  and  the  second 
and  third  are  really  one.  //  in  the  reaction  equations  there  be  written  for 
any  substance  the  number  of  pound  molecules  X^S,  the  product  will  be  the 
volume  of  that  substance  in  the  reaction  in  cubic  feet  at  32°  F.  and  standard 
atmospheric  pressure  of  29.92  ins,  Hg,  if  the  substance  could  so  exist  and 
even  if  not,  the  relation  between  the  volumes  will  hold  at  any  other  simul- 
taneous pressure  and  temperature  for  all.  When  the  substances  all  are  gas- 
eous the  coefficient  of  the  symbol,  representing  the  number  of  molecules, 
indicates  the  relative  volumes  at  once.  Thus,  for  complete  combustion  of 
carbon  with  oxygen  alone,  C+02  =  C02,  or  (one  molecule  of  carbon)  +  (one 
molecule)  of  oxygen  makes  (one  molecule  of  CO2)  or  12  lbs.  carbon +358  cu.ft. 
oxygen  makes  358  cu.ft.  of  CO2.  One  pound  of  carbon  requires  29.8  cu.ft.  of 
oxygen  and  will  make  29.8  cu.ft.  of  CO2  at  32°  F.  and  29.92  ins.  Hg.  Also  for 
hydrogen  2H2+02=2H20,  or  (two  molecules  of  hydrogen) + (one  molecule  of 
oxygen)  makes  (two  molecules  of  water);  or  2  cu.ft.  of  hydrogen+1  cu.ft. 
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oxygen,  makes  2  cu.ft.  gaseous  water;  or  4  lbs.  hydrogen,  requires  358  cu.ft.  of 
oxygen,  hence  1  lb.  of  hydrogen  requires  89.5  cu.ft.  of  oxygen.  For  hexane 
C6Hi4+9J02  =  7H20+6C02,  or  1  cu.ft.  of  hexane  requires  9J  cu.ft.  of  oxygen 
and  makes  7  cu.ft.  of  gaseous  water  and  6  cu.ft.  of  carbon  dioxide.  It  thus 
appears  that  the  volumetric  analysis  of  gaseous  mixtures  or  products  is  given 
simply  by  the  ratio  of  the  number  of  molecules  of  each  substance  to  the  total 
nimiber  of  molecules  present. 

When  the  oxygen  is  to  be  derived  from  the  air  each  cubic  foot  of  oxygen 

79.04 
will  carry  with  it  =3.771  cu.ft.  of  nitrogen  which  is  to  be  added,  or  is  to 

20.96 

be  found  in  4.771  cu.ft.  of  air. 

Prob.  1.  Complete  the  following  equations  for  combustion  with  oxygen  and  with 
air:    CH4+2H2  +  -02=     ;    C6H6  +  -02«     ;    C+3H2+4S+-02=    . 

Prob.  2.  What  will  be  the  weight  of  the  air  needed  in  each  of  the  cases  of  Prob.  1 
and  what  will  be  the  weight  of  the  products?    The  volumetric  composition? 

Prob.  3.  When  1  lb.  of  propylene  is  burned  how  much  air  is  needed  and  what 
is  formed?  What  is  the  proportion  of  each  product  by  weight?  What  would  be  the 
approximate  volume  and  volumetric  composition  of  the  products  at  a  temperature  of 
60°  F.? 

Prob.  4.  After  combustion  the  products  of  a  combustible  mixture  were  found 
to  be  17  cu.ft.  of  nitrogen,  3  cu.ft  of  carbon  dioxide  and  water,  equivalent  to  6  cu.ft. 
of  water  vapor.  What  was  the  composition  prior  to  combustion  and  what  was  the 
volume  at  60°  F.? 

Prob.  6.  Five  lbs.  of  carbon  dioxide,  4  lbs.  of  oxygen,  and  2  lbs.  of  water  would 
result  from  the  combustion  of  how  much  carbon  and  hydrogen?  In  what  amount  of 
oxygen?  What  would  be  the  complete  weight  of  the  products  if  the  combustion  had 
taken  place  in  air? 

Prob.  6.  When  steam  is  passed  through  a  bed  of  hot  coke  the  coke  takes 
the  oxygen  from  the  water  to  fonn  CO  and  the  resulting  gas  is  called  water  gas.  For 
10  lbs.  of  carbon  how  much  gas  by  weight  could  be  made  and  how  much  steam  would 
be  required? 

Prob.  7.  A  sample  of  producer  gas  gave  upon  analysis  the  following  per  cubic  foot: 

Hi  -  .18  cu.ft.    CO  =  .25  cu.ft.    CH*  =  .03  cu.ft.    COj  =  .07  cu.ft.    N,  =  .47  cuit. 

What  will  be  the  cubic  feet  of  air  needed  to  bum  a  cubic  foot  of  the  gas  and  what 
would  be  the  composition  of  the  products? 

76.  Heats  of  Reaction.  Calorific  Power  of  Combustible  Elements  and 
Simple  Chemical  Compounds.  B.T.IT.  per  Pound  and  per  Cubic  Foot  Com- 
bustion of  the  so-called  fuels  is  always  exothermic,  and  the  heat  set  free 
per  pound  of  fuel  is  its  calorific  power.  This  heat  of  reaction  may  also  be 
expressed  per  imit  weight  or  per  unit  volume  of  any  other  element  or  substance 
entering  into  the  reaction,  but  all  are  derivable  from  the  calorific  power  by  the 
weight  and  volume  relations,  flach  is  more  directly  useful  in  some  particular 
calculation,  for  example,  the  B.T.U.  per  cubic  foot  of  combustible  gaseous 
mixture  is  an  important  factor  in  the  mean  effective  pressure  of  gas  engines; 
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also  the  temperature  rise  during  combustion  is  proportional  to  the  B.T.U. 
per  pound  of  products.  To  facilitate  boiler  calculations  and  reduce  the  large 
number  of  B.T.U.'  per  pound  of  fuel,  its  equivalent  evaporative  power  from 
water  at  212^  F.  to  dry  saturated  steam  at  the  same  temperature  is  often  given 
and  is  the  B.T.U.  per  poimd  divided  by  970.4.  This  value  is  described  as 
equivalent  evaporative  power,  the  niunber  of  evaporation  units,  or  as  evap- 
orative power  from  and  at  212°  F. 

All  calorific  powers  can  be  determined  exactly  only  by  direct  experimental 
observations  of  burning  the  fuel  in  water-cooled  calorimeters,  and  the  heat  of 
combustion  is  directly  given  by  the  pound^iegrees  of  the  water  with  a  correc 
tion  for  radiation  during  test,  and  also  for  the  heat  absorbed  by  the  metal 
and  other  parts  simultaneously  heated,  called  the  water  equivalent  of  the 
instrument.  It  is  assiuned  in  calorimeter  tests  that  all  the  substances  are 
brought  to  their  original  temperature  after  combustion,  if  not,  another  cor- 
rection must  be  made  for  the  residual  heat  remaining  in  the  hot  products, 
ash  or  instrument  parts,  which  has  not  been  imparted  to  the  calorimeter. 

It  should  be  noted  that  whenever  hydrogen  bums  to  superheated  water 
vapor  in  a  calorimeter,  the  products  in  cooling  wiU  somewhere  reach  the  satura- 
tion temperature  for  the  pressure  existing.  When  this  point  is  reached  water 
vapor  will  condense  and  the  calorimeter  water  wiU  receive  the  latent  heat 
of  condensation  of  the  water  produced  by  combustion.  If,  for  example,  the 
combustion  proceeded  at  atmospheric  pressure,  as  in  all  gas  calorimeters,  this 
point  would  be  212°  F.,  and  as  the  condensation  proceeds  at  this  temperature 
there  may  be  two  calorific  powers  reported  for  products  of  combustion  cooled 
to  212°  F.,  the  first  for  products  condensed  and  the  second  for  the  products 
not  condensed.  The  former  wiU  be  greater  than  the  latter  by  970.4  B.T.U. 
per  poimd  of  water  condensed  and  not  per  pound  formed  because  all  will  not 
condense  at  any  temperature.  Of  course  this  same  difference  exists  when 
the  products  are  cooled  below  212°,  but  there  is  in  this  case  another  difference, 
inasmuch  as  the  substances  giving  up  heat  to  the  calorimeter  water  are  not 
all  gaseous,  but  a  liquid,  some  fixed  gases  and  some  water  vapor,  a  little  of  which 
continues  to  condense  for  each  degree  drop,  and  this  is  in  contrast  to  the  con- 
ditions above  212°,  where  nothing  but  gases  and  superheated  vapor,  which 
behaves  the  same  as  gases,  are  being  cooled. 

It  is  thus  apparent  that  not  only  may  there  be  two  calorific  powers  for  fuels 
containing  hydrogen,  one  high  and  the  other  low,  but  that  the  exact  measure 
of  the  difference  between  them  per  pound  of  hydrogen  burned  or  per  poimd  of 
water  formed  is  a  question  of  how  far  or  to  what  temperature  the  cooling  be 
carried.  In  view  of  this  possibility  of  more  than  one  interpretation,  it  is 
suflSciently  close  for  engineering  work  of  the  usual  routine  to  accept  as  the  dif- 
ference, 970.4  X  weight  of  water  vapor  formed,  and  this  has  the  advantage  of 
being  definite  and  possible  to  calculate,  even  though  it  may  not  be  absolutely 
in  accordance  with  actual  conditions.  Since  1  lb.  of  hydrogen  makes  9  lbs. 
of  water  in  combustion,  the  weight  of  water  is  nine  times  that  of  the  hydro- 
gen, therefore  it  should  be  accepted  that 
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Difference  between  hicrh      ^^^  ^^v/.i       ^i^  iii,\ 

J  ,  ,    .«  y  =970.4 X9X (weight  of  hydrogen  per  pound  fueU. 

and  low  calorific  power  J  v      e»"  ^      &      i-     i- 


=8734X 


(weight  of  hydrogen 
per  pound  fuel) 


(587) 


Engineers  have  been  forced  to  take  this  difference  into  consideration 
owing  to  the  greatly  increased  use  of  hydrocarbon  gaseous  and  liquid  fuels 
and  the  alcohols,  the  former  for  burning  under  boilers  and  in  internal  com- 
bustion engines  and  the  latter  in  gas  engines  alone.  In  both  of  these  classes 
of  apparatus  the  products  of  combustion  leave  quite  hot,  always  above  212^ 
F.,  so  that  it  may  be  said  with  some  propriety  that  they  did  not  receive  the 
full  heat  of  combustion,  as  reported  by  the  calorimeter,  for  products  reduced 
to  initial  temperature.  On  the  other  hand,  it  may  with  equal  propriety  be 
contended  that  they  have  received  even  less  than  the  low  value  because  the 
products  are  discharged  hotter  than  212^  F.,  but  that  they  should  receive  no 
credit  for  the  difference  which  is  to  be  charged  against  them  because  they  are 
unable  to  utilize  low  temperature  heat.  In  this  book  the  most  commonly 
accepted  practice  will  be  adopted,  and  this  is  to  charge  against  boilers  and  all 
open  or  atmospheric  pressure  fires  or  furnaces  the  high  calorific  power,  and 
against  explosive  combustion  or  that  taking  place  in  closed  chambers  at 
pressures  considerably  in  excess  of  atmosphere  the  low  value  as  previously 
defined. 

Unless  otherwise  defined  calorific  power  will  be  understood  to  mean  the 
heat  liberated  by  combustion  obtained  by  burning  1  lb.  of  fuel  at  constant 
pressure  in  free  oxygen,  both  fuel  and  oxygen  being  at  equal  temperature 
before,  and  products  reduced  to  that  same  temperature  after,  combustion. 
This  is  the  high  value,  but  not  so  named  unless  for  special  reasons.  Con- 
stant volume  combustion  would  yield  a  different  value,  which  some  authori- 
ties insist  on  applying  to  gas  engine  explosions,  but  this  is  hardly  necessary, 
in  engineering,  where  conditions  of  service  are  always  somewhat  imdefined  and 
practical  factors  of  performance  must  be  introduced  to  allow  for  inaccuracies. 

Since  the  mean  specific  heat  of  the  original  fuel  and  oxygen  may  not  be  the 
same  as  that  of  the  products,  it  will  make  some  difference  what  the  base  tem- 
perature of  the  experiment  is.  This  effect  will  be  greatest  in  the  case  of  hydro- 
gen burning  to  water,  liquid  or  vapor,  and  the  fact  is  illustrated  best  by  a  specific 
computation.  Julius  Thomsen  gives  the  experimental  heat  of  combustion 
of  hydrogen  as  being  61,200  B.T.U.  per  pound  hydrogen,  when  the  original 
hydrogen  and  oxygen  are  at  a  temperature  of  18®  C.  or  64**  F.,  and  the  result- 
ing water  brought  to  the  same  temperature.  Since  9  lbs.  of  water  are  formed 
per  pound  hydrogen  the  heat  obtained  from  the  calorimeter,  in  case  the  prod- 
uct, water,  were  finally  at  212®  would  be  less  than  the  above  by  the  dif- 
ference between  heat  of  the  liquid  at  212®  and  at  64®  for  the  9  lbs.  Then  per 
poimd  of  H2  (H2  and  O2  at  64®  F.  burning  to  liquid  water  at  64®  F.)  gives 
61,200  B.T.U. ;  (H2  and  O2  at  64®  F.  bummg  to  liquid  water  at  212®  F.)  gives 
61,200-148X9  =  59,868  B.T.U.    If,  however,  the  original  substances  H2  and 
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O2  are  at  212**  instead  of  64°,  more  heat  would  be  removed  from  the  calo- 
rimeter, by  the  amount  of  heat  necessary  to  raise  the  temperature  of  1  lb.  H2 
and  8  lbs.  O2  from  64°  to  212°  F.  Or  (H2  and  O2  at  212°  F.  burning  to 
Uquid  water  at  212°  F.)  gives  59,868+148(lX3.4+8X.217)  =60,626  B.T.U. 
per  lb.  H2.  If  the  final  products  of  combustion  be  vapor  of  water  at  212** 
instead  of  liquid,  the  (H2  and  O2  at  212°  F.  burning  to  water  vapor  at  212° 
F.)  gives  60,626-9X970.4  =  51,892  B.T.U. 

The  temperature  212°  F.  has  no  significance  when  the  pressure  is  other  than 
atmospheric,  and  in  the  products  of  combustion  there  are  nearly  always 
other  substances  than  water  vapor  present,  so  that  very  rarely  is  the  partial 
pressure  of  the  resulting  vapor  equal  to  standard  atmosphere.  Nevertheless, 
to  conform  to  practice  which  considers  the  difference  between  high  and  low 
value  as  equal  to  the  product  of  the  weight  of  water  vapor  formed  by  the 
latent  heat  at  212°,  and  at  the  same  time  to  be  consistent  with  scientific  informa- 
tion available,  it  will  be  regarded  that  the  expression  '^  high  value  "  for  heat 
of  combustion  of  hydrogen  refers  to  the  figure  60,626  B.T.U.  per  pound  hydro- 
gen, as  derived  above,  while  the  term  "  low  value  "  refers  to  the  figure  51,892 
B.T.U.  per  poimd  hydrogen,  both  being  referred  to  an  arbitrary  base  temperature 
of  212°  F. 

Investigations  by  thermo-chemists  have  shown  that  the  heat  of  com- 
bustion is  determined  not  only  by  the  chemical  elements  that  burn,  but  also 
on  their  molecular  structm^,  whether  a  single  chemical  element  is  involved 
or  a  chemical  compound.  That  is,  assuming  carbon  and  hydrogen  to  be  the 
fuel  elements  in  a  fuel,  its  calorific  power  is  not  equal  to  the  sum  of  the  prod- 
ucts of  these  two  calorific  powers  into  their  respective  partial  weights.  There 
is  a  difference  and  the  difference  is  not  the  same  for  different  compounds,  but 
follows  a  simple  law  for  the  compounds  of  one  series,  like  the  hydrocarbons 
of  the  parafiine  series,  for  example.  Furthermore,  for  carbon  alone  there 
are  several  different  calorific  powers,  that  for  soft,  porous  carbon  being  at  one 
end  and  that  for  crystalline  diamond  at  the  other.  Fortunately,  these  dif- 
ferences are  not  to  be  considered  in  engineering  as  two  successive  samples 
of  the  same  natural  fuel  will  differ  from  each  other  more  than  would  warrant 
fine  corrections  like  that  for  the  carbon.  The  molecular  structure  as  a  cause 
of  difference  is,  however,  useful  in  explaining  the  lack  of  agreement  between 
a  calorimeter  test  which  is  always  conclusive  and  a  calculation  based  on  chem- 
ical composition  and  calorific  power  of  the  elements. 

As  combination  and  dissociation  are  inverse  processes  the  heat  liberated 
by  the  combustion  of  hydrogen  to  form  water,  which  may  be  regarded  as  the 
heat  of  water  formation,  must  be  equal  to  the  heat  necessarily  absorbed  in 
separating  the  water  into  hydrogen  and  oxygen,  whence  the  heat  of  dissocia- 
tion of  a  compound  formed  by  combustion  is  equal  to  the  heat  of  combustion 
of  its  fuel  element.  This  is  important  in  high  temperatttre  work  in  which 
steam  is  often  dissociated  as  hydrogen  is  burned,  and  where  in  successive 
steps  steam  dissociation  and  hydrogen  combustion  may  follow  each  other. 
In  high  temperature  combustion  as,  for  example,  gas  engine  explosions,  it  is 
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quite  possible  that  before  the  fuel  is  burned  entirely  the  temperature  has 
risen  to  the  value  at  which  dissociation  of  products  takes  place,  and  there- 
fore combustion  or  combination  will  be  retarded  until  heat  be  carried  away. 
When  this  occurs,  all  the  heat  of  combustion  does  not  enter  into  the  raising 
of  temperature  indefinitely  but  only  partly  so,  the  rest  acting  as  liberated  to 
mamtain  a  high  temperature  as  heat  is  being  abstracted  or  otherwise  being 
disposed  of. 

As  the  calorific  power  of  a  commercial  fuel  is  a  f imction  of  the  calorific  power 
of  the  carbon,  hydrogen  .and  sulphur  it  contains,  it  is  important  that  their  cal- 
orific powers  be  firmly  established,  and  some  of  the  more  authoritative  values 
are  given  in  Table  LI,  Handbook  of  Tables. 

In  the  case  of  carbon,  which  may  bum  to  carbon  monoxide  or  to  carbon 
dioxide,  it  is  important  that  the  corresponding  reaction  heats  be  consistent. 
This  will  be  the  case  when  the  heat  of  combustion  of  1  lb.  of  carbon  burning 
to  CO,  added  to  the  heat  of  combustion  of  the  amoimt  of  CO  containing  a 
pound  of  carbon,  be  together  equal  to  the  heat  of  combustion  of  carbon  to 

CO2  directly.     One  lb.  of  C  is  contained  in  f|=2.33  lbs.  of  carbon  monoxide 

11  99+15  88 
according   to   atomic  weights   compared  to  0  =  16,  or   —   11  qci — =2.324, 

according  to  atomic  weights  compared  to  H=  1. 
Therefore,  for  atomic  weight  0  =  16. 

f  B.T.U.  per  lb.  C],  {2.333 XB.T.U.  per  Ib.l  _  [B.T.U.  per  lb.  C  | 
1   burning  to  CO  J  "*"  1    CO  burning  to  CO2J      1   bummg  to  CO2  J 

or  for  atomic  weights  H  =  l, 

f B.T.U.  per  lb.  Cl      / 2.324 X B.T.U.  per  Ib.l  _  f B.T.U.  per  lb.  Cl 
[  burning  to  CO/  ""  [  CO  burning  to  CO2  J  "  1  bummg  to  C02l' 

This  is  but  a  special  form  of  the  general  thermo-chemical  law.  The  heat  of 
combustion  of  a  compound  (CO)  together  with  the  heat  of  fonruUion  of  thai  com- 
pound from  its  elements  (C  and  0)  must  be  equal  to  the  heat  of  combustion  of 
the  elements  (C  and  O)  direct  to  the  final  prodvds  CO2  or  the  heat  of  formation 
of  prodvxAs  directly  from  the  elements. 

Taking  the  Favre  and  Silberman  value  for  the  complete  combustion  of 
carbon  to  carbon  dioxide,  which  is  accepted  by  Julius  Thomsen,  as  14,544 
B.T.U.  per  pound  C,  and  Thomsen's  own  value  for  the  heat  of  combustion  of 
CO  to  CO2  as  4369  B.T.U.  per  pound  CO,  the  heat  of  combustion  of  the 
compound  must  be  (using  atomic  weights  C  =  12  and  0  =  16  because  Thomsen 
used  these  values) : 

(B.T.U.  per  pound  C  burning  to  CO2) -2.333  X  (B.T.U. 
per  pound  CO  burning  to  CO2), 
=  14,544-2.333X4369  =  14,544- 10,193  =4351. 


B.T.U.  per  pound 
C  burning  to  CO  = 


From  the  above  it  is  clear  that  the  heat  of  combustion  of  CO  burning 
to  CO2  is  10,193  B.T.U.  per  poimd  of  carbon. 

It  is  evident  from  the  general  law  that  the  heat  of  combustion  of  com- 
pounds, like  the  hydrocarbons  and  alcohols,  cannot  be  computed  from  the  heat 
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of  combustion  of  the  carbon  and  hydrogen  they  contain,  without  correcting  for 
the  heats  of  formation  of  these  compounds  from  their  elements.  These  heats 
are,  however,  fairly  well  determined  for  some  of  the  definite  compounds  that 
are  constituents  of  natural  fuels;  and  among  these  the  most  important  are  the 
hydrocarbons.  Such  figures,  however,  are  not  of  very  much  use  in  the  practical 
work  of  dealing  with  the  volatile  of  coals  or  liquid  fuels  because  it  is  not  pos- 
sible to  tell  precisely  what  hydrocarbons  are  present.  For  all  such  practical 
work  approximate  methods  are  used.  If  the  hydrocarbon  is  represented  by 
the  symbol  C«Hy,  the  heat  of  formation  of  the  products  is  (high  value) 

12Xl4,544a;+60,626i/ 

12x+y 

This  is  the  heat  which  would  be  obtained  by  the  burning  of  that  amount  of 
hydrogen  and  carbon  in  the  free  state  which  exists  in  the  combined  state  in 
the  hydrocarbon,  which  is  not  the  heat  of  combustion  of  the  hydrocarbon, 
since  such  combustion  requires  the  supply  of  heat  of  formation  of  the  hydro- 
carbon itself,  either  positive  or  negative. 

Calculations  dealing  with  the  combustion  of  gases  and  vapors  are  often 
more  conveniently  carried  through,  on  a  volume  rather  than  on  a  weight  basis. 
In  doing  this,  it  is  desirable  to  have  available  the  volumetric  calorific  powers 
of  the  standard  gases  and  vapors  reduced  to  32°  F.,  and  29.92  ins.  Hg  abso- 
lute pressure  even  if  the  particular  compoimd  is  a  Uquid  under  these  con- 
ditions, for  the  proportionality  will  hold  for  higher  temperatures  as  if  it  were 
a  vapor  or  gas.  Gases  reported  for  these  conditions  of  pressure  and  temper- 
ature are  termed  standard,  and  the  reduction  to  this  standard  from  any  other 
pressure  and  temperatmre,  or  to  any  desired  pressure  and  temperature,  is  to  be 
made  on  the  assmnption  of  perfect  gas  behavior. 

Let      P29.92= absolute  pressmre  in  inches  of  mercury  =  (29.92),  of  standard 

gas  or  vapor; 
^32/29.92= volume  in  cubic  feet  per  pound  of  standard  gas; 
<^2/29.ea= density  in  pounds  per  cubic  foot  of  standard  gas; 

B  T.U.  per  lb 
(B.T.U.  per  cubic  foot)32/29.92=    '  Tr         ^=B.T.U.  per  cubic  foot 

1^32/29.92 

standard  gas; 
P=any  other  pressure  in  inches  of  mercury  at  which  the  gas  may 

be  under  study; 
^=any  other  Fahrenheit  temperature; 
V  and  d= corresponding  specific  volume  and  density  for  P  and  t] 
(B.T.U.  per  cubic  foot)  =  corresponding  volumetric  heating  power  for 
P  and  U 

rpVi  -P^        __  P29.92  X  F32/29.92  __  29.92  X  F32/29.92 

^  (^+460)  492  "■  492 

Whence    V ^\^-^^)y-^)yz2m.^2,    and    ^=(^+460) (29:92) '^''/'^•^'' 
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therefore, 


(B.T.U.  per  cu.ft.)  = 


B.T.U.  per  lb. 


,92 


/«+460\  /29.92\  ,. 

V"492-;  v~p~/  '''''• 

(B.T.U.  per  cu.ft.)32/29.92 


(t+m\  ^29.92\ 


(588) 


V  492  /\   P 

The  values  for  the  (B.T.U.per  cubic  foot)32/29.92,  that  is,  of  standard  gases  given 
in  the  Tables,  are  derived  from  the  B.T.U.  values  per  pound  reported,  both 
high  and  low  values,  and  from  the  standard  volumes  of  the  pound;  the  direct 
experimental  determination  being  used  wherever  it  is  available,  otherwise 
as  calculated  from  the  molecular  weights. 

A  consistency  is  desirable  whenever  not  seriously  in  conflict  with  facts, 
and  the  molecular  relations  of  density  are  necessary  in  dealing  with  liquid  fuels 
and  the  gasification  of  solid  ones;  the  values  per  cubic  foot  for  hydrogen  and 
carbon  monoxide  are  often  derived  in  this  way  from  the  pound  value  instead  of 
making  use  of  direct  calorimetric  values  given  in  the  table.  This  is  always 
done  for  the  vapors. 

According  to  the  formulas  2H2+02=2H20  and  2CO+02=2C02,  it 
appears  that  the  calorific  power  of  hydrogen  per  cubic  foot  standard  mxist  be 

B.T.U.  per  cu.ft.  hydrogen = ^^^— = 339  high      (a) 
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i. 


=  290  low 


(P) 


(589) 


Then  if  a  molecule  of  CO  has  the  same  volume  as  a  molecule  of  H2, 

B.T.U.  per  cu.ft.  carbon  monoxide  =  — ^rz^ — =342. 


(590) 


For  the  hydrocarbons  the  same  procedure  can  be  followed,  neglecting  the 
heats  of  formation  of  the  compounds. 

Thus,  for  the  paraffines  CnH2n+2,  taking  the  molecular  weight  of  C  =  12, 
the  following  formulas  may  be  obtained: 

Wt.  C  in  compound=^^^  ,  o:.~ro^'7^  1  1  P^^  lb.  fuel     (a) 


12n+2n+2    7n+l 


Wt.  H  in  compound = ~ 


2n+2 


n+1 


per  lb.  fuel     (6) 


.  (591) 


12n+2n+2    7n+l 

-Do^TT        lu*    1    14544X6n+60626(n+l)     147890n+60626,,.  ,,       " 
B.T.U.  per  lb.  fuel= ^^  '-  = ^^^-r-j (high)  (a) 


^14544X6n+51892(n+l)^139156n+51892 

7n+l  7n+l         ^^^^ 


(b) 


(592) 


from  which  the  B.T.U,  per  cu.ft.  vapor  may  be  determined.  In  the  same 
way  formulas  for  the  ethylene  series  CnH2n  may  be  obtained.  Results 
calculated  from  such  formulas  have  been  plotted  to   a  base   of  n   in   Fig. 
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109,  and  illustrate  beautifully  how  the  calorific  power  varies  with  the  position 
of  the  hydrocarbon  in  the  series  with  the  paraffine  series  at  the  top.  These 
values  are  the  basis  of  work  on  coal  and  oil  gas  and  liquid  fuels  to  be  taken 
up  later.  To  the  calculated  values  on  the  curve  may  be  added  the  available 
direct  determination  for  comparison  from  the  Slaby  empiric  formula 

(B.T.U.  per  cubic  foot)  =  112 +18,880  X  (pounds  per  cubic  foot.)  .  (593) 

The  calorific  power  of  a  commercial  fuel  or  lighting  gas  per  cubic  foot  is 
the  sum  of  the  volumetric  per  cents  of  its  constituents  times  the  calorific 
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Fia.  109. — ^Heat  of  Formation  of  Products  for  Combustion  of  Hydrocarbons,  in  B.T.U., 

per  cu.ft.  at  Standard  Ck)nditions. 


power  of  those  constituent  gases  which  include  carbon  monoxide,  hydrogen, 
methane,  ethylene,  ethane  and  sometimes  some  higher  hydrocarbons,  the  nature 
of  which  is  assumed,  like  benzene.  Coals  and  oils  cannot  be  so  treated,  but  the 
methods  used  here  with  varying  degrees  of  approximation  will  be  taken  up 
later.  Of  course,  in  all  cases  an  estimate  may  be  made  from  the  combustible 
chemical  elements  if  they  are  known  in  amount,  by  assuming  their  molecular 
condition.  • 

Example  1.  A  certain  fuel  consists  of  5  per  cent  hydrogen,  8  per  cent  oxygen, 
1  per  cent  sulphur,  and  87  per  cent  carbon,  by  weight.  Find  the  heat  of  formation 
of  the  products  of  complete  combustion,  if  all  of  the  oxygen  in  the  fuel  is  originally 
combined  with  hydrogen  in  form  of  moisture. 
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.08 
.08  lb.  oxygen    with  ^  =  .01  lb.  hydrogen  constitute  .09  lb.  water  originally  in 

o 

fuel,  leaving  .05— .01  =.04  lb.  hydrogen  to  be  burned. 

.04x60626=  2425B.T.U. 
.01 X  3998=  40B.T.U. 
.87X14544  =12653  B.T.U. 

Heat  of  formation  of  products  =  15118  B.T.U.  high  value 

Prob.  1.  A  certain  fuel  contains  20  per  cent  Hs  and  80  per  cent  C  by  weight.  If 
the  heat  of  formation  of  the  compound  was  8  per  cent  of  the  heat  of  formation  of  the 
products,  what  are  the  high  and  low  values  of  the  heat  of  combustion? 

Prob.  2.  What  would  be  the  heat  of  combustion  for  the  reactions  given  in  Problem 
1,  Section  75? 

Prob.  3.  It  is  known  that  a  cubic  foot  of  natural  gas  under  standard  conditions 
contains  980  B.T.U. 's.  What  would  be  its  calorific  power  at  70°  F.  and  at  an  altitude 
of  8000  ft.? 

Prob.  4.  A  sample  of  producer  gas  gave  the  following  analysis  per  cubic  foot. 
What  would  be  its  high  and  low  heating  value  per  cubic  foot?  Hj=.18;  CO  =.25; 
CHi  =  .03 ;  CO2  =  .07 ;  Ni  =  .47. 

Prob.  6.  What  would  be  the  cost  per  100,000  cu.ft.  of  standard  gas  and  per  bbl. 
of  oil  to  give  the  same  cost  per  B.T.U.  as  coal  at  14.00  per  ton,  when  analyses  are  as 
follows?     Analysis  of  coal  and  oil  by  weight,  gas  by  volume. 

Coal.  Oil.  Gas. 

C=.75  C6H„=.10  N,  =  .04 

CH4  =  .07  CJI,4  =  .30  .  H,  =  .02 

Moisture  =  .08  C9H2o=.50  CH4  =  .94 

Ash  =  .10  Ci,H28=.10 

Prob.  6.  An  evaporation  of  7.7  lbs.  of  water  from  and  at  212°  F.  was  obtained 
with  the  following  coal.  What  per  cent  of  the  heat  of  formation  of  products  was 
delivered  to  the  steam?    C=.758;  Hi  =  .049;  O2  =  .085;  S=.023;  Ash  =.085. 

Prob.  7.  An  internal  combustion  engine  gives  a  horse-power  hour  with  a 
fuel  consumption  of  .5  lb.  of  hexane,  while  another  engine  uses  8  cu.ft.  of  methane 
during  the  same  period  and  develops  the  same  power.  What  are  the  respective 
efficiencies? 

Prob.  8.  By  burning  a  pound  of  oil,  the  analysis  for  which  by  weight  is  given,  500 
lbs.  of  water  were  heated  40**  F.  in  a  calorimeter.  What  was  the  heat  of  formation  of 
the  compoimds?     Ci()H«  =  10  per  cent;  C8Hi8=80  per  cent;  CaHi4  =  10  per  cent. 

77.  Heat  Transmission  Processes.  Factors  of  Internal  Conduction,  Surface 
Resistance,  Radiation  and  Convection.    Coefficients  of  Heat  Transmission. 

When  air  supports  combustion,  the  gaseous  products  may  be  said  to  be  heated 
directly,  and  to  define  the  process,  the  term  "  internal  combustion  heating  " 
is  generally  applied;  likewise  when  a  liquid  cools  by  evaporation  from  its 
surface  due  to  a  lesser  surface-vapor  pressure  than  corresponds  to  the  tempera- 
ture, it  may  be  said  to  be  directly  or  internally  cooled.  With  such  exceptions 
as  these  it  is  universally  necessary  in  dealing  with  heat  in  commercial  apparatus 
to  transmit  or  transfer  it  from  one  place  or  one  substance  to  another  place  or 
substance.    The  heat  for  boiling  water  in  steam  boilers  must  come  through 
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tubes  and  plates  from  the  fire  or  hot  products  of  combustion,  and  a  similar 
transfer  takes  place  in  closed  feed-water  heaters,  in  economizers,  steam  super- 
heaters; in  all  heated  surfaces  of  boiler,  pipe  and  engine  parts;  in  surface  con- 
densers for  steam,  ammonia  or  carbon  dioxide;  in  steam  and  hot-water  radiators; 
through  the  walls  of  buildings  outward  when  heated  during  the  winter  and  inward 
when  cooled  for  cold  storage  below  the  atmosphere;  likewise  in  the  brine  coolers, 
ice  cans  and  other  parts  of  mechanical  refrigerating  systems;  in  apparatus  for 
concentrating  solutions  in  chemical  manufacture  or  in  distillation;  in  the  cooling 
of  gas  engine  and  compressor  cylinders  by  water  jackets,  and  cooling  air  between 
compressor  cylinders;  or  drying  and  superheating  steam  between  cyUnders  of  mul- 
tiple expansion  engines,  or  preheating  of  compressed  air  for  air  engines.  Thus,  the 
practical  application  of  heat  for  obtaining  a  desired  result,  generally  though 
not  always  involves  transmission;  and  most  often  through  solid  containers 
of  great  variety  ranging  from  the  thin  brass  tubes  of  surface  condensers  or 
the  steel  of  boiler  shells  or  ammonia  evaporating  coils,  to  steam  pipe  cover- 
ing or  the  brick  wall  of  a  dwelling  house. 

That  the  movement  of  heat  from  one  place  or  substance  to  another  of  lower 
temperature  follows  certain  laws  of  flow  was  long  ago  recognized,  even  before 
anything  was  known  of  the  transformation  of  heat  into  work.  However, 
there  is  no  general  acceptance  of  what  those  laws  are  except  in  a  few  special 
cases,  and  the  reason  for  this  situation  becomes  clear  after  even  a  brief  analysis 
of  what  must  really  happen  in  the  course  of  an  actual  case  of  transmission. 
Notwithstanding  the  absence  of  laws  that  will  permit  reasonably  accurate 
calculation  of  the  relations  between  quantity  of  flow,  the  dimensions  and 
kind  of  surfaces  and  quantities  and  kinds  of  material  exchanging  heat,  with 
their  corresponding  changes  of  temperature  or  state,  engineers  must  design 
apparatus  that  is  needed,  as  best  they  can,  and  for  this  purpose  there  has  been 
determined  a  method  of  approximation  with  which  is  used  a  series  of  coeflicients 
developed  by  experience  for  the  more  common  and  recurrent  cases.  The  treat- 
ment of  this  subject  will,  therefore,  be  divisible  into  two  parts,  first  the  examina^ 
tion  of  such  laws  as  are  fairly  well  fixed;  and  second,  the  development  of  an 
approximate  method  of  treatment  for  the  practical  everyday  problems  that  the 
fundamental  laws  do  not  solve. 

Heat  may  pass  from  one  substance  or  place  to  another  in  three  essentially 
different  ways  and  every  practical  case  includes  one  or  all  of  these  and  no  others. 

1.  Heat  may  flow  along  a  bar  or  wire  or  along  any  line  in  a  solid  body  from 
a  high  to  a  low  temperature  point,  by  simple  molecular  communication.  Each 
molecule  heats  the  next  without  any  discontinuity  and  with  a  regular  con- 
tinuous fall  of  temperature  from  the  high  to  the  low  temperature  point;  this 
is  internal  conduction  of  heat.  The  conducting  capacity  of  nearly  all  the  com- 
mon substances  is  fairly  well  determined  and  is  represented  by  coefficients 
of  thermal  conductivity,  some  selected  values  for  which  are  given  in  the 
Tables.  Heat  could  not  flow  by  internal  conductivity  alone  beyond  the 
limits  of  one  piece  of  substance,  but  at  the  boundary  it  may  be  communicated 
to  the  next  body,  and  so  on  pass  any  number  of  dividing  surfaces  or  through 
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• 
any  number  of  bodies.    This  is  a  most  common  mode  of  conduction  about 
which  there  is  do  exact  information  comparable  with  that  for  internal  con- 
duction.   See  Table  LII  in  the  Handbook  of  Tables. 

2.  Heat  may  flow  from  a  hot  body  through  space  to  a  distant  colder  body 
entirely  without  reference  to  the  separating  medium,  and  the  best  example  is 
the  passage  of  the  sun's  heat  to  the  earth.  This  mode  of  transmission  is  defined 
as  radiation  and  heat  so  received  by  the  cold,  or  discharged  by  the  hot  body,  as 
radiant  heat.  The  capacity  for  radiation  of  heat  for  different  substances  is 
practically  unknown,  though  there  is  fair  though  not  good  agreement  as  to 
the  relation  of  heat  quantity  to  the  two  controlling  temperatures.  There  is 
practically  nothing  known  of  the  radiating  capacity  of  any  but  originally  black 
bodies  brought  to  high  temperature  conditions  or  incandescence. 

3.  Heat  may  pass  from  one  place  or  substance  to  another  by  being  carried 
as  a  charge  on  a  particle  that  is  moved  bodily  between  the  two  places.  Thus, 
a  particle  of  water  heated  at  the  bottom  of  a  vessel  becomes  less  dense  and  floating 
in  the  colder,  or  more  dense  medium,  actually  carries  its  heat  to  the  top;  this 
is  also  the  case  in  chimneys  where  the  flotation  tendency  produces  the  neces- 
sary draft.  This  is  convection  communication  of  heat  and  takes  place  only 
in  liquids  and  gases,  where  in  action  it  is  generally  associated  most  intimately 
with  radiation  and  conduction.  There  may  be  a  movement  of  particles  of  liquid 
or  gas,  not  due  to  differences  in  density  characteristic  of  convection,  caused 
by  pumps  or  fans,  which  is  quite  effective  in  carrying  or  transmitting  heat, 
but  this  is  an  externally  forced  circulation  of  heated  particles  rather  than  a 
self-caused  heat  transfer. 

Transmission  of  heat  by  internal  conduction  takes  place  according  to  a 
law  of  proportionality  to  temperature  difference,  but  as  the  conductivity  of  sub- 
stances depends  on  the  temperature  itself  there  must  be  involved  a  temperature 
term.  This  gives,  for  soUds,  a  comparatively  simple  law  which  is  apparently 
also  applicable  to  liquids  and  gases,  but,  for  gases  variations  enter  that  have 
been  the  subject  of  prolonged  study  by  eminent  physicists  without  acceptable 
solution. 

For  solids  and  liquids  the  conductivity  is  given  by  the  following  Eq.  (594) : 

Kt=K32[l+x{t-32)i (594) 

in  which  ifi=B.T.U.  per  hour  per  square  foot  of  cross-section  per  degree  F. 

difference  in  temperature  between  the  points  under  considera- 
tion, per  inch  of  path,  when  the  body  has  the"  temperature 
^°F.; 
if32=B.T.U  per  hour  per  square  foot  per  degree  F.  per  inch  of  thick- 
at32°F.; 
^= temperature  degrees  F.; 
x=SL  constant. 

This  conductivity  ai  any  temperature  is  not  directly  useful  except  in  compar- 
ing the  conductivity  of  substances,  but  in  computing  the  amount  of  heat  flow- 
ing between  a  high  temperature  and  a  low  temperature  point  the  mean  con- 
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ductivity  for  this  range  must  be  determined.  As  conductivity  is  a  straight 
line  function  of  temperature  the  mean  conductivity  between  the  temperature 
is  the  arithmetical  mean  of  the  conductivities  at  these  temperatures,  hence 

Let  th=h\gh  temperature  degrees  F.; 
fc=low  temperature  degrees  F.; 

JRC^^_^j=mean  conductivity  between  h  and  U^ 

Then  K       ^K32[l+x(tH-32)]+Kz2[l+x(U-32)] 

=ii:32(l+|[(<»-32)  +  (<,-32)]) (595) 

) 

From  this  mean  conductivity  expression  Eq.  (595)  the  amount  of  heat  that 
will  flow  through  a  body  by  vnJUTWjX  condiuUion  is  given  by  Ekj.  (596) : 

=.4«i:32(l+|[(/A-32)-(t-32)]  )(«*-«,),      .     .     •      (596) 

where     Q = B.T.U.  per  hour ; 

A  =  cross-section  of  conducting  path  in  square  feet; 
Z~  length  of  conducting  path  in  inches. 

Applying  expressions  like  this  to  solids  is  a  direct  and  safe  proceeding  if  the  high 
and  low  temperatures  are  taken  within  the  conducting  body  itself  and  not  in 
some  external  substance  like  a  liquid  or  gas  in  contact.  The  same  expression 
and  limitation  applies  to  liquids  if  there  is  no  convection  flow,  in  which  case 
the  heat  flow  wiU  be  the  algebraic  sum  of  the  conduction  and  convection  parts. 
For  gases  there  enters  likewise  a  radiation  factor  as  a  third  disturber,  which 
suggests  a  doubt  as  to  the  value  of  the  expressions  at  all  for  gases  except  as 
a  means  of  comparing  them  with  Uquids  and  soUds.  In  no  case  can  these 
equations  be  applied  to  heat  flow  across  a  surface  boundary  or  joint  in  a  solid, 
or  from  solid  to  liquid  or  to  gas.  > 

Inspection  of  the  table  of  conductivities  reveals  some  most  interesting 
and  valuable  relations — ^thus,  silver  is  about  at  the  head  of  the  list  as  a  conductor 
and  carbon  dioxide  at  the  foot  with  an  enormous  difference  between  them, 
silver  being  able  to  conduct  about  35,000  times  as  much  heat  as  carbon  dioxide 
for  equal  temperature  dififerencies.  In  fact,  the  substances  group  themselves 
naturally  into  good  and  bad  conductors,  all  the  gases  being  in  the 
latter  class  as  well  as  many  solids,  like  felt  and  wool.  These  solids  are  the 
natural  heat  insulators  and  their  insulating  value,  seemingly  dependent  on 
their  porosity,  at  least  to  some  degree,  has  led  to  the  theory  that  the  gases 
confined  between  fibers  or  granules  of  solids  are  strong  contributors  to  the 
insulating  values  of  otherwise  solid  bodies.  Liquids  fall  into  an  intermediate 
class,  being  universally  better  conductors  than  gases,  not  so  good  as  the  metals, 
which  as  a  class  are  the  best  conductors,  but  of  the  same  order  as  the  group 
of  solids  generally  considered  as  insulators. 
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As  the  relative  conductivity  of  solids,  liquids  and  gases,  or  their  reciprocals — 
the  resistances  to  heat,  are  most  useful  in  explaining  or  even  predicting  the 
relative  characteristics  of  the  common  heat  transfer  paths  in  commercial 
apparatus,  it  id  important  that  a  table  be  developed  from  existing  data.  These 
data  are  of  two  sorts,  first,  the  absolute  internal  conductivities  of  the  table;  and 
second,  direct  experimental  measurement  of  relative  conducting  power,  which  is 
determined  by  different  methods  than  the  absolute  value.  These  relative  con- 
ductivities are  similarly  useful  in  selecting  from  conflicting  values,  like  those 
for  iron,  that  which  is  most  probable,  though,  of  course,  commercial  irons 
being  alloys  merging  into  the  steels  must  have  small  differences  depending 
on  composition,  but  so  small  as  to  be  negligible  for  most  engineering  purposes. 

It  is  extremely  likely  that  the  conductivity  X)f  gases  does  not  follow  the 
linear  law  with  respect  to  temperature  that  seems  satisfactory  for  solids,  and 
it  is  from  Clark  Maxwell  that  the  best  suggestion  for  a  substitute  has  come. 
He  predicted  from  the  kinetic  theory  of  gases  that  the  conductivity  is  propor- 
tional to  the  product  of  the  coefficient  of  gas  viscosity  and  specific  heat  at 
constant  volume  or  if =ii.CfX(a  constant).  ^)alby  from  a  study  of  values  of  (ji 
finds  it  can  be  put  proportional  to  the  three-quarter  power  of  the  absolute 

temperature  T,  so  that  K^cCoiT)  ,  or  y^=(  am)  >  approximately  if  spe- 
cific heats  are  assiuned  constant.  This  more  than  doubles  the  conductivity 
value  for  32°  F.,  at  the  temperature  930°  F.,  which  is  an  important  addi- 
tion because  the  gases  of  furnaces  are  very  hot  indeed  while  the  tubes,  plates 
and  water  are  comparatively  cool.  See  Table  LIII  in  the  Handbook  of  Tables. 
C!onductivity  beyond  the  boundaries  of  a  body  is  known  to  suffer  a  rapid 
decrease,  or  heat  flow  to  encounter  a  resistance  through  joints  in  metal  bars 
or  between  plates  at  point  of  contact.  Boiler  plates  offer  appreciable  resistance 
and  boiler  seams  are  forbidden  in  contact  with  fires  by  certain  inspection  laws, 
because  experience  shows  that  the  plates  frequently  bum,  which  they  would  not 
do  were  there  not  a  large  joint  resistance.  It  is  also  known  that  several  layers 
of  thin  boards  make  better  insulation  than  equal  thickness  of  single  boards 
for  refrigerated  boxes  and  rooms.  Whether  this  joint  resistance  is  due  to  a 
thin  layer  of  poor  conducting  air  or  is  a  strictly  separate  phenomenon  is  not 
known,  but  most  carefully  made  accurately  fitted  joints  in  experimental  bars 
in  which  there  could  not  be  over  one  ten-thousandth,  of  an  inch  air  layer,  gave 
measurable  joint  resistance,  smaller,  of  course,  than  a  bad  joint.  It  is  probably 
true  that  there  is  a  real  joint  or  surface  resistance  of  unknown  character  at  the 
boundary  of  every  body,  and  likewise  a  fluid  film  of  some  thickness  as  well, 
though  probably  not  uniform.  When  heat  passing  from  fluid  to  plate  or 
plate  to  fluid,  encounters  a  film  of  fluid  adhering  to  the  plate  and  for  all  practical 
purposes  sticking  to  it,  the  heat  resistance  is  materially  increased.  Inspection 
of  the  table  indicates  that,  taking  the  relative  conductivity  of  iron  at  about 
6000,  a  layer  of  carbon  dioxide  of  aooo  of  an  inch  thick  will  offer  as  much  resist- 
ance to  the  passage  of  heat  as  a  one-inch  thickness  of  metal,  and  taking  water 
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as  40,  relative  conductivity,  a  layer  of  water  ^=i|5  of  an  inch  thick  would 
offer  the  same  resistance,  both  in  addition  to  the  separate  joint  resistance. 

The  existence  of  such  heat-resisting  films  of  gas  and  liquid  in  heat  transfer 
plates  is  conclusively  proved,  so  that  the  problem  of  estimating  heat  flow  from 
a  body  on  the  other  side  involves  an  estimate  of  the  thickness  of  the  adhering 
fluid  film,  which  is  a  very  indefinite  quaniity.  In  addition  to  the  film  and 
joint  resistance  diflSculty,  there  is  another  when  dealing  with  boiler,  con- 
denser, feed-water  heater,  economizer,  superheater  and  similar  tubes  and  plate 
surfaces,  and  that  is  the  scale,  grease,  soot,  rust  or  dirt  layer  that  is  always 
present  in  some  condition  of  density  and  thickness,  and  also  highly  resistant 
as  belonging  in  the  heat  insulator  group.  Furthermore,  such  a  layer  on  both 
sides  involves  another  joint  Resistance,  so  that  the  practical  everyday  problem 
of  deciding  on  how  much  surface  to  allow  for  a  given  heat  flow  or  how  much  heat 
can  flow  past  a  given  surface,  is  not  one  that  can  be  solved  by  the  laws  of  con- 
duction even  if  data  on  all  substances  were  available;  such  problems  prob- 
ably never  will  be  solved  because  they  require  first,  an  hypothesis  fixing  the 
thickness  of  fluid  film,  the  joint  resistance  and  the  kind  and  thickness  of  foul- 
ing or  layer  of  dirt.  Problems  of  this  character  are  to  be  solved  in  another 
way  by  means  of  coefficients  of  transmission  found  by  experiment  and  applied 
to  the  same  kind  of  apparatus  as  that  on  which  the  experiment  was  made, 
and  covering  all  resistances  together,  though  each  cannot  be  separated  from 
the  rest. 

There  is  no  doubt  now  as  to  the  existence  and  great  importance  of  the 
surface  films,  especially  on  the  gas  side  of  plates  receiving  hejit  from  or  delivering 
it  to  gases,  or  involving  the  presence  of  gases  such  as  deposit  on  steam  condenser 
tubes,  or  intermittent  layers  of  vapor  on  boiler  surfaces  when  ebullition  is  taking 
place;  nor  can  there  be  longer  any  doubt  about  the  reduction  of  film  thickness 
and  resistance  by  fluid  agitation.  This  agitation  generally  is  the  result  of 
velocity  increase  of  the  fluid  over  the  surface,  but  such  data  as  exist  on  this 
effect  do  not  permit  a  determination  of  actual  film  thickness  of  resistance, 
but  rather  of  overall  coefficients  of  transmission,  to  be  considered  later. 

If  a  series  of  resistances  to  heat  flow  as  reciprocals  of  conductivity  are  known, 
the  whole  heat  flow  temperature  relations,  can  be  set  down  algebraically;  the 
real  practical  difficulty  arises  from  their  numerical  evaluation. 

Let  h,  hj  etc. = thickness  of  each  portion  of  plate  or  film  along  the  path 

of  heat  flow,  in  inches; 
Kij  K2,  etc.  =mean  or  constant  coefficients  of  conductivity  of  each  material; 

Pi,  P2,  etc.=  — ,  — ,  etc.,  thermal  resistances  of  each  material; 

Ki  A2 

ai,  a2,  etc.  =  surface  resistances; 

th  and  ^i^'high  and  low  temperatures  at  the  limits  of  the  path. 

Then       .  <?°1;pt+Za  ^"^'     =^^(<»-'')  (^) (^97) 
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In  (6)  a  general  overall  coefficient  U  has  been  introduced  inclusive  of  all 
internal  and  boundary  resistances  for  the  whole  complex  heat  flow  path. 

In  this  case  ?7=B.T.U.  per  hour  per  square  foot,  per  degree  difference 
of  temperature  between  any  two  points,  usually  in  practical  problems  taken 
in  two  separated  fluids,  one  receiving  heat  from  the  other  or 

^  =  W27 (598) 

Direct  evaluation  of  this  coefficient  of  transmission  V  is  the  usual  practical 
procedure,  inclusive  of  all  separate  conductivities  or  thermal  resistances,  together 
with  radiation  and  convection  influences  without  separately  evaluating  each. 

Heat  flow  by  radiation  alone  has  been  experimentally  studied  and  reduced 
to  laws  by  a  number  of  skillful  physicists,  and  while  they  do  not  agree,  the  so- 
called  Stefan  and  Bolzmann  law  is  now  quite  generally  accepted.  According 
to  this  law  heat  will  be  radiated  from  an  incandescent  "  black  "  body  as 
follows: 

B.T.U.  per  hour  radiated  per  square  foot  =  \&X\0~^^{Ti^ -  72*),    (599) 
where  Ti  =  absolute  temperature  F  of  the  "  black  "  radiating  body, 

and  T2  =  absolute  temperature  F  of  the  receiving  body. 

A  block  body  is  defined  as  one  cap- 
able of  absorbing  all  heat  rays  re- 
ceived, neither  reflecting  nor  trans- 
mitting any,  and  for  practical 
purposes  may  be  assiuned  to  be  any 
porous  carbon,  that  is  all  carbon 
except  the  crystalline.  Bodies  not 
"  black,"  like  hot  gases  or  fire 
brick  or  boiler  plates,  do  reflect 
some  heat  received,  and  fail  to 
radiate  to  the  same  extent  as  a 
black  body  does.  For  them  ab- 
sorption and  radiation  increase 
with  darkness  (when  cold)  and 
roughness,  which  is  one  reason  for 
nickel  plating  and  polishing  sur- 
faces from  which  radiation  is  to  be 
resisted. 

Numerical  values  on  relative 
radiation  or  absorption  and  reflec- 
ting power  for  various  substances 
are  quoted  in  the  Tables  (No. 
XLIX),  but  these  figures  are  prob- 
ably wrong;  they  are  given  in  the 
absence  of  any  better,  which  even  if 
available  would  be  of  little  real  use. 
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FiQ.  110.— Heat  Radiation  from  "  Black  Body." 
according  to  Stefan  and  Bolzmann  Law. 
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For  the  black  body  itself  the  preceding  curve,  Fig.  110,  is  calculated  from  the 
Stefan  and  Bolzmann  law  for  various  temperatures  of  the  radiator  up  to  5000° 
absolute  F.  to  a  heat  absorber  at  500,  600,  700,  800,  900  and  1000°  absolute. 
The  very  great  quantities  of  heat  that  may  thus  pass,  independent  entirely  of 
condulction,  convexion  and  mechanical  carrying  by  gases  and  equally  independ- 
ent of  dead  gas  films  from  an  incandescent  coal  fire  to  boiler  plates  or  furnace 
interiors  is  at  first  surprising.  It  must  not  be  assumed,  however,  that  all  this 
will  be  taken  up  directly  by  the  plates  of  a  firebox,  for  example,  as  they  will 
reflect  possibly  a  quarter  to  a  half  of  what  is  so  received,  sending  it  out  again 
to  other  walls,  the  reflection  being  especially  severe  when  the  heat  ray  strikes 
at  a  small  angle,  when  nearly  all  the  heat  will  be  immediately  reflected.  How- 
ever, these  quantities  are  significant  of  the  great  steam-forming  capacity  of 
enclosed  fireboxes  common  to  locomotives  and  to  the  Scotch  marine  boiler. 
Experiments  all  prove  the  firebox  capacity  for  evaporating,  greater  then  all 
the  rest  of  the  boiler  as  ordinarily  made. 

Example.  The  wall  of  a  house  consists  of  6  ins.  of  brickwork  lined  with  1  in.  of 
plaster.  The  junction  of  the  plaster  to  the  brick  being  equivalent  to  10  ins.  of  plaster. 
The  windows  are  of  glass  {-in.  thick  and  have  a  film  of  moisture  on  them  .003  in.  thick, 
the  jimction  of  the  water  and  glass  being  equivalent  to  3.5  ins.  of  glass.  How  does 
the  coefficient  of  heat  transfer  for  the  walls  compare  with  that  of  the  windows? 

J?        17      /cnoN    ^=  V  7.  V     ""; ; =0.077  for  the  wall. 

From  Eq.  (598),  2pZ-h  2<j       1      ^      1     ,^  ,  . 

^   ^  ^  ~x6-f--XlO-f-l 

For  the  window,     X  =5  for  the  glass,    and    K  =3.5  for  the  water. 

Hence  U  =  -r-rz ^ — : =  1 .38. 


i(i+^-')+^^'^^ 


Prob.  1,  A  bar  of  copper  and  one  of  glass  are  heated  by  the  same  source  of  heat. 
How  much  longer  will  it  take  for  the  end  of  the  glass  bar  furthest  from  the  source  of 
heat  to  reach  a  uniform  temperature  than  it  will  that  of  copper?, 

Prob.  2.  Neglecting  joint  effects,  how  much  will  the  heat  lost  from  a  pipe  i  in. 
thick  carrying  steam  at  500**  F.  and  running  through  a  room  at  50°  F.,  be  reduced  by 
the  application  of  a  plaster  of  Paris  coating  2  ins.  thick? 

Prob.  3.  A  standard  2-in.  boiler  tube  has  a  thickness  of  .095  in.  On  the  inside 
of  the  tube  is  a  layer  of  scale  ^  in.  thick  which  may  be  considered  as  plaster  of  Paris; 
on  the  outside  of  the  tube  is  J-in.  coating  of  soot  having  the  same  conductivity  as  wool. 
Neglecting  the  resistance  due  to  the  junction  of  these  substances,  what  will  be  the 
difference  in  heat  transmitted  through  this  tube  as  compared  with  a  new  clean  one? 

Prob.  4.  The  walls  of  a  room  are  as  follows:  6  ins.  concrete,  6  ins.  sawdust,  3 
ins.  concrete.  What  will  be  the  heat  lost  per  square  foot  per  hour  for  an  inside 
temperature  of  40**  F.  and  an  outside  temperature  of  90®  F.? 

Prob.  6.  The  copper  tubes  of  a  condenser  are  .05  in.  in  thickness.  On  each  side 
is  a  water  film  .01  in.  thick.  How  will  the  heat  transferred  through  this  tube  compare 
with  that  of  a  dry  one  in  contact  with  air? 

Prob.  6.  A  tin  tube  .05  in.  thick  is  silver  plated,  the  plating  being  ,01  in.  thick 
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and  the  joint  resistance  being  equal  to  1  in.  of  silver.  How  does  the  plating  affect 
the  value  of  U? 

Prob.  7.  Considering  steel  to  have  a  radiating  effect  equal  to  .2  of  carbon,  what 
will  be  the  value  of  the  radiant  heat  of  a  steel  sphere  having  10  sq.ft.  of  surface  at  a 
temperature  of  1500®  F.  when  the  receiving  body  is  at  50°  F.? 

Prob.  8.  A  boiler  has  1700  sq.ft.  of  heating  surface  of  which  100  are  exposed  to 
direct  radiant  heat.  The  remainder  is  heated  by  hot  gases  of  average  temperature 
of  1000**  F.  The  temperature  of  the  radiating  fire  is  3000°  F.  and  the  temperature 
of  the  water  in  the  boiler  is  350°  F.  If  the  surface  not  subject  to  radiation  consists 
of  iron  tubes  .1  in.  thick  with  .1-in.  scale  and  the  junction  of  scale  to  plate  is  equal 
to  an  inch  of  iron,  what  is  the  relative  importance  of  each  part  of  the  boiler? 

78.  Heat  Transmission  between  Separated  Fluids.  Mean  Temperature 
DifferenceSi  Coefficients  of  Transmission.  Heat  flow,  in  tenns  of  B.T.U. 
per  hour  transmitted,  is  usually  taken  to  be  proportional  to  the  temperature 
difference  when  one  fluid  is  giving  up  heat  to  another  separated  by  plates  or 
tubes,  as  for  internal  conduction,  though  experimental  determinations  have 
indicated  the  existence  of  other  relations.  For  example,  Grashof ,  Rankine  and 
others  have  announced  the  square  of  the  mean  temperature  difference  between 
the  two  fluids  as  the  correct  function,  while  Orrok,  recently  experimenting  with 
surface  condensers,  reports  a  seven-eighths  power  instead  of  the  first  power. 
The  temperatiures  that  are  measurable  in  engineering  work  are  those  in 
the  body  of  fluid,  gas  or  water  entering  or  leaving  a  coil  or  pipe,  or  the  tem- 
perature in  a  condenser  or  boiling  mass  at  some  selected  points.  It  is  not  pos- 
sible to  determine  outside  of  the  laboratory  the  skin  temperature  of  a  boiler 
tube,  the  mean  temperature  of  a  kettle  shell,  or  even  the  temperature  of  the  fluid 
next  the  cooling  or  heating  surface.  Exact  scientific  analysis  of  heat  flow  laws 
would  involve  those  and  many  other  quantities,  hence  the  practical  necessity 
for  approximate  calculations  and  the  absence  of  any  generally  inclusive  law  or 
equation.  Each  class  or  case  must  be  studied  by  itself  though  in  the  light  of 
relations  to  others. 

Mathematical  analysis  and  experimental  observations  both  in  the  labora- 
tory on  special  apparatus,  and  in  the  field  on  standard  working  equipment,  has 
led  to  the  following  generalizations  beside  the  proportionality  of  flow  to  some 
power  of  the  mean  temperature  difference  between  the  giving  and  receiving 
fluid.  The  quantity  of  heat  transmitted  is  found  to  be  proportional  to  the 
velocity  of  the  fluid  to  some  power  when  one  of  the  fluids  is  in  motion;  and  to 
some  power  of  each,  not  necessarily  the  same,  when  both  move.  Thus,  for 
the  case  of  water  in  the  tubes  of  surface  condensers  and  feed-water  heaters, 
the  one-third  power  has  been  used  by  Joule  and  Ser,  the  one-half  power  by 
Hageman,  Josse  and  Orrok,  and  the  first  power  by  Stanton.  The  heat  flow  has 
been  related  to  the  steam  velocity  at  the  condensing  surface  by  Hausbrand  and 
Ser  as  a  function  of  its  one-half  power,  but  found  to  be  independent  for  such  con- 
ditions as  exist  in  siu'face  condensers  and  feed-water  heaters  by  Orrok,  which 
corresponds  to  the  zero  power.  Air  or  other  gas  in  motion  giving  up  heat  does 
so  at  a  rate  proportional,  not  to  velocity  according  to  Jordan  and  Reynolds,  but 
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to  the  weighi  passing  per  unit  of  cross-section  of  gas  stream  directly,  a  conclu- 
sion that  may  reconcile  the  discrepancies  noted  previously  where  the  velocities 
used  by  different  experimenters  might  be  the  same,  whereas  temperature,  density 
and  channel  cross-section  were  in  all  cases  different.  When  steam  condenses, 
the  heat  flow  is  strongly  controlled  by  the  collection  of  gaseous  matter  on  the 
siuf aces,  and  data  by  Smith  and  others  show  that  in  ordinary  apparatus  this 
may  affect  the  heat  flow  as  much  as  50  per  cent. 

For  the  purposes  of  calculation  the  cases  are  grouped  into  types,  for  example, 
surface  condensers  and  feed-water  heaters  are  typical  of  heat  transmission 
from  condensing  steam  to  water  entering  at  a  low  and  leaving  at  a  higher  tem- 
perature, but  still  lower  than  that  of  the  steam.  If  the  water  temperatures 
are  fixed  and  the  amount  of  heat  to  be  exchanged,  likewise,  the  problem  becomes 
one  of  finding  the  necessary  surface.  On  the  other  hand  the  problem  may  be 
set  to  find  the  rise  of  water-temperature  for  a  given  amount  of  surface. 

A  different  situation  exists,  for  example,  in  steam  superheaters  in  which  steam 
temperature  rises  by  heat  received  from  hot  gases,  the  temperature  of  which 
is  falling.  In  this  case,  given  the  surface  and  the  initial  temperatiu'es  of  the 
gases  and  the  steam,  the  final  temperature  of  both  may  be  required  for  a  given 
amount  of  surface;  or  inversely  the  object  sought  may  be  the  surface  necessary 
to  accomplish  a  given  rise  of  steam  or  given  fall  of  gas  temperature. 

In  all  these  practical  cases  of  transfer,  what  is  sought  is  the  relation 
between  amoimt  of  surface  and  the  corresponding  heat  flow  or  its  equivalent 
in  quantity  of  substance  heated  or  cooled,  vapors  condensed  or  liquids  evap- 
orated. The  temperatures  of  the  substance  are  not  always  uniform  throughout 
the  mass  or  over  the  heating  surface  and  ordinarily  change  as  the  substance 
passes  over  the  surface.  Therefore,  while  the  quantity  of  heat  passing  is 
proportional  to  some  power  of  the  temperature  difference  at  any  instant, 
the  instantaneous  temperature  differences  being  indeterminate,  it  is  necessary 
to  establish  a  mean  temperature  difference  for  the  whole  period  of  thermal 
contact  of  the  substance  in  question. 

In  addition  to  the  fixing  of  a  meqn  temperature  difference  for  each  typical 
kind  of  fluid  flow  to  which  heat  flow  is  related,  it  is  also  necessary  in  the  solu- 
tion of  numerical  problems  to  have  the  constant  of  proportionality  for  each  class 
apparatus  or  typical  transfer.  This  constant  of  proportionality  is  known 
as  the  coefficient  of  heat  transmission  and  is  defined  as  the  B.T.U,  per  hour, 
transmitted  through  one  square  foot  of  surface,  or  cross-section  of  heat  flow, 
path,  per  degree  F.  difference  in  temperature  between  the  two  substances 
measured  in  the  body  of  each  and  not  at  the  surfaces  of  contact.    Accordingly, 

Let     Q==B.T.U.  per  hour  transmitted; 

l7=coefl5cient  of  heat  transmission =B.T.U.  per  hour  per  square  foot 

per  degree  F.  measured  in  the  substances; 
^==mean  temperature  difference  for  whole  period  of  transfer; 
A  =  square  feet  of  surface  through  which  transfer  is  taking  place  or 
the  cross-sectional  area  of  the  heat  flow,  path  in  square  feet. 

Then  Q^AUtm (600) 
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There  is  a  definite  relation  between  the  mean  temperature  difference  and 
the  initial  and  final  temperatures  of  the  fluids  exchanging  heat.  In  establishing 
this  relation  five  dififerent  cases  must  be  recognized,  as  follows: 

Case  I.      The  substance  giving  up  heat  may  be  at  a  constant  temperature 

and  the  substance  receiving  heat  sufifer  a  rise  of  temperature. 

Case  II.    The  substance  giving  up  heat  may  suffer  a  drop  in  temperature 

and  the  substance  receiving  heat  remain  at  a  constant  tem- 
perature. 

Case  III.  Both  substances  may  remain  at  a  constant  temperature. 

Case  IV.  Both  substances  may  change  temperature,   that  giving  up  heat 

falling  and  that  taking  the  heat  rising  by  parallel  flow,  the  final 
temperatures  of  both  tending  to  become  equal. 

Case  V.     Both  substances  may  change  temperature  by  counter  current  flow,  i.e., 

in  opposite  directions,  the  final  temperature  of  one  substance 
tending  to  become  equal  to  the  initial  temperature  of  the  other. 

For  each  of  these  cases  there  is  a  dififerent  relation  between  the  initial  and 
final  temperatures  of  both  substances  and  the  mean  temperature  difiference, 
and  these  algebraic  relations  will  be  derived  after  a  further  examination  of  the 
typical  cases  to  show  how  these  five  are  inclusive  of  all  ordinary  conditions. 
Constant  temperatiures  characterize  the  two  cases  of  condensing  vapors 
and  evaporating  liquids,  though  not  strictly  so,  because  it  is  well  known 
that  in  a  boiler  or  condenser  the  water  on  the  vapor  side  is  not  quite  constant 
in  temperature,  but  for  the  purposes  of  such  calculations  as  these  it  must  be 
taken  so,  or  no  calculation  at  all  would  be  possible.  Substances  changing 
temperature  regularly  and  indefinitely  may  be  liquid  or  gaseous.  With  these 
distinctions  the  following  classification  of  heat  transfer  cases  can  be  made 
with  reference  (a)  to  the  kind  of  thermal  change  taking  place  in  the  substances; 
(6)  tjrpe  of  relation  between  initial,  final  temperatures  and  mean  temperatiure 
difference;  and  (c)  specific  examples  of  apparatus  in  which  each  of  the  type 
actions  takes  place  which,  therefore,  are  grouped  as  similar  or  dissimilar. 

It  might  be  noted  in  the  case  of  ice  cans  submerged  in  brine  that  before 
freezing  begins  the  case  is  one  of  heat  of  water  cooling  to  brine  warming,  and 
after  freezing  begins,  constant  temperature  latent  heat  of  freezing  to  brine 
warming,  but  as  the  brine  is  not  allowed  to  rise  more  than  a  few  degrees  the 
process  is  nearly  one  of  constant  temperature  on  both  sides  and  is  not  listed 
above  because  it  is  a  peculiar  case  without  parallel.  A  similar  complexity 
exists  with  respect  to  reheating  receivers  of  multiple  expansion  engines  in  which 
the  heat  of  condensing  high  pressure  steam  is  added  to  steam  passing  between 
cylinders,  and  where  if  the  working  steam  is  wet  it  is  first  dried  at  constant 
temperature  and  afterward  warmed  or  superheated  to  a  temperature  approach- 
ing that  of  the  live  steam.  Still  other  cases  of  possible  complexity  are  the 
cooling  tower  and  evaporative  condensers  in  which  more  than  one  action  may 
take  place  and  in  which  the  specific  construction  exerts  a  strong  or  controlling 
influence. 
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Thermal  Action  in  Substances. 

Class  of  Relation  be- 
tween temperatures 
and  mean  temperar 
ture  differences. 

Examples  of  Standard  Thermal 

Giving  up  Heat. 

Receiving  Heat. 

Apparatus. 

Liquid  Cooling 

Liquid  warming 

Case  IV  or  V 

Aqua  ammonia  exchanger.  Water 
coils  of  ammonia  absorber.  Brine 
water  cooler. 

Gas  warming 

Case  IV  or  V 

Hot-water  house-heating  radia- 
tor; cooling  tower.  Automobile 
radiator. 

Liquid  boiling 

Case  II    . 

Ammonia  and  carbon  dioxide 
brine  cooler.  Evaporator  with  hot 
liquid  coils  or  jacket. 

Gas  cooling 

• 

Liquid  warming 

Case  IV  or  V 

Brine  coils  in  cold  storage  rooms. 
Economizers.  Cylinder  jackets. 
Forecooler  ammonia  condenser. 
Brine  coil  air  dryer  or  cooler.  Com- 
pressor intercooler. 

Gas  warming 

Case  IV  or  V 

Dense  air  machine  coils  in  cold 
storage  rooms.  Steam  superheaters. 
Compressed  air  engine  preheater. 

Liquid  boiling 

Case  II 

Steam  boiler.  Ammonia  or  car- 
bon dioxide  direct  expansion  coils 
in  cold  storage  rooms. 

Vapor  condensing 

Liquid  warming 

Case  I 

• 
Exhaust  steam  boiler  feed-water 
heater.    Steam,  ammonia  and  car- 
bon dioxide  condenser. 

'  Gas  warming 

Case  I 

Steam  radiator  and  tempering 
coils.  Steam  piping  radiation. 
Multiple  expansion  engine  reheat- 
ing receiver.     Dry  air  condenser. 

» 

Liquid  boiling 

Casein 

Exhaust  steam  vac.  evaporator. 
Multiple  effect  evaporator.  Coil 
and  jacketed  evap.  kettle.  Aqua 
ammonia  generator.  Evaporative 
condenser. 

It  is  structure  entirely  that  determines  whether  Case  IV  for  parallel  flow  or 
Case  V  for  counter-current  flow  shall  apply  to  the  transfer  between  liquids 
and  gases,  one  to  the  other  in  which  both  substances  suffer  temperature  change. 
In  some  constructions  it  is  quite  impossible  to  fix  the  flow  relations,  and  this 
is  in  general  true  when  a  large  mass  of  substance  is  under  treatment,  as  in  a 
tank,  instead  of  in  coils  or  pipes,  or  flowing  between  guiding  partitions,  and  in 
these  cases  it  is  necessary  to  assume  the  nearest  typical  case  as  representative. 
Derivations  of  mean  differences  will  first  be  based  on  proportionality  of  heat 
transmitted  to  the  first  power  of  the  temperature  difference. 

Case  I,  Mean  temperature  difference,  for  constant  high  temperature  source 
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to  rising  temperature  cold  substance.     In  Fig.  Ill  the  temperature  of  the  two 
substances  is  plotted  vertically,  and  the  surfaces  over  which  the  flow  causes 
temperature  change,  horizontally  for  the  conditions  specified  as  Case  I. 
Let  tk  =  constant  temperature  of  the  hot  substance  degrees  F. ; 

<c=any  momentary  temperature  of  the  cold  substance  degrees  F.; 

te^ = initial  temperature  of  the  cold  substance  degrees  F. ; 

tct = final  temperature  of  the  cold  substance  degrees  F. ; 

tr«= pounds  of  cold  substance  flowing  per  hour  over  surface. 

C«= specific  heat  of  cold  substance; 

A = surface  in  square  feet; 

^=mean  temperature  difference  between  hot  and  cold  substance; 

C/  =  coefficient  of  heat  transfer =B.T.U.  per  hour  per  square  foot  per 
degree  F. 

Then  will  the  heat  transmitted  per  hour  through  the  elementary  surface 
dA  be  given  by  Uiin—QdA,  and  as  the  temperature  rise'for  this  period  will 
be  die,  the  heat  transmitted  per  hour  is  also  given  by  CcWddic  which  is  the  amount 
taken  up  by  the  cold  substance.    These  two  quantities  must  be  equal,  whence 

CcWe      die 


dA  = 


U    in-U' 


If,  as  is  here  assmned  to  be  the  case,  the  hot  substance  be  at  a  constant  tem- 
perature, ih  is  independent  of  U  and  the  coefficient  of  heat  transfer  U  like- 


800  860 

Sq.  Ft.  Surface 

Fig.  111. — ^Heat  Transfer  from  Constant  Temperature  Source  to  Rising  Temperature  Fluid, 

Caflel. 

wise,  then  will  the  relation  between  temperature  rise  of  the  cold  substance  and 
the  surface  traversed  be  given  by, 


(601) 
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For  the  whole  period  of  transfer  if  U  is  independent  of  the  temperature  difference 

UnUA  =  CcWc{t^-Q,     or    «»=^2-«c.-W.      .    •    .     (602) 

Substitution  in  Eq.  (602)  of  the  value  of  UA  from  Eq.  (601)  in  terms  of  tempera- 
ture differences  gives  the  mean  temperature  difference, 

(fe.-W 


<«= 


loge 


\tH-tcJ 


(603) 


This  value  is  indicated  by  the  distance  from  the  high  temperature  line  ih  to 
the  dotted  line  on  the  diagram  Fig.  111. 

Case  II.  A  constant  temperature  of  the  cold  substance  Te  with  a  falling 
temperature  of  the  hot  one  constitutes  the  second  case,  represented  in  Fig.  112. 

With  the  use  of  similar  symbols  and  as  indicated  on  the  diagram, 


u  {tH-tcY         u  J^  {k-uy  •  •  •  • 


(604) 
(605) 


h 


-tc)'Um 


8q.7e«t  of  Suzfaco  PmmiI  Otot 


10 


SO 


60 


00 


BqJZaet  of  Surface  Paned  Otcut 


Fig.  112.— Heat  Transfer  from  a  Falling  Fig.  113.— Heat  Transfer  between  Two 
Temperature  Som-ce  to  a  Constant  Low  Fluids  Each  at  a  Constant  Temperature, 
Temperature  Fluid,  Case  II.  Case  III. 

Case  III.  When  both  temperatures  are  constant  the  relations  shown  in  Fig. 
113  are  most  simple  since  the  mean  temperature  difference  is  constant  and  the 
heat  transmitted  per  hour  is  directly  proportional  to  the  surface  in  action. 


tm^h  —  ti 


(606) 


Case  IV.  Parallel  flow  conditions  of  two  substances  both  changing  tempera- 
ture are  indicated  in  Fig.  114  which,  therefore,  represents  diagrammatically  the 
fourth  case.  After  passage  over  the  elementary  surface  dA,  the  cold  sub- 
stance will  rise  in   temperature  an  amount  die  and  the  temperature  of  hot 
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substance  fall  correspondingly  dth]  therefore,  the  heat  transmitted  per  hour  is 
given  by  U{th—QdA  —  Ccw4tc=ChV)Hdih,  It  appears,  therefore,  that  the  relation 
between  surface  and  temperature  change  can  be  given  two  forms,  as  follows, 


il  = 


CcWc   Qo*    die     _  ChWn  Qni    dtn 


These  are  really  identical  because  tn  is  a  function  of  ie  at  any  moment  since 
the  heat  gained  by  the  cold  body  must  be  equal  to  that  lost  by  the  hot  one, 
which  fact  fixes  the  relation  between  tempei-atures. 
Hence  after  any  interval  of  time  or  surface  traversed 

ChWnith.-th)  ^CcWcitc-Q.    Therefore    ^  =  <Ai+^^(<ci-fc). 
Subtracting  te  from  each  side,  <*— fc  =  ^;ii+jT~^fci"(l+^T7)'«* 


Sq.  Foei  of  Surf aoe  Passed  over 

Fig.  114. — Heat  Transfer  between  Fluids,  Each  Changing  Temperature,  Parallel  Flow, 

Case  IV. 


Substituting  this  in  the  differential  equation  where  the  variable  is  fc,  gives 

CcWe    /He*  dte 


A-= 


U 


:   /Hf$ Olc^ 


1+ 


CcWc 

CkWh 


CcWc 


( 


C/  1+ 


CcWc 
ChWHj 


log. 


"       .CeWe. 
,CcWe. 


■-('+?SH' 
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Therefore 


A  = 


CcWe 


H 


■i,CcWe\ 


'"^(S^- 


(607) 


This  can  be  put  in  a  slightly  diflferent  form  by  the  relation 

CcWc  _.    ,tH,-tkt_(tc,-Q  +  (thr-tM,) 

"*■     «     *      ^4  4      _4  9 


1  + 


ChWh 


tci  —  tci 


tct      tci 


which  may  be  inserted  in  Eq.  (607)   when  the  problem  indicates  a  necessity 
for  it. 

For  the  whole  transfer,    tmUA=CeWe{tet'-tei)=ChWh{thi-'tht), 
whence    «.=^f!£^^=  CML-U,) 


CeWc 


{tc-tcd  +  {tHr-tJ 


Therefore    tm  = 


ytct  —  tci) 


^{^ 


(608) 


•«  120 


Case  V.   Counter-current  flow  conditions  for  this  case  are  indicated  on 
Fig.  115,  which  shows  a  rising 
temperature    of  the  cold  body      mo 
to  a  value  approaching  that  of 
the   initial    temperature  of  the 
hot  one,  instead  of  its  final  tem- 
perature, as  in  the  case  of  paral- 
lei  flow.     Beginning    with   the  t 
entrance  of  the  cold  body  into   |  loo 
the  system  its  temperature  will  ^. 
have  risen  dte  degrees  from  fe,,   | 
after  passage   over  the  elemen-   I  co 
tary  surface  dA,  and  in  the  same  h 
time   the  hot    body   will   have 
fallen  dtn   degrees  to  the  value      » 
tk^.  Therefore,  as  for  parallel  flow 


^C^_c  rte,    die 
_  CnWn  rthi    dtn 


^    80 


5  10  15 

Square  Feet  of  Sarface  Fasted  Orer 


Fig.  115. — ^Heat  Transfer  between  Fluids,  Each 
Changing  Temperature,  Counter-current  Flow, 
Case  V. 


Elimination  of  one  variable  U  by  introducing  its  relations  to  fe  is  effected  in  a 
similar  manner  but  by  terms  differently  involved.  After  any  appreciable 
interval    ChWhith  -  tij  =  CeWe{te  -  ted  •    Therefore 

.        .      I   CeWe.^        ,   .  A       4        4        4  ^f^'-/      i/f^cWe       A, 
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Substitution  in  the  differential  equation  where  the  variable  is  te  gives,  after 
reduction,  A  = 


[<^-')\ 


'*(^ <««' 


The  weight,  specific  heat  ratio  can  be  eliminated  by  the  relation  between  it 
and  temperatures  which  is  given  by 


^l^^^-l^C^^^-^)"^"^),    For  the  whole  transfer 


CcWc 


<«C7A=Cc«).(fc,-0=C'»u.»«M-<».),    and    t,=^^^^Hr-^^TT^-     (^lO) 

All  of  these  equations  for  mean  temperature  difference  are  identical  when 
properly  interpreted,  however  different  they  may  look  in  tenns  of  the  specific 
symbols.  Inspection  will  show  that  the  numerator  is  in  every  case  the  initial 
temperature  difference  less  the  final  temperature  difference,  while  the  denom- 
inator is  only  the  hyperbolic  logarithm  of  the  ratio  of  initial  to  final  tempera- 
ture differences. 

,Ti-r       X  j.is.  \     (Initial  temp,  diff.)  —  (Final  temp,  diff.)        //s^  ^x 

(Mean  temp,  diff.) = ^^ .^\^,  ,  / — ^    ...^ ^ -.      (61 1) 

1       /Initial  temp,  difference \ 

\  Final  temp,  difference  / 

By  the  adoption  of  coefficients  of  transfer  U,  or  rather  numerical  values 
for  U,  for  the  common  cases  of  practice,  it  becomes  possible  to  calculate  rela- 
tion between  quantities  of  substance  heated,  or  quantity  of  heat  transmitted, 
and  surface;  but  only  approximately.  The  coefficients-used  in  most  engineer- 
ing work  allow  a  good  safe  margin  in  the  form  of  sufficient  surface  so  the 
apparatus  will  always  be  big  enough  to  perform  the  required  service,  but  econ- 
omy in  the  use  of  material  demands  care  in  design  to  bring  to  bear  as  large  a 
coefficient  as  possible  by  whatever  means  are  available;  these  are  confined  to 
the  use  of  high  velocities  of  fluid  or  equivalent  means  of  fluid  film  reduction, 
and  cleanliness.  In  the  Tables  are  given  some  average  values  of  U  that 
have  been  in  common  use  in  designing  apparatus.  These  are  presented  not  as 
accurately  determined  values  but  as  average  values  illuistrating  the  most 
important  fact  that  in  all  cases  where  gases  are  involved  the  coefficient  is 
much  less  than  when  they  are  not  present.    See  Table  L,  Handbook  of  Tables. 

Example  1.  Case  I,  Fig.  111.  A  feed-water  heater,  with  exhaust  steam  at  220^  F. 
and  a  water  supply  at  60°  F.  17  « 200,  specific  heat  =  l,  water  30,000  lbs.  per  hour, 
which  in  round  numbers  corresponds  roughly  to  the  feed  of  a  1000  H.P.  boiler. 
Compute  the  surface  to  give  the  feed  water  a  final  temperature  of  90°,  120°,  150^, 
180°  and  210°,  also  find  U. 

CeWc.        ftH-tc\      „         ,      ni^Ol,      A     ^0000 ,        /220-60\       ,^ 

-150 log.  1^-150 log.  1.23 -150X.207 -31.05  8q.ft. 


A- 
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In  the  same  way  for  fc*  =  120"*  F.,  150*  F.,  180**  F.  and  210**  F.,  A  will  have  the  following 
values:  70.5;  124.95;  207.9;  415.5  sq.ft. 

fe,-t.  210-60       150 


fc»  = 


-(1^  ■-© 


2.77 


54^  mean  temperature  (Merence. 


Egcample  2.  Case  II,  Fig.  112.  An  ammonia  brine  cooler  where  the  evaporation 
takes  place  at  30*  F.  and  the  brine  enters  the  coils  at  40*  and  leaves  at  35*  F.,  a 
total  fall  in  temperature  of  5*  F.  Take  the  specific  heat  of  the  brine  at  .68  and 
assume  17,700  lbs.  per  hour,  which  about  corresponds  to  one  ton  of  ice  per  24  hours. 
Take  t7«100.    Fmd  the  surface  corresponding  to  39*  F.,  38*,  37*,  36*  and  35*  F. 

120  log*      ^^ 


.     CnWn  ,       {k.-U)     .68X17700,       (40-30) 
A=     ^,     log«7: TT- 7i^ ^^K* 


For     in. 


U 
'39° 


HlH-tc) 


10 


F.,  A^lTOloge  — 


100 

=  12.6  sq.ft. 


(<*.-30) 


a*. -30)' 


In  the  same  way  for  tj^  =38*,  37*,  36*  and  35*  F.,  the  corresponding  surfaces,  A,  in 
sq.ft.  will  be  26.8;  42.9;  61.4;  and  83.2. 

fe.-<A.  40-35 


tm 


-(^t)  '-(f) 


»7.21*  mean  temperature  difference. 


Example  3.  Case  III,  Fig  113.  Assume  that  exhaust  steam  at  a  temperature  of 
235*  F.  is  used  to  supply  heat  to  an  evaporator  in  which  alcohol  is  being  evapor- 
ated at  a  temperature  of  70*  F.  So  long  as  the  pressures  and  the  quality  of  the  alco- 
hol remain  constant,  these  temperatures  will  remain  the  same.  What  will  be  the 
surface  required  if  3,600,000  B.T.U.  are  to  be  supplied  to  the  evaporating  fluid  per 
hour?    Assume  17  « 400. 

ih  -te)  =fm  =235  -70  =  165*  temperature  difference.     .'.     Heat  transfer  per  sq.ft. 


=165  X400  =  60,000  B.T.U.  per  h9ur.    Hence  required  surface  = 


3600000 
60000 


=60  sq.ft. 


Example  4.  Case  IV,  Fig  114.  Water  leaving  a  still  at  a  temperature  of  180*  F. 
passes  through  a  cooler  before  entering  ice  tanks  in  which  it  is  to  be  made  into  ice. 
Let  this  cooler  be  assumed  to  have  a  parallel  flow  of  distilled  water  and  of  cooling 
water.  The  cooling  water  enters  at  a  temperature  of  50*  F.  The  cooler  is  to  be 
capable  of  cooling  10  tons  of  water  per  day  from  a  temperature  of  180*  F.  to  90*  F. 
using  for  cooling  2}  lbs.  of  cooling  water  per  pound  of  distilled  water.      Take  [/  =60. 

wa=834  lbs.  per  hour;  m^c=2080  lbs.;    Ca  =  1;  C«=1. 

Find  the  required  cooling  sur- 
face for  each  15*  fall  of  temperature 
of  the  hot  water.  Heat  necessary  to 
cool  20,000  lbs.  through  15*  will  heat 
50,000  lbs.  of  water  1x15**  =6^ 
which  is  accordingly  the  correspond- 
ing increment  for  te  as  shown  in 
tabular  form: 

Substitution  in  Eq.  (607)  gives 
the  following  expression  for  area 
corresponding  to  a  given  ;tempera- 
ture  Terence,  tn^  -fc|, 


th 

tc 

th-tc 

180* 

50' 

130* 

165 

56 

109 

150 

62 

88 

.135 

68 

67 

120 

74 

46 

105 

80 

25 

90 

86 

4 
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A  = 


1X2080 


60 


( 


1X2080^ 


■*C^) -»-»«•  (S)- 


1X834/^ 

Substituting  in  this  formula  there  are  obtained  the  following  values  of  A  corresponding 
to  the  values  tjt,  as  noted:   /a.  =  165°  F.,  A  =1.74;  for  150**,  A  =3.88;  for  135^  A  =6.66; 
for  120^  A  =10.30;  for  105°,  A  =16.32  and  for  90°,  A  =34.5  sq.ft. 
The  mean  temperature  difference  is 


t»  = 


fa-<0-fa,-O      130-4 

>-(S)  '-(f) 


126 


3.48 


=36  degrees. 


Example  6.  Case  V,  Fig.  115.  Assume  a  problem  similar  to  that  for  Case  IV 
except  that  the  flow  is  counter-current  instead  of  parallel,  i.e.,  into  a  counter-current 
cooler  flows  834  lbs.  per  hour  of  distilled  water  at  a  temperatiu^  of  180°  F.,  which  is 
to  be  cooled  to  90°  upon  leaving.  Cooling  water  is  supplied  at  50°  F.  at  the  rate  of 
2080  lbs.  per  hour.  How  much  cooling  surface  is  required  to  cool  by  intervals  of  15°? 
What  is  the  mean  temperature  difference  when  cooling  to  90°? 

Cn==l;  Cc  =  l;  itJA=834;  Wc='20S0.  Assume  ^=60;  /«i=50°.  Since  for  any  given 
interval,  with  coimter  flow  CnWnithi-th^  =CcWe{tet—tci), 

t,  =«',+«A,  -W^-  =50+(180-90)|fJ^  =86°  F.,  as  shown  in  the  table. 

834 
Next,  let  tk,  =  165°  F.,  and  U,  =86 - (180 - 165) _—:  =80°  F. 

For  each  successive  fall  for  h  of 

15°,  there  is  a  fall  of  6°  for  U  since 
the  cold  fluid  is  flowing  in  the  op- 
posite direction  and  the  change  of 
temperature  of  the  one  is  due  to 
the  change  of  temperature  of  the 
other.    See  Example  4. 

From  Eq.  (609)  the  area  from 
the  point  of  entrance  of  the  hot 
liquid  to  the  point  at  which  tem- 
perature has  fallen  15°  is  found  to  be : 


th 

te 

ith-tc) 

180 

86 

94° 

165 

80 

85 

150 

74 

76 

135 

68 

67 

120 

62 

58 

105 

56 

49 

90 

50 

40 

For    <A.  =  165°F.,  A  = 


1X2080 


/2080__  \ 

\834   ; 


logi 


60     - - 


/180-86\  ^ 
\165-80/ 


94 

23.1  Xloge- =2.33  sq.ft 
oo 


Other  values  of  A  may  be  readily  determined  by  substitution  in  the  above  formula. 


The  mean  temperature  difference  is,  fm  = 


CkWn{tk,'-iH,)    834X90 


or  by  Eq.  (710) 


tm 


UA 
94-40 


="^^7777^=63.1  degrees, 


60X19.8 


log* 


(S) 


54 

1855 


=63.1  degrees. 


Prob.  1.  In  the  manufacture  of  condensed  milk,  the  water  is  evaporated  at  a  low 
pressure  by  the  use  of  steam.  If  the  pressure  in  the  vacuum  kettle  is  such  that  the 
temperature  is  90°  F.,  the  latent  heat  per  poimd  will  be  about  1100  B.T.U.'s.  On  the 
assumption  that  this  condition  remains  the  same  during  the  entire  process,  that  U'^dOO, 
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and  that  the  heat  is  derived  from  steam  at  a  temperature  of  215^  F.,  how  much  sur- 
face will  be  required  to  evaporate  2  tons  of  water  per  hour? 

Prob.  2.  The  rate  of  heat  transfer  in  a  surface  condenser  is  400.  The  vacuum 
desired  calls  for  a  temperature  in  the  condenser  of  100°  F.  The  cooling  water  amounts 
to  1,000,000  lbs.  per  hour,  enters  at  50°  F.  and  leaves  at  95°  F.  How  much 
surface  will  be  needed  if  the  heater  is  a  five-pass  heater,  and  what  will  be  the 
temperature  at  the  end  of  each  pass? 

Prob.  3.  The  boiler  for  a  steam-heating  plant  runs  at  a  pressure  of  5  lbs.  per 
square  inch  gage,  and  evaporates  a  thousand  pounds  of  steam  per  hour.  The  products 
of  combustion  have  an  initial  temperature  of  1000°  F.,  a  final  temperature  of  400°  F. 
and  a  specific  heat  of  .25.  Assuming  1000  B.T.U.'s  needed  per  pound  of  steam  and  that 
U  is  2.5,  how  much  surface  will  be  needed? 

Prob.  4.  The  oil  in  an  electric  transformer  is  cooled  by  running  it  through  annular 
tubes  inside  of  which  is  circulated  cold  water  in  a  counter-current  direction.  1000  lbs. 
of  oil  per  hour  must  be  cooled  from  150°  F.  to  80°  F.  while  there  is  available  5000  lbs. 
of  water  per  hour  at  a  temperature  of  50°  F.  The  specific  heat  of  the  oil  may  be  taken 
as  .4,  and  C7  as  50.  At  what  temperature  will  the  water  leave  the  end  of  the  cooler, 
and  how  much  surface  will  be  needed  for  every  10°  of  cooling?  If  it  were  desired  to 
cool  oil  down  to  70°  F.  how  much  additional  surface  would  be  required? 

Prob.  6.  To  reduce  the  quantity  of  moisture  in  air  it  is  passed  over  coils  con- 
'  taining  cold  brine  and  thereby  lowered  below  the  dew  point.  Disregarding  the  heat 
to  be  removed  from  the  moisture  what  must  be  the  area  of  coils  to  lower  500,000 
cubic  feet  of  air  per  hour  from  70°  F.  to  20°  F.?  The  air  and  brine  pipes  enter 
the  cooling  duct  at  the  same  end.  Using  the  following  data,  what  will  be  the  re- 
quired surface?  Specific  heat  of  air  .25,  of  brine  .7,  brine  enters  at  —20°  F.  and 
leaves  at  15°  F.      What  will  be  the  mean  temperature  difference? 

Prob.  6.  Solve  Prob.  5  for  counter-current  flow. 

79.  Variation  in  Coefficient  of  Heat  Transmission  Due  to  Kind  of  Substance, 
Character  of  Separating  Wall  and  Conditions  of  Flow.  Nothing  could  well 
be  more  striking  than  the  fluctuations  in  the  accepted  workable  values  of  U 
for  different  conditions  of  surface,  kinds  of  substance  and  rate  of  flow,  rang- 
ing as  they  do  from  about  f7=2,  to  somewhere  near  [7=1000.  It  is  quite 
natural  in  view  of  the  uncertainty  that  must  accompany  the  selection  of  the 
correct  value  for  a  given  practical  problem  that  many  investigators  have  sought 
to  explain  by  experiment  and  analysis  the  variations  that  exist,  with  a  view  to 
associating  all  values  by  a  general  law.  This  ultimate  aim  appears,  however, 
to  be  quite  hopeless  of  attainment,  and  even  if  it  were  not  without  hope  it 
would  probably  be  useless,  because  any  general  law  must  include  terms  to 
account  for  the  conditions  of  surface,  the  gas.  content  of  liquids  or  vapors, 
something  equivalent  to  the  thickness  or  resistance  of  fluid  films  and  other  things 
equally  indeterminate  by  a  computer  engaged  in  predicting  what  will  happen  in 
an  apparatus  for  which  these  things  must  first  be  evaluated  but  cannot  be. 
About  all  that  one  could  reasonably  expect  in  this  coimection  is  a  relation  of 
U  to  the  definable  variables  in  each  characteristic  class  of  heat  transfer  cases 
with  perhaps  a  few  general  principles,  and  some  of  these  principles  are 
fairly  well  established,  though  none  quite  beyond  the  limits  of  controversy. 

Among  the  general  principles,  one  already  cited  appears  most  important 
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of  them  all,  that  "when  a  gas  is  either  giving  or  receiving  heat  the  coefficient 
of  heat  transfer  is  very  much  lower  than  when  a  liquid  is  involved  as  such, 
or  as  changing  state  with  its  vapor.  So  very  high  is  the  resistance  and  so 
very  low  the  value  of  U  when  a  gas  is  involvedy  that  the  main  resistance  to 
flow  is  always  on  (he  gas  side  unless  most  extraordinary  means  are  used  to 
change  it.  As  transfer  always  proceeds  from  one  substance  to  another  and 
through  a  third  generally,  it  may  be  considered  as  a  three-stage  operation,  of 
which  the  first  step  is  the  giving  up  of  heat  by  the  hot  one,  the  second  its  trans- 
mission proper  and  the  third  its  absorption  by  the  cooler  body.  The  rate 
with  which  it  will  pass,  while  a  function  of  all  the  heat  resistances  encountered 
is  practically  controlled  by  the  one  single  highest  resistance  when  that  one  is 
much  larger  than  the  others.  Thus,  in  a  given  case  the  rate  of  heat  exchange 
may  be  limited  by  the  ability  of  the  fluid  on  one  side  or  the  other  to  give  or 
to  take,  and  in  the  great  majority  of  cases  this  is  so;  for  a  steam  boiler  the  water 
can  take  up  heat  faster  than  the  hot  gases  can  give  it,  except  possibly  for 
surfaces  receiving  radiant  heat,  while  in  a  steam  condenser  the  limit  is 
imposed  by  the  abihty  of  the  circulating  water  to  take  the  heat,  and  this 
is  also  the  case  for  steam  feed-water  heaters  as  well.  Therefore,  even 
if  means  were  available  to  increase  the  heat-absorbing  capacity  of  water  next 
the  heating  smHFace  of  boilers,  it  would  be  of  no  value  until  the  gases  had  been 
first  caused  to  give  up  heat  at  a  very  much  faster  rate  than  they  do. 

The  usual  plan  of  experimenters  seeking  to  relate  the  coefficient  of  heat 
transfer,  or  the  hourly  transfer  of  heat  to  some  prime  variable,  has  been  to  vary 
every  condition  that  might  produce  a  change,  one  at  a  time,  plot  the  results 
to  coordinates  and  seek  an  equation  for  the  curve.  Practically  all  that  is  known 
of  the  conditions  that  control  the  value  of  U  has  been  derived  in  this  manner 
with  the  exception  of  one  result  announced  by  Osborne  Reynolds  and  derived 
by  mathematical  analysis  based  on  the  kinetic  theory  of  gases  and  on  certain 
hypotheses  with  regard  to  the  condition  of  affairs  at  the  metal  surface. 

A  study  of  the  results  of  these  experiments  illustrates  the  complexity  of  the 
relations  involved  and  the  almost  complete  hopelessness  of  any  attempt  to 
generalize  much  beyond  the  following  principles  in  addition  to  those  of  a  single 
controlling  resistance,  and  the  almost  universally  higher  value  of  gas  resistance 
over  liquid. 

The  transmission  per  hour  is  said  to  be  proportional  to  the  temperature 
difference  of  the  fluids  directly  according  to  most  experimenters,  so  that 
the  coefficient  in  B.T.U.  per  hour  per  square  foot  per  degree  is  independent 
of  temperature  difference,  however  much  it  may  vary  with  other  things. 

When  the  heat  transmitted  per  hour  is  directly  proportional  to  temperature 
difference,  the  value  of  I/,  being  the  B.T.U.  per  square  foot  per  degree  mean 
temperature  difference,  is  independent  of  the  temperature  difference,  and  the 
mean  temperature  difference  ^  is  a  function  of  the  initial  and  final,  as  deter- 
mined in  the  last  section.  Should  the  heat  flow  per  hour  be  proportional 
to  any  but  the  first  power  of  the  temperature  difference  then  the  value  of  U 
will  be  itself  a  f imction  of  temperature  difference,  and  the  mean  temperature 
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difference  a  diflferent  function  of  the  actual  temperatures  than  those  previously 
derived.  This  can  be  shown  by  analysis  for  one  case  as  follows,  a  similar 
method  being  applicable  to  other  kinds  of  flow  and  cases  of  transfer  though  not 
worked  out  here  because  of  the  uncertainty  of  the  value  of  the  exponent. 

Consider  the  case  of  flow  of  heat  from  condensing  vapor  at  a  constant 
temperature  to  a  liquid  or  gas  with  rising  temperature,  which  of  course  includes 
surface  condensers  and  feed-water  heaters.  Then,  from  an  element  of  surface 
dA  there  will  pass  C7(<a— fc)cLl,  B.T.U.  per  hour,  which  is  equal  to  the  product 
of  weight  per  hour,  specific  heat  and  temperature  rise  of  the  substance  receiv- 
ing the  heat,  whence,  q^  ^ 

dA  = 


If  now  the  heat  l)er  hour  be  proportional  to  the  nth  power  of  the  temperature 
difference,  then  U  is  proportional  to  the  (n—  1)  power  of  the  temperature  dif- 
ference or,  C7=iC((A— fc)»-^    Therefore 


-M'"*- 


Uy-'^dk^^^jitn-UY-^-ih-UY-^l    .     (612) 


which  is  the  relation  between  the  surface  and  the  temperatures  resulting  from 
the  passage  over  that  surface.  The  mean  temperature  difference  is  given 
by  the  relation  fcnI7i»A  =  Ct^(<c— ^cj,  in  which  C7«  is  the  average  value  of  U  for 
the  whole  heat  exchange. 

Whence  tm^  — Tj~r~  "^ r^ 

_jg(l— n)  (tc— fci) /^.o\ 

"    c/«     (<*-U'-'^-(«A-0'-« "   ^    ^ 

It  appears  from  this  that  the  mean  temperature  difference  is  a  function  of 
the  temperature  rise  of  the  water  or  gas  being  heated,  of  the  (1— n)  power 
of  the  initial  and  final  temperature  differences  and  of  the  mean  value  of  the 
coefficient  of  heat  transfer  which  is  itself  now  a  variable.  This  mean  value 
of  U  can  be  found  by  integration,  but  is  not,  because,  first  the  resulting  expres- 
sion is  very  complicated  for  practical  use,  and  second  the  completed  expression 
is  hardly  worth  while  notwithstanding  its  apparent  accuracy,  because  of  the 
uncertainty  in  the  value  of  n  and  the  real  value  of  U,  so  that  the  result  is  not 
and  cannot  be  accurate. 

Both  hourly  rate  and  the  value  of  V  assumed  independent  of  temperature 
difference,  that  is,  forn=l,  are  found  to  be  more  clearly  a  function  of  flow 
conditions  which  are  defined  by  different  experimenters  in  different  ways.  For 
example,  all  observers  agree  in  assigning  higher  values  to  U  when  the  flow  is 
vigorous  than  when  it  is  sluggish,  that  is,  U  is  found  to  increase  in  some  manner 
with  rate  of  flow  in  aU  cases  but  one^  and  thai  is  when  the  increased  rate  of  flow 
takes  place  in  the  fluid  on  that  side  of  the  surface  where  the  resistance  is  but  a  small 
fraction  of  the  total.    Thus,  for  hot  gas  warming  water,  increase  in  flow  of  the 
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water  does  not  sensibly  increase  the  value  of  U,  but  increase  in  the  rate  of  gas 
flow  will  do  so.  This  is  one  source  of  discrepancy  in  the  reports  of  experiments 
not  conducted  in  such  a  way  as  to  control  both  rates  when  seeking  to  relate 
heat  flow  to  one  of  them,  many  experimenters  reporting  results  for  variations 
in  one  rate  of  fluid  flow  without  making  sure  that  the  rate  of  flow  of  the  other 
fluid  was  either  constant  or  of  negligible  resistance.  This  point  is  clearly 
demonstrated  by  the  following  experimental  data,  comparing  one  set  of  experi- 
ments with  another. 

The  first  series  of  experiments  was  conducted  by  Mr.  W.  D.  Monks  in  the 
mechanical  laboratories  of  Columbia  University,  imder  the  direction  of  Pro- 
fessor Lucke,  on  the  transfer  of  heat  from  hot  guises  to  water  under  varying 
conditions  *of  water  flow  with  the  gas  flow  intentionally  neglected,  except 
as  was  necessary  to  control  gas  temperature.  The  metal  walls  were  those 
of  a  2-in.  tube  88f  ins.  long,  set  vertically  in  a  brick  flue  and  heated  out- 
side by  the  products  from  a  gas  fire.  The  water  flow  was  controlled  partly 
by  varying  velocity  in  the  tube  as  set  and  partly  by  varying  the  area  of  the 
water  passage  in  the  tube,  while  surface  conditions  of  the  tube  on  the  gas  side 
were  also  varied  by  applying  in  one  case  cast-iron  rings  of  the  Foster  steam 
superheater  elements.  The  first  series  was  run  with  a  perfectly  plain  tube 
supplying  varying  quantities  of   water  while   holding  the    gas   temperature 

constant,  then  the  process  was 
repeated    with    a    higher    gas 
temperature;   later   a  plugged 
1-in.  standard  pipe  was  inserted 
as  a  core  and  the  same  repeated, 
and   finally   a  helical  strip  of 
^  metal  substituted  to  give  the 
water     a     rotary    movement. 
Some  of  the  results  are  plotted 
in  Fig.  116,  showing  the  relation 
of  C/  to  water  velocity  up  to 
160  ft.  per  minute,   and  these 
are  representative.    They  show 
a   small    increase  in    U    with 
water  velocity  as  might  be  ex- 
pected,   since    there    is    some 
Fig.  116.— Variation  of  Heat  Transfer  Coefficient  with    water    resistance,    but    hardly 
Velocity  of  Water  when  Water  Receives  Heat  from    p«^„jyU   f^  Up  wnrth  vah'\   •  f 
a    GaSy    Illustrating    Substantial    Constancy  and  it.*  i        ' 

Proving  the  CarUroUing  Renstance  to  he  an  the  Gaa   example,  the  mcrease  along  any 
Side.  one  of  the  curves  is  less  than 

1  B.T.U.  per  hour  per  square 
foot  per  degree,  and  all  values  for  whatever  water  velocity  or  tube  condition 
lie  between  C7=2,  and  C/  =  13.  There  are  two  influences  affecting  U  more  than 
water  velocity,  and  these  are  gas  temperatures  and  the  outside  condition  of 
the  tube.    For  the  plain  tube  increasing  the  gas  temperatures  from  1000^  F.  to 
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1700®  F.  had  the  effect  of  approximately  doubling  the  value  of  f/,  but  it  is 
not  possible  to  say  whether  this  effect  is  due  inherently  to  temperature  or  to 
increased  gas  velocity  which  accompanies  it,  or  to  some  other  related  quantity 
such  as,  perhaps,  gas  density.  In  every  case  the  jacketed  tube  gave  much 
lower  values  than  the  unjacketed,  calculating  surface  as  that  expased  to  the 
water  and  not  that  exposed  to  the  gas,  or  aboiU  the  same  when  caladaiing 
surface  as  thai  exposed  to  the  gas,  illustraHng  well  the  constancy  of  gas  film 
resistance  for  equal  gas  flow  and  temperature  conditions.  The  whole  series 
demonstrates  absolutely  the  controlling  character  of  the  resistance  on  the  gas 
side  and  leads  to  the  conclusion  that  whatever  variations  in  U  may  be  found 
are  due  to  varying  film  resistance,  and  may  be  related  to  velocity  of  fluid 
directly  or  indirectly.  The  situation  appears  to  be  somewhat  as  illustrated  in 
Fig.  117. 

^  Temperature  Degrees  F. 

o8§ggg§g 
1 \ \ I I  I  I 


Air  Side 


Air  Film 


Water  Film 


Waterside 


Fig.  117. — Probable  Relations  between  the  Heat  Resistances  or  Drops  in  Temperature  when 

Heat  Passes  from  Hot  Gas  to  Water. 

Another  series  of  experiments  carried  out  in  great  detail  by  H.  P.  Jordan, 
on  the  transmission  of  heat  from  hot  air  to  water  confirms  the  above  con- 
clusions but  extends  them,  as  the  amount  and  velocity  of  the  air  were  accu- 
rately determined  and  the  transmission  phenomenon  divided  into  two  parts: 
first  from  air  to  metal,  and  second  from  metal  to  water.  The  superior 
resistance  on  the  gas  side  is  shown  by  the  curve  of  Fig.  118,  plotted  from 
one  experiment,  by  the  temperature  drops,  which  on  the  air  side  was  246° 
F.  with  only  6.7°  F.  on  the  water  side,  that  through  the  metal  itself  being 
negligible.  In  every  case  the  rate  of  transmission  from  the  hot  gas  to  metal 
is  found  to  increase  with  increase  of  flow,  and  here  a  most  striking  relation 
is  demonstrated  by  an  appropriate  selection  of  the  prime  variable  represent- 
ing rate  of  flow.  When  this  variable  is  taken  as  pounds  of  air  per  square  foot 
of  area  of  cross-section  of  air  passage  per  second,  the  B,T.U.  per  hour  per  square 
foot  per  degree  difference  between  air  and  metal  relation,  is  linear  and  the  curve 
a  straight  line  as  shown  in  Fig.  118,  for  one  series.    These  lines  all  have  the 

equation  »t      .      ^^  /      x 

^  U=A+B- (614) 

a 

where  17=B.T.U.  per  square  foot  per  degree  difference  between  gas  and  metal; 
11?  =  pounds  air  per  second; 
a = square  fpot  cross-section  area  of  air  passage. 
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In  this  equation  A  and  B  are  factors,  not  the  same  numerically  for  dif- 
ferent circumstances,  and  found  by  Jordan  to  depend  on  the  following  con- 
ditions: A,  which  is  the  zero  flow  value  of  U,  appears  to  be  independent  of 
both  cross-section  of  channel  and  temperature,  but  probably  fixed  by  the 
condition  of  the  surface  as  to  cleanliness  or  smoothness;  while  B,  which 
measures  the  rate  of  increase  in  U  with  flow,  seems  to  be  dependent  on  both 
the  air  temperature  and  on  the  dimensions  of  the  air  passage.    Its  value  is 
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Fig.  118. — ^Variation  of  Heat  Transfer  Coefficient  with  Rate  of  Flow  per  sq.ft.  of  Stream 
Cross-section  of  the  Gas  (Air),  when  Water  Receives  Heat  from  a  Gas,  Illustrating  Linear 
Relation  between  V  and  Gas  Mass  Flow. 

found  from,  J5=c+c'g+c"<m,  where  c,  c'  and  c"  are  constant,  im  the  arithmetical 
mean  of  the  air  and  metal  temperature,  and 

,     ,      r    J    xu  •    •    i_  ^^^  ^f  fl^^  ^f  channel.  ,^^^^ 

9= mean  hydrauhc  depth  m  mches= — : ; -, ;; — .     .    (615) 

penmeter  of  coolmg  surface 

Substituting  the  values  of  the  constants  and  factors  he  found  that 

— -  =.0015+[.000506-.00045g+.000001f>6«m]-. 
ouOO  a 

This  gives  the  coefficient  of  heat  transfer  in  terms  of  all  variables  investigated, 
including  weight  of  flow  of  gas  in  pounds  per  second,  cross-section  of  channel, 
shape  of  channel  or  mean  hydraulic  depth  and  temperature  of  air  and  metal. 
The  laws  are  summarized  by  Jordan  as  follows: 

(a)  For  a  constant  mass  flow  ( -=c)  the  rate  of  transfer  is  proportional 
to  temperature  difference  directly; 
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'  (6)  For  a  given  temperature  difference  (tii=c)  the  rate  of  transfer  increases 
with  speed  by  a  linear  law; 

(c)  For  a  given  rate  of  flow  and  temperature  difference  the  rate  of  transfer 

increases  with  the  value  of  the  temperature ; 

(d)  The  rate  of  transfer  depends  on  the  condition  of  surface; 

{e)  The  rate  of  transfer  depends  on  the  size  of  channel,  and  the  smaller 

area 

the  ratio,  — : =q,  the  greater  the  rate  of  transfer. 

perimeter 

These  experiments,  as  well  as  another  series  by  Dr.  T.  E.  Stanton,  on 
the  transfer  from  water  to  water  through  metal,  may  be  regarded  as  con- 
firming the  theoretical  predictions  on  the  laws  of  transfer  as  announced  by 
Prof.  Osborne  Reynolds  forty  years  ago.  He  gave  on  purely  theoretic  grounds 
a  linear  law  of  relation  between  rate  of  transfer  per  hour  per  degree  and  the  prod- 
uct of  density  and  velocity  of  fluid,  but  this  product  is  equal  to  the  weight  per 
second  per  square  foot  of  cross-section  or  the  mass  flow,  as  it  may  be  called. 

The  conclusion  that  when. a  gas  is  present  on  one  side  or  the  other  the 
coefficient  of  heat  transmission  increases  in  a  linear  law  manner  with  a  mass 
flow  is  a  most  important  one,  because  the  greatest  practical  use  of  this  sort  of 
transmission  is  made  in  the  steam  boiler,  the  laws  for  which  have  for  over  a 
century  been  a  subject  of  controversy  and  doubt,  from  which  some  order  and 
agreement  is  beginning  to  appear.  In  the  case  of  the  boiler  the  temperatures  on 
the  two  sides  of  the  surface  are  imknown,  greatest  variations  and  uncertainty 
are  found  on  the  gas  or  flame  side.  This  being  the  case  it  is  quite  impossible 
to  find,  or  if  found  for  one  case,  to  use  in  engineering  practice,  any  particular 
value  of  the  coefficient  per  hour  per  degree  per  square  foot.  It  is  possible, 
comparatively  easy,  and  entirely  practicable,  to  discuss  and  use  the  rate  of  trans- 
mission per  hour  per  square  foot,  and  this  evidently  in  any  case  wiU  qIso  bear 
a  linear  relation  to  the  quantity  of  gas  per  hour  being  discharged  through  the  flues 
or  tubes.  This  is  proved  by  all  accurate  tests  on  boilers  and  will  be  taken  up 
later  as  the  subject  is  important  enough  to  warrant  a  more  detailed  treatment. 

The  next  important  class  of  heat  transfer  cases  in  view  of  practical  applica- 
tions in  standard  engineering  apparatus  is  the  transfer  from  condensing  steam 
to  moving  water,  typical  of  exhaust  steam  feed-water  heaters,  surface  con- 
densers, steam-heated  kettles  and  similar  equipment.  This  has  long  been  a 
subject  of  experimental  investigation  and  there  are  available  many  test  results, 
all  of  which  do  not,  however,  agree  in  detail,  though  all  do  agree  in  assigning 
increasing  values  to  U  with  water  velocity,  usually  making  it  proportional 
to  some  power  of  the  water  velocity — Ser  and  Joule  the  one-third  power,  Hege- 
man  the  one-half  power  and  Stanton  the  first  power.  In  some  of  the  work 
attempts  have  been  made  to  relate  U  to  the  steam  velocity -or  mass  flow  of  steam 
approaching  the  condensing  surface  as  well,  but  these  are  in  the  main  imsuc- 
cessful.  One  great  source  of  variation  in  U  noticed  by  some  and  ignored 
by  others  as  peculiar  to  this  doss,  is  the  collection  of  norircondensible  gases  in 
bubbles  and  films  on  the  condensing  surface,  preventing  actual  vapor-metal 
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contact  and  interposing  great  heat  resistance.  In  general  it  may  be  said  that 
for  this  class  the  principal  resistance  is  on  the  water  side  and  the  steam  can 
condense  as  fast  as  the  water  is  able  to  carry  heat  away,  so  that  increase  of 
water  velocity  always  increases  U  by  decreasing  the  film  thickness  and  cor- 
responding heat  resistance.  The  value  of  U  is  always  higher  than  for  cases 
where  gases  are  present,  because  liquid  film  resistances  are  always  less  than  those 
for  gases  of  equal  thickness.  When  gases  collect  on  the  condensing  side  the 
principal  resistance  may  no  longer  rest  in  the  water  film,  but  may  be  trans- 
ferred to  the  vapor  side,  in  which  case  increase  of  water  velocity  results  in 
little  or  no  gain. 
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Fia.  119. — ^Variation  in  Heat  Transfer  Co- 
efficient with  Water  Velocity,  when  Water 
Receives  Heat  from  Condensing  Steam 
(Orrok). 
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Fig.  120. — Heat  Transfer  Coefficient  as  a 
Function  of  Water  Velocity  for  Steam 
Condensers,  Showing  Curve  of  Accepted 
Law  and  Experimental  Points  by  Orrok. 


In  no  series  of  experiments  has  more  care  been  exercised  to  obtain  accurate 
data,  with  a  full  understanding  beforehand  of  the  difficulties  and  interferences 
to  be  overcome,  than  those  of  Orrok  reported  in  the  A.S.M.E.  Proceedings. 
In  this  series  extraordinary  precautions  were  taken  to  exclude  air  and  other 
gases,  and  steam  generated  from  a  constant  mass  of  water  in  a  closed  system 
was  condensed  under  vacuum  on  tubes  of  different  compositions  and  surface 
conditions  supplied  with  water  of  varj'ing  velocity.  The  results  reported  are 
consistent  and  reliable,  but  are  not  applicable  to  commercial  steam  generated 
by  fresh  supplies  of  water  carrying  gases  in  solution,  as  all  water  supplies 
do,  without  correction  or  allowance  for  the  increase  of  heat  resistance  due  to 
collection  of  gas  films  on  condensing  surfaces. 

The  curves  of  Fig.  119,  reproduced  from  Orrok's  paper,  give  a  graphic  sum- 
mary of  the  value  of  U  in  terms  of  water  velocity  as  determined  by  various 
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experimenters  and  includes  his  own  result.  These  crossing  lines  of  different 
cur\'ature  and  slope  prove  conclusively  the  complex  nature  of  the  case  under 
examination  and  the  fact  that  17  cannot  be  regarded  as  a  function  of  water  veloc- 
ity alone.  More  in  detail  Orrok's  results  for  the  two  yacuua  15  and  27  ins.  Hg 
are  given  in  Fig.  120,  curves  (-4)  and  (B),  being  the  values  of  U  and  (C),  that  of 
B.T.U.  per  square  foot  per  hour  or  l7Xfc»;  it  should  be  noted  how  widely 
distributed  are  the  points  about  the  curve  in  spite  of  ^eat  care  in  testing. 
All  these  curves,  as  located  in  the  bands  of  points,  follow  the  square  root  of 
velocity  law  having  the  equations, 

U  =  308 V7«,  for  27  ins.  vacuum  (a) ;    C/  =  224 Vy«,  for  15  ins.  vacuum  (6).  (616) 

The  effect  of  steam  velocity,  amount  of  air  present  in  the  steam  as  represented 
by  the  partial  pressure  of  the  air  and  the  nature  of  the  tube  were  also  investi- 
gated, the  results  being  summed  up  in  the  following  equation, 

^^jCV^         (617) 

Where  C  is  a  cleanliness  coeflScient  var5dng  from  1.00  to  .5; 

1.00  for  copper; 
.98  for  admiralty  metal; 
.97  for  admiralty  aluminum  lined; 
.92  for  admiralty  black  oxidized; 
.87  for  admiralty  aluminium  bronze; 
.80  for  cuprous  nickel; 
.79  for  tin  or  admiralty  lead  lined; 
.75  for  zinc; 
.74  for  monel  metal; 
.63  for  Shelby  steel; 
.55  for  admiralty  badly  corroded ; 
.47  for  admiralty  inside  vulcanized; 
.25  for  glass; 
.17  for  admiralty  vulcanized  both  sides; 

.  Partial  pr.  steam  .  _  - i  nn  ^.^  n 

P  =  '-^*'°  °^  -Total  pressure  '  """"^^  ^™°"  ^'^  *°  °- 
Vd = water  velocity  feet  per  second ; 
^=mean  temperature  difference; 
X  =  a  constant  =  630  approximately. 

For  high  vacuum  condensers  the  standard  vacuum  is  28  ins.  and  guarantees 
are  usually  based  on  this  and  on  a  circulating  water  inlet  temperature  of  70^  F. 

with  20"*  F.  allowable  rise.    For  these  conditions  J7=435C'f -^j  . 

The  effect  of  air  or  other  gases,  deposited  on  the  condensing  surface,  on  the 
rate  of  heat  transmission  was  investigated  most  thoroughly  by  J.  A.  Smith, 
whose  results  are  the  best  available.    He  finds  that  enough  gases  to  be 


;jL  is  material  coefl5cient  = 


384  ENGINEERING  THERMODYNAMICS 

m 

equivalent  to  a  partial  pressure  of  ^  in.  Hg  will  at  90^  F.  decrease  the  trans- 
mission 25  per  cent,  and  ^  in.  Hg,  50  per  cent. 

Probably  the  most  complex  of  the  heat  transmission  cases,  so  far  as  con- 
cerns the  variability  of  U,  is  that  in  which  the  two  fluids  are  the  same  in  kind 
and  both  suffer  a  change  of  temperature;  these  include  heat  passage  from 
liquid  to  liquid,  or  gas  to  gas.  For  all  of  these  it  is  quite  impossible  to  fix 
off-hand  the  locationr  of  the  controlling  resistance,  as  it  may  be  on  either  side, 
and  with  variations  in  flow  may  pass  alternately  from  one  side  to  the  other,  as 
in  liquid  heat  exchangers,  steam  superheaters  and  similar  apparatus.  As 
there  are  no  available  data  covering  a  sufficient  range  o^ conditions,  about  the 
best  that  can  be  done  is  to  analyze  such  cases  by  trial  with  assumed  metal 
temperature,  taking  Jordan's  data  for  air  relating  U  to  mass  flow,  and  Orrok's 
for  water  relating  U  to  the  square  root  of  the  water  velocity.  These  cases  are 
not  so  common  nor  so  important  in  practice,  which  probably  accounts  for 
lack  of  data,  but  they  are  sufficiently  important  to  warrant  some  trouble  in 
establishing  experimentally  the  needed  laws. 


CHAPTER  X 
HEATING   BY  COMBUSTION 
FUELS,   NATURAL  AND  MANUFACTURED. 

80.  Origin  of  Heat  and  Ttansf onnation  to  Useful  Fonn.  Complexity  of 
Fuels  as  Sources  of  Heat  General  Classification.  Solid,  Liquid,  Gaseous, 
Natural  and  Artificial.  Ail  heat  for  power  purposes  is  derived  from  the 
combustion  of  fuels  of  some  sort,  whether  natural  or  artificial,  so  also  is  nearly 
all  the  heat  used  for  warming  for  domestic  and  industrial  purposes;  but  some 
heat  used  for  these  purposes  is  derived  from  electricity  generated  from  water 
power;  in  other  cases  heat  is  derived  directly  from  bodies  in  their  natural 
state,  as  for  example,  when  foods  are  cooled  for  safe  storage  or  when  ice  is  made. 
In  general,  the  source  of  heat  with  which  engineering  operations  must  deal 
is  (a),  that  of  an  exothermic  chemical  reaction,  or  (b),  that  of  bodies  in  their 
natural  state,  and  this  heat  when  taken  into  some  system  for  the  purpose  of 
accomplishing  some  industrial  end  must  be  traced  through  the  whole  series  of 
processes  necessary  to  that  end  and  finally  disposed  of,  as  no  energy  can  be 
destroyed.  The  ultimate  disposition  of  the  heat  is  a  matter  of  just  as  much 
importance  as  its  generation  or  acquirement  at  a  point  of  origin,  and  the 
ahnost  infinite  variety  of  intermediate  exchanges  and  transformations  between 
its  reception  into  the  system  and  its  final  disposition. 

Heat  received  into  a  system  is  ultimately  disposed  of  in  one  of  three  ways: 
first,  it  is  most  commonly  discharged  from  the  system  in  the  form  of  hot 
water,  hot  gases  or  vapors,  and  from  them  communicated  to  the  surrounding 
bodies  or  radiated  into  space;  or  second,  it  may  be  bound  up  by  endothermic 
chemical  reactions  or  changes  of  state  as  when  certain  chemical  compounds 
or  solutions  are  formed  by  heat  absorption;  or  finally  it  may  have  been  trans- 
formed into  energy  of  another  form,  permanent  or  transient,  as  when  a  mine 
cage  has  been  lifted  or  light  generated  in  the  electric  lamp.  Omitting  such  dis- 
positions as  correspond  to  transformation  of  energy  into  another  form  as  but 
temporary,  and  to  be  treated  subsequently,  the  two  final  dispositions  are 
the  inverse  of  the  two  original  sources,  chemical  or  physical  changes  of 
state  of  bodies  or  temperature  changes  of  the  general  surroundings,  earth  and 
water  and  air. 

When  the  heat  is  received  into  the  system  at  high  temperatures  as  is  the  case 
when  its  origin  is  the  combustion  of  fuel,  its  progress  is  generally  downward  as 
to  temperature,  each  exchange  frbm  substance  to  substance  resulting  in  lower 
temperature,  but  the  final  disposition  by  transfer  to  water  or  atmospheric 
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air,  in  steam  condensers,  for  example,  must  take  place  at  a  temperature  of 
the  heat  carrier,  in  excess  of  that  of  the  final  heat  receiver,  that  is,  the  final 
temperature  of  the  steam,  the  heat  of  which  must  be  disposed  of  by  heating 
water  or  air,  nmst  be  higher  than  that  of  the  available  water  that  is  to  receive  it. 
Between  the  reception  and  final  disposition  all  sorts  of  things  may  be  caused 
to  happen;  power  may  be  generated  and  transformed  into  all  the  various 
forms  of  energy;  metals  be  extracted  from  their  ores,  or  chemical  compounds 
of  value  made  from  those  of  no  value. 

When,  however,  the  heat  is  received  at  low  temperatures,  as  when  ice 
is  to  be  made  or  a  quicksand  to  be  frozen  to  p)ennit  shaft  sinking,  or  food 
is  to  be  preserved,  or  natural  water  cooled  for  industrial  or  drinking  pmposes, 
or  air  to  be  dried  of  its  moisture,  then  heat  can  be  received  into  the  S3rstem 
only  by  having  in  the  system  something  colder  than  the  body  whose  heat  is 
to  be  taken.  In  general,  these  operations  result  in  heat  reception  at  a  lower 
temperature  than  the  surrounding  air  and  water,  to  which  it  must  ultimately 
be  returned,  and  which  can  receive  it  only  when  it  has  been  raised  to  a  higher 
temperature,  so  that  at  least  one  step  in  the  series  of  processes  must  be  a  raising 
of  temperature  by  doing  work  on  the  working  substance,  usually  by  compression. 

The  practical  use  of  heat,  therefore,  is  absolutely  limited  as  to  process, 
methods  and  quantities  by  the  conditions  of  reception  and  those  of  ultimate 
disposition,  but  between  these  limits  all  operations  or  processes  may  be  clas- 
sified as 

(a)  Heat  transformation  into  work  or  vice  versa; 

(&)  Change  of  substance  form,  chemically  or  physically,  with  heat  absorption 
or  liberation, 
•    (c)  Heat  transfer  from  regions  of  high  to  regions  of  low  temperature. 

These  may  also  be  grouped  into  two  broader  divisions,  somewhat  more 
convenient  than  those  above. 

I.  Thermal  processes  in  which  no  mechanical  work  is  done  but  involving 
heat  exchange  or  substance  change  with  heat  addition  or  abstraction. 

II.  Thermal  processes  involving  the  doing  of  mechanical  work  on,  or  by, 
a  working  medium  or  heat  carrier.    These  are  all  work-heat  transformations. 

The  majority  of  fuels  must  be  changed  in  character  before  the  heat  in  them 
is  in  a  form  suitable  for  conversion  into  work.  All  work  is  produced  by  a  change 
in  the  volume  of  a  substance  with  or  without  a  change  in  pressure.  As  before 
stated,  those  substances  giving  the  greatest  volume  changes  are  the  gases 
and  vapors.  For  this  reason  then  the  heat  in  the  fud  must  be  transferred  to  a  ga^ 
or  vapor  unless  the  fuel  be  originally  one  or  the  other  of  these. 

The  first  type  of  heat-carrying  substance,  a  gas,  is  generally  prepared  under 
pressure  by  the  so-called  explosive  burning  of  a  gas  with  air  in  a  closed 
vessel.  As  few  of  the  natural  fuels  are  gases,  the  first  step  in  the  utilization 
of  other  forms  of  fuels  for  such  cases  as  these,  is  to  gasify  them  by  means  of 
gas  producers,  retorts  or  similar  apparatus  at  the  expense  of  some  of  their 
own  heat  or  heat  from  another  source. 

The  second  type  of  heat-carrying  substance,  used  foj  securing  work  at  the 
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expense  of  heat,  a  vapor,  is  obtained  by  evaporating  some  volatile  liquid, 
usually  water,  in  a  boiler  by  means  of  the  heat  produced  by  the  combustion 
of  any  natural  or  artificial  fuel. 

Therefore,  the  problem  of  the  fuels,  their  transformation,  one  form  into 
another,  more  especially  their  gasification  and  complete  combustion,  is  of  the 
utmost  practical  importance  and  of  considerable  difficulty.  Although  the 
only  combustible  chemical  elements  of  all  fuels  are  carbon,  hydrogen  and 
to  a  small  extent  sulphur,  and  the  complete  combustion  reactions  few  and 
simple,  it  must  not  be  understood  that  fuels  are  simple  in  nature,  their  suitable 
and  proper  combustion  easy;  or  that  it  is  possible  to  predict  their  heat  of 
combustion  or  its  effects  with  precision,  even  when  their  chemical  compo- 
sition is  known.  No  problem  of  equal  practical  importance  is  more  difficult 
or  dxjLsive  than  the  prediction  of  fuel  effects  by  calculatUm,  or  the  determination 
of  the  most  suitable  fuel  for  a  given  purpose. 

Fuels  may  be  regarded  as  mixtures  of  the  chemical  elements,  carbon, 
hydrogen  and  sulphur,  so  far  as  their  combustible  parts  are  concerned,  in 
the  proportions  indicated  by  their  ultimate  analysis,  but  it  is  known  that  these 
elements  make  a  great  variety  of  compounds,  so  that  if  these  compounds  are 
present  in  a  fuel,  its  heat  of  combustion  cannot  be- the  sum  of  the  heats  of  com- 
bustion of  its  chemical  elements,  but  this  sum  less  the  amount  necessary  to 
break  the  bonds  of  molecular  union.  It  would  be  more  proper  from  the 
heat  Uberating  standpoint,  to  say  that  the  heat  of  combustion  of  a  fuel  is  the 
sum  of  the  heats  of  combustion  of  all  those  chemical  compounds  that  as  a 
mixture,  make  up  the  fuel.  Unfortunately  this  precise  statement  is  of  little 
help  because  no  one  knows  that  a  fuel  except  the  gaseous  varieties,  does  con- 
sist of  a  mixture  of  separate  and  distinct  fuel  compounds,  or  what  they  are. 
It  is  probably  nearer  the  truth  to  say  that  solid  fuels  are  themselves  chemical 
compounds  of  great  molecular  complexity  with  other  chemical  compounds 
in  solution  or  some  equivalent  state;  it  is  known  that  all  liquid  fuels  are 
solutions  of  a  lot  of  liquids  in  each  other  with  perhaps  a  little  of  the  simple 
mixture  condition.  If  all  the  compounds  that  together  constitute  a  fuel  were 
known,  if  the  heats  of  solution  or  absorption  of  such  substances  so  held  by 
the  others  were  known,  and  their  quantities,  then  the  heat  of  combustion 
of  a  fuel  could  be  expressed  as  an  algebraic  sum  of  all  these  heats  exactly. 
This,  however,  is  quite  impossible,  and  even  if  it  were  possible  would  be  of 
comparatively  little  use  because  of  its  complexity  and  the  fact  that  no  two 
samples  of  the  same  fuel  externally  judged,  give  quite  the  same  results,  though 
all  will  average  up  within  certain  reasonably  close  limits. 

There  is  another  possible  assumption  with  regard  to  a  solid  fuel  compo- 
sition, that  is,  while  approximate,  quite  useful;  this  considers  the  combustible 
to  consist  of  fixed  carbon  or  carbon  that  bums  directly  from  the  solid  coke, 
mixed  with  a  gaseous  combustible,  termed  the  volatile;  and  the  heat  of  com- 
bustion as  the  sum  of  the  heat  of  so  much  fixed  carbon  as  is  present,  and  the 
heat  of  the  volatile.  This  assmnption  leads  to  an  estimate  of  the  fuel  value 
of  one  coal,  from  calorimeter  determinations  of  others  of  the  same  class  in 
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terms  of  the  heat  of  combustion  per  pomid  of  the  volatile,  which  is  different 
for  each  class  of  coals,  and  that  of  the  fixed  carbon  which  is  the  same  for  all. 
In  a  precisely  similar  approximate  way/  the  gaseous  and  liquid  fuels  may  be 
treated,  which  treatment  emphasizes  the  tremendously  variable  and  complex 
nature  of  fuels  which  must  be  handled  for  the  accomplishment  of  engineering 
ends,  and  the  necessity  for  some  study  of  their  nature  that  will  throw  light 
not  only  on  their  calorific  power,  but  on  the  best  way  in  which  to  bum  them 
to  develop  it  to  the  fullest  extent  and  in  the  most  efficient  manner. 

The  very  chemical  complexity  that  the  study  of  calorific  powers  reveals, 
is  also  responsible  for  the  remarkably  different  behaviors  of  the  fuels  even 
of  the  same  class,  in  fires.  Furthermore,  each  different  use  to  which  fuels 
are  put,  requires  within  certain  limits  special  properties  in  the  fuel  to  make 
it  adaptable  to  the  purpose.  For  example,  internal  combustion  engines  require 
gaseous  fuel  and  where  gaseous  fuel  is  not  available,  it  must  be  made  from 
whatever  solid  or  liquid  fuel  is  most  available,  availability  depending  partly 
on  cost.  Blast  furnaces  for  the  extraction  of  iron  from  the  ore  are  best 
served  with  coke,  and  coke  must  be  made  for  the  purpose  from  coal,  or 
where  this  is  not  available,  a  hard,  natural  coal  may  be  substituted  in  some 
cases.  Certain  metallurgical  and  chemical  manufacturing  operations  require 
a  very  steady,  high  temperature  such  as  can  be  obtained  only  with  gaseous 
and  in  some  cases  liquid  fuel.  Boilers  are  fired  with  various  fuels — ^that 
which  produces  the  cheapest  steam  being  selected.  This  may  be  a  gas,  an 
oil,  or  any  one  of  the  great  number  of  different  solid  fuels  that  may  be  had 
in  a  given  district,  each  of  different  quality  and  price  and  usually  each  giving 
a  different  boiler  horse-power  and  efficiency;  so  it  may  be,  that  either  the 
most  expensive  coal  per  ton,  or  the  lowest  price  coal  per  ton,  or  some  inter- 
mediate one,  may  make  the  most  steam  per  dollar's  worth  of  fuel.  Additional 
complexity  arises  from  the  fact  that  the  cheapest  steam-making  coal  may 
yield  so  low  a  boiler  horse-power  as  to  make  the  boiler  installation  investment 
charge,  per  imit  of  steam,  so  large  that  greater  horse-power  with  more  expen- 
sive fuel  might  really  be  more  economical.  In  cities  the  household  use  of 
gas  for  illumination  is  now  combined  with  the  use  of  the  same  gas  for  domestic 
heating,  and  a  suitable  gas  must  be  manufactured  to  meet  the  demand  for 
this  double  service. 

These  examples  will  suffice  to  show:  first,  that  the  use  to  which  a  fuel  is 
put  more  or  less  dictates  the  type  of  fuel;  second,  that  in  apparatus  capable 
of  using  more  than  one  fuel  the  problem  of  selection  is  partly  one  of  properties 
and  partly  one  of  price,  factors  that  may  or  may  not  be  related;  third,  that 
while  natural  fuels  exist  in  great  variety  it  is  good  engineering  to  manufacture 
from  them  other  fuels  to  secure  desired  results.  These  facts  make  it  necessary 
to  enquire  a  little  more  closely  into  the  properties  of  the  natural  and  artificial 
fuels,  and  their  differences;  and  the  sort  of  process  by  which  one  class  or 
kind  of  fuel  may  be  manufactured  from  another. 

The  first  step  in  such  a  study  is  a  comprehensive  classification  of  all  fuels 
as  given  in  the  following  table  as  a  basis  for  the  treatment: 
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Table  IV 

GENERAL  CLASSIFICATION  OF  FUELS 


Phyaieal 
State. 

Name  of  Natural  Fuel. 

Name  of  Manufactured  Fuel. 

Solid 

Wood,  peat,  lignite,  bituminous  and 
anthracite  coal 

Charcoal,  coke,  briquettes. 

Liquid .... 

Crude  mineral  oil 

Alcohol,  mineral  oil.  distillates  and  resi- 

dues,  oU,  gasolene,  kerosene,  fuel  coal, 
and  oil  tar. 

• 

Gaseous..  . 

Natural  sas 

Coal  gas,  coke-oven  gas,  water  gas,  car- 
bureted water  gas,  producer  gas, 
blast-furnace  gas,  oil  gas,  oil  and 
alcohol  vapors. 

The  general  processes  by  which  the  artificial  fuels  are  made  from  the 
natural  ones  are  divisible  into  groups.  The  first  is  a  simple  heating  or  roast- 
ing of  natural  solid  fuels,  which  leaves  a  coke  and  produces  a  volatile  mixture 
that  on  cooling  leaves  some  permanent  gases  more  or  less  saturated  with 
vapors,  and  some  liquid,  generally  termed  tar  or  tar  liquor.  The  second  is 
analogous  but  as  applied  to  liquid  fuels  is  termed  distillation  or  fractionation. 
The  third  is  quite  different;  it  is  based  on  the  reactions  of  fixed  carbon  with 
the  oxygen  of  the  air,  and  with  steam,  to  make  carbon  monoxide  and  hydro- 
gen. Often  these  three  type  processes  are  mixed  and  all  three  take  place 
at  once  and  are  associated  with  various  dissociations  and  inter-reactions. 
It  is,  however,  convenient  to  think  of  all  processes  being  divisible  into: 

(a)  Mere  heating  of  the  natural  fuel; 

(&)  Chemical  reactions  between  the  fuel  constituents,  air,  and  steam. 

Prob.  1.  The  simplest  power-plant  consists  of  a  boiler  and  non-condensing  engine. 
Trace  the  heat  from  its  source  in  the  fuel  to  its  final  disposition. 

Prob.  2.  The  above  power-plant  had  added  to  it  various  auxiliaries  for  increasing 
the  efficiency.  They  consist  of  a  feed-water  heater  in  the  exhaust  of  all  auxiliaries, 
and  an  economizer  in  the  flue,  a  superheater  in  the  first  pass  of  the  boiler,  an  induced 
draft  steam-driven  fan,  and  a  condenser.  Trace  the  heat  through  this  system  from 
the  coal  to  its  ultimate  disposition. 

Prob.  8.  Gasolene  is  bumed  in  the  cylinder  of  a  water-jacketed  engine,  provided 
with  an  air-cooled  radiator.    Show  where  the  original  heat  of  the  fuel  goes. 

Prob.  4.  Coke  isbumed  in  a  blast  furnace  and  some  of  the  gaseous  products,  which  are 
rich  in  CO,  are  washed  and  used  in  gas  engines  driving  the  blast  compressors.  Between 
the  blower  and  furnace  the  air  passes  over  brickwork  previously  heated  by  burning 
some  of  the  gas.  The  gas-engine  cylinder  is,  of  course,  water-jacketed.  Through 
what  steps  does  that  portion  of  the  heat  of  the  fuel  not  used  up  by  the  reduction  of 
the  iron  ore  pass  and  what  is  its  ultimate  disposition? 

Prob.  6.  Heat  is  removed  from  a  cold-storage  room  and  delivered  to  the  atmospheric 
air.  The  process  in  an  ammonia-compression  system  is  to  allow  ammonia  to  evaporate 
in  coils  at  a  low  pressure,  compress  the  vapor  and  condense  it  by  allowing  water  and 
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air  to  pass  over  tubes  receiving  the  high  pressure  vapor.  Through  what  transfer  and 
transformation  processes  does  the  heat  pass  before  reaching  the  atmosphere?  Assume 
the  compressor  to  be  steam  driven  and  trace  the  heat  of  the  coal  as  well. 

Prob.  6.  Air  is  compressed  by  a  water-jacketed  steam-driven  compressor  and  dis- 
charged to  a  large  pipe-coil  receiver,  then  through  a  long  pipe  line  and  a  coal-fired 
preheater  to  an  air  engine.  Show  where  the  air  receives  heat  and  what  becomes  of  it 
and  also  what  becomes  of  the  heat  of  the  coal. 

Prob.  7.  A  coal-fired  boiler  supplies  a  steam-driven  electric  generator,  the  exhaust 
from  which  paEUses  to  radiators  placed  throughout  a  building  lighted  by  the  current, 
the  excess  steam  passes  to  the  roof  exhaust.  Trace  the  heat  of  coal  to  its  final  dis- 
position. 

Prob.  8.  Air  and  steam  are  supplied  to  a  gas  producer.  What  becomes  of  the  heat 
originally  in  the  coal? 

81.  Natural  Solid  Fuels,  Wood,  Peat,  Lignite,  Bituminous  and  Anthracite 
Coal.  Chemical  and  Physical  Properties.  Classifications  Based  on  Ultimate 
and  Proximate  Analysis  and  on  Behavior  on  Heating.  All  solid  fuels  are  of 
vegetable  origin  notwithstanding  the  variations  in  prox)erties  from  the  hard 
anthracites  to  the  soft  x)eats,  and  while  the  tracing  of  the  process  of  trans- 
formation of  each  from  its  origin  or  one  to  another  is  more  a  problem  of  chem- 
ical geology,  or  physical  and  organic  chemistry,  than  of  the  engineering  of 
fuel  manufacture  or  combustion,  yet  such  an  analysis  throws  so  much  light 
on  the  nature  of  the  fuels  and  the  methods  of  treatment  in  combustion  or 
gasification  as  to  render  a  brief  review  decidedly  worth  while. 

There  are  three  ways  of  defining  a  fuel:  First,  by  a  general  name,  indicat- 
ing geologic  condition,  behavior  on  heating,  or  some  other  generally  under- 
stood but  not  very  definite  characteristic,  which  is  responsible  for  the  names 
lignite,  peat,  bituminous  and  anthracite,  long  flanie,  short  fiame,  cannel,  coking, 
caking,  and  gas  coal,  together  with  many  others;  some  indicating  size  like 
nm-of-mine,  slack,  broken,  furnace,  egg,  nut,  pea,  buckwheat,  and  rice,  the 
latter  names  applying  principally  to  sizes  of  anthracite.  Also  the  name  of 
the  district  or  mine  is  used,  such  as  Hocking  Valley  or  Kanawha,  or  Poca- 
hontas coal  or  Pennsylvania  anthracite  or  Illinois  coal. 

The  second  way  of  defining  or  fixing  a  solid  fuel  is  based  on  what  is  termed 
its  proximate  analysis^  which  has  a  meaning  dependent  solely  on  the  methods 
employed,  the  following  applying  to  the  laboratory  work  of  the  U.  S.  Geo- 
logical Survey.  One  gram  of  pulverized  coal  so  selected  that  it  represents 
the  average  of  the  lot,  is  heated  in  an  oven  at  221^  F.  for  one  hour,  and 
quickly  weighed.  The  loss  in  weight  is  termed  the  moisture,  and  the  residue 
after  burning  the  dried  sample  in  a  crucible  is  termed  the  ash;  the  difference 
or  combustible,  being  divided  by  other  operations  into  two  parts,  the  volatile 
and  the  fixed  carbon,  the  former  being  the  loss  of  weight  by  seven  minutes 
heating  of  the  dry  sample,  in  closed  crucibles  excluding  the  air,  in  the  flame 
of  a  Bunsen  burner,  and  the  latter  the  residue  after  subtracting  the  ash. 

By  complete  analytical  methods  the  chemical  elements  of  the  coal  may  be 
found  and  reported,  which  define  the  coal  by  its  vUimate  analysis,  the  methods 
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being  those   common  to   quantitative   organic   chemistry.    Special   constit- 
uents reported  by  analysts  for  fuels  are  each  determined  by  special  methods. 

Wood  is  in  all  cases  the  primary  organic  substance  from  which  solid  fuels 
are  derived  and  the  term  must  be  used  to  include  not  only  the  trunks  of  trees, 
but  branches,  leaves,  and  roots  as  well  as  small  plants  and  mosses.  It  is 
composed  chemically  of  cellulose,  CeHioOs,  as  the  fiber,  and  of  sap,  or  sap 
deposits  between  the  fiber.  Cellulose  consists,  according  to  its  formula,  of 
a  definite  weight  proportion  of  carbon,  hydrogen,  and  oxygen,  but  the  pro- 
portions of  these  same  elements  will  be  different  in  real  woods  by  reason  of 
the  sap  properties  or  the  materials  deposited  by  sap,  which  are  of  both  nitrog- 
eneous  and  non-nitrogeneous  character.  Sap  is  really  a  very  complex  sub- 
stance, consisting  of  protein,  tannin  and  several  vegetable  acids,  starch,  sugar, 
essential  oils  and  resins  among  its  organic  constituents,  together  with  various 
inorganic  salts  derived  from  the  soil.  These  are  of  some  importance  in  explain- 
ing the  differences  found  in  the  coals  derived  from  the  woods  and  are  mentioned 
here  to  call  attention  to  the  relation.  For  analysis  of  cellulose  and  average 
wood  see  Table  LIV,  Handbook  of  Tables. 

It  is  from  such  chemical  origin  that  the  solid  fossil  fuels  were  derived  by 
a  natural  process,  termed  "^carbonification,  because  it  is  characterized  by  an 
increase  of  carbon  content  over  the  original  vegetable  substance.  These 
fossil  solid  fuels  are  usually  divisible  by  age  into  younger  and  older  groups, 
though  local  conditions  may  disturb  the  division,  the  former  including  peat  and 
lignite,  and  the  latter  bituminous  and  anthracite  coals,  which  calls  attention  to  the 
fact  that  time  is  the  first  element  in  increase  in  per  cent  of  carbon.  The  next 
factor  is  the  action  of  oxygen.  Wood  will  absorb  oxygen  with  a  resulting 
slow  reaction  to  CO2  even  at  low  temperatures,  and  so  also  will  all  the  coals 
of  whatever  grade.  There  is  a  further  reaction  of  organic  nature  between  the 
hydrogen,  whether  free  or  combined  and  the  carbon,  to  form  hydrocarbons, 
among  which  is  methane  CH4  as  the  principal  one.  Mixing  of  the  deposits 
with  sand  and  clay  increases  the  ash  content  of  the  coals  over  that  of  the 
woods,  just  as  sap  deposits  give  to  the  woods  an  ash  content  not  existing  in 
cellulose. 

It  is  certain  that  the  processes  of  carbonification  produce  certain  products 
consisting  of  carbon  dioxide  and  hydrocarbons,  and  perhaps  many  other  com- 
plex compounds,  and  leave  a  residue  which  is  the  coal.  Increase  of  both 
pressure  and  temperature  promotes  the  process,  the  coal  residue  containing 
a  higher  per  cent  of  carbon  and  ash  than  the  original  plants  from  mixture 
and  reaction  with  earths,  water  and  air,  while  oxygen  and  nitrogen  decrease 
with  time  and  the  favorable  nature  of  surrounding  conditions.  One  very 
active  agent  in  the  changes  is  heat,  promoting  chemical  reaction  and  expelling 
gases  and  the  vapors  of  liquid  resultant  substances,  which  are  compounds 
of  carbon,  hydrogen,  and  nitrogen,  largely  hydrocarbons  and  carbon  dioxide. 
Vapors  may  condense  in  other  colder  places  into  which  they  are  driven  by 
the  pressure,  forming  oil  deposits,  while  gases  may  impregnate  rocks  and 
sands  and  remain  in  place  when   overlaid   by  impervious   rock.     Thus   the 


392 


ENGINEERING  THERMODYNAMICS 


origin  of  natural  gas  and  crude  oils  is  traced  with  reference  to  coal  formation 
as  products  of  successive  decomposition  and  reactions  beginning  with  wood, 
the  coal  constituting  the  residue;  but  there  is  good  reason  to  believe  that 
hydrocarbons  forming  natural  gases  and  oils  may  have  been  formed  from 
carbides  of  iron,  as  the  U.  S.  Geological  Survey  has  recently  shown  that  the 
regions  of  great  magnetic  needle  deflection  are  those  of  known  oil  deposits. 

The  various  coals  are  divided  into  classes,  with  names  for  convenience  of 
discussion,  according  to  their  properties  relating  to  the  completeness  and 
character  of  the  change  they  have  suffered;  but  unfortunately  there  is  a 
general  lack  of  agreement  as  to  the  meaning  of  the  names.  Coal  classification 
is  generally  based  on  chemical  properties.  Muck  making  the  total  carbon 
content  of  the  ultimate  analysis  the  basis,  Frazer,  the  fixed  carbon  divided 
by  the  volatile  combustible  matter  of  the  proximate  analysis,  while  Campbell 
of  the  U.  S.  Geological  Survey  uses  the  ratio  of  the  total  carbon  to  the  total 
hydrogen  of  the  ultimate  analysis.  These  three  classifications  with  the  cor- 
responding names  are  given  in  the  following  table: 

Table  V 

CLASSIFICATION  OF  COALS  BY  COMPOSITION 


Class. 

Name. 

Campbell. 
Total  C. 
Total  H. 

Fraier. 

Fixed  C. 

Vol.  Comb. 

Muck. 

Per  Cent. 

Total  C. 

Dry  and  Ash 

Free. 

General. 

Per  cent  Total  C. 

Dry  and  Ash  Free. 

A 

Graphite  and  graphitic  coal 

00  to? 

Anthracite 

100 
to 
12 

Anthracite 
95 

B 

Anthr^'^it^  (1) 

?to30 

Anthracite 

97  to  92.5 

c 

Anthracite  (2) 

30  to  26 

D 

Semi-anthracite 

26  (?)  to  23 

12  to  8 

92.5  to  87.5 

E 

S^mi-bitiivninoiin 

23  (?)  to  20 

8to5 

Common 

coal 

82 

87.5  to  75.0 

F 

Bituminous  (1) 

20  to  17 

Bitumi- 
nous 
5 

to 

0 

G 

Bituminous  (2) 

17.0  to  14.4 

Bituminous  east- 

em  U.  S. 
75.0  to  60 

H 

Bituminous  (3) 

14.4  to  12 .J5 

I 

Bituminous  (4) 

12.5  to  11.2 

Bituminous  west- 

em  U.  S. 
65  to  50 

J 

lignite 

li.2to9.3 

70 

Under  50 

K 

Peat 

9.3  (?)  to? 

59 

L 

Wood  or  cellulose 

7.2 

50 

It  is  to  be  regretted  that  there  were  not  enough  data  to  positively  fix  the 
numbers  marked  (7),  but  it  is  a  fact  that  no  sharp  line  of  division  exists  between 
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one  class  and  the  next,  each  merging  into  the  other  by  almost  imperceptible 
gradations. 

Another  basis  of  classification  of  considerable  value  depends  on  the  be- 
havior of  coals  on  heating  with  respect  to  (a)  the  amount  of  gas  produced, 
(6)  the  character  of  the  coke  residue,  and  (c)  the  changes  in  the  mass  before 
the  coke  sets.  These  various  conditions  have  been  arranged  in  tabular  form 
and  are  given  in  Table  (LVII),  in  the  Handbook  of  Tables,  which  indicates, 
first,  that  this  sort  of  classification,  while  common  in  practice,  is  still  not 
reduced  to  any  acceptable  form;  second,  that  as  an  indication  of  the  use  to 
which  the  different  coals  are  well  adapted,  a  classification  based  on  behavior 
imder  heating,  as  to  gas  yield  and  character  of  coke  formed  may  be  more  valu- 
able than  others  based  on  composition;  third,  gas  and  coke  property  classi- 
fication is  not  definitely  related  to  composition,  though  there  is  some  sort  of 
relation. 

These  classification  properties  are  not  of  mere  laboratory  importance,  but 
largely  control  the  actual  useful  service  of  the  coals.  Coals  that  melt  too 
completely  cannot  well  be  burnt  under  boilers  without  constantly  breaking 
up  the  cake  that  forms,  so  as  to  let  air  pass  through,  but  moderate  caking 
tendencies  are  good  as  preventing  fine  material  from  passing  through  the 
grate,  so  anthracite  rice  or  dust  is  often  advantageously  mixed  with  some 
caking  bituminous  coal. 

Peat  is  the  least  removed  in  character  from  its  vegetable  origin  of  all  the 
solid  fossil  fuels  and  two  general  varieties  are  recognized  with  reference  to 
origin,  sometimes  described  as  (1),  high-bog  peats,  formed  from  heath  and  swamp 
moss  and  usually  located  in  high  altitudes,  and  (2),  low-bog  peats,  formed 
largely  from  grasses  about  the  borders  of  low  bodies  of  water. 

In  most  peats  the  fibrous  structure  is  still  visible;  in  color  they  range 
from  yellow  through  brown  to  black;  some  are  soft  and  others  hard,  hard 
especially  when  the  fibrous  structure  has  almost  or  nearly  disappeared,  and  in 
all  cases  there  is  a  very  large  moisture  content  even  in  air-dried  peat.  In 
but  few  cases  is  peat  strong  enough  to  resist  crushing  when  piled  high  during 
combustion  as  in  gas  producers.  Probably  its  most  distinguishing  charac- 
teristic is  the  very  large  percentage  of  nitrogen  and  oxygen  and  the  poorly 
combustible  character  of  its  volatile  matter. 

The  average  calorific  power  of  peat  as  given  by  Scheere  inB.T.U.  per  poimd  is: 


Zero  per  cent  water,  zero  per  cent  ash  =9090 
Zero  per  cent  water,     15  per  cent  ash = 7992 


25  per  cent  water  and  zero  per  cent  ash = 6840 
30  per  cent  water  and    10  per  cent  ash  =  1462 


Lignite  is  only  one  step  removed  from  peat,  yet  is  it  very  different  in 
character,  having  been  formed  largely,  if  not  entirely,  from  plants  rich  in 
resin,  including  the  coniferous  trees,  cypress  and  palms,  but  in  some  cases 
others  are  included.  Its  appearance  is  non-fibrous  and  is  either  brown  or 
black  in  color.  It  readily  absorbs  oxygen  and  gives  off  carbon  dioxide  at  all 
temperatures.  The  volatiles  of  lignites  are  so  largely  carbon  dioxide  that  they 
are  chemically  in  the  same  general  class  as  the  peats,  and  this  distinguishes 


394  ENGINEERINa  THERMODYNAMICS 

both,  as  much  as  any  property,  from  all  other  coals,  the  volatiles  of  which  are 
mainly  hydrocarbons.  This  is  a  'most  interesting  distinction  but  must  not 
be  interpreted  as  meaning  that  no  hydrocarbons  are  found  in  lignites  but 
rather  that  they  are  mixed  with  large  amounts  of  non-combustible  diluents. 

Many  lignites  contain  water,  as  water  of  crystallization,  so  that,  on  drying 
even  in  the  sun,  loss  of  water  will  sometimes  cause  a  freshly  mined,  hard,  | 

shiny  piece  to  fall  into  a  heap  of  sand-like  particles.  This  is  important  in 
the  problem  of  firing  this  fuel  because.varieties  that  behave  like  this,  may  fall  | 

through  a  boiler  grate  or  pack  a  gas  producer  bed,  so  that  the  air  blast  cannot  | 

be  forced  through.  When  Ugnites  contain  bituminous  matter  that  melts  on 
heating  this  will  act  as  a  binder  and  may  correct  the  disintegration  evil  in 
boiler  fires  or  perhaps  increase  the  packing  difficulty  in  gas  producers.  There 
are  among  lignites,  as  among  peats,  very  great  ranges  of  change  and  variety, 
but  all  varieties  contain  much  water  and  yield  much  non-combustible  matter 
in  the  volatile  gases.  The  latter  fact  is  the  reason  why  classification  based 
on  the  per  cent  of  fixed  carbon  or  its  relation  to  the  volatile  of  coals,  often 
fails  in  distinguishing  lignites  from  bituminous  coals,  and  why  also  even  the 
total  carbon-hydrogen  ratio  fails. 

Bitumiruma  coal  is  next  to  lignite  in  order  of  age,  but  embraces  in  its  own 
class  so  great  a  variety  of  coals  as  to  lead  to  the  different  designations  of 
coking,  non-coking,  long  flame  and  short  flame,  and  to  th^  four  sub-classes 
based  on  composition,  proposed  by  Campbell,  in  addition  to  a  semi-bituminous 
class.  It  requires  only  a  brief  inspection  of  the  coal  table  (No.  LV),  given  in 
the  Tables,  to  show  how  hopeless  must  be  any  attempt  to  draw  a  sharp  line 
between  bituminous  coals  of  low  grade  and  the  hgnites.  In  general  practice 
perhaps  nothing  distinguishes  a  bituminous  coal  more  than  the  considerable 
quantities  of  very  rich  hydrocarbon  volatile  that  characterizes  the  best 
varieties.  Perhaps  the  best  division  of  bitujninous  varieties  for  practical  pur- 
poses, however  indefinite  it  may  be,  is  that  descriptive  of  the  flame  or  the 
coke.  According  to  this,  the  lowest  coal  in  the  bituminous  series  is  the  non- 
caking  long  flame  coal. 

Non-caking  long-flame  bituminous  coals,  called  by  the  Germans  *'  sand 
coals,"  leave  coal  particles  after  heating,  unchanged  as  to  form,,  except  as  to 
the  cracking  of  large  masses,  but  give  off  combustible  hydrocarbon  gases  very 
freely.  They  are  black  or  brown  in  color,  generally  hard,  and  include  the 
English  and  Scotch  splint  coals,  which  have  been  used  for  blast  furnaces 
instead  of  coke  and  also  for  reverberatory  furnaces.  They  occur  in 
America  but  are  most  common  in  England  and  on  the  Continent.  According 
to  Jtiptner  the  total  carbon  of  these  coals  is  between  75  and  80  per  cent,  hydro- 
gen 5.5  to  4.5  per  cent,  oxygen  and  nitrogen  19.5  to  15.5  per  cent,  indicating 
the  presence  of  non-combustible  in  the  volatile.  The  calorific  power  is 
placed  by  him  between  14,400  and  15,300  B.T.U.  per  pound,  which  is  very 
high  compared  to  lignites. 

Cannd  coals  belong  more  nearly  to  this  class  than  to  any  other,  but  are 
quite  different  in  many  ways  from  the  general  run  of  coals,  hardly  fitting 


HEATING  BY  COMBUSTION  395 

into  such  a  series  as  here  described.  They  are  dull  black,  hard  but  easily 
broken,  pve  a  very  large  amount  of  gas  on  heating  and  a  long  flame  when 
burning,  crack  as  they  burn  but  do  not  melt  nor  cake.  They  appear  to  be 
related  to  the  shales  that  yield  oil  on  distillation  more  than  to  other  coals. 
Industrially  cannel  coals  are  used  only  for  gas  making  by  retort  routing 
processes. 

Bitumirums  gas  coals  come  next  in  order  and  are  distinguished  from  the 
previous  class  by  the  melting,  caking  or  coking  tendency  during  heating, 
and  by  the  greater  volatile  content  or  gas  yield,  and  its  hydrocarbon  character, 
though  they  contain  nitrogen  diluents  and  3rield  ammonia.  Lumps  will  stick 
together  but  not  puff  up,  nor  melt  completely  with  loss  of  original  form,  during 
heating.  They  are  especially  adapted  to  coal-gas  making  by  the  retort  roasting 
process,  to  reverberatory  furnaces  because  of  their  long  flames,  but  may  also 
be  used  to  advantage  in  boiler  furnaces.  According  to  Juptner  the  total  carbon 
content  is  greater  than  for  the  non-caking  variety,  being  between  80  and  85 
per  cent,  the  hydrogen  between  5.8  and  5  per  cent,  so  that  this  is  also  a  little 
higher,  and  oxygen  and  nitrc^en  14.2  to  10  per  cent,  somewhat  lower,  indicat- 
ing gases  of  more  distinctly  hydrocarbon  character  with  less  non-combus- 
tible diluents.  This  also  is  indicated  by  a  higher  calorific  power,  placed  between 
15,300  and  15,840  B.T.U.  per  pound. 

Bituminous  furnace  coals  is  the  term  applied  by  Sexton  to  the  next  in 
the  series;  these  have  more  strongly  developed  caking  tendencies,  softening 
and  swelling  during  combustion  and  yielding  long,  luminous  gas  flames  by 
the  combustion  of  the  hydrocarbon  volatile.  According  to  Sexton  the  volatile 
matter  is  between  25  per  cent  and  35  per  cent,  materially  less  in  total  quantity, 
than  for  the  long  flame  non-caking  coals.  Juptner  places  the  total  carbon 
between  84  per  cent  and  89  per  cent,  total  hydrc^en  5  to  5.5  per  cent,  oxygen 
and  nitrogen  11  to  5.5  per  cent.  The  rise  of  the  hydrocarbons  is  indicated 
also  by  the  rise  of  calorific  power,  which  is  placed  between  15,840  and  16,740 
B.T.U.  per  pound.  These  coals  are  used  in  England  for  domestic  purposes 
and  everywhere  for  boiler  fires,  forges,  reverberatory  furnaces  and  coal-gas 
making. 

Bituminous  coking  coals  are  those  next  in  order,  distinguished  not  only 
by  a  strong  melting  tendency  on  heating,  and  by  the  very  hard,  large  masses 
of  coke  they  yield  from  slack  coal,  but  equally  impK>rtant  by  a  lesser  gas  yield 
which  is  responsible  for  the  designation,  short  flame,  applied  to  them.  This  is 
the  most  important  industrial  class  of  coals,  as  it  is  applied  to  the  making  of 
blast  furnace  coke  and  is  good  for  boiler  work.  The  coke  yield  varies  from 
65  per  cent  to  80  per  cent,  depending  as  much  on  the  oven  as  on  the  coal 
itself,  and  the  content  of  oxygen  and  nitrogen  is  less  than  for  the  preceding 
varieties. 

Semi-bUumdnouSf  semi-anthracite^  and  anihracite  coals  are  not  distinguish- 
able on  the  basis  of  coke  or  flame  properties  but  rather  on  the  basis  of  hard- 
ness and  composition;  they  merge  very  gradually  from  the  last  group  in  the 
order  named  to  graphite.    The  volatile  becomes  of  a  simple  character,  being 
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almost  entirely  methane  in  the  anthracite  and  small  in  quantity,  usually 
less  than  4  per  cent,  whereas  the  more  distinctly  bituminous  coals  contain 
very  large  quantities  of  volatile  that  are  complex  hydrocarbons,  some  of  them 
of  the  liquid  form,  termed  tar,  which  may  be  over  5  per  cent  by  weight, 
while  the  total  volatile  may  be  quite  high.  The  total  carbon  content  of 
anthracites  may  reach  98  per  cent  and  as  they  are  very  hard,  are  not  so 
easy  to  bum.  Some  varieties  termed  graphitic  coals  cannot  be  burned  at  all 
except  by  mixing  with  other  varieties  and  only  in  the  hottest  fires.  The 
calorific  power  of  the  anthracites  approaches  very  closely  to  that  of  pure 
carbon,  the  small  excess  heating  value  of  the  volatile  balancing  the  ash,  but 
there  is  a  most  important  exception  found  in  small  sizes.  Anthracite  generally 
occurs  with  slate  streaks,  which,  as  the  coal  is  broken  into  commercial  sizes, 
is  separated  out  by  hand,  and  as  sizes  become  smaller  the  slate  cannot  be 
distinguished  from  the  coal  so  that  the  smaller  sizes  often  contain  as  much  as 
35  per  cent  of  ash.  This  relation  is  shown  approximately  in  the  following 
table,  applying  to  the  Wilkesbarre  and  Scranton,  Pa.,  products. 


Table  VI 

WILKESBARRE  ANTHRACITE  SIZES  AND  AVERAGE  ASH  CONTENTS 


Name. 


Paame  through 
Hole*  Inches. 


Paasee  over 
Hole,  Inches. 


Broken 

Egg 

Stove 

Chestnut 

Pea 

Buckwheat 

Rice  or  buckwheat,  No.  2 


31 

(o)  2} 
(b)  21 

(a)  2 

(b)  1} 
(o)  1| 
(6)  li 


(«) 
(&) 
(a) 
(6) 


i 
i 
i 

i 


21 
2 

li 
1» 

li 

i 

i 

i 

i 

i 
A 

i 


Ash  Per  Cent. 


General 
Average. 


5.00 
5.5 

8 

12 

15 
19 

25 


One  Mine. 


5.66 

10.17 

12.67 

14.66 
16.62 


Semi-anthracites  are  usually  the  border  coals  of  the  anthracite  fields  as 
the  semi-bituminous  are  border  coals  of  more  distinctly  bituminous  fields, 
but  the  latter  may  more  often  separately  occur.  In  the  United  States  these 
semi-bituminous  coals  include  those  from  Clearfield,  Cambria,  and  Somerset 
counties,  Pa.,  Cumberland,  Md.,  Pocahontas,  Va.,  and  New  River,  West  Va. 
They  are  perhaps  most  definitely  fixed  by  the  volatile  content  of  18  to  22 
per  cent  low  ash  and  sulphur,  and  are  considered  the  best  boiler  coals  in  America. 

More  than  any  single  thing  the  character  of  the  volatile  characterizes  the 
dififerent  coals  and  serves  to  group  them  naturally  into  classes,  the  bituminous 
coals,  more  especially  those  of  the  caking  or  coking  class,  having  complex 
hydrocarbon  mixtures  with  much  of  the  liquid  variety  yielding  tar;  the  non- 
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coking  semi-bituminous  varieties  yield  a  simpler  set  of  hydrocarbons  with 
anthracite  at  one  end  characterized  by  almost  piure  methane  volatile,  and 
lignites  and  peats  at  the  other,  characterized  by  much  non-combustible  matter 
in  their  volatile,  diluting  the  hydrocarbon  constituents.  It  is  not  possible 
to  say  that  the  volatile  gases  or  vapors  that  finally  appear  really  existed  in 
the  coal  as  such.  It  is  more  likely,  as  has  been  pointed  out,  that  they 
appear  ad  products  of  decomposition  of  other  oxygenated  compounds. 

Table  LV,  previously  referred  to,  presents  a  collection  of  proximate  and 
ultimate  analyses  selected,  from  thousands  available,  by  reason  of  the  high 
authority  and  reputation  for  accuracy  of  the  analysts  reporting  them  and  also 
because  they  fairly  well  represent,  when  grouped  together,  the  whole  range  of 
solid  fuels  from  the  peats  to  the  anthracites.  For  each  fuel  the  calorific 
power,  as  determined  by  the  bomb  calorimeter,  is  given  which  will  be  used 
later  as  a  basis  for  a  general  study  of  calorific  power. 

The  impurities  in  coal,  notably  the  ash  and  siilphur,  have  an  appreciable 
influence  on  the  uses  to  which  coals  may  be  put,  often  not  inferior,  to  the 
properties  of  the  volatile  or  the  calorific  power  of  the  coal.  Sulphur  generally 
occurs  as  iron  pyrites,  FeS2,  in  nuggets  or  veins  and  on  combustion  usually 
gives  off  SO2  as  a  gas,  leaving  iron  oxide,  Fe203,  as  part  of  the  ash  if  there 
is  insufi&cient  air,  as  is  usually  the  case  in  the  interior  of  the  cinder;  while  in 
the  region  of  high  temperature  there  will  be  formed  iron  sulphide,  FeS,  and 
sulphur  which  escapes  as  vapor.  Sulphur  is  also  present  in  some  coals  as 
calcium  sulphate  or  gypsxun,  which  leaves  calcium  sulphide  when  heated  in 
contact  with  carbon.  Sulphur  in  almost  any  form  will  make  compounds  with 
other  things  present,  which  fact  bears  on  the  availabiiity  of  the  fuel  for  certain 
metallurgical  operations;  for  example,  the  making  of  iron.  Sulphides,  especially 
of  iron,  are  apparently  important  factors  in  the  fusing  of  the  ash  and  the 
making  of  clinker.  Both  in  the  solid  combined  form  and  as  a  gas,  sulphur 
is  actively  corrosive  and  grate  bars  as  well  as  boiler  plates  and  the  pipes  and 
scrubbers  of  gas  generators  will  suffer  from  its  presence  so  that  high  sulphur 
coal  is  considered  generally  undesirable,  though  sometimes  some  sulphur  may 
be  removed  by  washing. 

Fusion  of  ash,  and  clinker  formation  is  a  serious  matter,  limiting  the  air 
supply,  sticking  to  grate  bars,  and  when  it  contains  sulphur  actually  corroding 
the  bar  by  chemical  reaction,  while  in  gas  producers  clinker  collection  is  often 
so  severe  as  to  stop  the  operation  entirely.  In  fact  certain  coals  cannot  be  used 
in  producers  at  all  because  of  this  tendency,  though  otherwise  desirable. 
The  formation  of  clinker  starts  with  the  fusion  of  some  one  of  the  constituents 
of  the  ash  or  the  fluxing  of  one  constituent  by  another,  the  liquefied  material 
flowing  over  and  enclosing  solid  matter,  even  large  pieces  of  unburned  coal, 
and  tending  to  stick  to  other  pieces,  to  firebrick  linings  or  to  grate  bars.  The 
clinkering  tendency  of  a  given  coal  cannot  be  predicted  even  when  the 
ash  is  completely  analyzed  and  the  melting-points  of  its  constituents 
known,  because  the  possible  compoimds  of  those  constituents  are  not 
known.    The  chemical  compounds  in  ash  are  usually  oxides  of  aluminum 
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AI2O3,  silica  Si02,  iron  FeO  and  Fe203,  calcium  CaO,  potassium  K2O,  mag- 
nesium MgO,  sodium  Na20,  sulphur  SO2,  with  many  more  all  combined  with 
each  other  in  unknown  ways.  Those  occurring  in  the  largest  quantities 
are  usually  the  alumina  and  silica,  the  melting-points  of  which  are  3400°  F. 
and  2510°  F.  respectively,  which  are  within  range  of  the  usual  furnace  tem- 
perature of  3000°  F.  or  thereabouts.  The  melting-point  of  either  of  these 
constituents  or  a  mixture  of  them  is  lowered  by  fluxing  with  the  other  com- 
pounds, making  glasses  and  slags,  some  of  which  melt  below  2000°  F.,  so  that 
in  practically  every  ash  some  fusion  will  occur  and  clinker  form  if  the  fire 
is  pushed  at  all.  Just  what  is  to  be  done  in  any  case  to  avoid  trouble,  in  view 
of  the  certainty  of  some  clinker  and  the  possibility  of  a  prohibitive  amount 
cannot  at  present  be  settled  on  any  scientific  grounds,  but  is  a  matter  of  trial 
and  judgment,  first  in  the  treatment  of  the  most  available  coal  and  second 
in  the  selection  of  a  substitute. 

82.  Calorific  Power  of  Coals  and  the  Combustible  of  Coals.  Calculation 
of  Calorific  Power  from  Ultimate  and  Proximate  Analyses.  Calorific  Power 
of  the  Volatile.  If  the  carbon,  hydrogen  and  sulphur  in  coal  were  just  mixed 
together,  the  calorific  power  would  be  the  sum  of  the  products  of  each  frac- 
tional weight  into  the  calorific  power  of  the  respective  element,  but  no  such 
simple  relation  exists,  so  that  calculation  of  calorific  power  from  the  ultimate 
analysis  must  be  b&sed  on  certain  assumptions  as  to  molecular  relations, 
expressed  or  implied. 

Most  of  the  ordinary  fuels  are  mixtures  of  chemical  compounds  of  unknown 
molecular  constitution,  and  usually  great  complexity  of  molecular  structure, 
not  at  all  revealed  by  ultimate  analysis  and  only  partly  so  by  proximate 
analysis,  or  as  in  the  case  of  the  liquids  by  fractional  distillation.  They  are 
all  compounds  and  mixtures  of  the  elements  carbon,  hydrogen,  nitrogen 
oxygen,  and  sulphur,  with  or  without  neutral  ash.  This  fact  lies  at  the  basis 
of  most  of  the  empiric  formulas  for  their  calorific  power,  for  if  the  fuel  elements, 
C,  H2,  and  S,  shown  to  be  present  by  an  ultimate  analysis  be  assumed  to  be 
just  mixed  together  in  the  weights  given,  the  calorific  power  is  the  sum  of 
that  of  all  the  parts  and  can  be  expressed  sjrmbolically: 
Let  Q£r=B.T.U.  per  pound  of  hydrogen; 

Qc=B.T.U.  per  pound  of  carbon; 

Q5=B.T.U.  per  pound  sulphur; 
0=B.T.U.  per  pound  fuel; 

tt?H= weight  of  hydrogen  per  pound  fuel; 

t/;c= weight  of  carbon  per  pound  fuel; 

t05= weight  of  sulphur  per  pound  fuel; 

Wo = weight  of  ojrxgen  per  pound  fuel. 

Then  Q==Qcwc+QhWh+Q^s (618) 

This,  however,  takes  no  accoimt  of  the  oxygen  which  may  be  assumed 
to  be  free  and  so  ignored,  or  assimied  to  be  combined  as  an  incombustible. 
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By  weight,  1  lb.  H+8  lbs.  O2,  make  9  lbs.  water,  so  that  each  pound  of  O2  that 
is  combined  with  H2  as  water  takes  from  the  total  H2  present  J  of  the  oxygen 
weight,  leaving  as  burnable  only  what  is  left  or  {wn—iwo)'  Introducing  this 
expression  in  the  formula  above 

[Qh  Qs     1 

wc+—i'^ti-iwo)  +-pr^s  .     (619) 

This  is  the  form  of  one  of  the  first  empiric  formulas  as  given  by  Dulong;  the 
sulphur  effect  was  neglected  and  14,500  and  62,100  in  round  numbers  taken 
as  the  calorific  power  of  carbon  and  hydrogen  respectively,  giving  the  form 

Q-=U,5O0wc+&2,100{wH-iwo) (620) 

In  the  American  Society  of  Mechanical  Ekigineers  Code  for  Boiler  Testing 
there  is  recommended  a  formula  which  retains  the  sulphur  effect  and  assigns 
4000  as  the  calorific  value,  changing  the  others  for  carbon  and  hydrogen 
to  give 

Q-=U,mywc+Q2,000{wH-iwo)+4O00ws     ....     (621) 

Neither  of  these  expressions  or  others  which  have  been  proposed  will  agree 
with  exi)erimental  determinations  owing  to  the  very  wide  complexity  of  molec- 
ular structure  of  the  fuels  they  are  supposed  to  represent.  Most  of  them  have 
been  developed  for  coals  of  a  single  class,  thus,  for  example,  the  Dulong  expres- 
sion Eq.  (620)  was  intended  to  nearly  represent  a  class  of  bituminous  coals 
characterized  by  much  volatile  hydrocarbon. 

As  an  example  of  an  attempt  to  base  the  formula,  at  least  in  part,  on 
the  physical  character  of  the  coal  that  of  Goutal,  Eq.  (622),  is  especially 
interesting  and  suggestive: 

Q-=:Ufi70wc'+Kwvf (622) 

where  Wv  is  the  volatile  hydrocarbon  weight,  while  Wc  represents  the  fixed  carbon 
or  coke,  X  is  a  constant  supposed  to  have  values,  according  to  Goutal,  vary- 
ing with  the  per  cent  of  volatile,  and  ranging  from  23,400  when  the  volatile 
is  2-15  per  cent  to  18,000  when  volatile  is  15-30  per  cent.  When  the  volatile 
is  35-40  p^  cent  1?=  16,200.    The  percentage  of  volatile  is  by  weight. 

It  has  been  pointed  out  that  the  solid  fuels  may  be  regarded  as  the  sum 
of  a  combustible  and  a  non-combustible  part;  and  the  combustible  as  the 
sum  of  a  fixed  carbon  and  a  volatile  part.  On  this  basis  it  is  possible  to  make 
approximations  of  calorific  power  if  the  nature  of  the  volatile  is  known  or  the 
average  calorific  power  of  the  volatile,  without  an  ultimate  analysis,  using 
instead  the  simpler  and  easier  proximate  analysis  which  does  not  require 
elaborate  chemical  laboratory  equipment  for  its  determination. 

The  principal  combustible  gases  of  the  volatile  are  hydrocarbons  and  these 
are  of  fairly  constant  calorific  power  per  pound  over  a  very  considerable  range 
of  character.  The  highest  calorific  power  is  that  of  methane,  23,646  B.T.U. 
per  pound,  and  few  of  those  hydrocarbons  that  enter  into  coal  volatiles,  so  far 
as  known,  have  less  than  75  per  cent  of  this.    If,  therefore,  it  is  found  that 
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one  group  of  coals  is  characterized  by  the  same  group  of  hydrocarbons  in  its 
volatile,  in  even  approximately  constant  proportions,  the  calorific  power  of 
that  volatile  will  be  constant,  at  least  as  nearly  constant  as  the  calorific  power 
of  all  the  combustible  taken  together.  It  is  also  reasonable  to  expect  that 
each  class  of  coal  will  have  a  different  group  of  hydrocarbon  combustibles 
in  the  volatiles,  the  calorific  power  of  which  will  vary  accordingly,  being 
highest  for  anthracites  with  methane  as  the  principal  constituent,  lower  for 
the  bitimiinous  varieties  and  least  for  hgnites,  the  volatile  of  which  is  much 
diluted  with  non-combustible  gases  and  vapors,  similar  to  those  yielded  by 
wood.  Thus  the  character  of  heating  power  of  the  volatile  of  the  coals  fur- 
nishes a  new  basis  of  classification  with  direct  reference  to  availability  as 
fuels. 

To  illustrate  the  peculiarities  of  the  calorific  power  of  coals  and  the 
dependence  of  calorific  power  on  class  of  coal  a  new  table.  Table  LVI,  has 
been  computed  from  the  data  given  in  the  table  of  coal  analyses. 

Various  charts  were  also  drawn  in  order  to  determine  these  character- 
istics graphically.  There  appears  to  be  no  very  definite  relation  between 
calorific  power  and  Campbell's  classification  of  the  coal;  great  confusion 
exists  in  the  bituminous  region  and  also  in  the  peats,  so  that  any  representa- 
tive curve  is  impossible.  The  same  is  true  when  plotted  according  to  Frazer's 
classification,  namely,  the  ratio  of  fixed  carbon  to  volatile.  The  points  are 
differently  distributed  in  this  case,  but  with  no  more  hope  of  a  smooth  curve 
being  drawn  through  them. 

The  explanation  of  this  situation  must  be  found  in  the  nature  of  the  com- 
bustible and  in  its  amount  and  kind,  but  especially  in  kind.  As  combustible  is 
partly  fixed  carbon  and  partly  volatile,  and  as  fixed  carbon  has  always  the  same 
calorific  power,  the  real  explanation  must  be  sought  m  variations  in  the  nature 
of  the  volatile  itself,  and,  of  course,  its  amount.  In  order  that  this  possibility 
may  be  traced,  the  chemical  and  thermal  properties  of  these  coals  are  redeter- 
mined, as  ash  and  moisture  free,  in  Table  LVI  in  the  Handbook  of  Tables, 
which,  therefore,  gives  the  properties  of  the  combustible  matter  only.  In 
this  table  the  calorific  power  of  the  combustible  is  reported,  total  and  as 
divided  between  the  fixed  carbon  and  the  volatile  parts,  and  finally  the  calorific 
power  of  the  volatile  itself  per  pound  is  found.  To  get  this  result,  the  calo- 
rific power  of  the  coal  as  determined  by  the  bomb  calorimeter  is  divided  by  the 
smn  of  the  partial  weights  of  fixed  carbon  and  volatile,  the  quotient  being 
the  calorific  power  per  pound  of  total  combustible.  The  product  of  the 
fractional  weight  of  the  fixed  carbon  and  14,544,  its  known  calorific  power, 
gives  the  heat  due  to  the  combustion  of  the  fixed  carbon  part  of  the  combus- 
tible, and  this  subtracted  from  the  B.T.U.  per  pound  of  combustible  gives 
the  heat  per  pound  of  combustible  derived  from  its  volatile.  The  heat 
per  pound  of  combustible  derived  from  its  volatile  only,  when  divided 
by  the  fractional  weight  of  volatile  in  the  combustible  gives  the  B.T.U.  per 
pound  of  volatile  itself.  These  values  of  the  calorific  power  of  the  volatile 
matter  of  the  coals  were  also  plotted.  Fig.  121,  and  while  the  points  thus 
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obtained  were  more  or  less  scattered  it  was  possible  to  draw  a  fair  curve 
through  them  as  shown.  It  is  reasonable  to  expect  that  direct  determination 
of  the  calorific  power  of  volatile  alone,  will  lead  to  a  much  smoother  curve,  but 
even  with  the  present  data  it  is  possible  to  make  a  very  useful  approximation 
to  the  calorific  power  of  a  coal  from  its  proximate  analysis  by  the  formula, 
Eq.  (623),  derived  from  the  smooth  solid  curve  of  Fig.  121. 
Let  t/;c'= fractional  weight  of  fixed  carbon  in  coal; 
wv  ==  fractional  weight  of  volatile  in  coal. 


Then 


Q  =  14,544  wc' +27, OOOwv 
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Fig.  121. — Calorific  Power  of  the  Volatile  of  Coals. 

This  equation  is  of  the  same  general  form  as  Goutal's  Eq.  (622),  but  with  his 
constant  C  evaluated  as  a  function  of  the  fixed  carbon  to  volatile  ratio,  instead 
of  assigning  it  separate  values  for  each  class  of  coal  by  the  volatile  content 
alone.  The  differences  due  to  this  are  indicated  in  Fig.  121  by  the  relation 
of  the  dotted  to  the  solid  line. 

These  relations  not  only  make  it  possible  to  calculate  the  calorific  power 
of  a  coal  with  fair  accuracy  from  its  easily  found  proximate  analysis,  but  more 
important  in  a  broad  sense  it  brings  out  the  relation  of  the  coals  as  fuels  to  the 


02=2.65. 
0,=6.42. 
02=8.05. 
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oils  and  natural  gas  fuels,  as  will  appear  a  little  more  clearly  when  these  latter 
are  examined. 

Example.  A  coal  which  gives  a  heating  value  of  13,961  B.T.U.  when  tested  in 
the  calorimeter,  was  found  to  have  an  ultimate  analysis  as  follows:  C  =80.03,  Hi  =4.13, 
Nj  =  1.40,  08=3.20,  S  =  1.90,  ash  =9.34.  How  do  the  heating  values  derived  by  means 
of  the  Dulong  Eq.  (620)  and  A.S.M.E.  Eq.  (621)  compare  with  the  experimental? 

Substituting  the  above  values  in  Eq.  (620)  and  (621)  we  obtain,  respectively, 

/  0^20\ 

Q  =14,500X.8003+62,100L0413  --|- j  =13,952  B.T.U.  per  lb. 

.0413  -^^  j  +4000 X  .019  =  14,069  B.T.U.  per  lb. 

Prob.  1.  Which  of  the  following  coals  would  be  worth  most  per  ton  on  the  basis 
of  the  heating  value  found  by  the  A.S.M.E.  formula?    By  the  others? 

For  the  first  C  =83.75;  H,=4.13;  S=  .57; 
For  the  second  C  =74.39;  H,  =4.98;  S  =3.44; 
For  the  third     C=73.5;      H,=5.19;    S=2.54; 

Prob.  2.  A  boiler  horse-power  is  33,486  B.T.U.  received  by  the  water  in  the  boiler 
per  hour.  If  70  per  cent  of  the  heat  of  the  coal  is  available,  what  will  be  the  horse- 
power of  a  boiler  under  which  is  being*  burned  one  ton  per  hour  of  the  following  coal, 
the  correct  calorific  power  of  which  is  given  by  the  Dulong  expression?  What  is  the 
weight  of  the  coal  per  hour  per  boiler  horee-power?    C  =79.20;    Ha  =4.30;  Os=2.15. 

Prob.  8.  Natural  gas  of  1000  B.T.U.  per  cubic  foot  may  be  purchased  in  a  certain 
locaUty  for  10  cents  a  thousand  cubic  feet.  What  price  could  coal  containing  75  per 
cent  of  C,  6  per  bent  of  H|,  1.5  per  cent  of  0|,  and  1.5  per  cent  of  S,  bring  in  the  same 
locality  on  the  basis  of  heat  content  only? 

Prob.  i.  A  gas  en^e  is  operated  on  producer  gas.  The  producer  is  supplied  with 
coal  of  the  following  composition:  C  =80.15  per  cent;  H|=3.35  per  cent;  N|  =  1.32  per 
cent;  0j=4.28  per  cent;  S  =  .9  per  cent;  ash  =  10  per  cent.  What  is  the  efficiency 
for  the  system  if  the  engine  delivers  one  horse-power  for  each  pound  of  coal  fed  to  the 
producer? 

Prob.  6.  In  a  boiler  plant  it  has  been  found  that  of  the  entire  heat  hi  the  coal  60 
per  cent  gets  to  the  steam,  25  per  cent  escapes  to  the  stack,  13  per  cent  to  the  ashpit, 
and  the  remainder  is  radiated  from  the  boiler  setting.  For  a  coal  of  the  following  com- 
position, what  would  be  the  loss  in  number  of  B.T.U.  per  pound  of  coal  in  each,  and  what 
would  be  the  number  actually  used?    C  =70;  O,  =2.5;  N,  =2;  H,  =  12;  S  =  .5;  ash  =*13. 

83.  Mineral  Oil  and  Natural  Gas  Fuel.  Chemical  and  Physical  Properties. 
Calorific  Power  Direct  and  as  Calculated  for  Oils  from  Ultimate  Analysis  or 
from  Density,  and  for  Gas  from  Sum  of  Constituent  Gases.  Mineral  oils 
are  very  much  alike  in  ultimate  composition,  but  entirely  different  in  properties 
such  as  boiling-point.  When  clean,  all  are  absolutely  ash  free,  all  yield  vapors 
on  heating  and  have  calorific  powers  very  close  together,  compared  to  the 
variations  noted  for  coals.  Analysis  shows  them  to  be  hydrocarbon  com- 
pounds or  rather  mixtures  and  solutions  of  a  large  number  of  hydrocarbons 
of  the  paraffine,  ethylene,  and  naphthalene  series,  the  former  predominating 
in  American  and  the  latter  in  Russian  oils,  these  two  countries  furnishing  the 


HEATING  BY  COMBUSTION  403 

bulk  of  the  world's  supply.  Among  the  paraffines,  given  in  the  Tables,  there 
are  noted  four  isomers,  that  is,  compounds  having  the  same  ultimate  analysis 
and  fractional  weight  but  different  physical  properties;  while  with  the  ethylenes, 
all  of  which  have  the  same  ultimate  analysis  but  different  molecular  weights,  are 
noted  two  naphthalenes  which  are  isomeric  modifications  of  the  ethylenes,  hav- 
ing the  molecular  arrangement  indicated  by  the  formula  CiiH2ii-6+H6=CiiH2m, 
which  have  the  same  weight  proportions  but  whose  properties  are  more  closely 
those  of  the  paraffines  than  the  ethylenes.  As  pointed  out  in  Section  76, 
the  calorific  power  of  all  hydrocarbons  varies  with  the  value  of  n  or  their 
position  in  the  series  and  is  somewhat  different  for  the  same  value  of  n  in  differ- 
ent series.  It  is  also  true  that  both  liquid  and  vapor  densities  vary  with  the 
value  of  n,  so  it  might  be  expected  that  the  calorific  power  would  vary  with  the 
density  of  the  oils  if  they  did  not  contain  excessively  variable  proportions  of 
different  series.  This  was  foreshadowed  by  the  Slaby  formula,  Eq.  (593), 
for  the  hydrocarbon  gases  and  vapors  which  expresses  calorific  power  as  a 
linear  function  of  density  of  those  gases,  and  is  confirmed  by  the  work  of 
Sherman  and  Kropff  at  Columbia  University,  for  the  oils.  Table  LIX  in 
the  Handbook  of  Tables  gives  the  results  of  their  calorimeter  determinations 
on  64  oils,  ranging  from  specific  gravity  of  .7100  to  .9644  or  67.7°  B6.  to  15.2° 
B^.,  together  with  the  calculated  value  as  a  linear  function  of  density  by 
Eq.  (624). 

B.T.U.  perlb.  oil  =  18^650+40(B«.-10) (624) 

In  only  one-ninth  of  the  cases  is  the  error  more  than  one  per  cent,  in  only 
one-thirtieth  over  two  per  cent,  and  never  exceeds  three  per  cent,  which  is 
fairly  satisfactory.  This  makes  it  possible  to  estimate  the  calorific  power  of 
an  oil  by  simply  taking  its  density. 

Inspection  of  tables  of  properties  of  mineral  oils,  shows  that  the  carbon- 
hydrogen  ratio,  which  for  the  ethylenes  and  naphthalenes  is  constant  and 
equal  to  six  and  for  the  paraffines  always  less  than  this,  does  sometimes  exceed 
this  value.  In  such  cases  it  must  be  assumed  that  solid  carbon  is  present, 
having  been  deposited  by  the  decomposition  of  some  of  the  oil  under  heat 
treatment  before  or  after  leaving  the  earth,  and  such  oils  are  invariably 
heavy  and  black  in  color.  No  natural  or  crude  oil  is  heavy  or  dense  because 
it  consists  only  of  heavy  hydrocarbons,  nor  is  any  one  light  because  its 
hydrocarbons  are  exclusively  light  ones,  but  as  all  crudes  contain  both 
heavy  and  light  constituents  the  density  is  chiefly  an  indication  of  which 
class  of  hydrocarbons,  the  light  or  the  heavy,  predominates.  These  relations, 
which  are  of  fundamental  importance  in  fixing  the  industrial  value  of  an 
oil  and  in  prescribing  the  treatment  it  shall  receive  in  applying  it  to  oil 
engines,  boiler  furnaces  or  the  making  of  oil  gas,  will  be  brought  out  more 
clearly  in  a  succeeding  section  under  heat  treatment  for  fractional  distillation. 
This  fractionation  of  oils  is  the  only  known  way  of  reducing  the  range  of  hydro- 
carbon constituents.  For  properties  of  mineral  oils^  see  Table  LXII  in  the 
Handbook  of  Tables. 
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The  calorific  power  of  the  oils  cannot  be  as  accurately  predicted  from  their 
ultimate  analysis  by  computation  of  the  heat  of  formation  of  the  products  of 
combustion,  as  it  can  from  the  density  by  Sherman  and  Kropff's  formula, 
though  there  seem  to  be  in  some  cases  large  differences  between  the  experi- 
mental bomb  values  and  those  from  the  formula.  In  most  cases  if  not  all,  these 
can  be  traced  to  inaccurate  experimental  work,  which,  with  oils,  especially  those 
that  have  light  and  easily  volatile  constituents,  is  a  very  difficult  procedure. 
To  still  more  clearly  bring  out  this  point,  there  are  plotted  in  Fig.  122  all 
the  tabular  values  of  calorific  powers,  exclusive  of  the  heats  of  formation  of  the 
products,  and  through  them  the  S.  and  K.  line  is  drawn  according  to  its  equation. 
It  will  be  noted  how  much  better  their  experimental  values  lie  with  respect  to 
this  line  than  do  others  of  more  doubtful  accuracy. 
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Fig.  122.— Calorific  Power  of  Mineral  Oils. 


Natural  gas  like  mineral  oil  is  also  chiefly  a  mixture  of  hydrocarbons  though, 
of  course,  no  such  complexity  of  mixture  can  exist  in  the  gases  as  in  the  liquids 
because  so  few  of  the  hydrocarbons  are  gaseous  at  ordinary  temperatures;  most 
of  them  being  liquids,  and  a  few,  sohds.  Accordingly,  natural  gas  is  a  very 
definite  thing  and  analysis  shows  it  to  be  largely  and  in  some  cases  almost 
entirely  methane  CH4.  One  sample,  No.  1,  from  the  series  given  in  the 
Tables,  is  over  99  per  cent  methane,  but  another  sample,  No.  38,  is  only  about 
half  methane,  and  contains  nearly  36  per  cent  by  volume  of  free  hydrogen. 
Practically  all  natural  gases  contain  some  CO,  which  is  a  product  of  oxygen 
reacting  on  carbon,  probably  in  a  coal,  and  as  might  be  expected,  there  is  cor- 
respondingly some  nitrogen  present,  as  would  be  the  case  if  the  oxygen  that 
combined  had  come  from  the  air,  leaving  the  nitrogen  free  after  combustion. 
Similarly  in  many  cases  some  CO2  is  present,  indicating  a  more  complete  oxida- 
tion of  the  carbon  and  accounting  for  more  nitrogen  on  the  assumption  that  the 
oxygen  had  been  derived  from  air. 

One   important   class   of   chemical   constituents  of    some    natural    gases 
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is  the  higher  hydrocarbons  such  as  ethylene,  but  more  peculiarly  those 
that  at  ordinary  temperatures  are  liquid,  and  are  present  in  the  gas  as  vapors 
of  those  liquids,  together  with  a  group  that  liquefy  under  pressure.  This  has 
led  to  a  process  of  compression  of  natural  gas  with  subsequent  cooling  for 
the  recovery  of  liquid  forms  of  hydrocarbons  most  of  which  are  easily,  volatile 
and  all  of  which  are  high  in  illuminating  value. 

The  calorific  power  of  natural  gas,  like  any  other  gas,  is  very  much  easier 
to  predict  with  reasonable  precision  than  that  for  coals  and  oils,  when  its 
constituent  gases  are  known.  Each  of  these  has  a  definite  calorific  power 
per  cubic  foot  at  standard  conditions  of  32°  and  29.92''  Hg,  so  that  the  calorific 
power  is  to  be  found  by  multiplying  the  volumetric  proportion  of  each  con- 
stituent by  the  proper  calorific  power.  The  sum  will  be  the  calorific  power 
of  the  gas  in  B.T.U.  per  cubic  foot  (standard);  and,  of  course,  there  will  be 
both  a  high  and  a  low  value  for  every  gas  containing  any  hydrogen,  free  or 
combined,  which  includes  all  of  the  natural  gases.  For  convenience,  in  cal- 
culations on  temperature  rise,  due  to  combustion,  the  B.T.U.  per  pound  is 
usually  added.  When  some  of  the  constituents  are  the  heavier  hydro- 
carbons, which  are  not  separated  by  the  absorption  methods  of  gas  analysis, 
they  are  generally  reported  together  as  heavy  hydrocarbons,  as  illuminants, 
or  in  some  equivalent  terms.  In  all  such  cases,  heat  calculations  require  that 
a  chemical  constitution  be  assigned  to  these,  usually  ethylene  and  benzole 
in  some  proportion,  as  judgment  based  on  experience  may  indicate.  This 
is  the  only  element  of  uncertainty  as  to  calorific  power  that  is  worth  noting. 

To  illustrate  the  method  of  determination  of  density  and  calorific  power 
per  cubic  foot  and  per  pound  one  case  is  set  down  in  convenient  tabular  form. 

Table  VII 

DENSITY  AND  CALORIFIC  POWER  OF  NATURAL  GAS  FROM  CONSTITUENTS 

(32**  F.  and  29.92"  Hg) 


One  Cubic  Foot. 

Kansas  Natural  Gas. 

Contains 

Yields  B.T.U. 

Summary. 

Cu.Ft. 

Lbs. 

High. 

Low. 

Methane.  CHi 

.9820 

.0010 
.0025 

.0025 

.043935 

.000240 
.000195 

.000223 

1040.5 

5.0 

.8 

•  •  •  • 

944.7 

4.6 

.8 

•  •  • 

B.T.U./cu.ft.  gas.high  =  1046 . 3 
B.T.U./cu.ft.  gas  low  =     950.1 

Heavy  hydrocarbon,  CeHe 
Carbon  monoxide,  CO. . . . 

Oxyeeh,  0» 

Cu.ft./lb.  gas               -       22.42 
Lbs./cu.ft.  gas              =            .0446 

B.T.U./lb.  gas  high     =23458. 

Total  for  gas 

1.0000 

.044593 

1046.3 

950.1 

B.T.U./lb.  gas  low       =21301 . 

Prob.  1.  The  following  oil  was  used  in  an  engine  and  one  horse-power  hour  (2545 
B.T.U.)  was  obtained  for  each  pound  of  the  oil   supplied.    What  was  the  thermal 
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efficiency  based  on  the  heating  value,  (a)  as  derived  by  calculation  from  the  ultimate 
analyses,  and  (jb)  by  the  Sherman  and  ICropff  formula? 

Sp.gr.  at  60^  F.  =.926.        C  =83.36;      H«  =  12.41;      S  =  .5;      (N,-fO0  =3.83. 

Prob.  2.  At  one  time  a  melting  device  was  used  to  clear  away  snow  from  city  streets. 
The  fuel  used  was  oil  and  the  heat  generated  was  used  to  melt  the  snow  placed  in  a  tank 
above  the  fire,  the  water  running  off  to  the  sewer  as  soon  as  formed.  Assuming  90 
per  cent  of  the  heat  of  the  fuel  to  be  available,  that  the  snow  is  put  in  at  a  temperature 
of  20**  F.  and  that  the  water  runs  away  at  a  temperature  of  40**  F.,  how  many  lbs.  of 
snow  will  be  disposed  of  per  lb.  of  the  following  oil?    C  =85.5;  H|  =  14.2;  (Oi-f  N,)  =.3. 

Prob.  3.  To  prevent  frost  damage  in  orchards,  crude  oil  is  burned  in  smudge  pots. 
If  the  specific  heat  of  air  is  .243,  how  many  cubic  feet  can  be  heated  from  30**  to  40**  F. 
by  a  gallon  of  California  crude  oil,  the  density  of  which  is  16.85°  B^.  and  the  ultimate 
analysis  by  weight  is  H,  =  11.3;  C  =85.75;  S  =.67?  Compute  the  results  by  S.  and  K. 
formula  and  by  heat  of  formation  of  products. 

Prob.  4.  The  following  analyses  are  for  a  West  Virginia  and  an  Ohio  natural  gas 
respectively  by  volume.  On  the  basis  of  the  heat  of  formation  of  the  products  of  each, 
what  would  be  their  relative  heating  values? 

CH4        H,       CO    CH*       N,    CO,        0, 

West  Virginia.  .99.5        5 

Ohio 93.35      1.64      .41       .35      3.41       .25      .39 

Prob.  6.  The  oil,  the  analysis  of  which  is  given  below  by  weight,  may  be  had 
for  5  cents  per  gallon.  At  what  price  will  the  gas,  the  analysis  of  which  is  also  given, 
but  by  volumes,  be  an  equally  economical  fuel,  the  economy  being  based  solely  on  the 
heat  value? 

Oil:       C=82;       H,  =  14.8;  0,-fN,=  3.2. 

Gas :  CH4 = 75.99;  H,  =  6.1 ;      CH*  =  18.12;  CO, = .34. 

Prob.  6.  A. ton  of  coal  occupies  roughly  40  cu.ft.  Compare  the  space  occupied 
by  a  million  B.T.U.  in  the  form  of  fuel  oil  and  a  bituminous  coal. 

Prob.  7.  Assuming  a  boiler  efficiency  of  70  per  cent  for  both  fuels,  what  will  be 
the  consumption  of  a  crude  oil  and  an  anthracite  coal  per  boiler  horse-power? 

84.  Charcoal,  Coke,  Coke  Oven  and  Retort  Coal  Gas  as  Products  of  Heating 
Wood  and  Coal.  Chemical,  Physical,  and  Calorific  Properties  per  Pound. 
Calorific  Power  of  Gases  per  Cubic  Foot  in  Terms  of  Constituent  Gases,  meld 
of  Gas  and  Coke  per  Pound  of  Coal.  When  loood  is  heated,  a  distillation  process 
begins  at  about  400°  F.  before  which  the  discharge  is  mainly  water  vapor,  but 
after  this  temperature  is  reached  complex  gases  and  vapors  are  Uberated, 
some  of  which  may  condense.  A  few  of  these  distillates  were  present  as  such 
in  the  wood,  and  are  Uberated  unchanged,  but  most  of  them  are  compoimds 
formed  by  the  heat  action  in  the  fiber,  sap,  and  ash  constituents  by  mutual 
chemical  reactions.  The  products  of  heating  wood  as  given  by  Jiiptner  show 
the  surprising  complexity  of  the  process  and  products  which  are  divisible 
into  five  groups: 

(1)  Hygroscopic  water;  (2)  Gas;  (3)  Liquid  tar;  (4)  Pyroligneous  acid; 
(5)  Wood  charcoal. 
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When  the  heating  of  wood  takes  place  in  closed  chambers,  the  wood  melts 
as  coking  coals  do,  but  at  temperatures  in  the  neighborhood  of  600°  F., 
3rielding  a  sort  of  hard  coke  quite  different  from  charcoal.  The  whole  proc- 
ess is  summed  up  concisely  by  M.  Violette,  who  indicates  the  changes  in 
the  result  brought  about  by  gradually  rising  temperatures  of  distillation, 
which  are  briefly,  an  increased  gas  jrield  continuously,  and  a  Uquid  yield 
first  increasing  and  then  decreasing,  showing  that  at  high  temperatures  some 
of  the  hquid  is  decomposed  into  gaseous  constituents.  In  all  cases  the  yield 
of  charcoal  decreases  and  its  quality  changes.  The  charcoal  at  higher  tem- 
peratures contains  more  carbon,  about  the  same  hydrogen  and  regularly  . 
lessening  amounts  of  oxygen  and  nitrogen,  the  sum  of  which  is,  however, 
always  large  and  indicates  why  peats  and  Ugnites  near  the  woods  have 
volatiles  so  weak  in  combustible  matter.  Quick  coking  produces  only  half 
the  charcoal  that  results  from  a  slow  process. 

Peat  on  heating  also  gives  off  an  equally  large  variety  of  volatile  products, 
the  nature  of  which  is  intimately  related  to  the  fuel  value  and  its  treatment 
in  boiler  fires  and  producers. 

The  most  striking  difference  between  the  products  of  peat  and  wood  distil- 
lation from  the  fuel  standpoint  is  the  appearance  of  heavy  hydrocarbon,  in  the 
former  in  the  gas  form  and  an  increase  of  it  in  the  liquid  forms,  or  a  general  rise 
of  hydrocarbon  combustible  matter  in  the  volatile,  because  the  liquids  appear 
first  as  vapors  mixed  with  the  permanent  gases. 

Lignite  yields  on  heating  much  the  same  sort  of  products  as  peat  does  . 
but  there  are  two  groups,  one  in  which  the  hydrocarbon  or  bituminous  sub- 
stances are  larger  than  in  the  other,  probably  because  of  different  origin.  The 
coke  is  not  of  very  much  value  and  being  little  used  there  are  few  data 
available.  The  coke  from  such  of  the  lignites  as  do  not  disintegrate  by  reason 
of  loss  of  water  of  crystalUzation  will  be  a  little  less  than  half  the  coal  by 
weight,  the  volatile,  from  one-seventh  to  one-third,  and  tar-water  from  one- 
eighth  to  one-fifth.  Thus,  in  the  lignites  that  will  coke,  there  is  an  increase 
in  volatile  combustible,  while  those  that  disintegrate  have  combustible  close 
to  peat.  The  former  might  properly  be  called  sub-bituminous  coal  by  reason 
of  the  difference,  and  the  latter  soUdified  peat  or  lignite  proper. 

Bituminous  coals  are  the  great  raw  materials  for  roasting  treatment  for 
the  manufacture  of  coke,  (a)  in  beehive  ovens  where  the  volatile  is  burned 
and  wasted,  (6)  in  by-product  coke  ovens  which  yield  not  only  valuable  coke 
but  also  illuminating  and  fuel  gases  besides  chemical  by-products;  and  also 
for  the  primary  manufacture  of  illuminating  gas  in  retorts  where  the  coke 
is  a  by-product.  The  study  of  the  distillation  or  roasting  of  the  bituminous 
coals,  is  therefore  not  only  important  as  throwing  light  on  their  fuel  prop- 
erties, but  also  because  of  its  relation  to  the  illuminating  gas  and  coke  indus- 
tries. In  what  follows  the  fuel  properties  will  be  dwelt  upon  rather  than  the 
chemical  by-products  recovery,  or  the  production  of  illumination,  or  the  metal- 
lurgical properties  of  coke. 

While  there  is  a  very  great  difference  between  the  products  from  the  dif- 
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ferent  bituminous  coals,  the  following  by  Wagner  may  be  taken  as  a  basis  of 
comparison; 

Coal:  78  per  cent  C,  4  per  cent  disposable  H2,  li  per  cent  N2,  .8  per  cent  S, 
5.7  per  cent  combined  H2O,  5  per  cent  hygroscopic  H2O,  5  per  cent  ash. 

1.  Tar  water  or  ammonia  water  containing, 

(a)  Water,  carbonate  of  ammonia  and  sulphide  of  ammonia. 
(6)  Chloride,  cyanide,  sulphocyanide  of  ammonia. 

2.  Gas  containing, 

■  gases — acetylene,  ethylene,  propylene,  butylene; 

benzole,  styrole,  naphthalene,  propyl, 

butyl,  acetylnaphthalene; 
(6)  Combustible  non-illuminants — hydrogen,  methane,  carbon  monoxide; 
(c)  Impurities — carbon  dioxide,  ammonia,  cyanogin,  rhoden,  sulphureted 
hydrogen,  carbon  disulphide,  nitrogen. 

3.  Liquid  tar  containing, 

(a)  Liquid  hydrocarbons — benzole,  toluol,  propyl,  butyl,  etc.; 
(6)  Solid  hydrocarbons — naphthalene,  etc.; 

(c)  Substances  containing  oxygen — ^phenol,  creosote,  aniline,  etc.; 

(d)  Asphaltic  substances  and  resins. 

4.  Coke,  70  to  75  per  cent  of  the  coal  containing  90  to  95  per  cent  of  combus- 

tible  matter,  and  10-5  per  cent  ash. 

These  results,  when  compared  with  analyses  of  the  lower  fuels,  show  most 
clearly  a  rise  of  hydrocarbons  in  both  gaseous  and  liquid  form,  which  together 
constitute  the  volatile  of  the  coal,  so  that  the  volatile  has  combustible  prop- 
erties very  close  to  those  of  vapor  oils.  The  diluent  materials  in  the  volatile  are 
small  in  amount  but  may  increase  on  excessive  heating.  The  manner  of  heating, 
as  to  time  and  temperature,  largely  control  the  nature  of  the  products,  gases, 
coke  or  by-products.  Moderate  temperatures  are  necessary  to  secure  high 
3delds  of  ammonia  and  for  highly  illuminating  gas,  high  temperatures  increase 
the  coke  at  the  expense  of  the  carbon  of  the  hydrocarbons,  decomposing  them 
to  methane,  hydrogen  and  carbon.  The  products  differ,  moreover,  with  the 
period  of  coking,  as  the  temperature  does  also  as  a  rule,  fresh  cold  coal  being 
charged  which  is  slowly  heated.  During  the  first  periods  most  of  the  richer 
hydrocarbons  forming  the  tar  and  iUuminants  come  off,  constituting  the  high 
calorific  power  part  of  the  volatile.  Toward  the  end  of  the  coking  period  and 
that  of  highest  temperature  the  gases  are  free  of  tar  and  low  in  calorific  and 
illuminating  power.  It  has  been  suggested  that  the  first  period  corresponds 
to  the  formation  of  coke  and  ends  when  the  coke  has  set  or  taken  its  permanent 
size  and  shape,  while  the  second  is  a  period  of  coke  decomposition  or  rather 
distillation  of  the  freshly  set  coke;  this  is  a  useful  distinction  to  keep  in  mind 
for  boiler  and  gas  producer  application  of  fuels. 

The  variation  of  gas  with  time  of  coking  is  shown  in  Fig.  123  which  has 
been  plotted  from  results  reported  by  Blauvelt  for  both  a  high  and  a  low  vola- 
tile American  coal  in  the  Solvay  by-product  coke  oven. 
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FiQ  123.— Variation  in  the  Composition  of  By-product  Coke  Oven  Gas  with  Time  of  Roasting. 
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Coke  ovenSy  so  far  as  the  fuel  processes  are  concerned,  are  exactly  the  same 
as  gas-house  retorts  except  for  size,  shape  and  temperature.  The  former 
yield  more  coke  than  the  latter  where  the  temperatures  are  higher,  time  of 
gas  contact  with  coal  shorter,  and  with  walls  longer.  The  hydrogen  is 
higher  and  hydrocarbons  and  tar  jdeld  lower  in  the  retorts,  probably  because 
of  the  temperature  and  contact  conditions,  but  just  how  or  why  these  varia- 
tions occur  is  not  apparent. 

A  number  of  analyses  of  coal  gas  and  by-product  oven  gases  are  given 
in  the  Handbook  of  Tables  taken  from  a  variety  of  sources  to  show  possible 
limits.  The  following.  Table  VIII,  gives  a  comparison  of  two  analyses  con- 
sidered by  Jiiptner  as  typical  of  the  two  classes,  with  Blauvelt's  typical  coke 
oven  gas  and  Giildner's  typical  retort  coal  gas. 

Table  VIII 

COMPARISON  OF  COKE  OVEN  AND  RETORT  COAL  GASES 


Constituents. 


Benzole,  C^Hc 

Ethylene,  C1H4 

Methane,  CH4 

Hydrogen,  Hi 

Hydrogen  disulphide,  HiS 

Carbonic  acid,  COi 

Carbon  monoxide,  00 .  .  . 

Oxygen,  Oi 

Nitrogen,  Nt 


Coke  Oven  Gas  Per  Cent  by  Volume. 


Blauvelt. 


1.2 

4.2 

36.5 

48.0 


1.3 

5.1 

.5 

4.2 


Galdner. 


.81 

1.52 

32.40 

55.60 

1.21 
7.08 

1 .38 


Japtner. 


.61 

1.63 

36.11 

35.32 

.43 

1.41 

6.49 


Retort  Coal  Gas  Per  Cent 
by  Volume. 


GQldner. 


4.5 
35.0 
48.5 

2.0 
7.0 
.25 
2.76 


J&ptner. 


1.54 

1.19 

36.00 

55.00 

.87 
5.40 


The  coke  itself  is  a  by-product  in  the  gas  retort  and  no  attempt  is  made  to 
obtain  a  good  quality,  the  retort  management  and  the  selection  of  coal  being 
both  guided  by  the  desire  for  low  coke  and  high  gas  3deld  with  high  illuminating 
value.  Beehive  coke  ovens  are  operated  with  regard  to  nothing  but  the  largest 
production  of  good,  hard  coke  of  large  pieces  and  good  porosity,  for  use  in 
foundry  cupolas  and  in  blast  furnaces,  while  by-product  coke  ovens  are  designed 
with  several  ends  in  view:  first  good  coke,  second  large  yield,  third  good  gas 
for  heating,  power,  and  illumination,  and  fourth  chemical  by-product  recovery. 
It  has  already  been  shown  how  the  gases  of  the  retort  and  coke  oven  compare; 
they  contain  not  the  same  quantities  but  nearly  so  and  the  same  kinds  of 
constituents,  the  differences  being  mainly  in  the  hydrocarbons  which  for  the 
retorts  and  high  heats  are  simpler  in  character  with  more  hydrogen  and  less 
carbon  content.  The  beehive  coke  is  generally  regarded  as  the  best  for  iron 
making  but  the  difference  compared  to  oven  coke  is  not  great.  Retort  coke 
is,  however,  very  different  because  {a)  it  is  made  from  a  non-coking  or  semi- 
coking  coal  and  (6)  has  much  soot  deposited  from  decomposed  hydrocarbons 
and  is  very  dense,  close  grained,  hard,  black  and  always  in  small  pieces.  In 
the  beehive  the  yield  from  a  given  coal  must  always  be  less  than  from  the 
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oven  because  some  is  burnt  with  the  gases  and  so  is  less  than  the  fixed  carbon, 
whereas  in  ovens  or  retorts  the  yield  is  always  greater  than  the  fixed  carbon. 
Some  coke  analyses  are  given  in  the  tables  from  the  U.  S.  Geological  Survey 
reports  of  tests  on  American  coals,  mainly  to  show  their  characteristics  as 
fuels;  reference  must  be  made  to  metallurgical  works  for  analyses  and  prop- 
erties of  the  coke  adapted  for  treatment  of  the  metals  or  ores. 

Deulle  states  that  the  best  gas  coals  should  contain  from  7.5  to  9  per  cent 
of  oxygen;  less  than  this  means  a  high  coke  yield  but  gas  poor;  more  will 
yield  bad  coke,  indicating  that  the  iUuminaiing  hydrocarbons  are  originally 
oxygenated  substances  like  fatty  adds  or  alcohols  decomposing  to  form  ethylene, 
methane,  hydrogen  and  oxides  of  carbon,  which  are  not  primarily  present  as  such. 

The  calorific  power  and  density  of  coke  oven  and  retort  coal  gases  may 
be  calculated  from  the  constituent  gases  and  their  respective  constants  as 
previously  shown  for  natural  gas,  the  operations  being  most  conveniently  set 
down  in  tabular  form,  as  follows,  Table  IX. 


Table  IX 

DENSITY  AND  CALORIFIC  POWER  OF  COKE  OVEN  AND  RETORT  COAL  GAS 

From  Constitubntb  (32**  F.  and  29.92"  Hg) 


One  Cubic  Foot 

* 

Conatituentfl  of  Average 
Coke  Oven  Gas. 

Contains 

Yields  B.T.U. 

Summary 

Cu.ft. 

Pounds. 

High. 

Low. 

Hydroeen.  Hj 

.4200 
.3430 
.0600 
.0200 
.0200 
.0250 
.0110 
.1010 

.0023607 
.0153470 
.0046840 
.0015880 
.0043800 
.0030620 
.0009812 
.0079070 

143.220 
365.638 
20.460 
34.000 
78.840 
0.0 
0,0 
0.0 

122. ©40 
328.937 
20.460 
31.900 
75.900 
0.0 
0.0 
0.0 

B.T.U.    per    cu.ft. 

gas  high 642.16 

B.T.U.    per    cu.ft. 

gas  low 579.84 

Pounds    per    cu.ft. 

gas 04031 

Cu.ft.   per   lb.   gas  24.807 
B.T.U.  per  lb.  gas 

high 15930 

B.T.U.  per  lb.  gas 

low 14384 

B.T.U.    per    cu.ft. 

Methane,  CH4 

Carbon  monoxide,  CO. . 
Heavy               f  CH4 .  . 
Hydrocarbons  \  CeHe  .  . 
Carbon  dioxide,  COi. . . 
OxvKen.  Oj 

Nitrosen.  N* 

Total  for  iras 

1.0000 

.5250 
.3135 
.0860 
.0110 
.0110 
.0150 
.0035 
.0350 

.0403099 

.0029509 
.0140310 
.0067140 
.0008740 
.0024100 
.0018400 
.0003121 
.0027400 

642.158 

179.025 
334.191 
29.326 
18.700 
43.362 
0.0 
0.0 
0.0 

579.837 

153.3000 
300.6400 
29.3260 
17.5450 
41.7450 
0.0 
0.0 
0.0 

Constituents  of  Average 
Retort  Coal  Gas. 

Hydroeen,  H« 

Methane,  CH4 

Carbon  monoxide,  CO. . 
Heavy              f  dH* .  . 
Hydrocarbons     CeHe  .  . 
Carbon  dioxide,  CO2 . . . 
OxvKen,  Oj 

gas  high 604.6 

B.T.U.    per    cu.ft. 

gas  low 542 .  56 

Lbs.  per  cu.ft.  gas  .031872 
Cu.ft.  per  lb.  gas...     31.375 
B.T.U.  per  lb.  gas 

Nitroeen.  Ni 

high 18969.5 

B.T.U.  per  lb.  gas 
low 17022.7 

Total  for  a&s 

1.0000 

.0318720 

604.604 

542.5560 

Note.    In  the  following  problems  the  numbers  refer  to  Tabl^  LXIII,  in  the  Hand- 
book of  Tables. 

Prob,  !•  A  natural  gas  which  was  practically  100  per  cent  CH4  was  procurable  for 
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7  cents  per  1000  cu.ft.  Compare  the  cost  of  coal  gases  Nos.  1  and  17  at  SI  .00  per 
1000  cu.ft.,  with  this  natural  gas  on  a  heat-unit  basis. 

Prob.  2.  Five  cubic  feet  of  coal  gas  No.  10,  were  made  per  pound  of  coal,  and 
the  gas  was  sold  at  $1.10  per  million  B.T.U.  What  was  the  cost  per  ton  (2000  lbs.) 
of  coal  if  50  per  cent  of  the  value  of  gas  was  charged  to  coal? 

Prob.  3.  What  will  be  the  cubic  feet  of  gas  used  per  horse-power  per  hour  by  an 
engine  running  on  coal  gas  No.  71  with  a  thermal  efficiency  of  20  per  cent? 

Prob.  4.  A  hall  is  lighted  by  50  lights  each  consuming  5  cu.ft.  of  gas  per  hour.  If 
the  hall  be  100  ft.  X50  ft.  X20  ft.  and  the  gas  used  be  No.  43,  how  many  times  per 
hour  must  the  air  be  changed  to  prevent  a  temperature  rise  of  over  5®  F.? 

Prob.  5.  A  thousand  cubic  feet  of  coal  gas  No.  12  are  being  forced  through  a 
pipe  per  minute.    How  many  of  the  following  units  are  being  transmitted  per  minute? 

(a)  Foot-pounds;   (6)  B.T.U. ;  (c)  Horse-power  hours. 

86.  Distillate  Oils,  Kerosene, .  Gasolene,  Residue  Oils;  and  Oil  Gas  as 
Products  of  Heating  Mineral  Oils.  Chemical,  Physical  and  Calorific  Properties. 
Calorific  Power  of  Fractionated  Oils  in  Terms  of  (a)  Carbon  and  Hydrogen; 

(b)  Density  per  Pound,  and  Estimated  Value  per  Cubic  Foot  of  Vapor.  Calorific 
Power  of  Oil  Gas  per  Pound  and  per  Cubic  Foot  in  Terms  of  Constituent 
Gases.  Yield  of  Distillates  and  Oil  Gas.  The  discovery  that  crude 
mineral  oil  could  be  made  to  yield  by  simple  heat  treatment  such  valuable 
products  as  kerosene  and  gasolene,  was  one  of  great  industrial  importance, 
and  it  is  surprising  to  find  so  little  scientific  information  available  as  to  the 
precise  chemical  and  molecular  nature  of  such  important  raw  materials  and 
products.  It  is  known  that  all  samples  contain  many  hydrocarbons,  and  these 
usually  of  more  than  one  series,  it  also  appears  that  each  sample  consists  of 
a  mixture  of  several,  more  or  less  soluble  in  each  other.  Each  hydrocarbon 
having  a  different  boiling-point  from  the  others,  it  should  be  possible  to 
separate  them  by  distillation  but  not  very  well  or  completely  because  of 
mutual  influences.  In  the  first  place,  if  one  is  dissolved  in  the  other  the 
boiling-point  of  the  solvent  will  be  raised  by  the  substance  dissolved  and 
the  effect  will  be  different  as  the  proportions  vary,  and  these  will  vary  with 
continued  boiling.  Again,  vapors  of  constituents  having  high  boiling-points 
will  escape  with  other  vapors  coming  off  at  their  own  lower  boiling-points 
in  some  proportion,  because  each  exerts  its  own  vapor  tension  in  a  mixture. 
Therefore,  while  distillation  will  accomplish  some  sort  of  separation  no  dis- 
tillate from  a  complex  mixture  of  solutions  can  itself  be  simple  but  will  be 
of  the  same  general  nature,  except  that  the  proportions  of  the  constituents 
will  be  different.  This  explains  why  distillates  obtained  at  low  temperatures 
will  leave  residues  when  they  are  themselves  heated  even  to  a  very  much 
higher  temperature  than  that  at  which  they  were  obtained. 

The  separation  and  naming  of  the  various  oil  products  is  a  purely  local 
procedure  and  though  based  on  difference  in  boiling-points  mainly,  is  not  prac- 
ticed in  the  different  refineries  in  the  same  manner.  Therefore,  a  product  of 
a  given  name,  like  gasolene,  may  be  quite  different,  one  sample  from  another. 
Table  LXVI  is  given  by  Robinson  in  the  Tables  as  the  average  practice 
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in  separating  and  naming  the  products  of  American  and  Russian  crude  oil, 
but  must  be  accepted  with  caution  as  the  differences  mentioned  above  may 
be  quite  marked,  though  for  lamp-oil  kerosene,  considerations  of  safety  have 
led  to  legal  restrictions  as  to  boiling  and  flash  points  that  keep  it  reasonably 
constant. 

A  somewhat  more  conmion  distribution  of  products  with  the  American 
names  and  densities  as  now  understood  in  the  oil  business  is  given  in  the 
following  Table  X: 

Table  X 


AMERICAN  MINERAL 

OIL  PRODUCTS  AT  60*  FAHRENHEIT 

Kind  of  Oil. 

D^^rees 
Gravity,  Baum^. 

Weight  of  One  Gallon. 
231  Cu.in.  in  Ounces. 

Gaaolene 

93.5 

91. 

90. 

88. 

86. 

78.5 

74. 

74. 

72. 

62. a 

49. 
47.5 
46.5 
42. 

83.5 

Gasolene 

85. 

Gasolene 

85.5 

Gasolene 

86. 

Gasolene 

86.5 

Gasolene 

90. 

Gasolene , 

91.5 

Sumatra  naphtha 

Gasolene 

92. 

Gasolene 

97.5 

Kerosene,  120°,  water  white 

104.5 

Kerosene,  150®,  water  white 

105.5 

Kerosene 

106.5 

Celcius 

Fuel  oil.  Pratt's 

108. 

Fuel  oil,  T'innA 

109. 

Limpid  residue,  W.  P 

34  5 

34.5to35.0 

32.5 

114. 

•Gas  oil,  E.  W 

Paraffine,  .SfiS**  sp.jrr 

115.5 

Water,  at  62**  F 133.4 


The  percentages  and  gravities  pven  in  these  tables  are  supposed  to  be 
average  practice,  but  there  is  a  question  whether  there  is  any  average  prac- 
tice; certainly  there  is  no  such  thing  as  an  average  crude  oil.  For  example, 
California  oils  yield  practically  no  burnable  lamp  oil,  that  is,  clean,  smokeless 
burning,  but  do  3deld  much  asphalt  residue,  and  no  paraffine;  practically 
all  the  lighter  constituents  are  collected  in  one  lot  and  called  distillate,  which 
has  some  of  the  properties  of  gasolene  and  some  of  kerosene.  Also  the  quantity 
of  any  one  product  usually  sold  by  its  specific  gravity,  or  Baum^,  as  a  means 
of  definition  or  specification,  can  be  varied  greatly  by  mixing  lighter  and 
heavier  constituents,  and  this  is  a  regular  practice  as  can  be  shown  by  frac- 
tional distillation  of  the  product.  Densities  are  always  given  at  60®  F.  and 
are  corrected  for  kerosene  at  other  temperatures  by  adding  or  subtracting 
.0004  sp.gr.  per  degree  F. 

To  illustrate,  first,  the  variations  in  the  products  having  a  given  trade 
name;  and  second,  the  complexity  of  product,  numerous  fractionation  tests 
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have  been  tabulated  and  are  given  in  the  Tables  for  crude  petroleums,  kero- 
senes and  gasolenes. 

The  distillate  between  any  two  temperatures  is  by  no  means  a  simple  sub- 
stance nor  is  one  sample  the  same  as  another,  so  that  the  gasolene  collected 
in  original  manufacture  between  the  same  temperatures  from  diifferent  oils 
will  not  be  the  same.  This  is  a  fundamental  characteristic  of  the  boiling 
of  solutions  of  different  substances  in  each  other,  some  of  the  vapor  of  every 
one  will  come  off  at  any  temperat\u*e,  and  while  at  low  temperatures  the 
amount  of  heavy  vapors  is  small,  they  are  always  present  in  var3ang  amounts 
for  different  oils,  especially  for  different  ways  and  rates  of  boiling  that  cannot 
be  fully  explained  here. 

For  the  United  States  the  following,  Table  XI,  gives  an  estimate  of  the 
oil  characteristics  from  the  different  fields,  divided  into  two  groups.  The 
first  represents  in  output  about  15  per  cent  of  the  total  for  the  whole  country 
and  3delds  from  8  to  12  per  cent  of  gasolene,  while  the  second  represents  about 
85  per  cent  of  the  total  production,  and  yields  from  1  to  4  per  cent  of  gasolene, 
the  calorific  power  of  all  varying  not  over  12  per  cent. 

Table  XI 
U.  S.  GASOLENE-  AND  KEROSENE-BEARING  CRUDE  OILS 


Group  I  (8%-12%  gaBolene). 

Group  II  (l%-4%  gasolene). 

Pennsylvania.  .    40-50  B6. 

Illinois 

. . .  30-34  m. 

Kentucky 40^4    *' 

Kansas 

...  22-32    *' 

Ohio 37-40    " 

Oklahoma . . . 

...  22-32" 

Indiana 37-40    *' 

Louisiana. . . . 

. ..  22-32'* 

Texas 

. ..   16-26*' 

California. . . 

. ..   12-28" 

The  calorific  power  of  distillates  can  be  estimated  from  their  carbon, 
hydrogen  and  sulphur  contents  by  formulas  of  the  Dulong  type,  but  very 
much  closer  results  will  be  obtained  from  the  density  formula  of  the  type 
derived  by  Sherman  and  Kropff.  Samples  of  gasolene  and  kerosene,  tested  by 
the  U.  S.  Geological  Survey,  yielded  the  following  formulas,  Eq.  (625)  and 
Eq.  (626),  under  the  manipulation  of  Stanton  and  Strong  for  the  gasolenes 
and  Allen  and  Strong  for  the  kerosenes,  both  suggested  by  Eq.  (624). 


B.T.U.  per  lb.  gasolene  =  18,320+40  (B6.-10), 
B.T.U.  per  lb.  kerosene  =  18,440+40  (B6.-10). 


(625) 
(626) 


The  calorific  powers  of  these  samples,  as  determined  by  calorimeter  and 
as  calculated  from  the  various  formulas,  show  that  the  error  by  using  the  Strong 
constants  is  in  every  case  less  than  three-tenths  of  one  per  cent;  and  less  than 
two  per  cent  with  the  general  Sherman-Kropff  formula,  Eq.  (624). 

Residue  oils  always  contain  carbon  in  the  free  state  as  suspended  solid 
matter  and  are  heavy  and  viscous  in  nature.  However,  the  carbon  may  be 
removed  by  filtration,  or  the  density  reduced  and  fluidity  increased  by  adding 
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some  light  constituent^  in  which  case  they  are  very  different  from  distillates 
or  crudes  of  the  same  specific  gravity,  a  fact  that  renders  their  use  very  dif- 
ficult, as  oils  are  generally  bought  on  a  specific  gravity,  or  Baum^  specifica- 
tion. When  the  free  carbon  is  not  removed,  the  oils  will  bum  very  much  more 
smoky  than  otherwise,  and  such  oils  cannot  be  used  in  some  oil  engines  at 
all,  because  of  carbon  deposits,  when  the  same  engine  can  successfully  use 
another  oil  of  the  same  density  and  perhaps  same  calorific  power.  Specifica- 
tions based  on  temperature  fractions  would  avoid  these  difficulties. 

Mineral  oils  when  heated,  not  in  a  liquid  mass  but  by  slow  admission  to  a 
hot  chamber  the  temperature  of  which  is  above  the  boiling-point  of  some  or 
all  of  their  constituents,  undergo  a  decomposition  which  may  be  called  destructive 
disHUation  which  is  in  many  ways  similar  to  the  roasting  of  coal.  It  will  yield 
a  large  quantity  of  permanent  gases  if  the  temperature  be  high  enough  and, 
mixed  with  them,  a  series  of  hydrocarbon  vapors,  mainly  benzole  if  the  tem- 
perature is  sufficient;  there  will  be  left  some  heavy  liquid  residue  and  coke. 
Such  gas  after  washing  and  cooling  is  called  oil  gas,  and  as  made  by  the 
Pintsch  process  is  the  main  illuminating  medium  of  over  90  per  cent  of  all 
American  steam  railroad  cars. 
Usually  the  oil  used  for  this 
pmpose  is  the  grade  between 
the  lamp  oil  or  kerosene  and 
the  lubricating  oil,  but  there 
is  considerable  variation  in 
practice  and  price,  the  latter 
largely  controlling  practice  in 
the  choice  of  raw  material. 
Too  low  a  retort  temperatiu'e 
gives  poor  gasification,  and  tar 
and  condensible  vapors  in 
excess;  too  high  a  temperature 
gives  fixed  carbon,  reduced 
illuminants  and  increased 
hydrogen.  Each  oil  must 
be  treated  a  little  differently 
from  the  others.  The  gas 
consists  mainly  of  hydrocar- 
bons and  hydrogen,  the  hydro- 
carbons being  much  the  same  as  those  from  coal  gas  but  in  different  propor- 
tions. A  recent  investigation  of  Pintsch  oil  gas  at  Columbia  University 
showed  it  to  consist  of  63.1  per  cent  CH4,  5.6  per  cent  H2,  27.4  per  cent  illu- 
minants, 0.8  per  cent  O2, 0.4  per  cent  CO,  and  iJ?  per  cent  N2.  Blau  gas  is  the 
name  applied  to  the  condensible  constituents  of  the  distillation  rejected  in  the 
Pintsch  process,  and  as  obtained  by  very  high  compression  they  include  only 
those  that  freely  revaporize  on  release  of  pressure. 

From  calorimeter  results  the  nature  of  the  illuminating  hydrocarbons  in 
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the  above-mentioned  Pintsch  gas  was  found  to  be  represented  by  carbon  89 
per  cent  and  hydrogen  11  per  cent  by  weight,  which  does  not  correspond  to  any 
one,  but  might  be  made  up  by  mixtures  of  several  hydrocarbons.  In  a  somewhat 
similar  way,  the  general  conclusion  has  been  reached  that  gasolene  is  most 
nearly  represented  by  the  simple  hydrocarbon  hexane,  and  kerosene  by  decane, 
but  this  is  hardly  better  than  an  estimate  to  be  used  only  when  the  volume 
of  vapor  per  pound  is  to  be  determined  by  the  molecular  weight  method,  the 
only  available  means.  The  properties  of  oil  gas  will  be  found  in  Table  LX, 
Handbook  of  Tables. 

The  calorific  power  of  these  oil  gases  is  plotted  to  a  density  base  in  Fig. 
124,  which  shows  a  straight  line  relation  with  density  somewhat  similar  to 
that  found  for  liquid  oils.  There  are  very  little  data  available  on  the  produc- 
tion or  yield  of  oil  gas  except  that  of  a  confidential  character,  because  its 
manufacture  is  not  very  general,  but  the  following  figures  (Table  XII)  quoted 
by  Gtildner  from  the  Gas  Journal  are  useful  as  comparative  if  not  as  absolute 

^^''  Table  XII 

YIELD  OF  RETORT  OIL  GAS 


Oil  Uaed. 

B-naphtha 
Sp.gr.  .730. 

Kerosene. 
Sp.gr.  .807. 

Heavy  Oil,  Sp.gr.  .847. 

Heavy  Oil.  Sp.gr.  .884. 

Retort  temp.  F 

1112 

1562 

1112 

1562 

1112 

1472 

2012 

932 

1112 

1562 

Cu.  inches  gas  per 

cubic  inch  oil . .  . 

451 

625 

469 

582 

401 

513 

594 

213 

368 

657 

Cu.ft.  gas  per  lb . . . 

10.4 

13.8 

9.3 

11.0 

7.6 

9.7 

11.3 

3.7 

6.7 

12.3 

Residue  %  weight. 

11.4 

5.1 

21.4 

7.5 

28.5 

12.2 

18.0 

62.3 

41.5 

9.4 

The  calculation  of  the  calorific  power  of  oil  gas  with  the  assumption  of 
nature  of  heavy  hydrocarbons  as  half  ethylene  and  half  benzene  may  be  laid 
out  conveniently  in  tabular  form  as  for  natural  and  coal  gas,  and  for  this  a 
typical  analysis  is  given  in  Table  XIII. 

Table  XIII 

DENSITY  AND  CALORIFIC  POWER  OF  OIL  GAS 
From  Constituent  (32**  F.  and  29.92''  Hg) 


One  Cubic  Foot. 

Constituents  of  Average 
Pintsch  Oil  Gas. 

Contains 

Yields  B.T.U. 

Summary. 

Cu.ft. 

Pounds. 

High. 

Low. 

Methane,  CH4 

HydroKen,  Ht 

.525 

.185 

.117 
.118 
.010 
.005 
.005 

.02347 

.00104 

.00930 
^02588 
.00078 
.00061 
.00045 

559.6 

63.0 

198.9 

465.1 

3.4 

504.5 
54.2 

186.6 
447.8* 
3.4 

B.T.U.   per  cu.ft. 

gas  high 1290 

B.T.U.   per  cu.ft. 

gas  low 1196.5 

Cu.f t.  per  lb.  of  gas      16 .  25 
Lbs.  per  cu.f t.of  gas      .  06153 

B.T.U.  per  lb.  high       20,962 
B.T.U.  per  lb.  low         19,443 

Heavy              /  C,H4 .  . 
Hydrocarbons  I  CeHe  .  . 
Carbon  monoxide,  CO. , 
Carbon  dioxide,  COj .  . . 
OxvKen,  0« 

Total  for  eas 

.963 

.06153 

1290.0 

1196.5 
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The  cooling  of  the  distilling  gases  from  either  coal  or  oil  in  retorts  produces 
a  liquid  generally  termed  tar,  the  relative  character  of  which  for  the  two  cases 
is  shown  by  the  following  ultimate  analyses: 


Tar 

Per  Cent  by  Weight. 

from 

C 

H, 

N, 

0, 

A«h 

S  ' 

B.T.U.  per  lb. 

Coal 

89.21 
92.70 

4.95 
6.13 

1.06 
.11 

4.20 
.11 

.06 
.06 

.53 
.33 

15,400 
17,300 

OU 

\ 


CHAPTER  XI 
GASIFICATION   AND  COMBUSTION  OF  FUEL. 

86.  Gasification  of  Fixed  Carbon  and  Coke  by  Air  Blast  Reactions,  Pro- 
ducing Air  Gas,  and  Blast  Furnace  Gas.  Comparative  Yield  per  Pound  of 
Coke  and  Air.  Sensible  Heat  and  Heat  of  Combustion  of  Gas.  Relation  of 
Constituents  in  Gas.  Efficiency  of  Gasification.  Carbon  when  hot  enough 
may  react  with  oxygen  to  form  carbon  monoxide  or  carbon  dioxide  and  this 
is  the  basic  principle  for  the  gasification  of  carbon  with  the  oxygen  of  air  when 
the  process  is  so  controlled  as  to  make  a  maximum  of  carbon  monoxide,  the 
product  being  called  air  gas.  The  principal  source  of  air  gas  is  the  blast  fur- 
nace in  which  the  fuel  is  usually  coke,  but  may  be  a  hard  coal,  though  the 
process  as  there  carried  out  is  not  controlled  with  a  view  to  getting  high  car- 
bon monoxide  content  primarily,  but  rather  to  best  permit  the  reduction 
of  ore  to  metal.  However,  the  conditions  are  generally  such  as  to  yield  an  air 
gas  almost  as  good  as  if  its  production  were  the  end  desired. 

This  gasification  process  is  characteiized  by  a  greater  precision  of  relation 
between  conditions  and  results  than  any  dealing  with  hydrocarbons  whether 
derived  from  coal  volatile  or  from  oils,  and  therefore  it  yields  the  better  to  pre- 
diction of  results,  though  not  so  well  as  might  be  expected  at  first  glance. 
While  from  the  fundamental  chemical  reactions  the  relative  weights  of  carbon, 
oxygen  and  gas  can  be  set  down  exactly  for  a  complete  reaction,  there  are 
certain  gaps  to  be  filled  by  estimation,  in  attempting  to  predict  a  gas  made 
from  a  coal  or  a  coke  even  when  its  composition  is  known.  In  the  first  place 
the  three  substances,  CO,  CO2  and  C  are  known  to  be  in  equilibrium  in  aU  pro- 
portions at  some  temperature,  the  ratio  of  CO  to  CO2  in  the  presence  of  an 
excess  of  C  depending  on  the  temperature.  Therefore,  in  any  fire  where  carbon 
is  a  fuel  there  will  always  be  some  CO2  and  some  CO,  but  no  one  can  say  how 
much  of  each,  even  though  the  equilibrium  proportions  are  known  for  all 
temperatures,  because  the  temperature  is  a  resultant  and  not  an  imposed  con- 
dition, and  to  attain  equilibrium  requires  sufficient  time  of  contact,  which 
is  always  unknown.  No  real  fuel  is  all  fixed  carbon  and  seldom  is  fixed  carbon 
in  the  same  state,  so  that  dense  carbons  like  retort  coke  require  longer  time 
or  higher  temperatiu*es  for  reaction  than  charcoals,  while  coals  containing 
other  constituents  than  carbon,  such  as  nitrogen,  oxygen,  or  hydrogen,  both 
free  and  combined,  further  complicates  the  problem.  Cokes  even  though 
they  yield  no  gases  on  high  heating  will  do  so  when  by  partial  combustion 
the  cell  walls  are  broken  down;  in  such  cases  hydrocarbons  will  be  added  to 
the  air  gas  even  in  the  late  stages  of  coke  combustion. 
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Acoordingly,  air  gas  while  consisting  mainly  of  carbon  monoxide  will  also 
contain  some  carbon  dioxide,  some  hydrogen  and  possibly  some  methane, 
besides  the  nitrogen  derived  from  the  air.  Presence  of  oxygen  in  air  gas  is  an 
indication  of  air  addition  after  gas  formation  is  complete,  at  a  point  where 
the  gas  has  cooled  below  the  ignition  temperatm^  of  the  combustible  con- 
stituents. Air  mixture  with  the  gas  in  hot  regions  always  results  in  the  burning 
of  some  of  the  gas  produced  previously  and  is  one  cause  of  higher  carbon 
dioxide  content  than  the  conditions  of  CO-CO2-C  equilibrium  warrant  at 
the  temperature. 

Air  gas  as  usually  made  is  merely  the  product  of  blowing  air  into  a  thick 
bed  of  coaly  coke  or  charcoal,  the  depth  of  carbon  being  maintained  at  from 
2  to  6  ft.  to  insure  sufficient  time  of  contact  between  gases  and  carbon  to  com- 
plete the  reaction.  The  necessary  depth  depends  partly  on  the  blast  pressure 
which  determines  the  flow  velocity  in  a  bed  of  given  porosity  and  partly  on  the 
sort  or  condition  of  the  fixed  carbon  fuel,  being  least  for  charcoal.  Air  gas  is 
seldom  made  for  itself,  but  as  a  part  of  other  processes,  for  example,  the  blast 
furnace  yields  air  gas  as  a  by-product  of  iron  making,  called  in  this  case  blast- 
furnace gas;  also  water-gas  making,  to  be- described  presently,  requires  a  heated 
bed  usually  so  prepared  by  a  preliminary  making  of  air  gas,  especially  in  the 
Lowe  system  of  carbureted  water-gas  manufacture,  where  the  air  gas  serves 
a  double  purpose,  as  it  is  burned  to  heat  the  carburetor  after,  by  its  formation, 
it  has  heated  the  carbon  bed  to  a  temperature  suitable  for  water-gas  making. 
Probably  the  nearest  approach  to  straight  air-gas  making  with  a  view  to  secur- 
ing it  for  a  gas  engine  fuel  is  that  of  the  Tait  producer,  though  in  all  gas  producers 
some  air  gas  is  made  to  be  mixed  with  water  gas  separately  or  simultaneously 

s 

as  made. 

Various  analyses  given  in  the  tables  show  that  the  composition  varies  con- 
siderably for  reasons  just  given,  the  carbon  monoxide  ranging  from  about 
18  to  35  per  cent,  carbon  dioxide  from  4  to  16  per  cent,  hydrogen  from  less 
than  1  to  over  12  per  cent,  methane,  the  only  hydrocarbon,  from  zero  to  5 
per  cent,  being  least  for  cokes  and  greatest  for  coals. 

It  is  of  value  to  examine  some  of  these  results  in  the  light  of  such  fundamental 
relations  as  are  available,  to  indicate  what  a  perfect  air  gas  should  be,  the 
corresponding  jrield  per  poimd  of  fuel  and  the  efficiency  of  the  transformation, 
this  latter  being  defined  as  (he  ratio  of  the  heat  of  combuMion  of  the  ga^  formed, 
to  thai  of  the  fuel  from  which  it  came,  each  burning  to  the  same  final  iproduds  of 
CO2  and  H2O. 

The  first  step  is  to  establish  such  relations  as  may  be  possible  between  the 
CO  and  CO2  existing  together,  and  two  investigations  are  available  for  this 
purpose.  First,  that  of  Boudouard,  who  established  the  equilibrium  ratio  as  a 
function  of  temperature  and  later  determined  the  time  factors  in  attaining 
equilibrium  with  carbon  in  three  dilBFerent  states,  which  latter  relations  were 
also  studied  by  the  second  authority,  Clement. 

By  leaving  amorphous  carbon  in  contact  with  CO2  for  very  long  times 
Boudouard  found  on  analyzing  the  gases  resulting,  that,  as  might  be  expected. 
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the  relation  of  CO  to  CO2  became  finally  constant  for  any  one  temperature 

and  as  temperature  rose  the  per  cent  of  CO  increased.     His  numbers  are 

tabulated  in  Table  XIV,  as  calculated  from  the  derived  formula  by  Dowson 

CO 
and  Larter,  together  with  the  ratio  ;^-^  which  may  be  termed  the  carbon  oxide 

CU2 
ratio  for  want  of  a  better  name. 

Table  XIV 

BOUDOUARD'S  EQUILIBRIUM  RELATIONS  CO  AND  CO,  WITH  TEMPERATURE 


Temp. 

Per  Cent  by  Vol. 

CO 
COi 

CO 

Temp. 
F. 

Per  Cent  by  Vol. 

CO 
COs 

CO 

F. 

COt 

CO 

CO  +CO1 

COi 

CO 

CO+COj 

835 
923 
1000 
1090 
1153 
1204 
1252 
1297 
1348 
1376 

98 
95 
90 
80 
70 
60 
50 
40 
30 
25 

2 
5 
10 
20 
30 
40 
50 
60 
70 
75 

.0204 

.052 

.11 

.25 

.42 

.67 
1.00 
1.50 
2.33 
3.00 

.02 
.05 
.10 
.20 
.30 
.40 
.50 
.60 
.70 
.75 

1407 
1447 
1497 
1533 
1582 
1610 
1646 
1697 
1790 
1886 

20.0 
15 
10 
7.5 

« 

5 

4 
3 
2 

1 
0.5 

80.0 

85 

90 

92.5 

95 

96 

97 

98 

99 

99.5 

4.00 

5.68 

9.00 

12.34 

19.00 

24.00 

32.33 

49.00 

99.00 

199.00 

.80 

.85 

.90 

.925 

.95 

.96 

.97 

.98 

.99 

.995 

To  attain  these  per  cents  of  CO  at  such  temperatures,  which  must  equal 
1800°  F.  to  exceed  99  per  cent  CO,  requires  a  long  time, — longer  for  some 
forms  of  carbon  than  others  and  longer  than  is  available  in  air-gas  producers 
or  boiler  fires  to  a  lesser  degree.  Moreover,  the  process  in  these  cases  is 
somewhat  diflferent;  if  instead  of  making  all  CO2  to  be  reduced  at  a  fixed  tem- 
perature to  CO,  air  is  blasted  into  a  bed,  the  temperatures  are  whatever  result 
from  the  reaction,  and  the  reaction  such  that  both  CO  and  CO2  are  produced 
at  once;  the  CO2  which  is  formed  later  reduces,  and  the  CO2  arising  at  first 
partly  from  direct  burning  of  C  with  0,  and  partly  by  burning  of  CO  formed 
at  one  spot  by  0  that  escaped,  being  used  up  at  another.  However,  the  time 
factor  is  a  most  important  one,  and  operates  in  such  a  way  as  to  prevent  the 
attainment  of  as  much  CO  as  is  indicated  in  the  preceding  table  at  the  given 
temperature;  or  if  a  large  amount  is  to  be  obtained  in  a  lesser  time  the  tem- 
perature must  be  higher.  Therefore,  if  a  curve  be  plotted  for  CO/CO2  with 
temperature  for  less  time  of  contact  than  is  necessary  for  equilibrium,  it  will 
be  above  the  so-called  equilibrium  curve,  and  such  data  have  been  given  by 
both  Boudouard  and  Clement,  reproduced  in  the  Tables.  It  must  be  observed 
that  the  time  element  depends  on  the  mode  of  experiment,  a  fact  that  makes 
the  problem  more  complex  especially  when  comparing  results  obtained  from 
gases  at  rest  in  a  closed  tube  with  another  through  which  a  current  passes.  This 
latter  is  the  more  favorable  as  the  gases  sweep  the  carbon,  and  fresh  CO2  can 
reach  it  by  mechanical  pushing  away  of  the  CO  next  to  it,  while  in  the  former 
case  displacement  can  only  take  place  by  diffusion.  Boudouard  used  the 
closed  tube  and  Clement  the  open  tube  with  current  passing  through;   the 
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former  knew  accurately  the  time  of  contact  while  the  latter  could  only  esti- 
mate it  from  the  volume  of  flow  and  temperature,  a  very  uncertain  method. 
See  Table  LXX,  Handbook  of  Tables. 

In  no  case  do  the  conditions  correctly  represent  the  gas  producer  as  well 
as  in  another  series  by  Boudouard,  who  passed  air  through  a  tube  packed  with 
coke  in  5  mm.  pieces,  held  at  a  temperature  of  1472**  F.  while  the  rate  of  flow 
was  varied  with  the  following  results,  Table  XV: 

Table  XV 
CHANGE  OF  O,  IN  AIR  TO  CO  AND  CO,  AT  1472**  F.    (Boudouard) 


Vel.  air,  in 

laches  per 

Minute. 

Per  Cent  by  Volume. 

CO 
CO« 

CO 

Per  Cent  of  Carbon  Gasi- 
fied in 

COi 

CO 

co,+co 

co+co> 

co« 

CO 

6.10 

18.20 

5.20 

23.40 

.28 

.222 

77.8 

22.2 

16.47 

18.43 

3.80 

22.23 

.206 

.171 

82.9 

17.1 

79.31 

18.92 

1.88 

20.80 

.0995 

.090 

91.0 

9.0 

89.36 

19.90 

1.83 

21.73 

.0915 

.084 

91.6 

8.4 

195.20 

19.40 

.93 

20.33 

.0478 

.046 

95.4 

4.6 

• 

These  results  show  that  decreasing  the  time  of  contact  decreases  the  total 
carbon  gasified  and  increases  the  CO2  content  of  the  gases,  indicating  that  a 
reduction  to  CO  of  some  CO2  previously  made  is  the  order  of  reaction  and  that 
this  is  more  nearly  complete  the  greater  the  time  available,  but  it  is  quite 
likely  that  higher  temperatures  would  materially  change  the  result. 

In  using  data  on  equilibrium  it  must  be  assumed  that  sufficient  time  has 
elapsed  to  allow  equilibrium  to  be  established,  which  will  always  be  the  case 
in  producers  except  when  blasted  too  vigorously,  that  is,  overloaded. 

That  there  should  be  any  difference  in  the  temperatures  of  excessively  thick 
beds  of  fuel  blasted  with  air  is  due  to  cooling  influences,  external  and  internal, 
as  follows:  (a)  dry  air  is  seldom  used  or  available  and  frequently  steam  is 
added  which  on  decomposition  absorbs  heat;  (6)  air  and  steam  blasts  are  sup- 
plied at  different  temperatures,  and  as  the  reactions  fix  only  the  rise  of  tem- 
perature, the  temperature  in  the  bed  rises  directly  with  initial  mixture  tempera- 
ture, other  things  being  equal;  (c)  walls  absorb,  transmit  and  discharge  heat 
to  water  jackets  or  radiate  it  to  the  air;  (d)  in  blast  furnaces  chemical  reac- 
tions are  absorbing  heat  at  various  points  of  the  path,  and  giving  off  gases  from 
ore  and  flux  changes,  otherwise  disturbing  the  purely  combustion  reaction. 
Of  these  influences  the  strongest  is  tlie  hydrogen  decomposition  and  reaction 
with  carbon,  which  produces  what  is  termed  a  water  gas,  the  characteristics  of 
which  will  be  examined  after  establishing  the  quantitative  fundamental  rela- 
tions for  air  gas. 

The  two  fundamental  relations  fixing  the  weight  and  volume  proportions 
and  heats  for  air-gas  making  are  given  by  Eqs.  (627)  and  (628). 

C+02  =  C02+(14,544X12)  B.T.U (627) 

2C+02=2C0+2(4351X12)  B.T.U (628) 
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Accordingly  for  oxygen  reacting  with  carbon,  and  measuring  volumes  at  32®  F. 
and  29.92  ins.  Hg,  the  proportions  being  thje  same  at  any  other  pressure, 


1  lb.  C+ 


j=  =  2.66  lbs. 


358 
12 


or 


=  29.8  cu.ft. 


f    44 


02  = 


12 

358 
12 


=3.66  lbs. 


or 


=  29.8  cu.ft. 


C02+14,544B.T.U. 

(629) 


1  lb.  C+ 


J|  =  1.33  lbs. 


358 
24 


or 


=  14.9  cu.ft. 


0  = 


'    11=2.33  lbs. 


358 
24 


or 


=  29.8  cu.ft. 


CO+4361  B  T.U. 


(630) 


^       .          ..       X  1 .      u  I  Wt.,  02  =  23.1  per  cent;  N2=76.9  per  cent 

For  air  reactions  taking  by  '  •,  , '          <vx  ^              .    xt      ^^  i 

^    ^  [  Vol.,  02  =  20.9  per  cent;  N2=79.1  per  cent 

^,       .,            .    ,       jj  J  •  f  3.33 Xwt.  of  oxygen 

the  mtrogen  to  be  added  IS  ■  o^ov^     i     e 

^                 •  [  3.78  X  vol.  of  oxygen 


and  the  air  involved  is 


4.33  X  wt.  of  oxygen 
4.78  X  vol.  of  oxygen 


These  values  substituted  in  Eqs.  (629)  and  (630)  will  give  the  weights, 
volumes  and  heats  of  reaction  with  carbon,  Eqs.  (631)  and  (632)  applying 
when  the  product  is  CO2,  Eqs.  (633)  and  (634)  when  it  is  CO, 


1  lb.  C+ 


+ 


2.66  lbs. 

or 

.  29.8  cu.ft.  . 

1 

O2 

' 

3.66  lbs. 
or 
.  29.8  cu.ft. 

8.857  lbs.' 
or 
.112.64  cu.ft.. 

N2 

+ 

> 

■  8.857  lbs. 

or 
.112.64  cu.ft 

C02 


N2 


+14,544  B.T.U. 
(631) 


1  lb.  C+ 


11.617  lbs. 

or 
142.44  cu.ft. 


Air 


+ 


3.66  lbs. 
or 
.  29.8cu.ft. 

8.857  lbs. 
or 
L112.64  cu.ft. 


CO2 


Na 


+14,544  B.T.U. 
(632) 


1  lb.  C+ 


+ 


1.33  lbs. 

or 
14.9cu.ft.  J 

4.429  lbs. 

or 
56.32  cu.ft.J 


O 


N2 


+ 


2.331  lbs. 

or 
29.8  cu.ft. 

4.429  lbs. 

or 
56.32  cu.ft. 


CO 


N2 


+  4,351  B.T.U. 
(633) 
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1  lb.  C+ 


5.759  lbs. 

or 
71.22  cu.ft. 


Air 


+ 


2.33  lbs. 

or 
29.8  cu.ft.  J 

4.429  lbs. 

or 
56.32  cu.ft.J 


CO 


N2 


+  4,351  B.T.U. 

(634) 


Assuming  that  1  lb.  of  carbon  reacting  with  air  produces  both  CO2  and  CO 
at  the  same  time, 

Let         a: = fraction  of  1  lb.  of  carbon  burning  to  CO2, 
(1— x)  =  fraction  of  1  lb.  of  carbon  burning  to  CO. 
Then  if  the  products  of  reaction  of  1  lb.  of  carbon  mix,  the  reaction  is  defined 
by  an  equation  which  reduces  to  the  two  following  forms:  Eq.  (635)  giving 
the  weight  relations,  and  Eq.  (636)  those  for  voliunes,  each  associated  with 
the  heats  of  reaction. 

3.66x  lbs.  CO2 
+2.33(l-x)lbs.  CO 
+4.428(l+x)  lbs.  N2 
+(10,193a:+4351)  B.T.U. 


1  lb.  C+5.759(l+x)  lbs.  air    = 


(635) 


1  lb.  C+71.22(l+a:)  cu.ft.  air= 


29.&C  cu.ft.  CO2 
+29.8(1 -x)  cu.ft.  CO 
+56.32(1 +x)  cu.ft.  N2 
+(10,193x+4351)  B.T.U. 


(636) 


The  final  gas  will  have  the  following  composition  and  catbon  monoxid- 
dipxide  ratio  by  volumes  (Tables  XVI  and  XVII).  It  should  be  noted  with 
respect  to  the  latter  that  the  ratio  of  carbon  monoxide  to  dioxide  by  volumes  in 
the  gas  is  the  same  as  the  ratio  of  fractional  weights  of  carbon  burning  to  each 
as  products. 

Table  XVI 

COMPOSITION  OF  HYPOTHETICAL  AIR  GAS.    GENERAL 


Constituent. 

By  Weight. 

By  Volume. 

CO.  ^^  v°^- 

co+co.**yv°^- 

CO, 

3.66x 

29.8a: 

1-x 

X 

5.759x-f6.769 

56.32X +86.12 

CO 

2.33(1 -X) 
6.7593;+6.759 

29.8(1 -x) 
56.32X+86.12 

1-x 

N, 

4.428(1 +x) 
6.769X +6.759 

56.32(1 +x) 
56.32X+86.12 

If  the  carbon  bums  all  to  CO  then  x=0;  if  all  to  CO2  then  a;  =  l  and  the 
composition  of  the  gas  for  the  two  cases  will  be  given  by  Table  XVII. 
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Table  XVII 

COMPOSITION  OF  HYPOTHETICAL  AIR  GAS.    NO  COf,  AND  NO  CO 


Constituent. 


CO, 


CO 


N, 


By  Weight  Per  Cent. 


AUCO 


0 


2.33 


6.759 


=  34.47 


4.429 


6.759 


65.53 


AUCOi 


3.66 
12.516 


=29.2 


0 


8.856 
12.516 


=  70.8 


By  Volume  Per  Cent. 


AH  CO 


0 


29.8 


86.12 


=  34.6 


56.32 


86.12 


=  65.4 


AUCO, 


29.8 
142.44 


=  20.8 


0 


112.64 
142.44 


79.2 


CO 
CO, 


AH 
CO 


00 


AH 
CO, 


0 


CO 


co+co. 


AU 
CO 


AU 
CO, 


The  general  relations  between  the  carbon  and  air  as  raw  materials^  and  the 
gas  produced  from  them  are  given  as  follows,  Eq.  (637) : 
1  lb.  carbon  makes  (5.759x+ 6.759)  lbs.  gas 

/5.759a;+6.759\  ,, 
\  5.759(l+x)  )  ^^«-  8^ 


1  lb.  air  makes         ,    .  m^i^,^  , 

.759(1+; 

1  lb.  carbon  makes  (56.32x+86.12)  cu.ft.  gas 

/56.3at+8fr.l2\       ,^ 

[  5.759(l+x)  ;  "^•^*-  «^ 


1  lb.  air  makes 


(a) 
ib) 
ic) 


(637) 


.759(1 +»] 

The  heats  of  reaction  cai\  be  expressed  in  terms  of  each  of  the  volumes  or 
weights  entering — ^those  for  the  raw.  materials  or  for  the  gas  formed — and  are 
set  down  in  tabular  equation  form  below,  Eq.  (638),  first  for  any  proportion 
of  CO  and  CO2,  next  for  no  CO  and  finally  no  C02. 

HEATS  OF  REACTION  FOR  AIR  GAS,  B.T.U. 


Heat  of  Reaction.  • 
General. 


10193a;-h4351 


10193X+4351 

5.759(1+0;) 


10193x-f4351 
5.759x-f6.769 


10193x-f4351 
56.32x-l-86.12 


10193X+4351 
3.66X 


10193X+4351 

2.33(l-x) 


10193x-h4351 

4.428(1 -fx) 


10193x4-4351 

29. 8x 


10193x-h4351 

29.8(1 -X) 


10193x-h4351 

56.32(1 -l-x) 


When  CO  -0 
or  X  — 1. 


14544 

14544 
11.518 

=  1263 

14544 
12.518 

=  1162 

14544 
142.44 

-1021 

14544 
3.66 

=3974 

" 

14544 
8.856 

=  1642 

14544 

29.8 

=488 

14544 

=  129 

112.64 


When  CO«  -0 
or  x-0. 

4351 

4351 
5.759 

=  755 

4351 
6.759 

=644 

4351 
86  12 

=  51 

4351 
2.33 

=  1867 

4351 
4.428 

=  983 

4351 
29.8  . 

■ 
=  146 

4351 

=  77 

56.32 


Unit. 


Per  lb. 

carbon 

lb. 

air 

lb. 

gas 

cu 

.ft.  gas 

lb. 

CO, 

lb. 

CO 

lb. 

N, 

cu 

ft.  CO, 

cu 

■ft.  CO 

i  t 


cu.ft.  Ni 


(a) 
(ft) 

(c) 
(d) 

(e) 

(a). 

(*) 
(i) 


(638) 
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These  heats  of  reaction  are  all  positive  and  act  to  raise  the  temperature 
of  the  bed  and  the  products  of  the  reaction;  the  temperature  rise  could  be 
calculated  if  the  specific  heat  of  the  products  were  known,  or  on  any  assiunption 
for  its  value.  The  heat  of  combustion  of  the  gases  formed,  which  is  due  to 
the  CO,  is  the  useful  effect  in  gas  producers  and  a  loss  in  boiler  fires,  to  which 
the  preceding  relations  also  apply.  The  amount  of  this  heat  of  combustion 
is,  of  course,  the  difference  between  the  heat  of  complete  combustion  per 
pound  C  and  its  heat  of  reaction  when  combustible  gases  are  formed  by  it. 
Therefore  the  heat  of  combustion  of  the  gas  will  be  14,544— (10,193x+4351) 
per  pound  of  carbon,  from  which  the  value  per  cubic  foot  and  pound  of  gas 
can  be  found  as  given  below  in  tabular  equation  form,  Eq.  (639). 

HEAT  OF  COMBUSTION   OF  HYPOTHETICAL  AIR  GAS.   B.T.U. 


General. 

When  CO  -0 
or  X  "■!. 

WhenCOi-0 
or  X  —0. 

Unit. 

10193(1 -x) 

0 

10193 

Per  lb.  C 

10193(1 -z) 
5.769a;-h6.769 

0 

10193 _ 
6.759"^^^ 

"    lb.  gas 

10193(1 -x) 
66.32x-l-86.12 

0 

10193     ^.„ 

"    cu.ft.  gas 

(a) 
(6) 

(c) 


(639) 


Dividing  the  heat  of  combustion  of  the  gas  formed  per  pound  carbon,  by 
the  heat  of  combustion  of  the  carbon,  will  give  the  efficiency  of  the  producer 
as  a  fuel  transformer  from  solid  carbon  to  combustible  gases. 

Therefore  the  eflBciency  of  this  process  cannot  exceed  70  per  cent,  the  other  30 
per  cent  of  the  carbon  heat  appearing  as  sensible  heat  of  the  gas,  some  of 
which  can  be  used  for  the  formation  and  dissociation  of  steam,  adding  hydro- 
gen thereby  to  the  gas,  and  raising  the  eflSciency  more  and  more  above  70 
per  cent  as  the  hydrogen  increases.  Such  reactions,  however,  cool  the  bed 
and  tend  to  make  more  CO2  with  its  corresponding  lessening  air-gas  efficiency 
effect.  When  the  CO2  content  is  not  zero,  the  heat  of  combustion  of  the  gas 
and  efficiency  of  the  process  becomes  less  and  the  curves  of  Fig.  125  are  plotted 
to  show  graphically  the  relation.  On  the  same  sheet  are  given  the  gas  com- 
position, calorific  power  of  the  gas  and  heats  of  reaction  per  pound  of  car- 
bon, and  per  pound  of  gas.  The  heat  of  reaction  per  pound  of  carbon  is  a 
measure  of  efficiency,  and  per  pound  of  gas  a  measure  of  the  temperature  of 
the  gas  when  specific  heats  are  known. 

Air-gas  making  involves  such  high  temperatures  as  to  make  it  an  imprac- 
ticable process  for  most  fuels  because  of  the  fusibility  of  the  ash  and  forma- 
tion of  clinkers  large  enough  to  stop  the  flow  of  blast.  The  blast  furnace, 
flipdng  and  melting  everything  it  contains  to  slag  and  iron,  does  not  suffer 
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in  this  way  and  it  is  not  impossible  that  fluxing  of  ash  and  removal  as  liquid 
slag  may  be  developed  for  gas  making  in  producers.  At  the  present  time 
steam  is  almost  universally  introduced  with  the  blast  of  air,  and  by  its  decom- 


FiG.  1215. — Characteristics  of  Air  Gas. 


position  absorbs  enough  heat  to  prevent  serious  clinkering  of  most  coals,  though 
there  are  still  some  that  give  trouble. 

The  calorific  power  and  density  of  an  air  gas  can  be  determined  from  the 
properties  of  its  constituents  and  such  a  calculation  is  given  in  tabular  form 
below,  Table  XVIII: 
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Table  XVIII 

DENSITY  AND  CALORIFIC  POWER  OF  BLAST  FURNACE  GAS 

From  Constitubnts  (32**  F.  and  29.92"  Hg) 


One  Cubic  Foot. 

Average  Composition  of 
Blast  Furnace  Qas. 

Contains. 

Yields  B.T.U. 

Summary. 

Pounds. 

High. 

Low. 

• 

Carbon  monoxide,  CO: . 
Hydroeen,  H« 

.2861 
.0274 
.0020 
.1139 
.5706 

.022336 
.000143 
.000089 
.013974 
.044672 

97.560 
9.343 
2.132 

97.560 
8.001 
1.918 

B.T JJ.  cu.ft.  gas  high  109.035 
B.T.U.  cu.ft.  gas  low    107.479 

Methane,  CH4 

Carbon  dioxide,  CO2 . . . 
Nitroeen.  Nj 

Cu.ft.  per  lb.  gas 12.3132 

Lbs.  per  cu.ft.  gas. . .  .081214 
B.T.U.  lb.  gas  high .  1342.57 
B.T.U.  lb.  gas  low. .   1323.41 

Total  for  sas 

1.0000 

.081214 

109.036 

107.479 

Example  1«  A  sample  of  air  gas  showed  a  ratio  of  CO  to  COs  of  5.66.  What  was 
its  composition  by  weight  and  volume,  pounds  of  carbon  and  air  supplied  per  cubic  foot 
of  gas  made,  and  the  heat  of  combustion  per  cubic  foot  of  the  gas? 


Since 


CO     l-x 


CO,  by  wt.  - 


N,  by  wt.  = 


CO  by  vol.  = 


CO, 
3.66  X.15 


=6.66,  xb.15. 


6.769  X. 16 +6.759 

4.428X1.16 
6.769  X.16 +6.759 

29.8  X. 85 


7.2%;       CO  bywt. 


2.33  X. 85 


'66.8%;     CO,  by  vol. 


66.32  x.15 +86.12 

ii 

1  cu.ft.  gas  requires 
1  cu.ft.  gas  requires 


26.8%;       N,  by  vol. 


6.759  X.15 +6.769 

29.8  X.15 
'66.32  X.15 +86.12 

66.32X1.15 


56.32  X.15 +86.12 
5.759(1.15) 


The  heat  of  combustion  per  cu.ft.  of  gas  is 


66.32  X.15 +86.12 

10,193  X. 85 


66.32  X.15 +86.12 
=  .0105  lb.  C. 

« .0705  lb.  air. 


26%; 


'4.7%; 


68.5%. 


92  B.T.U. 


56.32  x.15 +86.12 

Prob.  1.  In  an  air  gas  consisting  only  of  CO  and  CO,,  what  would  be  the  largest 
amount  of  CO  per  cubic  foot  attainable  with  a  bed  temperature  of  1200^  F.? 

Prob.  2.  In  a  producer  blasted  with  air  alone  20  per  cent  of  'th^  carbon  burnfl  to 
CO,  and  80  per  cent  to  CO.  How  many  cubic  feet  of  CO,  CO,  and  N,  will  be  formed 
per  pound  of  carbon  and  how  much  air  will  be  required?  What  heat  will  be  developed 
by  the  reaction  per  pound  C,  per  pound  gajses,  and  by  the  gas  per  pound  and  per  cubic 
foot  in  burning? 

Prob.  3.  Should  the  carbon  all  bum  to  CO  what  would  be  the  composition  of  the 
gas  by  weight  and  volume  and  how  much  air  would  be  needed? 

Prob.  4.  How  many  cubic  feet  of  air  would  be  needed  to  make  (a)  10  Ibd.  and  (h) 
10  cu.ft  of  air  gas  containing  25  per  cent  CO  and  5  per  cent  CO,? 

Prob.  6.  A  blast  furnace  3rielded  gas  containing  practically  nothing  but  Ni,  CO, 
and  CO,,  the  percentages  being  30  per  cent  for  CO  and  10  for  CO,.    Assuming  the 
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blast  to  have  been  preheated  to  a  temperature  of  300°  F.  and  that  the  specific  heat  of 
the  products  was  .25,  what  was  the  final  temperature? 

Prob.  6.  What  would  be  the  heat  of  reaction  in  the  above  case  per  cubic  foot  and 
pound  of  gas  made  and  per  pound  of  carbon.  What  would  be  the  heat  of  combustion 
of  the  gas  calculated  from  constituents  and  from  the  general  equation  for  the  proper 
value  of  a;  ? 

87.  Gasification  of  Fixed  Carbon,  Coke  and  Coal,  Previously  Heated,  by 
Steam  Blast  Reactions,  Producing  Water  Gas.  Composition  and  Relation 
of  Constituents  of  Water  Gas,  Yield  per  Pound  of  Steam  and  Coal.  Heat 
of  Combustion  of  Gas  and  Limitation  of  Yield  by  Negative  Heat  of  Reaction. 

Water  gas  is  the  term  applied  to  the  product  obtained  by  blasting  steam  into 
a  carbon,  charcoal^  coke  or  coal  bed  previously  heated,  and  producer  gas  gen- 
erally, or  Dowson  gas  in  England,  and  generator  gas  in  Germany,  where  the 
heating  of  the  bed  by  air-gas  making  proceeds  at  the  same  time  as  the  steam 
reaction  which,  of  course,  is  endothermic.  The  fundamental  relations  of  the 
temperature  of  the  bed  to  the  reaction  characteristics  were  studied  by  Bunte 
with  the  results  given  in  Table  XIX. 

Table  XIX 
WATER  GAS  CHARACTERISTICS  WITH  BED  TEMPERATURE  (Bunte) 


9w%                        v:« 

%SteamHiO 
Decomposed. 

Compoeition  by  Vol.  of  Water  Gas. 

CO 
CO, 

CO 

Temp.  F. 

Hfl 

CO 

CO, 

co+co, 

1245  (Dull  red) 

1396 

1540 

1749 

1850 

1940 

2057  (White) 

8.8 
25.3 
41.0 
70.2 
94.0 
98.0 
99.4 

65.2 
65.2 
61.9 
53.3 
48.8 
50.7 
50.9 

4.9 
7.8 
15.1 
39.3 
49.7 
48.0 
48.5 

29.8 

27.0 

22.9 

6.8 

1.5 

1.3 

.6 

.16 
.29 
.65 
5.80 
33.1 
36.8 
80.8 

.141 
.224 
.397 
.853 
.972 
.975 
.988 

These  results  were  plotted  to  a  base  of  carbon  oxide  ratio,  together  with  the 
Boudouard  equilibrium  curve,  from  which  it  was  shown  that  in  no  case  was 
the  equilibrium  even  approxunately  attained,  as  for  example,  at  1750°  F. 
Bunte's  ratio  was  less  than  6,  while  Boudouard's  equilibrium  value  is  about  75  in 
round  numbers.  Assuming  both  experimenter's  results  to  be  accurate,  this 
would  be  a  measure  of  the  importance  of  the  time  element,  but  there  is  consider- 
able doubt  as  to  the  accuracy,  especially  of  the  temperatures  of  the  bed  reported 
by  Bunte.  There  is,  however,  another  explanation  based  on  the  reactions  of  CO 
with  steam  to  form  CO2  and  H2  according  to  CO+H20  =  C02+H2,  which 
would  tend  to  oxidize  the  CO  when  formed  in  the  presence  of  steam,  and  it 
is  reported  by  Bunte  that  at  the  temperature  named,  1750,  there  was  30 
X)er  cent  of  steam  free  and  still  undecomposed.  That  this  is  the  most  prbo- 
able  explanation  is  indicated  by  the  lesser  discrepancy  at  low  temperatures  at 
which  the  above  steam  reaction  takes  place  feebly  or  not  at  all.  For  example, 
at  Bunte's  lowest  temperature,  1245*^  F.,  his  ratio  is  .16,  while  for  equilibrium  it 
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would  be  about  five  times  as  much  as  against  twelve  times  at  1760°  F.  In  this 
work  of  Bunte  the  bed,  previously  heated  to  the  temperature  desired,  must 
have  begun  to  cool  at  once  under  the  steam  blast  influence,  which  is  precisely 
what  happens  in  straight  water-gas  manufacture,  an  essentially  intermittent 
process.  Moreover,  the  cooling  cannot  be  uniform  because  the  resistance  to 
flow  is  not  uniform  through  a  fuel  bed,  so  that  where  the  blast  can  pass  most 
easily,  there  most  of  it  will  pass,  and  a  non-homogeneous  condition  of  tempera- 
ture and  extent  of  reactions  result. 

Another  interesting  fact  shown  by  these  data  is  the  rapidity  with  which 
hydrogen  forms  even  at  low  temperature  and  with  only  a  small  fraction  of 
steam  decomposed;  for  a  very  considerable  temperature  range  the  per  cent 
hydrogen  remains  substantially  constant  between  65  per  cent  for  1250*^  F. 
where  there  is  practically  no  CO,  and  51  per  cent  at  2060®  F.  where  there 
is  nearly  49  per  cent  of  CO.  There  is  a  retardation  of  QO  formation  until 
the  temperatures  have  reached  about  1600**  F, 

Straight  water-gas  making,  which  these  experiments  illustrate,  proceeds 
with  decreasing  temperature,  but  producer-gas  making  is  a  continuous  process 
with  steady  temperatures,  enough  air  oxygen  combining  with  carbon  exotherm- 
aJly  to  balance  the  endothermic  heat  of  the  water-gas  making,  to  permit  the 
maintenance  of  a  steady  state. 

In  the  Tables  are  given  some  analyses  of  water  gases  which  show  carbon 
oxide  ratios  as  high  as  17.5,  indicating  the  attainment  of  very  high  bed  tem- 
peratures before  steam  blasting,  a  moderately  slow  flow  through  the  bed  • 
to  give  the  CO2  a  chance  to  reduce,  and  not  an  excessive  amount  of  free  H2O 
to  react  with  the  CO  formed.  In  some  cases  CH4  is  reported,  indicating 
the  use  of  a  coal  or  an  incomplete  coke,  some  oxygen  and  nitrogen  are  also 
reported,  indicating  influx  of  air,  but  it  is  difficult  to  see  how  oxygen  could 
exist  unless  its  contact  with  combustible  H2,  CO  or  CH4  were  delayed  till  cooling 
occurred.  The  hydrogen  content  of  these  water  gases  ranges  a  little  above  and 
below  50  per  cent,  which  is  about  the  same  as  found  by  Bunte  for  all  temperatures 
above  that  at  which  the  formation  of  CO  was  appreciable,  1800®  F.,  in  which 
case,  the  volumetric  amount  is  substantially  equal  for  the  hydrogen  and  carbon 
monoxide  in  Bunte's  tests  and  in  some  of  the  analyses  reported.  When  the 
analyses  depart  from  this  equality  the  CO  is  always  less  than  H2  and  as  this 
was  found  by  Bunte  to  be  so  for  too  low  a  temperature,  it  may  be  assumed  that 
when  such  analyses  are  reported,  the  process  had  been  carried  on  for  too 
long  a  time,  or  started  with  too  cold  a  bed.  Usually  five  minutes  is  a  fair 
average  time  for  water-gas  making  in  a  previously  heated  coke  or  anthracite 
fuel  bed.    See  Table  LXXII  in  Thermodynamic  Tables. 

The  volumes,  weights  and  heats  involved  in  water-gas  making  are  given 
by  two  fundamental  equations  of  chemical  reactions,  Elqs.  (641)  and  (642), 
using  the  low  calorific  value  for  hydrogen,  and  derived  from, 

C-f-2H20  =  C02+2H2+[(14,544Xl2)-(51,892X4)]B.T.U., 
C+H20  =  C0  +  H2+[(4351X12)-(51,892X2)]B.T.U. 
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Therefore, 


C+2H20=C02+2H2- 33,040  B.T.U., 
C+  H20=C0  +  H2  -  51,572  B.T.U. 

These  may  be  interpreted  as  follows: 

3.66  lbs. 


(641) 
(642) 


1  lb.  C+ 


' 

3  lbs. 

t 

or 

H20 

— 

.59.6  cu.ft.. 

. 

+ 

lib.  C+- 


1.5  lbs. 
or  * 
L29.8  cu.ft.J 


H2O 


+ 


or 
L29.8  cu.ft.J 

.333  lb. 
or 
L59.6  cu.ft.J 

2.33  lbs. 
or 
L29.8  cu.ft.J 

.167  lb. 

or 

L29.8  cu.ft.J 


CO2 


H2 


-2753  B.T.U. .  (643) 


CO 


H2 


-4298  B.T.U. .  (644) 


1  lb.  C+1.5(l+a;)lbs.  H20  = 


Assuming  that  1  lb.  of  carbon  yields  both  reactions  at  the  same  time  and 
that  X  represents  the  fractional  part  burning  to  CO2,  or  (1— x)  the  correspond- 
ing part  that  bums  to  CO,  then  the  double  reaction  will  be  represented  by  Ekjs. 
(645)  and  (646),  the  first  for  weights  and  the  second  for  volumes,  all  volumes 
•  being  for  standard  gas  conditions. 

3.66x  lbs.  CO2 

+2.33(l-x)lbs.  CO 

L+.167(l+x)lbs.  H2J 

29.8  X  cu.ft.  CO2 

-f29.8(l-x)  cu.ft.  CO 

L +29.8(1 +x)  cu.ft.H2  J 

From  these  equations  the  weight,  volume,  heat  and  temperature  changes  can 
be  set  down  in  each  of  the  various  units. 

The  composition  of  the  gas  will  be  for  any  proportion  of -CO  to  CO2,  as  given 
below  in  Table  XX. 

Table  XX 

COMPOSITION  OF  HYPOTHETICAL  WATER  GAS.    GENERAL 


+(1545x-4298)  B.T.U. 

(645) 


+  (1545x-4298)  B.T.U. 

(646) 


Conttitueatfl. 

By  Weight. 

By  Volume. 

CO.  (v*'^^ 

CO 

co+co. 

CO, 

3.66a; 
1.5X-I-2.5 

29. 8x 

1-x 

X 

29.8x-f59.6 

CO 

2.33(1 -x) 
1.5jc-f2.5 

29.8(1 -x) 
29.8x-f59.6 

l-x 

H, 

.167(l-|-a;) 
1.5x4-2.6 

29.8(l+x) 
29.8X+59.6 
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It  appears  from  this  that,  like  the  case  of  air  gas,  the  carbon  monoxides- 
dioxide  ratio  by  volume  is  the  same  as  the  fractional  weight  of  carbon  burning 
to  these  two  constituents  respectively. 

When  the  carbon  bums  all  to  CO,  a;  =  0,  or  all  to  CO2,  05-1,  the  composi* 
tion  of  the  gas  will  be  that  given  in  Table  XXI. 

Table  XXI 

COMPOSITION  OF  HYPOTHETICAL  WATER  GAS.     NO  CO,  AND  NO  CO 


Constituento. 


COj 


CO 


H, 


By  Weight,  Per  Cent. 


AUCO 


0 


2.33 
2.60 


=93.3 


.167 
2.50 


=6.7 


AllCOi 


3.66 


=91.7 


0 


333 


=8.3 


By  Volume,  Per  Cent. 


AUCO 


0 


29.8 
59.6 


=50 


29.8 
59.6 


=  50 


AUCOs 


29.8 
89.4 

>33 

0 

59.6^ 

'67 

89.4 


Ratio 


CO 
COj 


All 
CO 


00 


All 
COi 


0 


Ratio 
CO 

CO+COi 


All 
CO 


1 


AU 
COi 


0 


The  equality  of  volume  of  CO  and  H2  when  no  CO2  is  formed  is  fairly  well 
borne  out  by  the  test  results  quoted,  at  least  as  perfectly  as  the  equilibrium 
ratio  for  the  temperatiire  permits,  when  the  temperature  is  high  and  free 
steam  is  not  in  contact  with  CO  in  the  hot  zone,  while  the  67  per  cent  by 
volume  of  hydrogen  for  no  CO  formed,  is  closely  approached  by  Bunte's  65.2 
per  cent  when  there  was  4.9  per  cent  CO  at  the  lowest  temperature  of  1245®  F. 

The  general  relations  between  the  carbon  and  steam  as  raw  materials 
and  the  gas  produced  are  given  by  Eq.  (647). 

1  lb.  carbon  makes  (2.5+1.5x)  lbs.  of  gas 


1 


lb.  steam  makes    ( 1  V/TT7~\  )  lbs.  of  gas 

1  lb.  carbon  makes  (29.8x+39.6)  cu.ft.  gas 

1  lu    *  1        /29.8x+59.6\       ..  , «, 

1  lb.  steam  makes    (    1  g/i-u  w  ^^•"'  ^^  W 


(a) 

(6) 
(c) 


(647) 


.5(1 +x) 

The  heats  of  reaction  per  unit  of  each  quantity  entering  are  obtainable  by 
dividing  the  total  heat  of  reaction  by  the  volume  or  weight  of  each  substance 
entering,  and  these  are  set  down  in  the  tabular  equation  on  page  432,  Eq.  (648). 

These  heats  all  go  to  the  lowering  of  temperature,  being  negative,  and  the 
temperature  drop  can  be  determined  only  by  assuming  an  average  specific 
heat  for  the  products,  which  are  93  per  cent  CO  and  7  per  cent  H2  approximately 
by  weight  in  one,  and  92  per  cent  CO2  and  8  per  cent  H2  approximately  by 
weight  in  the  other  limiting  case,  and  at  the  same  time  assuming  the  sen- 
sible heat  capacity  and  the  weight  of  the  large  fuel  bed,  and  the  weight  of  gas 
flow  through  it  per  minute.    This  would  give  an  approximation  to  the  rate  of 
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temperature  lowering,  which  would  be  of  doubtful  value.  In  practical  opera- 
tion the  process  is  controlled  by  observation  and  usually  the  bed  drops  in 
temp)erature  enough  in  five  minutes,  from  the  highest  starting  temperature 
practicable  to  avoid  serious  clinkering,  to  that  at  which  the  process  is  no 
longer  feasible;  this  last  temperature  may  be  put  roughly  at  2000^  F.  and 
1700**  F.  if  excessive  CO2  is  to  be  avoided  in  the  gas. 


HEATS  OF  REACTION  FOR  WATER  GAS,  B.T.U.     LOW 


Oenerftl  Heat  of 
Reaction. 

When  CO-0,  x-1. 

When  COi-0,  x=0. 

Unit. 

1545X-4298 

-2753 

-4298 

Per  lb.  carbon 

1545-4298X 

1.5(H-x) 

2f  =     918 

*,2^=     2865 

1  .0 

' '  lb  steam 

1545X-4298 
1.5a; -1-2. 5 

2^f  =     688 

4 

-S=— « 

' '  lb.  gas  made 

1545X-4298 
29.8X+59.6 

2753        „ 
"89.4=     ^* 

-i^=-- 

"  cu.ft.  gas  made 

1545X-4298 
3.Q6X 

-11= -- 

' '  lb.  CO, 

1545X-4298 

2.33(1 -x) 

-11= -1842 

' '  lb.  CO 

1545X-4298 

.  167(1 +x) 

-?f=-8259 

-if||.-25788 

"  lb.  H, 

1545X-4298 
29. 8x 

2^®'-     92 
29.8        ^ 

' '  cu.ft.  CO, 

1545X-4298 
29.8(1 -x) 

42«8_     144 
29.8 

'  •  cu.ft.  CO 

1545X-4298 

29.8(l-|-x) 

2753        ^ 
69.6"     ^ 

*2»8=     144 
29.8 

' '  cu.ft  H, 

9 

(o)  ) 
(6) 

(c) 

(d) 

(e) 
(/) 

(a) 

(h) 
(i) 
(7)  J 


(648) 


The  pound  of  carbon  for  which  the  total  heat  of  reaction  is  (1545z— 4298) 
B.T.U.  could  give  on  combustion  14,544  B.T.U.  so  that  the  gas  which  results 
must  yield  the  difference  (14,544+4298- 1545a;)  B.T.U.  (low)  per  pound  of 
carbon  with  corresponding  values  in  other  units,  as  in  tabular  Eq.  (649). 

HEAT  OF  COMBUSTION  OF  HYPOTHETICAL  WATER   GAS,  B.T.U.  LOW 


General 

• 

When  CO  «0,  «-l 

When  COt  -0,  «  -0 

Unit 

18842 -1545X 

17297 

18842 

Per  lb.  C 

(a)    ' 
(6) 

(c)    . 

18842 -1545X 
2.5  +  1.5X 

l^f7=4342 
4 

Per  lb.  gas 

18842  -  1545x 
29.8x4-59.6 

17297^ 
89.4      ^ 

18842  _„- 
59.6  ^^^ 

Per  cu.ft.  gas 

►   • 


(649) 
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Dividing  the  heat  of  combustion  of  the  gas  per  pound  of  carbon  by  the  heat 
of  its  complete  combustion  per  pound  will  give  the  apparent  efficiency  of  the 
process  by  Eq.  (650), 

„       /18,842-1545a;\     ..  /18,842\       -onr>r-r         r^r^    .    r  j/rN        /^./>n 

^"V       14,544 )  ^^^'     =(i4^j  =  130%ifnoCO2isfonned(6).     (650) 

This  is,  of  course,  impossible  continuously,  and  results  from  ignoring  the  heat 
that  must  be  put  into  the  bed  before  admitting  steam  to  make  the  steam  reaction, 
which  is  so  strongly  endothermic,  a  possibility.  Neglecting  the  heat  necessary  for 
the  making  of  steam  from  water,  as  it  is  possible  sometimes  to  secure  it  from  waste 
sources,  the  previous  making  of  air  gas  can  be  computed  in  terms  of  the  quantity 
that  must  be  made,  or  in  terms  of  the  amount  of  carbon  used  in  doing  it,  to  permit 
a  given  amount  of  water-gas  production  subsequently. 

Thus,  for  air-gas  making,  the  heat  of  reaction  per  pound  C  is  (10,193x+4351), 
while  for  water-gas  making  it  is  (1545a:— 4298).     For  these  to  equalize 

(Heat  of  reaction  per  pound  C)X(lbs.  C)  used  for  air  gas  =  (heat  of  reaction 
per  pound  C)  X  (lbs.  C)  used  for  water  gas.    Therefore 

Heat  of  air  gas  react,  per  lb.  C   _  Lbs.  C  gasified  to  make  water  gas 
Heat  of  water  gas  react,  per  lb.  C    Lbs.  C  gasified  to  make  air  gas 

/10,193x+4351\  ,  ,  4351     ,  ^,  ..  ^^      ^  ,^,  ,^,,, 

^ilM5x-4298J(^>-     -^2^-^-01  ^tCO2-0{b).     .     (651) 

Similarly,    (Heat  of  reaction  per  lb.  of  air  gas)  X  (lbs.  air  gas) 

=  (heat  of  reaction  per  lb.  water  gas)  X  (lbs.  water  gas). 

„  Heat  of  reaction  per  lb.  air  gas      Lbs,  water  gas  made_  644 

'    Heat  of  reaction  per  lb.  water  gas      Lbs.  air  gas  made       1719 

=  .37ifCO2=0 (652) 

Or  in  terms  of  volumes 

Heat  of  reaction  per  cu.ft.  air  gas  _  Cu.f t.  water  gas  made  _  51 
Heat  of  reaction  per  cu.ft.  water  gas       Cu.ft.  air  gas  made  "^  72 

=  .70ifCO2=0 (653) 

Therefore,  assuming  no  CO2  to  be  formed,  which  is  the  limiting  case,  2  cu.ft. 

of  water  gas  can  be  made  for  each  3  cu.ft.  of  air  gas  previously  made,  in  round 

numbers,  or  about  a  third  of  a  pound  of  water  gas  for  each  pound  of  air  gas,  or 

about  equal  weights  of  carbon  must  be  used  for  each.    If,  as  in  many  cases, 

the  process  is  intermittent  and  the  air  gas  is  thrown  away,  the  efficiency  would 

130 
be  about  --^=65  per  cent  for  water-gas  making  alone,  and  proportionately 

higher  if  some  of  the  air  gas  or  its  heat  were  put  to  useful  duty. 

The  density  and  calorific  power  of  a  water  gas  can,  of  course,. be  calculated 
from  its  constituents  by  the  general  method,  and  the  results  for  a  typical  water 
gas  are  tabulated  below,  Table  XXII. 
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Table  XXII 

DENSITY  AND  CALORIFIC  POWER  OF  WATER  GAS 
From  Constituents  (32**  F.  and  29.92"  Hg) 


One  Cubic  Foot 

Constituents    of    Average 
Water  Qae. 

Contains 

Yields  B.T.U. 

Summary 

Cu.  Ft. 

Lbs. 

High. 

Low. 

HvdroKen.  Hs 

.4557 

.4485 

.0441 

.0010 
.0445 
.0050 
.0012 

.002561 

.035014 

.001971 

.000080 
.005460 
.000446 
.000094 

155.39 

152.94 

47.01 

1.7 

133.06 

152.94 

42.29 

1.57 

B.T.U.   per  cu.ft. 

gas  high 357.04 

BTr.U.   per  cu.ft. 

gas  low 329.86 

Cu.ft.  per  lb.  gas 21.917 

Lbs.  per  cu.ft.  gas 045626 

B.T.U.  per  lb.  high 7825 

B.T.U.  per  lb.  low 7228 

Carbon  monoxide,  CO. . 

Methane,  CHi 

Heavy  hydrocarbonB, 

Carbon  dioxide,  COj  . . 
Oxviren,  0« 

Nitroeen,  N* 

Totals 

1.0000 

.045626 

357.04 

329.86 

Example  1.  A  sample  of  water  gas  showed  a  ratio  of  CO  to  (CO  +CO2)  of  .9.  What 
was  its  composition  by  weight  and  volume;  pounds  of  carbon  and  of  steam  supplied 
per  cubic  foot  of  gas  made,  and  the  heat  of  combustion  per  cubic  foot  of  the  gas?  Since 
CO■^(CO^-CO,)=l-a:,  (l-x)=.9,      and     x-.l. 


CO,  by  wt. 

Hi  by  wt. 

CO  by  vol.  = 


3.66  X.l 
1.5X.H-2.5 

.167X1.1 
1.5X.H-2.5 
29.8  X. 9 
29.8  X.l +59.6 

1  cu.ft.  gas  requires 


=  13.8%; 
«  6.1 


0} 


CO  by  wt. 
CO,  by  vol. 


2.33  X. 9 
1.5  X.l +2.5 
29.8  X.l 


79.3%; 

=  4.7%; 


42.8%; 


29.8  X.l +59.6 


29.8  X.l +59.6 
.016  lb.  C. 


1-5(1 +.1)         „„„„     , 
1  cu.f t.  gas  requires  ^g^^^g^g  -  .026  lb.  steam. 

The  heat  of  combustion  per  cubic  foot  of  gas  is 

18,842 -1545  x.l 


29.8  X.l +59.6 


=298  B.T.U.  (low  value). 


Prob.  1.  In  a  water-gas  producer  the  bed  temperature  was  found  to  be  1800^  F. 
According  to  the  results  of  Bunte's  experiments,  what  would  be  the  composition  of 
the  gas  and  the  per  cent  of  steam  decomposed?  How  would  the  CO  to  CO,  ratio  com- 
pare with  that  for  the  air-gas  producer? 

Prob.  2.  Lewes  ^ves  as  an  average  analysis  of  water  gas  the  following:  H,=51.9; 
CO  =40.08;  CH4=.l;  CO,  =4.8;  N,=3.13.  How  does  the  percentage  of  hydrogen 
as  given  compare  with  that  found  by  the  general  equation  in  terms  of  x? 

Prob.  3.  How  much  carbon  and  how  much  steam  will  be  required  to  make  1000 
cu.ft.  of  gas  which  is  50  per  cent  H,,  45  per  cent  CO,  and  5  per  cent  CO,  by  volume, 
and  what  will  be  the  heat  of  reaction  per  pound  of  carbon  and  per  pound  of  gas? 
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Prob.  4.  A  producer  gives  a  gas  in  which  the  ratio  of  CO  to  (CO+COs)  is  .8.    How 
many  cubic  feet  of  gas  will  be  made  per  pound  of  C  and  per  pound  of  steam? 

88.  Gasificatioii  of  Coals  by  Steam  and  Air  Blasts,  Resulting  in  Producer 
Gas.  Composition  and  Relation  of  Constituents  of  Producer  Gas,  IHeld  per 
Pound  of  Fixed  Carbon,  Air  and  Steam.  Modification  of  Composition  by 
Addition  of  Volatile  of  Coal.  Heat  of  Combustion  of  Gas,  Sensible  Heat 
and  Efficiency  of  Gasification,  Horse-power  of  Gas  Producers.  The  most 
important  of  these  gasifying  processes  is  the  most  complex,  and  as  carried  out 
in  the  power-gas  producer  is  as  important  in  gas-power  systems  using  coal  fuel 
as  is  steam  generation  in  the  boilers  of  steam-power  systems.  The  gas  producer 
is  a  continuously  operated  apparatus,  having  a  brick-lined  casing  ta  hold  its 
thick  fuel  bed,  provided  with  means  for  blasting  the  bed  with  a  mixture 
of  steam  and  air  in  more  or  less  closely  regulated  proportions.  This  gives  rise 
to  a  condition  of  steady  state,  as  to  temperature  and  reactions,  which  are  main- 
tained as  long  as  working  conditions  permit;  the  most  important  of  these 
is  the  physical  condition  of  the  bed  as  to  porosity,  ash  content,  homogeneity 
and  clinker.  Neglecting  these  physical  conditions,  it  may  be  assiuned  that  the 
blast  enters  all  points  of  the  supply  part  of  the  bed  uniformly,  and  passes  through 
all  parts  at  an  equal  rate,  all  parts  of  the  blast  remaining  in  contact  with  the 
carbon  for  the  same  length  of  time,  and  finally  that  all  points  in  any  cross- 
section  of  the  bed  at  right  angles  to  the  path  are  at  equal  temperature.  These 
things  are  not  really  as  assumed,  but  it  is  difficult  to  fix  any  relations  even 
with  these  assumptions  and  impossible  without  them  except  in  a  qualitative 
manner. 

In  such  producers  there  is  made  a  combination  of  water  gas  and  air  gas, 
the  ratio  depending  on  the  amounts  of  carbon  reacting  respectively  with  the 
oxygen  of  air  and  with  the  oxygen  of  steam.  In  all  cases  the  exothermic  heat 
of  the  air-gas  process  supports  and  more  or  less  balances  the  endothermic  heat 
of  the  water-gas  process.  The  gas  will  thus  contain  as  combustibles  from  the 
fixed  carbon  and  steamy  carbon  monoxide,  hydrogen,  nitrogen,  carbon  dioxide, 
and  some  uncombined  oxygen,  usually  very  small  in  amount.  Mixed  with  this 
gas  will  be  the  prodticta  of  the  coal  volatile^  which  are  most  complex  in  charac- 
ter and  amount,  as  might  be  inferred  from  the  discussion  of  retort-coal  gas  and 
coke-oven  gas.  The  nature  and  amounts  of  these  additional  products  of  the 
volatile  of  the  coal  depends  on  the  coal  itself  and  also  to  a  very  considerable 
degree  on  the  manner  of  treatment  in  producers;  it  is  in  this  respect  only 
that  different  gas-producer  processes  differ  one  from  the  other,  however  dif- 
ferent they  may  seem,  or  vary  in  structure. 

Producers  may  be  divided  into  the  following  classes  with  respect  to  the  treat- 
ment of  the  volatile  of  the  coal: 

1.  Up  draft.  Coal  is  fed  at  top  and  blast  at  the  bottom.  Volatile  and  moist- 
ure roast  off  at  the  top  layer  in  the  presence  of  gases  from  the  coke-bed  reactions 
and  in  a  temperature  equal  to  that  of  the  gas  leaving. 

2.  Down  draft  Coal  and  blast  are  supplied  to  the  top.  Volatile  and  moisture 
distilled  at  the  point  of  supply  are  mixed  with  the  air  and  steam  of  the  blast 
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and  pass  down  through  the  entire  bed.    Volatile  is  partly  burned  and  partly 
decomposed  in  the  hot  zone. 

3.  Combined  up  and  dovm  draft.  Blast  enters  both  top  and  bottom,  coal 
is  fed  at  the  top  and  the  gas  leaves  at  the  bottom.  Volatile  passes  through 
hot  zones,  not  so  hot  as  (2)  but  hotter  than  (1)  and  in  the  presence  of  some 
air  but  less  than  (2).  Volatile  is  partly  burned,  partly  decomposed  and  partly 
unchanged. 

4.  Combined  up  and  down  drafts  blast  entering  only  at  bottom.  Volatile  and 
moisture  are  roasted  off  at  the  top,  and  rising,  are  brought  around  the  bed  to 
its  bottom,  entering  there  with  the  blast  gases,  the  finished  gas  leaving  at  a 
mid  point.  Usually,  this  is  imperfectly  executed,  some  volatile  passing  straight 
down  to  the  gas  outlet.    Volatile  is  all  burned  as  it  enters  the  bed. 

In  the  first  class  are  to  be  found  all  standard  forms  of  anthracite  and  coke 
producers,  while  the  others  are  intended  for  bitimiinous  coals,  yielding  much 
tar  when  supplied  to  the  first  class,  which  cannot  be  completely  separated 
from  the  gas,  clogging  mains  and  interfering  with  the  operation  of  the  en^ne. 
In  no  ca^  can  a  caking  or  coking  coal  be  properly  handled  in  any  standard 
producer,  because  of  draft  interference  due  to  melting  of  the  coal,  without 
prohibitively  costly  attendance  to  keep  the  cake  broken  up,  and  in  some  cases 
not  even  then.  Even  non-caking  bituminous  coals  give  some  trouble,  not  only 
because  of  the  tar  they  yield,  but  also  on  account  of  the  variability  of  the  gas 
which  is  a  mixture  of  water  gas,  air  gas  and  more  or  less  decomposed  rich 
hydrocarbon  volatile.  Even  when  the  ratio  of  air  and  water  gas  is  kept  con- 
stant, the  volatile  of  the  coal  distilling  off  at  a  variable  rate  will  seriously 
impair  the  constancy  of  the  gas  quality,  because  the  volatile  of  bituminous 
coals  has  about  six  times  the  heating  power  of  the  gasified  carbon.  With 
lignites  the  high  moisture  is  mixed  with  the  volatile,  absorbing  heat  in  its 
liberation  and  in  the  steam  reactions  with  the  other  constituents  like  CO, 
and  so  introduces  a  further  cause  of  interference  in  a  manner  depending 
on  its  path. 

Tables  LXXI  and  LXXI V  in  the  Handbook  of  Tables  give  some  producer  gas 
analyses,  the  first  from  a  wide  range  of  sources,  to  illustrate  the  ranges  of  com- 
position, while  the  second  are  from  Femald,  reporting  for  the  U.  S.  Geological 
Survey  the  results  of  trials  of  bituminous  coals  and  lignites,  ranging  from  high  to 
low  grade  in  a  common  updraft  anthracite  or  coke  type  of  producer  to  which 
was  added  as  an  auxiliary  a  tar  extractor  of  the  centrifugal  fan  order.  In  these 
latter  tests  the  volatile  is  all  reported  as  methane  and  the  calorific  power  cal- 
culated on  that  basis.  For  each  case  the  carbon  oxide  ratio  has  been  added, 
to  indicate  more  clearly  the  relations  of  the  CO,  CO2  and  H2,  derived  mainly 
from  the  coke  bed  reactipn,  the  hydrocarbons  being  purely  roasting  products. 
In  down  draft  and  mixed  draft  producers  some  of  the  volatile  has  also  reacted, 
part  of  it  in  a  manner  similar  to  the  bed. 

Inspection  of  the  general  table  shows  a  fairly  steady  value  of  the  carbon-* 
oxide  ratio  between  4  and  6,  except  for  certain  special  conditions,  indicat- 
ing that  the  temperatures  and  rates  of  blast  feed  are  about  the  same  in  all; 


GASIFICATION  OF  FIXED  CARBON  437 

or  that  where  high  rates  of  combustion  are  used  and  time  of  contact  small,  the 

temperatures  are  allowed  to  rise  to  compensate.    When  the  ratio  departs 

from  this,  a  reason  is  always  available,  for  example,  increase  of  steam  in  the  blast, 

CO 
produced  a  regular  decrease  in  the  — —  ratio  according  to  the  Bone  and  Wheeler 

tests  on  air  blasts  saturated  with  water  vapor  at  60®  F.  to  80®  F.,  in  which  the 

ratio  changed  from  5.2  to  1.2,  and  the  hydrogen,  as  might  be  expected,  rose 

from  16.60  to  22.65  per  cent  by  volume.    The  increase  of  hydrogen  with  increase 

CO 
of  steam  and  the  corresponding  reduction  of  temperature  and  — r-  ratio,  is  well 

CO2 

confirmed  by  all  results  on  Mond  gas  plants,  operated  primarily  for  ammonia 

recovery,  which  requires  low  temperatiu*es.    In  these  the  ratio  falls  between 

6  and  7,  indicating,  according  to  Boudouard,  temperatures  above  1200°  F. 

On  the  other  hand  reduction  of  steam  permits  the  bed  to  attain  high  temperatures 

and  the  gas  will  contain  little  hydrogen;  this  is  indicated  by  the  Thwaite  test 

on  charcoal  where  the  hydrogen  is  .2  per  cent  by  volume,  which  could  easily 

have  been  derived  from  the  moistiu*e  in  even  fairly  dry  air  alone,  and  the 

CO 

— —  ratio =42.5,  corresponding  to  a  temperature  somewhere  above  1600®  F. 

CO2 

These  results,  therefore,  show  effectively  how  the  steam  supply  controls  the  bed 
temperature  and  the  gas  quality  as  to  CO  and  H2  content  and,  why,  for  the 
constant  gas  quality  needed  in  power  gas,  accurate  control  of  bed  and  blast 
conditions  is  so  necessary. 

In  the  second  table,  reporting  the  Geological  Survey  tests,  the  first  re- 
markable feature  noticeable  is  the  regularity  with  which  the  carbon  oxide 

CO 
ratio  r-r-  increases  with  decrease  of  CO2,  and  the  small  value  of  the  ratio 
CO2 

compared  to  that  obtained  in  other  operating  tests.  This  is  an  indication  of  very 
low  temperature  working,  for  the  ratio  is  as  small  as  .87  and  never  rises  above 
2.4,  possibly  due  to  high  rates  of  blasting.  It  is  too  much  to  expect  equilibrium 
to  be  established  in  any  producer,  yet  departures  from  it  give  rise  to  interpreta- 
tions as  to  what  was  happening  in  one  case  that  did  not  take  place  in  the  other. 
The  general  average  of  the  ratio  of  CO  to  CO2  being  so  low  in  the  U.  S.  G.  S., 
tests  leads  to  the  conclusion  that  (a)  the  producer  was  driven  to  higher  capacity 
than  the  average  of  others,  leaving  less  time  for  establishment  of  equilibrimn; 
(b)  more  steam  was  used,  resulting  in  lower  temperatures  and  leaving  a  residue 
of  undecomposed  steam  to  react  on  the  CO  that  was  formed,  oxydizing  it  to 
CO2.  There  is  no  relation  whatever  between  the  eflSciencies  reported  for  these 
tests  and  any  of  the  fundamental  factors  that  control  efficiency,  owing 
probably  to  the  shortness  of  the  runs  and  the  irregularity  of  working  reported. 
Producer  efficiencies  cannot  be  obtained  except  by  absolutely  steady  rate  of 
output,  which  is  necessary  to  a  steady  thermal  state  in  the  producers  for  long 
periods  of  time  because  of  the  slowness  of  gasification  compared  to  the  body 
of  coal  in  the  producer.    In  these  tests  the  producer  could  hold  about  5000 
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lbs.  of  coal  in  all  stages  from  green  coal  to  ash.  The  rate  of  combustion  per 
hour  varied  from  a  little  over  5  per  cent  to  12  per  cent  of  the  weight  in  the 
full  producer,  making  possible  a  very  large  error  in  judging  equality  of  con- 
ditions of  the  bed  before  and  after  the  run,  for  such  short  periods  of  time. 
For  with  the  5  per  cent  rate  a  particle  of  coal  would  be  roughly  20  hours  in 
passing  through,  as  it  would  take  this  time  to  consmne  what  was  under  it 
when  it  was  fired. 

It  is  desirable  to  establish  such  standards  of  relation  between  the  quan- 
tities involved  as  were  found  by  analysis  for  air  gas  and  water  gas,  to  be 
appUed  to  the  producer-gas  case  for  the  purpose  of  comparison  of  results,  with 
possibilities,  and  this  may  be  done  by  similar  methods.  From  what  has  been 
said  it  is  evident  that  when  air  gas  and  water  gas  are  made  simultaneously 
from  the  fixed  carbon  or  coke,  and  mixed  with  the  volatile  more  or  less  decom- 
posed, that  the  final  gas  wiU  depend  on  (a)  the  proportion  of  the  air  gas  to  water 
gas;  (6)  the  volume  of  combined  air  and  waJter  gas  to  the  volatile  of  the  coal;  (c) 
the  degree  to  which  the  volatile  is  decomposed  or  suffers  reactions.  The  first  step, 
therefore,  in  a  fundamental  analysis  is  the  establishment  of  formulas  for  the 
mixed  gasified  carbon  gases  in  terms  of  the  quantities  of  constituents,  carbon, 
air  and  steam. 

From  Eq.  (635)  of  Section  86  for  air  gas  in  terms  of  weights  the  following 
Eq.  (654)  is  derived  by  dividing  by  5.759(l+a:)  and  rearranging. 


llb.air+[g^ygg[^^^)]lbs.C  = 


[5.75^1+x)J  ^^'-  ^^» 


+ 


L5.' 


33(1 -a;) 


Ljlbe. 


CO 


+ 


759(l+x 

[IS]  ^^«-  ^' 
.  |10,193x+43511^^„ 
+  L  5.759(l+x)  J^-^-^-  J 


(654) 


The  corresponding  volume  relation  follows  from  Eq.  (636)  and  is  given 
by  Eq.  (655). 


^^^•'^+[5.759(l+x)]^^^-^  = 


r  29.8(1-3?)  1      ..  „„ 
L5.759(l+x)J^"-^^-^Q 

[56.32'!       ,.   ^ 

.  ri0,l93x+435l1„^„ 
+  r5."759(l+^J^-^-^-  J 


+ 


+ 


(655) 


Two  similar  equations  are  given  below,  Eqs.  (656)  and  (657),  derived  from 
the  water-gas  relations  Eqs.  (645)  and  (646)  of  Section  87,  for  S  lbs.  of  steam 
reacting  with  carbon. 
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S  lbs.  H2O+ 


ll.5(H-x)J 


lbs.  C  = 


lbs.  CO2 
lbs.  CO 


S  lbs.  H2O+ 


Ll.6(l+x)J 


lb8.C  = 


r  3.66a;g  ] 
|:1.5(H-x)J 
[2.33(1 -x)^!'} 
"*"[  1.5(1 +x)  J 

+  [:^^]lbs.H2 
f  29.8xS  1       ,.    „„ 

Lr:5(i+^J  ''"•^*-  ^^' 

r29.8(l-x)5l 
L  1.5(1 +x)  J 
["29.851       -,  „ 

ri545x-4298l 

"♦"^L  1-5(1+*)  J  ®•^•^• 


(656) 


+ 


+ 


cu.ft.  CO 


•    • 


(657) 


If  1  lb.  of  iur  and  S  lbs.  of  steam  together  react  on  carbon,  and  the  oxygen 
of  the  air  and  that  of  the  steam  act  the  same,  or  in  symbols  x  is  the  same  for 
both  reactions,  then  together  they  will  give  a  result  expressed  by  Eqs.  (658) 
and  (659),  one  in  terms  of  gas  volumes  and  the  other  in  weights,  both  giving 
the  heats  of  reaction  and  both  obtained  by  addition. 

r    lib.  air     '|,r/_l 
L+Slbs.  H20j''"L\6.7{ 


.759 


^1.5/1+xJ 


lbs.  C 


[5^(5:^+0)]  '^  CO- 


+ 
+ 


(l+x)\5.759 
33(1 -x) 


P 


(1+x)     V5.759 

[IS]  *^«-  N^ 
+  [:^^lbs.H2 


\5.759^1.5/J 


lbs.  CO 


+ 


n 


193X+4351  ,  S(1545x-4298)'| 


759(l+x)     •"      1.6(l+x)      J  ^^'^•^^ 


(658) 


[+S  lbs.  H2oJ"'"L(5.759''"l.5)l+xJ  ^^^-  ^ 


[(TM(5J59+i:5)]''"-^*-^^^ 

[29.8(1 -x)/    1     .5X1       ,^  ^^ 
l-(l+iri6J59+i:5Jj*"^-f*-^9 

[56.32"!       ,.   -T 
L5759J  *'"-^*-  ^' 
,  [29.85]       .^  „ 

ri0,193x+4351    5(1545x-4298)1  „ 
■^L  5.759(l+x)   "^      1.5(l+x)      J^-^-^-J 


+ 


+ 


(659) 
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These  two  equations  are  fundamental  to  the  gasification  of  the  fixed  carbon 
part  of  a  coal  in  a  gas  producer  fed  by  steam  and  air  together. 

The  composition  of  the  producer  gas  is  shown  in  Table  XXIII  for  the 
general  case  and  for  the  two  limiting  cases  when  CO=0  and  when  C02=0-. 

The  general  relations  between  the  various  quantities  of  raw  materials  and 
products  are  given  by  Eq.  (660)  below. 

1  lb.  carbon  makes 


/    1    \  /_! ^^\  1  r  /29.8\  /_1 ^\      66.32     29.851 


lbs.* 


\6.759^1.5/  \l+x/        J  L  \5.769^1.5/  \l-\-x/ 


6.759  '     1.6 


ciLft.  gas  (a) 


1  lb.  steam  makes 


[  /  1  \  /  1  5\  -1  r  /29.8\  /_1 ._S\  56.32  29.85-| 
^"^  \i+x)  V5.759"^1.5/  I  \l-f  J/  \5.759'^1.5/  '^6.759'^  1.5  | 
J ^  J  lbs.  =  L  5  J  c«-^t-  ff»  (^) 

1  lb.  air  makes 

r,  .  o.   /    1    \  /     1      .    -SXT^        r/29.8\  /    1      ,    S\   ,66.32.29.85"! 


\5.759^1.5/  Vl-hx/ 

/29.8\  /     1      .    5\      56.32     29.85 
L\l-hx/  \5.759     1-5/      5-759       1.5  - 


lbs.  carbon  {d) 


1  cu.ft.  gas  requires 

■  "^"  steam  (c) 


r 2L 1  lbs. 

/29.8\  /     1     ^\      56.32     29.85 
L  \l+x/  \5.759"*"l.6/  ■*"6.759       1.5  ^ 


1  cu.ft.  gas  requires 

lbs.  air  (/) 


/29.8\  /I S  \      56.32     29.85 

^\lW  \5.759     1.6/      5-759       1.5  ^ 


(660) 


In  order  to  show  the  composition  of  the  gas  by  volume  for  various  propor- 
tions of  steam  to  air  in  the  blast,  assuming  all  the  steam  to  react,  four  curves 
have  been  plotted  for  different  ratios  which  are  given  in  the  bpok  of  tables, 

CO 
Chart  32.     The  left-hand  curve  is  for  a  ratio  of  ;^rr"  =  2,  the  other  three  for 

CO2 

ratios  of  6,  15,  and  infinity.    The  first  three  cover  the  ranges  obtained  in 

practice,  extending  from  a  value  that  is  lower,  to  one  that  is  higher  than 

usually  obtained,  while  the  last  is  the  limiting  case.    The  composition  by 

volume  is  plotted  vertically  and  the  value  of  S,  which  is  the  weight  of  steam 

per  pound  of  air  reacting,  horizontally.    These  are  separately  plotted  because 

it  is  not  convenient  to  show  on  one  curve  the  variations  in  each  of  the  four  gas 

CO 
constituents  as  a  function  of  the  two  prime  variables  S  and  -— -. 

CO2 

Heats  of  reaction  are  plotted  as  a  function  of  S  alone,  laid  off  horizon- 
tally in  Chart  33,  in  the  Handbook  of  Tables,  and  a  separate  curve  drawn  for 

CO 
each  value  of  the  -—r-  ratio,  2,  6,  15  and  infinity.    The  vertical  distances  are 

CO2 

heats  of  reaction,  first,  per  pound  of  gases  produced,  and  second,  per  pound  of 
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carbon,  the  fonner  being  a  measure  of  temperature  rise,  and  the  latter  of  effi- 
ciency of  reaction.  These  two  heats  are  given  in  the  two  Elqs;  (661)  and  (662), 
as  derived  from  Eq.  (658). 


i'+«+(iTi)y 

( 


1545a: -4298 


m 


)]a)i 


7l0,193x+4351\  .  ,, 
.  V         5.759       )  +^ 


759 

1545x~4298 
1.5 


(661) 


\5.759^1.5/ 


Heat  of  reac- 
tion B.  T.  U.  IV         6J59       J  ^"  V         lV5 
per  pound  of 

gas    pro-  |i+s+(t4^)(^-^+ 

duced. 

Heat  of  reac- 
tion B.  T.  U.  IV        u„u^       /        \        X.U        J 

per  pound  r  =  l  /    t  .e\  ; .  •    (662) 

of  carbon 
gasified. 

Air  saturated  with  water  vapor  carries  a  definite  weight  of  vapor  per  pound 

of  air  and  as  the  air-blast 
is  to  carry  water  vapor  in 
some  proportion  it  is  con- 
venient todefine  the  amount 
in  terms  of  the  tempera- 
ture of  moisture-saturated 
air  that  carries  the  definite 
quantity  in  question.  This 
is  most  conveniently  done 
in  curve  form,  Fig.  126, 
where  the  temperature  of 
water  -  saturated  air  is 
plotted  vertically  to  hori- 
zontals of  poimds  of  steam 
per  poimd  of  air. 

As  previously  pointed 
out,  the  greater  the  quan- 
tity of  steam  in  the  blast 
the  more  endothermic  heat 
will  be  taken  up  from  the 
exothermic  heat  of  the  air- 
gas  reaction,  and  when  these 
two  are  equal  there  will  be 
no  temperature  rise  of  the 
products  of  gasification  over 
that  of  the  blast.  This  is 
a  limiting  case,  for  which  no 
reaction  could  take  place. 
In  order  that  reaction  may 
occur  some  temperature  rise 
must  be  permitted  or,  in 
other  terms,  the  net  heat  of  reaction  must  be  exothermic  and  sufficient  in 
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quantity  to  allow  the  final  gas  to  be  as  hot  as  necessary.    This  final  gas  should 

not  be  less  than  1100**  F.,  corresponding  roughly  to  250  B.T.U.  exothermic 

heat,  per  pound  of  gases,  which  fixes  a  limiting  value  of  S  (on  Chart  No.  33), 

CO  CO 

depending  on  the  7^77-  ratio  to  be  allowed  in  the  gas.    For  t^t"  =6,  the  corres- 

C/O2  CO2 

ponding  value  of  S  is  .215,  which  would  be  carried  by  air  saturated  at  150**  F.; 

CO 
for  7:nr"  =  15,  the  value  of  S  that  gives  250  B.T.U.  per  pound  of  gases  ex- 
CO2 

othermic  heat,  is  .164,  which  would  be  carried  by  air  saturated  at  142**  F.; 

CO 
while  for  no  CO2  in  the  gas  or  — -=  oc,  S=.15. 

CO2 

The  heat  of  combustion  of  the  gas  produced  from  1  lb.  of  carbon  is  equal 
to  14,544  less  the  heat  of  reaction  per  pound  of  carbon  or,  Eq.  (663). 


'  Heat  of  combus- 
tion of  gas  from 
one  pound  of 
carbon  B.T.U., 
low. 


=  14,544- 


i 


193x+4351\  .  ^/1545x-4298\ 


/10,193x+^ 
V        5.759 


; 


+S 


(: 


1.5 


) 


\6.759^1.5/ 


(663) 


Therefore  the  efficiency  of  the  reaction  is, 


E=l- 


|jg.m^.)^,(. 


1545g-4298\ 
1.5   / 


''H5k+u) 


(664) 


From  this  equation  it  appears  that  the  efficiency  of  the  reaction  is  primarily 

CO 
a  question  of  the  quantity  of  steam  used  for  any  given  value  of  ^^.    The 

efficiency  as  given  by  this  equation  is  plotted  vertically  to  horizontal  values 

CO 
of  S,  one  curve  each,  for  values  of  p^y-  equal  to  2,  6,  15  and  oc ,  in  Fig.  127. 

The  heat  of  combustion  of  the  gas  itself  can  be  found  by  dividing  the  heat 
of  combustion  of  the  gas  produced  from  1  lb.  of  carbon  by  its  volume,  and  is 
given  by  Eq.  (665), 

B.T.U.  cu.ft.  gas  (standard,  low) 


1 

l+a: 


^^>-^{d^.^Et(r^Et^^^ 


Vl+a;>/\5-759^1.5/ 


56.32    WM 
^5.759'^  1.5 


(665) 


If  COs  is  absent  x=0  and  this  becomes 


B.T.U.  cu.ft.  gas  (standard,  low)  = 


1770+6831S 


(666) 


14.95+39.73S* 

If  no  steam  is  supplied  <S=0  and  B.T.U.  per  cubic  foot  gas= 118,  which  checks 
the  value  found  for  air  gas  with  70  per  cent  efficiency.  With  .10  lb.  steam 
per  pound  air,  B.T.U.  per  cubic  foot  gas  =130,  for  which  condition  the  reac- 
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tion  efficiency  is  86.6  per  cent.  Theae  figures  show  that  steam  in  the  blaBt 
increases  both  calorific  power  of  gas  and  the  thermal  efficiency  of  .its  produc- 
tion. The  steam-efficiency  relations  have  been  shown  in  Fig.  127,  so,  to 
correspond,  the  calorific  power  of  gaa  is  plotted  in  Fig.  128  to  the  same  hori- 
zontals, pounds  of  steam  per  pound  of  air. 

To  complete  the  series  of  graphic  results,  the  gas  production  in  cubic  feet 
standard,  per  pound  of  fixed  carbon,  is  plotted  in  Fig.  129,  to  horizontals  of  S, 

CO 
one  curve  each  for  ^^r  values  of  a ,  2,  6,  and  15,  Eq.  (660). 

So  far  the  results  all  relate  to  the   pure  process  of  gasifying  carbon  with 
steam  and  air,  but  in  real  producers  there  are  additional  factors  to  be  accounted 
for,  but  this  cannot  be  done  quanti- 
B  tatively.    There  must  be  considered 

a  the  heat  losses  of  radiation,  steam 

I  making,     distillation    of     volatile, 

I  escape    of    unchanged   steam    and 

I  heats  of  reaction  of  volatile  parts 

\  that  sufTer   chemical   change   after 

I  being  liberated.    The  production  of 

M  the  volatile  always  consumes  less 

I  heat  per  B.T.U.  in  the  gas  formed 

than  the  gasification  of  carbon,  so 
that  the  coals  which  yield  much 
volatile   in    the    producer   should 

^     T^^  •  '     'V",  "  , ' .    ,  ^  gi'^c  *  higher  efficiency  than  those 

FiQ.  127.— Efficiency  of  HypotheUcal  Gaa        Ti.  .  j         *     ■  u  i.         i 

IWucer  Gaeifying  Fi^idCarbon.  ^^^^  ^°  "« *  ^f^^.  °^"''^'.   »°'e«8 

some  of  the  volatue  is  burned  or  its 
heat  used  up  in  other  endothermic  reactions.  In  fact,  this  gain  by  the  volatile 
generally  serves  to  balance  the  other  heat  losses  just  mentioned,  so  that  the 
real  producer  can  have  efficiencies  fairly  close  to  those  calculated  for  the  gasifica- 
tion of  carbon  if  the  volatile  is  10  per  cent  and  over.  The  addition  of  the 
volatile  or  its  products  to  the  gasified  carbon  will  not  change  the  relation  of 
the  CO,  COa,  H2  and  Na  constituents  very  much,  if  at  all,  but  will  reduce  the 
per  cent  of  each.    The  following  general  relation  must  hold: 

rcu.ft.  volatile  "1     T  Weight  volatile  ]  ' 
[per  lb.  volatilej     [    per  lb.  coal     J 


i Cubic  feet  gas]  _ 
per  pound  coal  J 


,  fcu.ft.  gasified]      fWt.  fixed  carbon"! 
L  Cperlb.C  J-^L     perlb.coal     J 


This  Eq.  (667)  must  be  more  or  less  exactly  evaluated  before  the  effects  of  vola- 
tile addition  on  each  constituent  can  be  estimated,  and  to  do  this  it  is  necessary 
to  have  some  data  on  the  cubic  feet  of  gas  per  pound  of  volatile  and  the  pro- 
portions of  constituents  making  it  up.  These  can  be  found  by  considering  it  to 
behave  as  coal  gas  from  retorts  or  as  coke  oven  gas.  English  cannel  coals 
yield  the  largest  amount  of  volatile;  they  give  on  the  average  about  4.5  cu.ft. 
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gae  per  pound  coal,  and  are  about  60  per  cent  by  weight  of  volatile,  so  that  the 
cu,  ft.  of  gas  per  pound  of  volatile  =  7,  approximately.  Gas  coab  in  retorts  or 
coke  ovens  will  yield  about  8  or  9  cu.ft.  gas  per  pound  volatile,  and  about  the 
same  for  quite  a  range  of  volatile  per  cent.  The  gasified  fixed  carbon  yield 
is  somewhere  near  90  cu.ft.  per  pound.  Therefore,  a  coal  with  30  per  cent 
volatile  and  60  per  cent  fixed  carbon  would  give  in  round  numbers  56  cu.ft. 
of  mixed  volatile  and  gasified  carbon,  of  which  the  volatile  makes  up  4  per 
cent  by  volume,  which  has  small  influence  on  the  proportion.  The  real 
influence  may,  however,  be  less,  a^  in  an  up-draft  producer  some  of  the 
volatile  will  condense  to  tar;  several  of  the  U.  S.  G,  S.  tests  show  about  .2  lb. 
tar  per  pound  volatile  of  the  proximate  analysis,  so  that  one-fifth  of  the  volatile 
was  condetised.  With  down-draft  producers  the  volatile  may  completely  change 
and  the  gas  show  no  trace  except  a  small  per  cent  of  CH4. 


Fig.  128,— Calorific  Power  of  Hypothetical  Pro- 
ducer Gas  from  Piied  Carbon.    Low  Value. 


Fio.  129.— Quantity  of  Hypothetical  Pro- 
ducer Gas  (Standard)  per  Found  of 
Fixed  Carbon. 

Two  moat  important  factors  in  the  gasifying  process  which  have  only 
recently  come  within  the  scope  of  experimental  measurement  are  the  physical 
condition  of  the  bed  as  to  porosity,  homogeneity,  uniformity  of  gas  flow, 
and  the  temperature  of  the  bed  with  its  homogenity  of  distribution,  Clement 
and  Grine  of  the  U.  S.  G.  S.  measured  the  temperature  in  the  bed  of  a  pro- 
ducer 7  ft.  internal  diameter,  up-draft,  steam  jet  blower,  delivering  the 
blast  under  a  hood  in  the  center  of  the  producer  bottom  at  a  point  normally 
covered  with  ash.  The  results  are  plotted  in  Fig.  130  in  the  form  of  con- 
stant temperature  lines.  The  highest  temperature  is  found  in  the  bottom 
the  same  as  would  be  found  in  a  boiler  fire  when  supplied  with  steam  in  the 
air.  The  temperature  falls  slowly  and  then  more  rapidly  toward  the  top 
of  the  fuel  bed,  kept  at  5J  ft.  above  the  blast  entrance.  The  curvature  of 
these  lines  shows  that  the  blast  rises  toward  the  sides  more  than  in  the 
center.  The  explanations  and  discussion  of  gas  analyses,  which  were  made 
at  the  same  time  from  the  bed  interior,  show  first,  that  a  non-homogeneous 
condition  exists,  partly  because  the  blast  is  impelled  outward  by  the  hood 
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and  also  because  the  resistance  at  the  walls  is  less  than  an3rwhere  else;  second, 
that  the  temperatures  actually  attained  are  very  much  higgler  than  correspond 

CO 

to  equilibrium  of  the  p:-^  ratio  reported.    This  ratio  for  the  gases  leaving, 

OO2 
which  were  a  mixture  of  different  gases  from  different  parts  of  the  bed,  was 

CO 

___=3^  for  which  the  equilibrium  temperature  is  1376®  F.,  while  in  this  bed 

CO2 

the  temperature  was  2200®  F.  at  which  value  the  equilibrium  value  of  the 

CO 


ratio 


CO2 


is  over  200. 


Top  of  Fuel  Bed 


Fig.  130. — ^Portion  of  Producer  Section 
showing  Temperature  Variation. 


It  has  been  found  possible  to  gen:erate  a  usable  power  gas  from  a  jet  of 
coal  dust  or  oil  blasted  into  a  combustion  chamber  with  air  insufficient  for 
complete  combustion,  if  the  walls  and  blast  be  so  arranged  as  to  keep  the  hot 

products  in  contact  with  glowing  free 
carbon  liberated  from  the  fuel  by  its 
decomposition.  Analyses  of  subh  gas  are 
given  in  the  Tables  for  heavy  Western 
oils,  (Table  LXIII)  which  show  a  relatively 
low  CO  content,  though  not  so  high 
a  per  cent  CO2  as  might  be  expected 
from  the  bed  type  of  soUd  carbon  pro- 
ducer. As  the  temperatures  in  these 
chambers*  are  quite  high,  it  must  be 
concluded  that  equiUbrium  between  CO 
and  CO2  has  not  been  established  and 
the  reason  may  be  either  too  high  a  velo- 
city of  the  gases,  which  is  the  same  as 
insufficient  time,  or  what  is  more  likely,  not  enough  free  carbon  present  at  the 
right  time  and  place  far  CO2  reduction.  These  gases  if  passed  through  a  coke 
bed  would  be  very  much  improved,  in  fact  would  become  almost  perfect  as 
to  combustibles.  Another  characteristic  of  these  analyses  is  the  large  CH4 
content  and  with  it  also  a  large  amount  of  heavy  hydrocarbons.  These  two 
things  are  characteristic  of  the  oil  fuel  as  raw  material,  the  methane  having 
come  from  decomposition  of  higher  hydrocarbons,  yielding  free  carbon,  some 
of  which  went  into  CO  and  some  was  left  behind  as  coke  in  the  producer. 

An  almost  identical  operation  with  pulverized  coal  that  has  recently  been 
tried  gave  the  gas  analyses  as  in  Table  LXXV  in  the  book  of  tables.  The 
powder  and  air  are  blown  into  a  large  combustion  chamber  without  steam,  all 
hydrogen  coming  from  coal  volatile,  or  from  moisture  in  air  and  coal.  As  the 
coal  was  bituminous,  ranging  from  60  to  77  per  cent  fixed  carbon  and  18  to 
33  per  cent  volatile,  the  small  quantity  of  illuminants  or  heavy  hydrocarbons 
shows  that  these  were  attacked  by  simple  decomposition  or  by  oxygen,  more 
likely  the  latter,  as  the  methane  is  also  low,  while  in  coal  gas  it  would  be  much 
higher  and  even  higher  also  in  up-draft  producer  gas  with  the  same  coal.  The 
carbon  monoxide-dioxide  ratios  are  very  much  the  same  as  for  the  oil-gas 
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producer  and  probably  for  the  same  reason,  insufficient  amounts  of  free  carbon 
for  the  more  complete  reduction  of  CO2  to  CO,  because  the  temperatures 
developed  are  quite  high  enough. 

Horse-potveTj  as  a  term  applied  to  a  gas  producer,  is  just  as  much  out  of 
place  but  just  as  necessary  as  when  applied  to  a  steam  boiler.  It  is  out  of 
place  because  no  mechanical  work  is  done  by  either  piece  of  apparatus,  both 
being  concerned  with  and  used  for  supplying  the  means  for  doing  work  in 
steam  and  gas  engines.  This  gives  the  reason  for  the  necessity  of  a  name  as 
engines  are  rated  at,  and  develop  a  given  horse-power,  so  it  is  natural  to  asso- 
ciate the  horse-power  name  and  number  with  the  producer  or  boiler  that  makes 
it  possible,  however  indirect  or  scientifically  unsound  it  may  be.  There  is 
therefore  necessary  some  standard  of  producer  as  of  boiler 'horse-power,  and 
it  should  be  based  on  the  capacity  of  either  to  supply  respectively  the  requisite 
amount  of  gas  or  steam  per  hour  that  an  engine  may  heed  to  develop  and 
maintain  one  horse-power  of  output.  No  such  standard  has,  however,  been 
generally  accepted,  but  one  can  be  easily  created. 

Table  XXIV 
DENSITY  AND  CALORIFIC  POWER  OF  PRODUCER  GAS 


ConstitueDt. 

One  Cubic  Foot. 

s 

Contains 

B.T.U. 

Summary. 

g 

Cu.ft. 

Lbs. 

High. 

Low. 

\ 

< 

Carbon  monoxide,  CO. . 
Hvdroeen.  Hi 

.261 

.1500 

.0020 

.053 

.002 

.532 

.020376 
.000843 
.000089 
.000052 
.000178 
.041650 

89.0 

51.2 

2.1 

m     •     • 

•  •     • 

•  •     • 

89.0 

43.8 

1.9 

•  •  • 
■   ■   • 

•  •   • 

B.T.U.  per  cu.ft.  gas,  high  142.3 
B.T.U.  per  cu.ft.  gas,  low    134 . 7 

Cu.ft.  per  lb.  gas 14.36 

Lbs.  per  cu.ft.  gas .0696 

n3 

0 
> 

Methane,  CH4 

Carbon  dioxide,  COt . . . 
Oxvcen.  Oi 

1 

Nitrofcen.  Nj 

i-q 

B.T.U.  per  lb.  gns,  high. 2043 
B.T.U.  per  lb.  gas,  low. . .  1934 

Total 

1.000 

.069638 

143.3 

134.7 

Carbon  monoxide,  CO. . 
Hydrosen.  H2 

.272 
.009 
.031 
.121 
.567 

.021235 
.000051 
.001385 
.014845 
.044390 

92.8 

3.1 

33.0 

■   •   « 
•   •   • 

92.8 

2.6 

29.7 

■   •   • 
•   •   ■ 

B.T.U.  per  cu.ft.  gas,  high  128.9 
B.T.U  cu.ft.  gas,  low 125. 1 

1 

Methane,  CH4 

Carbon  dioxide,  COi. . . 
Nitrosen,  Ns 

Cu.ft.  per  lb.  gas 12.21 

Lbs.  per  cu.ft.  gas .0819 

B.T.U.  lb.  gas,  high. . .  .   1574 
B.T.U.  lb.  gas,  low 1627 

Total 

1.000 

.081906 

128.9 

125.1 

1 

Carbon  monoxide,  CO. . 
HvdroKen,  Hj 

.253 
.092 
.031 
.008 
.034 
.582 

.019751 
.000517 
.001385 
.000636 
.004171 
.045565 

86.3 
31.4 
33.0 
13.6 

•   ■   • 
■   •   • 

86.3 
26.9 
29.7 
12.6 

•  •  » 

•  •   • 

B.T.U  per  cu.ft.  gas,  high    164.3 
B.T.U.  per  cu.ft.  gas,  low    155 . 5 

Cu.ft.  per  lb.  gas 13.88 

Lbs.  i)er  cu.ft.  gas .0720 

Methane,  CH4 

Heavy  hydro.,  C2H4 — 
Carbon  dioxide,  COt . . . 
Nitroeen,  Na 

g 

B.T.U.  per  lb.  gas,  high..   2280 
B.T.U.  per  lb.  gas,  low..  2158. 

3 

Total 

.072025 

164.3 

155.5 

PQ 

It  will  be  safe  to  say  that  the  average  good  gas  engine  of  almost  any 
size  above  100  H.P.  can  ^develop  a  horse-power  on  10,000  B.T.U.  per  hour 
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in  the  gas,  low  value,  and  many  can  do  better — as  low  as  8500  having  been 
proved  possible,  tho\igh  a  few  two-cycle  engines  may  use  as  high  as  12,500. 
The  figure  10,000  B.T.U.  per  hour  being  an  easily  remembered  round  number 
and  well  within  the  range  of  practical  performance  with  a  fair  margin  of  capacity 
for  very  good  engines,  may  well  be  adopted  as  the  equivalent  of  a  gas-producer 
horse-power.    Therefore, 

B.T.U,  per  hr.  (low)  in  gas  produced 

10,000 


H.P.  of  gas  producer = 


(a) 


(Cu.ft.  gas  per  hr.)X  (B.T.U.  cu.ft.  gas)  (low) 


(&) 


(668) 


10,000 

In  Table  XXIV  are  given  some  average  density  and  calorific  properties 
for  the  producer  gases,  illustrating  their  calculation  from  the  volumetric  con- 
stituents in  the  usual  way. 

Example  1.  A  producer  is  blasted  with  air  and  steam  in  the  ratio  of  6  to  1  by 
weight.  The  ratio  of  CO  to  (CO2+CO)  is  .8.  What  will  be  the  composition  of  the 
gas  by  volume  and  weight,  the  pounds  of  carbon,  air,  and  steam  required  per  cubic 
foot  of  gas  and  the  heat  of  combustion  per  cubic  foot  of  gas? 

For  an  airnsteam  ratio  of  6,  S  will  be  i=.1667.     Since  C04-(C0+C0,)  =l-x 
=  .8  or  a:  =  .2. 

3.66X.2/    1      .  .1667\ 


The  COi  by  weight  is 


{.66X.2/    1 
1.2     \5.7' 


759"^  1.5  / 


The  CO  by  weight  is 


l+.1667-f 
2 


1.2\5.7, 


.1667^ 


759  ■    1.5  /J 


=  12.4  per  cent. 


.33X.8/    1        .1667\ 
1.2     \5.759"^  1.5  / 


.5/] 


The  Hi  by  weight  is 


.167X.1667 
1.5 


=31.6  percent. 


l+.1667-t 


1.2\5.759 


.1667\ 
"*"  1.5  /. 


=  1.3  percent. 


The  Nt  by  weight  is 


4.428 
5.759 


1  + 


■^'--Um-m 


=54.8  per  cent. 


The  COi  by  volume  is 


29.8X.2/    1 


.1667' 


1.2     \5.759  "    1.5 


29.8/    1      ■  ;1667\     5e 
.  1.2  \5.759"*^  1.5  /■*"5. 


.1667\  .  56.32    29.8 X.  1667 
759  1.5 


=7  per  cent. 


The  CO  by  volume  is 


29.8X.8/    1        .1667 
1.2     \5.759"^  1.5 


.1667\ 


29.8/1        .1667\ 
.  1.2  \5.759"^  1.5  / 


56.32    29.8  X.  1667 


5.759 


1.5 


=28.1  percent* 
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The  Hi  by  volume  is 


29.8X.1667 
1.5 


29.8/    1        .1667\     56. 
.  1.2  V5.759"*"  1.5  /  "'"5.7 


32    29.8  X. 1667 
759"^        1.5 


=16.4  per  cent. 


The  Nt  by  volume  is 


56.32 
5.759 


29.8/    1        .1667\     56.32 
.1.2  \5.759"^  1.5  /  "^5.759 


32  .  29.8 X.  1667 


^ 


1.5 


48.5  per  cent. 


1  cuit.  gas  requires 


\5.759 


1        .1667\J 
^  1.5  /1.2 


29.8/    1        .1667\     56.32    29.8  X. 
.1.2  1^5.759"^  1.5  /  "^5.759"^        1.5 


1667 


=  .0116  lb.  C. 


1  cu.ft.  gas  requires 


1 


1     [29.8/    1        .1667\     56.32    29.8  X. 
_.1667L1.2  \5.759"*"  1.5  /■*"5.759"*"        1.5 


1667 


=.0083  lb. 
steam. 


1  cu.ft.  gas  requires 


29.8/    1 
_  1.2  \5.7l 


J[667\     56.32    29.8X.1667 
.759  ■'■  1.5  /"'■5.759"^        1.5     . 

The  heat  of  combustion  of  the  gas  per  poimd  of  carbon  is,  low  value, 

10,193X. 2+4351 


=  .0495  lb.  air. 


14,544- 


5.759 


■f.l667r 


1545  X. 2 -4298^ 
1.5 


\5.759 


+ 


.1667\ 
•  1.5  / 


=  13,471  B.T.U. 


From  the  above,  1  cu.ft.  of  gas  requires  .0116  lb.  of  carbon;  hence  the  heat  of  com- 
bustion of  the  gas  is  13,471  X. 01 16  or  156  B.T.U.  per  cubic  foot. 

Prob.  1.  The  following  analysis  of  coke  producer  gas  was  taken  when  the  producer 
was  receiving  little  steam.  CO  =28;  H=4;  C02=CH4=4;  N,=60.  What  was  the 
ratio  of  steam  to  air? 

Prob.  2.  If  the  air-steam  ratio  had  been  raised  to  4,  what  would  have  been  the 
composition  of  the  gas  for  the  same  CO  to  COt  ratio? 

Prob.  3.  For  an  air-steam  ratio  of  6  and  a  CO  to  (CO2+CO)  ratio  of  .9,  what  will 
be  the  carbon,  steam,  and  air  required  for  1000  cu.ft.  of  gas  and  what  will  be  the  heat- 
ing value  of  the  gas? 

Prob.  4.  A  coal  used  in  a  producer  consists  of  85  per  cent  fixed  carbon,  5  per  cent 
volatile,  and  10  per  cent  ash.  The  CO  to  Cd  ratio  and  the  air-steam  ratio  are  both 
five.  If  the  volatUe  has  a  heating  value  of  20,000  B.T.U.  per  pound  and  it  is  assumed 
that  it  comes  off  uniformly,  what  will  be  the  heat  value  of  the  gas  per  pound  and  per 
cu.ft.? 

Prob.  5.  A  coke  producer  blast  is  saturated  at  140°  F.  What  is  the  maximum 
CO  to  CO2  ratio  which  could  be  had  for  a  continuous  run?    What  is  the  efficiency? 

Prob.  6.  For  a  ratio  of  CO  to  CO2  of  10,  what  would  be  the  minimum  steam  ratio 
for  a  continuous  process  and  the  corresponding  efficiency  of  reaction  for  a  fixed 
carbon  bed? 

89.  Combustion  Effects.  Final  Temperature,  Volume  and  Pressure  for 
Explosive  and  Non-Explosive  Combtustion.    Estimation  of  Air  Weights  and 
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Heat  Suppression  Due  to  CO  in  Products  from  Volumetric  Analysis.  When 
used  for  industrial  purposes  fuels  are  burned  in  one  of  two  radically  different 
characteristic  ways,  designated  as,  (a)  explosive,  and,  (b)  non-explosive  combus- 
tion; while  in  every  case  there  is  a  rise  of  temperature  it  may  be  accompanied 
by  a  volume  or  by  a  pressure  change  or  both,  rise  of  pressure  being  especially 
characteristic  of  explosive  combustion.  In  any  case  the  fundamental  effect 
of  combustion  is  a  temperature  rise  which  can  be  only  estimcUed  as  to  amount 
because  of  the  great  imcertainty  of  specific  heats,  coupled  with  the  dissociation 
phenomenon,  which  retards  further  oxidation  of  fuel  elements  after  the  temper- 
ature has  reached  a  certain  value.  Accordingly,  all  calculations  of  combustion 
effects  must  be  regarded  as  more  or  less  approximate,  and  to  the  results  factors 
must  be  applied  to  bring  them  into  accord  with  direct  observation  of  effects, 
which  factors  measure  by  their  magnitude  the  errors  of  the  method  and  the 
uncertainty  of  fundamental  physical  constants.  The  application  of  such 
factors,  which  is  necessary  even  with  the  most  precise  methods,  opens  the  way 
for  quick  estimation  of  results  by  shorter  methods  that  are  almost  univer- 
sally used  in  engineering  work  concerned  with  explosions,  especially  those 
in  the  cylinders  of  internal-combustion  engines. 

Usually  norirexploaive  combustion  takes  place  at  constant  pressure,  and  explo^ 
sive  at  constant  volume;  but  these  are  not  essential  relations  as  either  kind  may 
proceed  under  any  conditions  of  pressure  or  volume  relation.  The  essential 
distinction  between  explosive  and  non-explosive  combustion  Ls  to  be  found  in  the 
self-propagaJtion  of  the  former,  or  the  progress  of  the  flame  or  reaction  causing  it. 
For  combustion  to  be  explosive  there  must  be  a  mixture  of  fuel  and  oxygen  which 
may  be  diluted  with  neutral  gases  like  nitrogen,  carbon  dioxide  or  water  vapor 
within  certain  limits.  Moreover,  the  mixture  must  be  of  the  most  intimate 
and  homogeneous  sort  though  the  fuel  may  be  in  the  solid,  liquid,  or  gaseous 
state.  Each  particle  of  oxygen  must  be  in  contact  with  the  fuel  particle  the 
combustion  of  which  it  is  to  support,  so  that  if  the  fuel  is  solid  it  must  be  in 
powdered  form  suspended  in  the  oxygen;  if  liquid,  it  must  be  atomized,  in  as 
fine  a  mist  form  as  possible.  The  ideal  condition  of  the  fuel  for  explosive  com- 
bustion is,  however,  the  gaseous  or  vapor  form,  mixed  homogeneously  with  the 
supporting  oxygen.  Mixtures  that  comply  with  these  specifications  will  explode, 
that  is,  combustion  once  started  by  an  ignition  of  any  part  of  the  mass  at  a  single 
point,  will  propagate  itself  throughout  the  entire  mass  if  it  is  at  rest.  The  flame 
will  at  any  instant  be  on  a  surface  ideally  of  no  thickness,  but  actually  of  meas- 
urable thickness  if  there  be  some  inactive  gases  present,  which  surface  separates 
the  burnt  from  the  unbumt.  This  surface  advances  through  the  mixture 
at  a  speed  entirely  independent  of  any  motion  of  the  mixture  mass,  and  the  com- 
bustion proceeds  at  a  rate  determined  by  this  speed  of  propagation  peculiar 
to  the  mixture  itself,  wd  not  by  any  surrounding  conditions.  If  the  mixture 
be  in  a  closed  chamber  the  whole  mass  will  burn  in  a  short  time;  if  it  be  supplied 
to  a  combustion  chamber  continuously,  as  sometimes  happens  in  gas  and  oil 
furnaces  and  those  consuming  powdered  coal,  the  combustion  will  proceed  at 
the  same  rate  against  the  current  of  supply,  the  velocity  of  which  must  be  greater 


GASIFICATION  OF  FIXED  CARBON  451 

than  the  rate  of  propagation  to  prevent  back  flash,  and  be  subsequently  reduced 
in  the  furnace  below  the  rate  of  propagation  to  prevent  blovM)ff. 

If  the  mixture  contain  not  enough  oxygen  to  support  combustion  of  all  the 
fuel  present,  then  the  combustion  may  still  be  explosive  within  certain  limits, 
to  be  discussed  later,  but  the  combustion  cannot  be  complete  when  the  explo- 
sion takes  place  in  a  closed  chamber;  it  can  only  be  complete  when  supplied 
in  a  stream,  as  in  Bimsen  burners  or  from  furnace  nozzles  or  burners,  provided 
a  supporting  atmosphere  of  extra  air  be  supplied  externally  to  the  jet  or  flame. 
In  such  cases  the  rate  of  combustion  will  be  less  because  some  of  the  fuel  must 
wait  until  it  can  find  oxygen;  the  flame  will  accordingly  be  longer  and  fill  greater 
volumes  of  the  combustion  chamber,  the  rate  will  be  least  and  the  flame  volume 
greatest  for  no  previous  mixture,  all  air  for  combustion  in  this  case  being 
derived  from  the  external  supporting  atmosphere.  This  latter  condition 
is  foimd  in  common  illuminating  gas  flames,  and  in  the  fires  of  coal  with 
much  volatile  which  rises  from  the  bed  practically  without  air  mixture,  all 
air  necessary  for  combustion  being  admitted  above  the  fire,  meeting  the  gas 
when  it  can,  the  last  particles  burning  in  an  atmosphere  much  diluted  with 
the  products  of  previously  burnt  fuel.  Such  conditions  promote  escape  of 
unbumt  gases,  hydrocarbons,  carbon  monoxide  or  hydrogen,  even  when  some 
oxygen  is  still  unused  and  appears  as  free  oxygen  in  the  products  of  combustion. 

Similarly,  for  solid  fuels  the  combustion  proceeds  as  fast  as  the  air  can  reach 
the  fuel,  the  rate  of  combustion  being  fixed  by  the  rate  of  air  supply,  but  not 
directly  proportional  thereto,  because  of  the  stream  form  of  the  air  between 
the  particles  of  fuel  and  the  diluting,  separating  influence  of  previously  burnt 
products  tending  to  keep  air  and  fuel  apart.  Thus,  solid  fuel  combustion 
always  must  take  place  with  excess  air  or  be  incomplete,  for  if  just  the  right 
amount  were  supplied  some  oxygen  would  slip  between  the  coal  particles  without 
touching  and  the  quantity  of  combustible  gases  formed  above  would  always 
be  greater  than  this  sb'ppage  air  could  bum.  More  air  supplied  with  a  view 
to  burning  «this  gas  is  ineffective  because  of  lack  of  means  of  pre-mixing,  so  that 
while  the  fuel  might  all  be  burnt,  partly  in  the  solid  and  partly  in  gaseous  form, 
it  can  be  done  only  with  excess  air,  absence  of  free  oxygen  in  the  flue  gas  being 
accompanied  by  much  unbumt  fuel. 

While  it  is  possible  to  calculate  the  weight  of  air  necessary  to  complete  the 
combustion  of  a  pound  of  fuel  from  the  reaction  equation,  or  similarly,  the 
volume  of  air  per  cubic  foot  of  fuel,  such  calculations  have  Uttle  value  either 
for  explosive  or  non-explosive,  continuous  or  intermittent  fires.  In  all  cases, 
however,  the  temperature  rise  should  be  given  by.  the  ratio  of  heat  liberated 
by  combustion  to  the  product  of  the  specific  heat  of  the  products  into  the 
weight  of  products.  The  weight  of  the  products  will  always  be  the  weight 
of  air  per  pound  of  fuel  chemically  necessary  for  combustion,  plus  the  excess 
air  per  pound  of  fuel,  plus  one,  and  the  heat  liberated  is  the  calorific  power 
per  pound  of  fuel  if  it  is  all  burnt.  When,  however,  the  air  is  insufficient 
to  bum  the  fuel,  and  sometimes  in  the  case  of  solid  fuel,  when  it  is  also  suf- 
ficient, the  full  calorific  power  cannot  be  developed  and  heat  will  be  lost. 
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Furthermore,  the  full  heat  of  combustion  will  not  be  available  for  temperature 
rise  if  in  the  course  of  that  rise  the  dissociation  temperature  for  the  products 
is  reached,  for  after  that  time  further  union,  heat  liberation  and  temperature 
rise  will  cease.  Abstraction  of  some  heat  will  permit  combustion  to  proceed 
but  without  any  more  rise  of  temperature.  These  considerations  show  that  the 
calculation  of  temperature  rise  on  combustion  or  the  consequent  increase  of 
volume  at  constant  pressure,  or  increase  of  pressure  at  constant  volume,  when 
based  on  purely  physical  constants,  is  hardly  more  than  a  rough  estimate 
even  when  the  constants  are  positively  known;  decidedly  so  at  the  present 
time,  when  the  dissociation  constants  and  specific  heats  at  high  temperature 
are  practically  unknown. 

Accordingly,  to  calculate  probable  effects  of  combustion  experimentally 
determined  factors  must  be  relied  upon. 
Let  Q=B.T.U.  per  pound  fuel; 

t2  and  ^1  =  final  and  initial  temperatures  F.; 
T2  and  ri  =  final  and  initial  temperatures  absolute; 
V2  and  yi= final  and  initial  volumes  cu.ft. 
P2  and  Pi  =  final  and  initial  pressures  lbs.  sq.ft.; 
P2  and  pi  =  final  and  initial  pressures  lbs.  sq.in.; 

w?P  =  lbs.  products  per  lb.  fuel=wt.  air  chemically  necessary + 
wt.  of  excess  air  per  lb.  fuel+1; 
P= fraction  of  B.T.U.  per  lb.  of  fuel  actually  causing  rise  of 
temperature; 
Cp,  C'p,  Cvf  C',  =  specific  heats   at  and  mean   specific   heats,  at  constant 

pressure  and  volimie  for  the  products  of  combustion. 

80 
Then      T2—Ti  =  t2—ti  =  — ^77- ,   when  the  pressure  is  constant    (a) 

^fo'  [•    ^^'^^ 

= —  wr  ,  when  the  volume  is  constant      (6) 
For  explosions  at  constant  volimie,  d^  =  — =7^  =  1  +  1  — wttf-  ) >     (670) 

JTl      Pi       1  1  \\OpL  pi  1/ 

'-'-'•'- ni:M  ■  ■  ■  ■  (»") 

V2    T2         /    SQ    \ 
Also  for  constant  pressure  combustion,  p^  =  yr  =  1  +  (  — 7^~nr }  •      •     (672) 

These  equations  as  set  down  are  perfectly  correct  but  of  no  practical  use, 
without  evaluating  /3,  C'p  and  C\,  To  illustrate  the  point:  consider  the 
combustion  of  carbon  monoxide  in  oxygen,  the  temperature  of  which,  as  meas- 
ured by  Mallard  and  Le  Chatelier,  was  found  to  be  5800®  F.  The  heat  of 
combustion  of  CO  burning  to  CO2  is  4369  B.T.U.  per  pound  CO  and  the 

44 
weight  of  products  is  ^"=^-57  lbs.    Taking  the  specific  heat  of  carbon  dioxide 
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at  constant  volume  at  .2025  the  value  at  32°-  and  constant,  and  assuming 
P=^l,  that  is  all  heat  developed, 

This  is  quite  different  from  the  measured  value  of  5800,  which  latter  is  really 
only  40  per  cent  of  that  derived  by  the  calculation  based  on  constant  specific 
heat.  Introducing  the  variable  specific  heat  the  result  is  a  little  better  but 
still  fails  to  agree  with  the  measurement  by  a  very  wide  margin,  as  will  appear 
from  what  follows. 

The  most  conmionly  accepted,  but  still  uncertain  form  for  the  specific 
heat  of  gases  at  high  temperatures  in  terms  of  the  value  at  32°,  is  given  by 
a  first  or  second  degree  equation,  from  which  the  mean  value  between  32° 
and  any  temperature  can  be  derived,  and  this  multiplied  by  the  temperature 
range  will  give  the  corresponding  quantity  of  heat.  To  solve  this  equation  for 
the  final  temx)erature  in  terms  of  the  quantity  of  heat  causing  it  is  troublesome 
by  algebraic  methods  bu*t  quite  simple  by  a  diagram  such  as  Chart  No.  34, 
given  in  the  book  of  tables.  Here  one  set  of  the  Mallard  and  Le  Chatelier 
values  for  the  mean  specific  heat  of  various  gases  given  in  Eq.  (674)  has  been 
used  to  calculate  the  temperature  rise  above  32°  for  various  quantities  of 
heat,  and  plotted.  For  any  heat  increment  per  pound  of  gases  there  is  a 
corresponding  temperature  increment  that  can  be  read  off  directly.  Thus 
for  CO2,  consider  1  lb.  to  receive  1000  B.T.U.,  starting  at  32°  F.,  the  tem- 
perature rise  would  be  3290°  F.-32°  F.  =  3258°;  whereas  from  1000°  F.  as 
a  starting  point  this  same  1000  B.T.U.  would  yield  a  temperature  of  3690° 
F.  or  a  rise  of  2690°. 


Mean      specific      heat  1 
Mallard  &  Le  Chatelier  \  = 
Pressure  constant.  J 


.149+.000048<  for  CO2.  .(a) 
.433+.000060<  "  H2...(6) 
.242+.000024t  "  N2.  ...(c) 
.212+.000021i  "  02...(d) 
3.3+.000015<    "    H2.  .  .(e) 


(674) 


4369 
Applying  this  to  the  combustion  of  CO  to  CO2,  yielding  yr==2783  B.T.U. 

per  pound  of  CO2,  the  temperature  rise  above  32°  is  6190  and  the  final  tem- 
perature 6222°  F.,  a  little  better  than  for  constant  specific  heats  but  not  good 
enough. 

In  place  of  the  mean  specific  heats  of  the  products  taken  by  the  variability 
law  for  the  several  constituents,  the  specific  heat  of  air  may  be  substituted 
at  its  value  for  low  temperatures:  C,  =  .170  and  Cp  =  . 243  approximately. 
Then  introducing  a  new  constant  C  by  the  relation  (C  4- constant  specific 
heat  of  air)  =  (j8 4- specific  heat  of  products),  the  temperature  rise  will  be  given 

Q 
by  ^2 — Ti  =  fe — <i  =  C'-z  jrT—f  for  constant  volume  (a) 


Q 

—  C'-Kjk — I  for  constant  pressure         (6) 
UAowp 


(675) 
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Estimation  of  temperature  rise  by  this  second  method,  Eq.  (675),  is  possible 
whenever  a  direct  observation  on  a  similar  case  permits  the  determination 
of  the  value  of  C  for  such  cases.  This  is  always  possible  in  furnaces  into 
which  pyrometers  may  be  inserted,  but  it  is  not  possible  for  explosions  in 
closed  chambers  because  of  the  shortness  of  the  time,  but  in  such  cases  the 
pressures  of  explosion  can  be  quite  accurately  determined.  From  such  pres- 
sure observations  the  coefficient  can  be  found  from  relations  of  the  following 
kind: 

Let  jff  =  B.T.U.  per  cu.ft.  gas  at  32°  and  14.7  lbs.  sq.in.,  low  value; 
a  =  cu.ft.  air  per  cu.ft.  gas; 
n  =  cu.ft.  neutral  added  to  air-gas  mixture  containing  one  cu.ft  gas. 

Then  from  Eq.  (671)  if  the  specific  heat  is  assumed  constant 

P      P      P^{^Q\     fi/3Q_778(Cp-C,)i3Q  ..^.^ 

But  ~-=B.T.U.  per  lb.  fuel,  divided  by  cubic  feet  of  gases  containing  or 
Vi 

formed  from  one  pound  of  fuel,  which  is  equal  to  B.T.U.  per  cubic  foot  mix- 
ture at  pressure  Pi  and  temperature  Ti.    Hence 

Q 


^^(     H     )x^X^  (677) 

1     Vl+a+n/     14.7^ri ^^^^^ 


778,       .,  ^r      H      ,,  pi  ^4921 

P2-Pi=i44(7"i)^[iq:^q:;^Xjj;7Xjr-J.    .   .   . 


(678) 


.4X492  pi  /      H     \  pi  {     H      \ 


Introduce  the  constant  C  and  the  value  of  y  for  air  according  to  the 
equation  of  condition, 

[7(for  mixture)  - 1]  /3  =  [7(for  air)  - 1]  C  =  .4C    .     .     .     (679) 
778  X 

V         imtial  temp.  F.  abs.  /      [  14  7  ^^^  ^^  ^^^  ^^s.  J 

For  explosions  the  pressure  rise  given  by  Eqs.  (678)  and  (680)  have  been 
determined  experimentally  for  all  the  fuels  used  in  gas-engine  cylinders,  which 
include  practically  every  one  of  the  gases  previously  examined,  as  well  as 
some  vapors  like  kerosene,  gasolene  and  alcohol,  separately  and  mixed  in 
various  proportions;  for  all  ranges  of  fuel  and  initial  pressure  an  extraor- 
dinary constancy  of  the  value  of  C  has  been  observed,  which  may  be  sum- 
marized by  Eq.  (681). 


Heat  suppression  factor  [  _ir,_      .45  minimum 


for  pressure  rise 


.55  maximum 


(681) 


To  illustrate  the  procedure  in  determining  the  heat  suppression  factor 
the  following  calculation  and  experimental  determinations  for  an  oil  gas 
will  serve  the  purpose.    In  all  cases  the  lower  calorific  power  is  taken: 
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Gas  analysis  per  cent  by 
volume — 


CO2=0 

C2H4= 20.43 

C6H6=  7.42 
H2=  6. 

CH4=62.16 
02=  0.75 
C0=  0.3 
N2=  2.95 


Of  this  C02= 0.00 
N2  =2.95 


Total,  neutral, =2.95 


Total,  100.00 

Air  required  =  11.68  volumes  per  vol.  gas,   therefore,   cu.ft.   best  mixture 
per  cu.ft.  gas=  12.68,  of  which 

'  Neutral  in  gas  =   .029 

Neutral  in  nitrogen  in  air  =9.24 

I  Neutral  in  mixture  =  9.269  vols,  in  12.68  vols,  mixture = 73.2% 

by  volume.    Therefore  the  detonating  or  neutral-free  gas  mixture  in  the  best 
mixture  =  26.8%  by  volume.     The  low  heating  value  of  the  gas  was  1060  B.T.U. 

per  cu.ft.,  whence  that  of  the  best  mixture  is      ^o  =  89  B.T.U.  per  cu.ft. 

12.68 

With  these  data  the  following  mixture  characteristics  for  various  proportions 

of  air  and  gas  will  follow  for  the  explosion  ranges,  as  given  in  Table  XXV. 

These  limiting  proportions  for  explosive  combustion,  constituting  the  first 

and  last  columns  of  the  table,  were  determined  by  direct  experiment. 

Table  XXV 

CHARACTERISTICS  OF  EXPLOSIVE  MIXTURES  OF  PINTSCH  OIL-GAS  AND  AIR 


Volume  of  gas 

Volume  of  air 

Percentage  of  gaa  in 

mixture 

Ezceas  or  neutral  air  . 

Active  air 

Excess  or  inactive  gas 

Active  gas 

Neutral  in  active  air. 
Neutral  in  active  gas. 

Total  inactive 

%  inactive  or  excess. . 
%  detonating  gas. . .  . 
B.T.U.   per  cu.ft.   of 

mixture  (avail.) .... 
Calculated  pres.  rise. . 
Observed  pres.  rise. . . 
Ratio 

observed  pres.  ^p 

calculated  pres. 


1 

1 

1 

1 

1 

1 

1 

1 

8 

9 

10 

11 

12 

13 

14 

16 

11.1 

10 

9.08 

8.34 

7.7 

7.14 

6.67 

6.25 

.32 

1.32 

2.32 

3.32 

8 

9 

ii 

ii 

11.68 

11.68 

11.68 

11.68 

.•316 

.229 

.144 

.057 

.685 

.771 

.856 

.943 

1 

1 

1 

1 

6.33 

7.12 

7.91 

8.69 

9.24 

9.24 

9.24 

9.24 

.0202 

.0227 

.0252 

.0278 

.0295 

.0295 

.0295 

.0295 

6.665 

7.372 

8.079 

8.777 

9.59 

10.59 

11.59 

12.59 

74.1 

73.72 

73.5 

73.0 

73.8 

75.6 

77.3 

78.7 

25.9 

26.28 

26.5 

27.00 

26.2 

24.4 

22.7 

21.3 

80.6 

81.7 

82.5 

83 

81.5 

75.7 

71.6 

66.3 

163 

165 

166.6 

167.6 

164.6 

153 

144.6 

134 

73.5 

80 

81 

79.5 

77.5 

70.0 

64.5 

59 

.45 

.485 

.486 

.476 

.472 

.46 

.446 

.44 

1 

16 

5.88 

4.32 

11.68 

1 

9.24 

.0295 
13.59 
79.9 
20.1 

62.5 
126 
50.5 

.40 


It  is  quite  remarkable  how  small  is  the  variation  in  the  quantity  of  active 
or  detonating  mixtiire  for  all  the  ranges  of  explosive  proportions,  and  this  ex- 
plains why  the  pressures  vary  to  so  small  a  degree. 

To  facilitate  calculations  with  characteristic  analyses  of  common  gases  the 
data  of  Table  LXXVII,  in  the  Tables,  have  been  prepared.    These  also  illus- 
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trate  a  remarkable  fact  regarding  explosive  mixtures  of  such  gases  with  air, 
viz.,  the  small  variations  in  the  B.T.U.  per  cu.ft.  of  standard  air-gas  mixture 
notwithstanding  a  ^tenfold,  or  greater  variation  in  the  B.T.U.  per  cu.ft.  of  gas, 
which  explains  why  explosions  of  so  called  rich  gases  give  rise  to  pressures  but 
little  greater  than  those  for  the  so-called  lean,  poor  or  weak  gases.  The 
lowest  value  is  about  60,  that  for  blast-furnace  gas,  the  highest  value  is  107, 
that  for  kerosene,  not  twice  as  much,  though  the  calorific  of  the  fuel  vapor 
per  cu.ft.  is  for  kerosene  nearly  ten  times  that  for  blast-furnace  gas. 

In  this  table  gasolene  is  assumed  to  be  heptane,  CrHie;  kerosene  lo  be 
dodecane,  C12H26;  alcohol  to  be  pure  ethyl,  C2H6OH,  and  the  hydrocarbon 
illuminants  of  other  gases  to  be  distributed  as  indicated  in  the  table.  It  is 
very  uncertain  just  what  these  hydrocarbons  are,  but  it  seems  to  make  very  liUle 
difference  so  far  a«  the  mixture  heats  are  concerned,  cw  shown  by  the  following: 

For  the  paraffine  series,  C»H2»+2: 

B.T.U.  per  cu.ft.  air-vapor  mixture  =  irrr^ — r^"^      •    •    •    (682) 

/.lOW-To.Oo 

=  101  app.  for  n=l;     =105  app.  for  n=20;     =108  app.  for  n  =  100. 

This  indicates  that  from  the  lightest,  methane,  to  the  heaviest  gf  the  series, 
the  heat  per  cubic  foot  of  combining,  or  best  mixture  with  air,  will  be  between 
102  and  110  approximately  and  the  same  will  be  true  for  any  group  of  hydro- 
carbons such  as  make  a  real  oil. 
For  the  ethylene  series  CnH2i»: 

758n 

B.T.U.  cu.ft.  of  mixture  =  ;^-T^ — r^ (683) 

7.15n+l 

=99forn  =  2;         =105forn=20;         =106forn  =  100. 

This  shows  the  same  is  true  with  even  narrower  limits  for  this  series,  hence  for 
any  hydrocarbon  oil,  B,T,U.  per  cubic  foot  best  mixture  with  air  mea.sured  at 
standard  conditions,  wUl  be  betxveen  100  and  108,  no  matter  what  it  is. 

The  weight  characteristics  of  the  mixture  are  added  to  the  volumetric  in 
Table  LXXVII  for  convenience  in  the  use  of  the  relations  indicated  by  the 
preceding  equations  and  summarized  as: 

Temperature  rise  is  proportional  to  B.T.U.  per  lb.  of  products  or  of  mixture.  (684) 

Pr.  rise  for  explosions  is  proportional  to  B.T.U.  per  cu.ft.  of  init.  mixture.  (685) 

In  furnace  work  the  temperature  rise  determination,  as  well  as  the  final 
temperature,  is  made  in  a  similar  manner  to  that  used  for  the  pressure  rise  due 
to  explosions  in  closed  chambers.  High  temperatiire  attainment  is  always 
facilitated  by  initial  heating  of  the  blast  or  mixture  supplied,  as  the  com- 
bustion determines  the  temperature  rise,  and  final  temperature  is  the  sum  of 
initial  temperature  and  temperature  rise.  The  final  temperature  does  not 
rise  the  same  amount,  however,  as  the  initial  temperature,  except  for  low  tem- 
peratures, indicating  the  operation  of  the  dissociation  limitation,  but  it  does 
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rise  appreciably,  showing  that  all  heat  Buppression  is  not  due  to  dissociation 
and  may  be  charged  to  higher  specific  heats  than  are  believed  to  hold. 

In  furnaces,  especially  hand-fired  boiler  furnaces,  the  temperature  is  con- 
stantly fiuctuating  with  the  air  supply,  draft,  condition  of  bed  and  other 
minor  influences.  This  is  admirably  illustrated  in  the  diagram,  Fig.  131, 
taken  from  one  of  the  boiler  tests  made  by  the  U.  S,  Geol.  Survey.  According 
to  this  diagram  the  furnace  temperature  rose  to  a  maximum  of  about  3000°  F. 
and  fell  to  about  2000°  F.,  as  limits,  due  to  operating  conditions,  the  rise 
and  fall  being  cyclic  with  firing.  Opening  the  door  chills  the  fire  unless 
previously  the  gases  had  insu£Gcient  air.  Depositing  coal  results  in  rapid 
distillation,  as  the  coal  was  bituminous  (in  one  case  36  per  cent  volatile  and 
in  the  other  21  per  cent),  and  the  gases  in  burning  nuse  the  temperature  in 
the  combustion  chamber  beyond  the  bridge  wall,  while  that  of  the  bed  drops 


F[Q.  131. — Temperatures  in  a  Boiler  Furnace. 

due  to  less  ^r  pass^e  and  larger  per  cent  of  CO  formed  in  it,  as  well  as  to 
the  heat  absorption  of  volatile  distillation.  All  temperatures  in  the  furnace 
would  be  lower  with  anthracite  coal,  especially  in  its  smaller  sizes. 

As  carbon  yields  14,644  B.T.U,  per  pound  when  completely  burned  to  CO2, 
and  in  so  burning  requires  11.52  lbs.  air  per  ptound,  yielding  12.52  lbs.  of 
products,  the  value  of  P  in  Eq.  (669),  assuming  the  temperature  rise  to  be 
at  the  high  value  of  2400"  F.,  will  he 

Q      I  14,544 

.243iCfJ 

It  thus  appears  that  for  ordinarily  high  coal  furnace  temperatures  the  heat 
suppression  coefficient  is  of  the  same  order  of  magnitude  as  the  corresponding 
factor  for  explosion  pressures,  but  it  must  be  noted  that  for  lower  temperatures 
its  value  will  be  higher,  as  for  example,  when  a  little  cartion,  oil  or  gas  is  burned 
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in  a  large  excess  of  air,  limiting  the  temperature  rise.  Thus,  if  there  were  100 
per  cent  excess  air  in  the  furnace,  the  temperature  rise  would  be  only  1200° 
for  the  same  heat  suppression  factor,  whereas  experience  shows  that  the  tem- 
perature will  be  closer  to  2000°;  the  most  rational  explanation  of  this  is  that 
the  temperature  attainable  cannot  rise  much  after  dissociation  sets  in. 

It  might  be  expected  in  furnaces  that  if  at  the  time  dissociation  is  limiting 
combustion,  the  gases  be  suddenly  cooled  below  their  ignition  temperature, 
so  suddenly  as  to  leave  insufficient  time  for  union  which  would  take  place  by 
gradual  heat  abstraction,  they  would  show  unbumed  fuel  elements.  This 
is  always  found  to  be  the  case  in  boiler  fires  and  is  one  of  the  explanations  of 
smoke  and  of  the  presence  of  CO  and  some  hydrogen  and  hydrocarbons  in  the 
gases  when  smoke  is  much  in  evidence,  even  though  there  is  free  oxygen 
present  at  the  same  time,  the  sudden  cooling  being  done  by  contact  of  flame 
with  the  cold  boiler  tubes  and  plates. 

In  no  boiler  furnace  is  combustion  ever  complete  without  excess  oxygen 
indicated  by  free  O2  in  the  analysis  of  flue  gas,  and  seldom  so,  even  with  appre- 
ciable amounts  of  it,  so  that  analysis  of  flue  gases  of  boiler  furnaces  or  even  other 
furnace  fires  is  a  most  important  practical  method  of  indicating  the  attainment 
of  good  or  bad  fire  conditions,  leading  to  correction  of  faults  in  adjustment  of 
air  supply  above  and  below  the  grates,  and  at  the  same  time  giving  a  measure 
of  the  amount  of  unbumt  fuel  escaping,  the  amount  of  excess  air  being  used 
and  the  weight  of  products  per  pound  of  coal.  Flue-gas  analysis  is,  therefore, 
the  indicator  of  furnace  efficiency,  and  it,  together  with  the  temperature  of 
escaping  gases,  measures  the  heat  discharged  to  the  chimney  and  unavailable 
for  evaporating  water. 

The  weight  of  combining  air,  excess  air  and  total  products,  can  be  computed 
from  the  volumetric  relations  of  the  flue-gas  constituents  approximately  for  the 
fixed  carbon  of  the  fuel  but  not  so  easily  for  its  volatile.  Considering  the  fixed 
carbon  alone,  the  fundamental  relation  for  no  excess  air  is  given  by  Eqs.  (635) 
and  (636),  Section  (86)  which  is, 

1  lb.  C +6.759(1 +ir)  lbs.  of  air  give  a  gas  consisting  by  volume  of 

/  1  \  [y /.       wro'l      /  1  \/29.8(CO+C02)\ 

U.32x+86.12;|^^;^2a+3  o^^^     ''''V56.32a;+86.12;V56.32(l+x)N2  )' 

The  weight  of  air  per  pound  of  carbon  is  5.759(1 +x)  lbs.  which  can  be  evalu- 
ated niunerically  in  terms  of  flue-gas  volumetric  relations  when  (1+x)  can  be 
found  in  terms  of  their  CO  and  CO2  contents.     From  these  volumetric  relations, 

%  by  volume  N2 56.32(1 +x)_ 

%  by  volume  CO+%  by  volume  CO2  29.8       -^-o^^A-t-a;;.       .     [W/) 

Hence,  (l+a:)=^X^^^?^gQ^.     .     .     (688) 

Denoting  by  N2,  CO,  and  CO2  the  volumetric  per  cent  of  each, 
Pounds  air  per  pound  C=^(^^Q^)=3.l(^^^).    .    .(689) 
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If  there  is  excess  air  there  should  be  no  friee  CO  in  the  flue  gases,  but  as  the  gases 
flow  in  streams  the  oxygen  may  not  have  come  in  contact  with  the  unburned 
CO,  its  presence  indicating  unused  air  though  not  necessarily  in  excess  chemi- 
cally. It  is,  however,  customary  to  consider  all  unused  air  as  excess  air 
whether  chemically  in  excess  or  not;  although  uncombined  air  might  better 
describe  it. 

If  A  =  weight  of  the  excess  or  uncombined  air  in  poimds  per  pound  of 
carbon,  then  if  N'2,  CO',  and  CO'2  are  volumetric  per  cents  exclusive  of  the 
excess  air  of  the  flue  gas, 

Pounds  air  per  pound  C = 3. 1  ( p/^/ .  p^v/  )  +'^     •    •     •     (690) 

But  the  presence  of  the  O2  and  N2  of  the  extra  air  will  change  all  the  ratios, 
fkch  poimd  excess  air  per  pound  C  will  add  12.387  cu.ft.  (std.)  to  the  flue  gas 
of  which  21  per  cent  or  2.701  cu.ft.  is  oxygen  and  79  per  cent  or  9.686  cu.ft.  is 
nitrogen.  The  total  nitrogen  will  then  be  [56.32(1 +a;) +9.6864]  for  A  pounds 
excess  air,  and  2,701-4  cu.ft.  oxygen  will  be  with  it.  The  total  weight  of  air 
per  pound  C  is  =  5.759(1 +x) +-4,  the  evaluation  of  which  requires  an  expres- 
sion for  A  and  (1+x)  in  terms  of  volumetric  relations,  which  is  not  possible 
exactly.    By  trial  the  following  is  found  to  express  the  relation  fairly  well: 

N2 + .O55O2  ^  56.32(1 +a:)  +9.686ii + .055  X  2.1  A 
CO+CO2  29.8 

« 1.89(1 +x)  + (ll^)il  =  1.89(1 +a:)+.33A  =  .33(5.7(1 +x) +4], 

Similar  relations  can  be  found  for  fuels  consisting  partly  of  hydrogen,  but 
they  are  too  complex  to  be  of  much  help,  so  that  the  estimation  of  weight  of  air 
and  excess  air  from  the  volumetric  flue-gas  analysis  is  possible  bj/  a  simple 
formida,  only  for  fuels  that  are  all  or  mainly  fixed  carbon.  The  hydrogen  relations 
can  be  worked  out  by  expressions  similar  to  those  for  producer  gas,  and  as 
flue-gas  analysis  is  always  made  with  cold  gases  none  of  the  H2O  formed  will 
show  in  the  analysis.  There  will  be  added  337  cu.ft.  of  nitrogen  (std.)  for  each 
pound  of  hydrogen  and  it  will  be  derived  from  34.64  lbs.  of  air  required.  This 
will  have  the  effect  of  increasing  the  nitrogen  per  cent  and  decreasing  the  CO2, 
CO  and  O2  per  cents  in  the  flue  gases  from  high  volatile  coal,  oil  or  hydro- 
carbon gases,  for  the  same  disposition  and  perfection  of  carbon  combustion. 

The  heat  loss  due  to  unburned  CO  in  the  flue  gas  can  be  expressed  in  terms 
of  the  volumetric  relations  of  CO  to  CO2.  If  the  carbon  biuns  partly  to  CO2 
and  partly  to  CO,  and  x  represents  the  fraction  burning  to  CO2,  then  (1— x) 
represents  the  fraction  burning  to  CO  and  10,193  (1— x)  is  the  heat  lost  due 
to  CO  per  poimd  of  carbon.    But  in  the  gases  there  will  be 

29.8a;  cu.ft.  of  CO2  per  lb.  C,  and  29.8(1 -x)  cu.ft.  of  CO  per  lb.  C. 
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Hence  designating  by  CO  and  CO2  the  respective  per  cents  of  each  by  vohiine 

CO  29.8(1 -x)  29.8(1 -x)     ,  ^.    " 

—  7^:r-^ — ■  ^^  ^./ — r= — ^^ttt^ — ^=1— X.     Therefore 


CO+CO2     29.8x+29.8(l  -x)  29.8 

B.T.U.  per  pound  C,  heat  loss,  due  to  unbumed  CO  =  10,193  (qq  ■  pQ  )  (^92) 

In  the  Tables  are  some  careful  determinations  as  compiled  by  Uehling, 
that  may  be  regarded  as  representative  of  the  resultant  of  all  the  complex 
conditions  and  reactions  in  a  boiler  fire.  His  conclusions,  which  are  most 
reliable  are  quoted:  "  There  is  a  definite  relation  between  the  per  cent  of  CO2 
and  O2  contained  in  the  flue  gas.  The  percentage  of  O2  falls  almost  exactly 
in  the  same  ratio  as  CO2  goes  up  and  vice  versa.  The  analysis  also  shows 
conclusively  that  there  is  no  relation  between  either  O2  or  CO2  and  CO, 
High  O2  or  low  CO2  is  no  evidence  that  CO  will  not  be  present  or  that  the  com- 
bustion is  more  complete  with  high  CO2  or  that  low  O2  means  incomplete 
combustion.  There  is  a  tendency  toward  larger  CO  contents  with  larger 
CO2  contents." 

The  total  per  cent  of  CO,  CO2  and  O2  together  in  the  U.  S.  Geological  Sur- 
vey tests  varied  from  16.7  to  20  per  cent,  and  of  1130  analyses  only  one  total 
fell  below  17  per  cent,  four  below  18  per  cent,  20  between  18  and  20  per  cent,  287 
between  19  and  20  per  cent,  277  between  20  and  20.8  per  cent.  The  best  per  cent 
of  CO2  varies  with  the  carbon-hydrogen  ratio  of  the  fuel,  being  smaller  for  large 
carbon-hydrogen  ratios.  As  a  matter  of  interest  in  comparison  with  ga^  pro- 
ducer  work  the  ratios  of  CO  to  CO2  and  of  CO  to  (CO-I-CO2)  is  added  to  the 
tables.    See  Table  LXXVI  in  the  Handbook  of  Tables. 

The  utter  impossibility  of  completely  burning  without  excess  air,  which 
carries  off  heat  otherwise  usefully  available,  is  clearly  shown  by  these  anal- 
yses, which  represent  unusually  good  adjustment  of  fires,  though  expert  adjust- 
ment with  no  end  in  view  but  perfect  combustion,  would  improve  results  to 
some  extent.  In  actual  working,  boiler  capacity  is  just  as  important  as 
efficient  combustion  and  actual  conditions  represent  attainable  compromises. 

Prob.  1.  The  flue-gas  analysis  taken  on  a  boiler  trial  gave  Os » 10  per  cent;  CDs  =  10 
per  cent;  Hs  »80  per  cent.  If  the  coal  used  consisted  of  80  per  cent  C  and  20  per  cent  ash 
and  the  stack  temperature  was  400*^  F.  above  the  room,  what  was  the  stack  loss  per 
pound  of  coal? 

Prob.  2.  1000  heat-units  are  added  to  a  pound  of  gas  at  32^  F.  at  constant  pressure. 
The  gas  consists  of  30  per  cent  CO,  40  per  cent  Ns,  5  per  cent  COi,  and  25  per  cent  Hs. 
Calculate  the  final  temperature  on  basis  of  constant  specific  heat  and  give  what  you 
consider  a  likely  value  for  the  actual  temperature. 

Prob.  3.  A  pound  of  air  is  compressed  from  1  to  5  atmospheres  above  atmosphere 
and  then  1000  heat-units  are  added  at  constant  volume.  What  will  be  the  final  tem- 
perature? 

Prob.  4.  A  gas  requires  5  cu.ft.  of  air  to  completely  bum  it.  Its  heating  value  is 
900  B.T.U.  per  cubic  foot  under  standard  conditions.  A  mixture  of  one  part  of  this 
gas  with  5, 6  and  7  cu.ft.  of  air  at  a  temperature  of  100^  F.  and  at  a  pressure  of  25  lbs.  per 
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square  inch  gage  is  ignited  in  a  closed  vessel.  What  is  the  probable  pressure  after  com- 
bustion? 

Prob.  5.  A  pound  of  coal  gave  the  following  analysis:  C=70  per  cent;  H2=5  per 
cent;  02=5  per  cent;  ash  =20  per  cent.  If  twice  the  air  chemically  needed  were 
supplied,  what  would  be  the  maximum  temperature  as  calculated  on  basis  of  constant 
specific  heats?    What  would  be  the  flue-gas  analysis? 

Prob.  6.  In  a  boiler  test  it  was  found  that  40  per  cent  of  the  heat  in  the  coal  went 
up  the  flue  as  sensible  heat  and  in  unbumed  carbon.  The  coal  contained  13,500  B.T.U. 
per  pound.  The  flue  gas  analysis  showed  C0i  =  12  per  cent,  CO  =6  percent,  Oj=2 
per  cent,  Ni  =80  per  cent.  If  the  coal  is  assiuned  to  be  80  per  cent  C  and  the  boiler- 
room  temperature  is  80°  F.,  what  was  the  flue  temperature? 

Prob.  7.  The  pressure  in  a  gas-engine  cylinder  before  ignition  was  70  lbs.  gage 
and  after  ignition  350  lbs.  gage.  The  temperature  before  ignition  was  300°  F.  For 
a  mixture  containing  110  B.T.U.  per  cubic  foot  under  standard  conditions,  what  was 
the  ratio  of  observed  to  calculated  pressure  rise? 

Prob.  8.  Take  an  analysis  of  coal  gas  from  Table  LXIII  and  on  the  basis  of  there 
being  .5  of  the  calculated  pressure  rise,  find  the  pressure  exerted  on  the  side  of  a  room 
50'  XlO'  if  there  should  be  an  explosion  of  the  gas  in  it  with  atmospheric  pressure  and 
temperature  before  the  explosion  and  with  best  air  mixture. 

90.  Temperature  of  Ignition  and  Its  Variation  with  Conditions.  Limits 
of  Proportion  Air-Gas-Neutral,  or  Detonating  Gas  and  Neutral,  for  Explosive 
Combustion  of  Mixtures.  Limits  of  Adiabatic  Compression  for  Self-Ignition 
of  Mixtures.  It  is  only  with  gaseous  fuel  previously  mixed  with  measured  air 
that  best  combustion  results  can  be  obtained — perfectly  complete  combustion 
without  excess  air,  and  this  is  easily  managed  in  engine  cylinders.  Gas  and  oil 
and  powdered  coal-fired  boilers  may  approximate  this,  but  with  the  burners  in 
conmion  ase  explosive  mixtures  cannot  be  used  without  endangering  the 
settings  should  the  flow  be  momentarily  interrupted  and  then  continue,  and  just 
such  serious  accidents  have  happened.  With  specially  designed  burners  and 
furnaces,  explosive  combustion  is  perfectly  feasible  in  boiler  and  other  fires  but 
as  yet  these  are  not  widely  used.  Mixtures  of  fuel  and  air  are  explosive  at  the 
chemical  proportions  and  for  a  considerable  range  beyond,  usually  more  on 
the  excess  fuel  side  than  that  of  excess  air.  Two  of  the  most  authoritative 
tables  of  limits,  those  of  Eitner  and  Bunte,  are  relatively  but  not  absolutely 
correct.  This  is  true  because  the  limit  df  explosive  proportions  is  said  to 
be  reached  when  a  mixture  will  not  explode,  and  this  is  as  much  a  question 
of  how  the  ignition  is  attempted  as  it  is  one  of  proportions.  Flames  will 
ignite  mixtures  that  will  not  explode  with  electric  sparks,  some  sparks  will 
ignite  mixtures  that  others  will  not,  and  mixtures  will  ignite  when  a  flame 
is  plunged  into  the  mass  when  they  cannot  be  ignited  at  a  touch  hole  or  at 
one  comer  of  their  chamber. 

When,  however,  experimental  observations  are  considered,  the  com- 
plexity of  the  ignition  becomes  more  apparent.  With  carbon  it  is  known 
that  the  state  determines  the  temperature  at  which  combustion  proper  sets 
in,  it  being  lower  for  porous  varieties  of  charcoal,  higher  for  denser  varieties 
and  very  high  for  graphitic  forms,  but  it  is  also  known  that  all  forms  wiU  react 
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with  oxygen,  yielding  carbon  dioxide  at  some  temperature.    This  suggests  that 
there  is  no  such  thing  as  the  ignition  temperature  of  carbon  and  probably  also  for 

other  fuel  elements  and  com- 
pounds. Who  can  say  just 
what  takes  fire  when  ethylene 
is  ignited,  is  it  ethylene  as  a 
whole  or  is  it  methane  or  acet- 
ylene or  hydrogen  separated 
out  by  the  attempt  to  ignite? 
A  little  light  can  be  thrown 
on  the  question  by  some  recent 
experiments  prompted  by  pre- 
vious  work  of  Davy  followed 
by  Mallard  and  Le  Chatelier, 
who  observed  that  for  gaseous 
mixtures  the  ignition  tempera- 
ture true  or  apparent,  was  differ- 
ent for  different  proportions  of 
air  and  fuel  and  likewise  still 
different  when  neutrals  were 
present.  Results,  however, 
were  quite  variable  with  the 
method  of  procedure  and  quite 
inconsistent.  No  real  progress 
could  be  said  to  have  been 
made  until  Falk,  by  rapidly 
compressing  a  previously  de- 
termined mixture,  heated  it 
by  compression  uniformly 
throughout  to  ignition, — ^the 
temperature  of  which  was  cal- 
culated by  the  adiabatic  law. 
His  results  are  shown  graphi- 
cally in  Fig.  132  for  carbon- 
monoxide-oxygen  and  hydrogen-oxygen  mixtures,  which  are  the  principal  fuel 
elements  in  power  producer  gas. 

From  the  cur\'e  it  is  clear  that  there  is  a  regular  variation  of  ignition  temper- 
ature with  proportion  and  a  minimum  point  for  each  fuel  which  corresponds  to 
the  H2+O2  proportions  for  hydrogen,  indicating  that  it  reacts  in  two  stages 
first  to  H2O2,  and  later  to  2H2O,  whereas,  for  carbon  monoxide  the  minimum 
point  corresponds  to  the  detonating  mixture. 

When  the  combustible  and  its  oxygen  must  be  ignited  in  the  presence  of 
neutral  matter,  like  excess  oxygen  or  excess  combustible  which  when  not  com- 
bining are  in  effect  neutral,  or  real  neutrals  like  nitrogen,  the  ignition  tem- 
perature may  be  calculated  from  the  two  following  formulas,  Eqs.  (693)  and 
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(694),  working  out  each  independently  of  the  other  and  accepting  whichever 
is  the  lower  value. 
Ignition  temperature 

[Ignition  temperature  for  H2  with  O2  alone]  ' 

54  X  volume  of  inert  gases 


of  H2  with  O2 

and  N2 


+ 


Vol.  of  H2  or  O2  (whichever  is  smaller) 


] 


(693) 


Ignition  temperature 


of  CO  with 
O2  and  N2 


+ 


[Ignition  temperature  for  CO  with  O2  alone] 
f  144  X  volume  of  inert  gases"! 


L 


Volume  of  CO 


(694) 


By  the  use  of  these  equations  the  ignition  temperature  for  five  samples 
of  hypothetical  producer  gas  have  been  calculated  as  an  example,  the 
various  steps  being  set  down  in  the  following  Table  XXVI: 

Table  XXVI 
.     CALCULATED  IGNITION  TEMPERATURES  FOR  PRODUCER  GAS 


IkT^ 

Producer  Gaaes,  Composition  by  Volume. 

Volumes  Oi 

to  Burn  100 

Volumes  Oaa. 

Volumes  Air 

to  Burn  100 

Volumes  Gas. 

ToUl 

No. 

CO« 

CO 

Ht 

N« 

Volume 
.  Mizturo. 

1 

2 
3 

4 
5 

.0   ' 

3.7 

7.2 
10.7 
13.6 

38.9 
34.2 
29.9 
25.6 
21.5 

12.6 
16.1 
19.4 
22.7 
25.8 

48.5 
46.0 
43.5 
41.0 
39.1 

25.75 
25.15 
24.65 
24.15 
23.65 

123.08 
120.22 
117.82 
115.44 
113.05 

223.08 
220.22 
217.82 
215.44 
213.05 

Volume  of  Inert  Gas 

Temperature  for  Zero 
Inert  Gas  from  Fig.  132. 

Calculated  Ignition  Tem- 

No. 

when 

_-/ 

perature  for  the  Mixture. 

n 

n 

CO  Burns. 

Hs  Bums. 

For  CO. 

For  Hi. 

Based  on 
CO. 

Based  on 

1 

164.73 

204.18 

4.13 

16.2 

1112 

982 

1708 

1857 

2 

168.42 

196.07 

4.93 

12.18 

1118 

963 

1824 

1620 

3 

172.97 

188.72 

5.93 

9.73 

1128 

979 

1984 

1503 

4 

177.04 

181.39 

6.92 

7.99 

1148 

954 

2146 

1385 

5 

180.80 

174.35 

8.4     . 

6.76 

1175 

957 

2385 

1322 

The  results  show  that  in  all  but  the  first  case  with  H2  =  12.6  per  cent,  which 
increases  to  26  per  cent,  it  is  the  hydrogen  that  controls  the  ignition  tem- 
perature, and  that  the  difference  for  wide  range  of  proportions  is  really  not 
great. 

The  same  method  and  apparatus  was  used  for  determining  the  ignition  tem- 
perature of  gasolene  and  ethyl  alcohol,  and  gave  the  following  values  which 
were  fairly  constant  for  explosive  mixtures  through  a  100  per  cent  range  of 
proportions. 

(Ignition  temperature  of  gasolene  mixtures  with  air)  »  986^ 
(Ignition  temperature  of  alcohol  mixtures  with  air)    =  1292* 


F.  (a)  ) 
F.  (6)  J  • 


(695) 
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These  temperatures  of  igmtion  would  never  be  reached  by  compression 
of  cold  charges  adiabatically  to  the  pressures  used  in  engine  cylinders,  yet  for 
even  small  compressions  the  charges  ignite  themselves  or  preignite,  proving 
that  the  compression  temperatures  are  very  high  in  such  cylinders  and  must 
become  so  by  reason  of  heat  added  to  the  charge  before  or  during  compression. 
As  the  temperature  rise  before  compression  is  multiplied  by  compression, 
it  may  be  assumed  that  this  is  the  controlling  factor,  and  the  following  cal- 
culation shows  to  what  extent  this  may  be  expected  to  take  place. 

Let  Tif  h,  and  T2,  ^2  be  absolute  and  scale  temperatures  before  and  after 
compression  to  ignition  temperature  from  one  atmosphere,  to  P2 
atmospheres  absolute,  adiabatically. 

T2     (P2\^      _^     m  T2 

Ti 


Then  assuming  the  exponent,  «  =  1.4 


-ipr 


and    Ti  = 


m 


20* 


From  this  the  initial  temperature  for  mixtures  that  really  preignite  at  a 
known  compression  in  engine  cylinders  can  be  calculated  as  shown  in  tabular 
form  for  the  three  cases  cited. 


Fuel. 


Producer  gas  ' 
Alcohol 

CO   29.9 
H,     19.4 

I  CO,    7.2  J 

» 

Gasolene 

Compreaaion 

Ratio  in 

Cylinder  when 

Preigniting, 

Pi 

Pi 


9 
13 

7 


Temperature  of 
Ignition,  Falk. 


Tt 
Absolute  F. 


1080+460  =  1540 

1292+460  =  1752 
986+460  =  1446 


Ck)rre8ponding  Initial  Tem- 
perature. 


Absolute  F. 


816 

833 
824 


Scale  F. 


356 

373 

364 


This  shows  that  in  using  these  fuels  properly  mixed  with  air  in  cylinders 
the  amount  of  compression  allowable  without  self-ignition  varies  with  the  fuel 
mixturey  ignition  temperature  and  with  the  initial  temperature,  which  cannot 
be  allowed  for  the  three  fuels  above  to  rise  over  350°  F.,  and  does  reach  fairly 
close  to  this  value,  ptobably  300°,  as  some  heat  will  be  derived  from  the  walls 
during  compression.  This  temperature,  when  charges  are  taken  in  at  about 
60°  F.  on  the  average,  is  a  measure  of  the  heating  effect  of  the  hot  walls  during 
suction,  coupled  with  the  heat  added  by  the  residue  hot  gases  from  a  previous 
explosion,  and  left  in  the  clearance. 

In  the  following  Table  XXVII  are  given  some  of  the  usually  practiced 
limits  of  compression  in  gas  engines;  these  are  subject  to  considerable  varia- 
tions with  type  of  engine  and  its  management,  which  are  controlled  as  much 
by  cylinder  heating  as  by  the  natural  temperatures  of  ignition  of  the  mixtures 
themselves. 

The  setting  on  fire  of  a  combustible,  or  more  scientifically,  its  ignition,  is, 
therefore,  not  the  simple  operation  that  it  might  seem,  esi)ecially  when  the  fuel 
is  in  the  form  of  explosive  gaseous  mixture.    It  has  been  the  custom  to  say 
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that  the  fuel,  when  raised  to  its  ignition  temperature  in  the  presence  of  oxygen, 

will  at  once  begin  to  bum,  and  ignition  temperatiire  tables  like  those  given  in 

Table  XXXIII  in  the  Handbook  of  Tables,  though  common,  are  probably 

wrong — surely  so  for  gases. 

Table  XXVII 

COMPRESSIONS  COMMONLY  USED  IN  GAS  ENGINES 


Fuel. 


Gasolene . . . . 
Gasolene .  . . . 

Kerosene 

Kerosene 

Natural  gas. . 

City  gas 

Producer  gas 
Blast  gas 


Type  of  Enipne. 


Automobile 

Stationary 

Hot  liulb,  260-500  r.p.m 

Vaporized  before  entering  cylinder. . 

Medium  and  large  engines 

Small  engines 

Medium  engines 

Large  engines 


Compression, 

Pounds  per  Square 

Inch  Absolute. 


60-96 
70-100 
30-76 
46-^ 
75-130 
60-110 
100-160 
120-190 


Averace  Ck>mpre8- 
sion,  Pounds  per 
Square  Inch  Abs. 


76 

90 

60 

66 

116 

86 

136 

166 


Not  only  do  the  Falk  data  prove  the  controlling  influence  of  proportions 
on  ignition  temperatures  for  gases,  but  Yiolette  shows  that  for  solid  charcoal 
the  ignition  temperature  is  dependent  on  its  origin,  which  may  be  assumed 
to  control  its  state.  In  this  case  the  prime  variable  is  the  temperature  at  which 
the  charcoal  was  formed  by  wood  distillation,  which  it  has  been  pointed  out 
controlled  the  density  and  the  character  of  the  residuCi  and  probably  similar 
conditions  obtain  tor  other  fuels. 

Temperatures  of  ignition  for  explosive  gaseous  mixtures  are  intimately 
related  to  the  limiting  proportions  for  explosive  combustion,  because  inflamma- 
tion will  propagate  or  pass  of  itself,  from  particle  to  particle  in  the  mass,  only 
when  the  heat  liberated  by  combustion  at  one  point  is  able  to  raise  the  next  one  to 
its  temperature  of  ignition,  but  it  is  impossible  yet  to  state  algebraically  just 
what  this  relation  is. 

A  series  of  values  for  the  limiting  proportions  of  air-gas  mixtures  is  given 
in  the  tables  which  show  wide  differences,  for  different  fuels  with  no  apparent 
relation  between  them,  nor  are  any  controlling  influences  indicated,  though 
some  are  known  to  exist. 

Pressing  and  temperatm^  variations  act  irregularly,  but  in  general  tend 
to  widen  the  limits;  rise  of  temperature  and  pressure,  more  particularly  the 
latter,  will  render  explosive,  proportions  otherwise  not  so,  while  neutral  dilu- 
tion always  narrows  the  limits.  A  series  of  experiments  made  by  Dr.  Lucke 
indicated  a  tendency  toward  a  limit  of  explosibility  when  the  active  or  detonat- 
ing mixture  was  equal  to,  or  greater  than,  about  17  per  cent  of  the  total, 
or  the  neutral  inactive  gases  not  in  excess  of  83  per  cent.  This  active  mixture 
consists  of  the  combustible  constituents  of  the  gas  with  just  the  right  amount 
of  oxygen  to  bum  them,  and  is  generaUy  called  the  detonating  gas  or  detonating 
mixture.  All  excess  oxygen  or  excess  fuel  is  classed  as  neutral  and  the  follow- 
ing table  shows  the  relations  in  various  mixtures  of  (air-gas-neutral)  of  the 
detonating  mixture  to  the  whole  mixture. 
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This  limitation  of  explodbility  by  limiting  quantities  of  detonating  mixture, 
or  total  inactive  constituents  noted  above  for  all  ranges  of  one  gas,  to 
air-gas  mixtures  alone,  was  observed  by  Bunte  for  all  kinds  of  gases  with  a 
comparatively  small  range  of  variation,  as  in  Table  XXYIII. 

Table  XXVIII 

PER  CENT  DETONATING  MIXTURE  IN  TOTAL  AIRrGAS  MIXTURE  AT 

EXPLOSIVE  LIMITS  OF  PROPORTION   (Bunte) 


Gas. 


When  Air  is  in  Excess. 


Carbon  monoxide. 

Hydrogen 

Water  gas 

Acetylene 

Coal  gas 

Ethylene 

Alcohol 

Marsh  gas 

Ether 

Benzene 

Pentane 


24.75 
14.17 
18.80 
11.72 
17.40 
16.40 
15.00 
18.30 
19.25 
19.87 
21.60 


When  Gas  is  in  Excess. 


15.78 
21.16 
20.94 
14.03 
31.15 
23.91 
24.17 
27.47 
22.61 
22.25 
22.47 


These  figures  taken  in  conjunction  with  those  for  large  neutral  additions 
suggest  the  possibility  of  a  universal  law  for  all  explosive  gaseous  mixtures  what- 
ever the  fuel  or  the  nature  of  constituents  associated  with  it:  that  explosion  is  no 
longer  possible  when  there  are  sufficient  inactive  particles  of  gas  present  to  prevent 
a  heat  propagation  that  will  allow  one  group  of  burning  fuel  and  oxygen  particles 
to  set  fire  to  the  next  separated  from  it  by  an  insulating  layer  of  dead  gas  or  even 
allow  the  oxygen  to  reach  the  fuel,  and  that  this  per  cent  of  inactive  is  nearly  con- 
stant for  all. 

A  remarkable  condition  brought  out  by  the  table  illustrating  this  general 
law  is  the  narrowness  of  the  range  for  rich  hydrocarbons,  especially  on  the 
excess  air  side.  Practically  no  excess  air  is  permissible,  a  fact  that  indicates 
the  necessity  in  gasolene  and  kerosene  engines  for  most  accurate  adjustment 
of  proportions,  without  which  there  is  almost  a  certainty  that  excess  fuel  will 
be  used  by  an  engine  operator,  all  excess  being  direct  waste. 

Prob.  1.  Acetylene  gas  is  escaping  into  a  room  which  is  15'X20'X10'.  How 
many  cubic  feet  of  gas  must  escape  into  the  room  and  mix  with  the  air  before  there 
is  a  possibility  of  an  explosion?  Should  there  be  nothing  to  ignite  the  mixture,  how 
many  cubic  feet  of  the  gas  must  there  be  in  the  room  before  the  upper  limit  of  explosi- 
bility  is  reached?  Should  the  gas  have  been  coal  gas,  what  would  have  been  the 
quantities? 

Prob.  2.  A  sample  of  gas  gave  the  following  analysis  by  volume:  CO =35  per  cent; 
C0i=6  per  cent;  Hi  =  14  per  cent;  Ns=35  per  cent.  If  this  gas  be  mixed  with  the 
combining  proportion  of  air  to  what  temperature  must  it  be  heated  to  cause  it  to  ignite? 

Prob.  3.  A  gas  engine  is  running  on  a  natural  gas  which  may  be  considered  as  all 
methane.  The  combining  proportions  of  this  gas  with  air  are  in  the  ratio  of  9.5  to  1. 
Taking  the  limits  of  proportion  for  explosive  mixture  from  the  general  law  what  would  be 
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the  cubic  feet  of  air  per  cubic  foot  of  gas  for  the  leanest  and  richest  mixture  which 
would  still  ignite? 

Prob.  4.  Gasolene  is  stated  to  have  an  ignition  temperature  of  986^  F.  If  the 
temperature  of  the  mixture  in  the  cylinder  of  an  engine  using  this  fuel  is  400^  F.  at 
the  beginning  of  compression,  what  will  be  the  maximum  compression  which  can  be 
carried  without  preignition?    The  value  of  8  may  be  taken  as  1.4. 

Prob.  6.  If  instead  of  gasolene  there  be  used  in  the  engine  of  Prob.  4,  the  follow- 
ing gas,  h6w  much  could  the  compression  be  raised  without  preignition  occurring? 
CO  »37.6  per  cent;  Ha =11.3  per  cent;  COi  =3.7  per  cent;  Ni  =47.4  per  cent. 

91.  Rate  of  Combustion  of  Solid  Fuels  with  Draft.  Propagation  Rates, 
Normal  and  Detonating  for  Explosive  Gaseous  Mixtures.  The  last  com- 
bustion characteristic  to  be  examined  is  the  rate  of  combustion  or  speed  with 
which  the  combination,  once  started,  proceeds.  In  boiler  fires  the  coal  rests 
on  grates  and  the  rate  with  which  it  may  bum  determines  the  amount  of  steam 
that  the  boiler  can  make  per  hour,  assimiing  a  constancy  of  heat  losses  to  flues 
and  setting.  When  gases  or  oils  are  burned  under  boilers  or  in  other  furnaces 
the  rate  of  combustion  determines  the  size  of  furnace  necessary  for  the  combus- 
tion of  the  requisite  fuel  for  the  duty  expected  of  the  heat;  while  in  gas  engine 
cylinders  the  time  of  combustion  is  extremely  small  if  good  eflBiciency  is  to  be 
secured.  For  the  latter  case  the  explosion  should  always  be  as  nearly  complete 
as  possible  before  expansion  begins,  and  should  not  start  too  soon  toward  the 
end  of  compression,  or  the  work  of  compression  will  be  too  great.  To  get  an 
idea  of  the  time  available,  assume  an  automobile  engine  running  at  1200  R.P.M. 
or  20  revolutions  per  second,  completing  one  revolution  in  .06  second.  Then 
if  ignition  and  combustion  must  take  place  during  18^  of  crank  rotation  near 

18 
the  dead  center,  or  — -  =  .05  of  the  revolution,  the  time  for  the  whole  process  to 

360 

be  completed  is  .05 X. 05 =.0025  or  about  -—  second,  for  a  path  not  over  6  ins., 

corresponding  to  a  flame  speed  of  .005  second  per  foot  or  200  ft.  per  second.  The 
very  largest  engine  with  a  cylinder  of  4  ft.  diameter,  turning  at  60  R.P.M.  or  1 

revolution  per  second,  for  the  same  crank  angle  requires  .05  second,  whence 

.05 
for  1  ft.  of  mixture  the  speed  must  be  ^  =  .012  second  approximately  and  the 

flame  speed  about  85  ft.  per  second. 

By  elaborate  apparatus  Mallard  and  Le  Chatelier  photographed  the 
progress  of  a  flame  passing  through  an  explosive  mixture  of  known  charac- 
teristics in  a  glass  tube.  The  photographic  plate  was  moved  across  the 
tube  during  the  flame  passage  giving  -a  diagram  of  speed  of  propagation.  It 
appears,  that  at  the  beginning  of  combustion  in  the  open  tube  the  speed  is 
first  uniform  then  undulating  or  wavelike  and  sometimes  at  the  end  very 
great,  as  indicated  by  a  nearly  vertical  record  line.  This  rapid  mode  of  propa- 
gation is  termed  the  explosive,  or  better,  the  detonating  wave,  and  is  always 
reached  in  good  mixtures  if  there  is  distance  enough  to  be  traversed,  or  if  there 
is  agitation  of  the  mixture  or  pressure  waves  developed  equivalent  to  agita- 
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tion,  which  is  quite  common  in  engine  cylinders.  It  was  at  first  believed  to 
follow  the  speed  law  of  sound  or  other  impact  waves  in  gases,  but  Dixon  has 
shown  that  this  is  not  true,  the  speed  being  much  greater  than  that  of  sound, 
but  it  is  constant. 

Therefore,  in  explosive  mixtures  the  rate  of  combustion  is  at  first  uniform 
and  slow,  and  rapidly  accelerates  to  a  high  constant  value. 

Various  attempts  have  been  made  to  derive  a  fundamental  formula  for  the 
speed  of  the  wave  in  terms  of  physical  constants  of  the  mixture,  and  while 
some  are  reasonably  satisfactory  no  one  of  them  seems  to  fit  all  cases  or  give 
results  agreeing  with  measurements.  If  in  cylinders,  as  often  happens,  the 
combustion  seems  to  be  too  slow,  then  it  is  certain  that  the  wave  has  not  been 
set  up;  as  a  matter  of  fact  it  is  undesirable  to  have  it  develop  because  of 
the  accompanying  shocks. 

For  the  slow,  uniform  propagation  the  best  data  on  the  conditions  and 
rates  are  given  by  Mallard  and  Le  Chatelier,  whose  results  show  that  the  walls 
have  an  influence,  the  nature  of  which  is  a  cooling  one,  abstracting  heat  at  various 
rates  compared  to  that  of  generation.  When  cooling  is  strong  enough  to  take  heat 
away  as  fast  as  it  is  generated,  propagation  of  explosion  is  impossible,  and  this 
always  takes  place  in  narrow  slits  between  plates,  in  very  small  tubes  and  in  cold 
wire  gauze  screens.  Rise  of  temperature  always  increases  the  rate,  thus  for  H2 
and  air  with  30  per  cent  H2,  r  =  10.75  ft.sec.  at  60°  F.;  r  =  14.26  ft.sec.  at  212° 
F.  The  greatest  influence  in  fixing  the  rate  of  propagation  is  the  nature  and 
proportion  of  the  mixture. 

In  all  cases  neutral  dilution  has  a  strong  influence  on  reduction  of  rate  of 
propagation,  reducing  it  for  all  air-gas  mixtures  to  zero  when  the  limit  of 
proportion  has  been  reached  at  somewhere  about  83  per  cent  of  total  neutral. 
In  general  the  uniform  or  slow  normal  rate  of  propagation  r  never  exceeds 
14.1  ft.  per  second  and  occurs  with  40  per  cent  of  gas  or  30  per  cent  excess  H2; 
for  C2H4  and  air  the  maximum  is  2  ft.  per  second  and  occurs  in  the  mixture 
containing  12.2  per  cent  gas  or  an  excess  of  42  per  cent;  for  CO  and  air  the 
maximum  is  6.56  ft.per  second,  and  for  illuminating  gas  and  air  the  maximum 
is  4.1  ft.  per  second,  occurring  when  the  mixture  contains  15  per  cent  excess 
gas,  all  at  atmospheric  pressure. 

These  figures  show  that  in  engine  cylinders,  pressure  and  temperature  rise 
by  compression  are  necessary  to  make  the  mixtures  burn  in  the  time  available, 
as  the  rate  of  combustion  at  atmospheric  pressure  is  not  high  enough.  If 
the  detonating  wave  is  set  up,  there  will  be  more  than  enough  time. 

Rate  of  combustion  of  coal  on  grates  is  measured  in  pounds  per  square 
foot  per  hour;  if  the  coal  burned  as  fast  as  the  air  flowed  through  the  bed, 
the  rate  should  increase  directly  with  the  square  root  of  the  draft,  but  would 
be  different  for  each  condition  of  porosity  and  thickness  of  bed;  or  in  gen- 
eral, resistance  to  flow.  As  a  matter  of  fact  coals  with  much  volatile  are 
burned  as  much  above  the  grate,  in  the  gasified  form  of  hydrocarbon  and 
carbon  monoxide  as  on  it.  The  gas  thus  made  may  easily  equal  in  weight  that 
of  the  fixed  carbon  left  on  the  grate.    In  this  case  the  rate  of  combustion  will 
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not  vary  with  the  square  root  of  the  draft,  especially  if  the  coal  cakes  some 
in  which  case  the  rate  will  be  constantly  varying  from  minute  to  minute 

On  the  assumption  that  the  coal  will  bum  as  fast  as  the  air  passes  through 
the  bed,  and  that  air  will  pass  with  a  velocity  proportional  to  the  square  root 
of  the  draft  measured  between  ash  pit  and  furnace,  then 


(Lbs.  coal  sq.ft.  grate  per  hr.)=CV(draft  in  inches  of  water). 


(696) 


The  coeflBcient  C  may  be  determined  from  experiment  approximately,  as 
it  is  not  a  true  constant  for  a  number  of  reasons.  Consider  a  given  coal  on  a 
given  grate,  then  C  will  vary  with  thickness  of  fire,  age  of  the  fire,  amount  and 
condition  of  ash  and  clinker  and  amount  of  cake  on  the  surface  if  the  coal 
is  of  the  caking  variety.  A  change  of  size  of  coal  with  no  other  change  will 
aflFect  the  air  flow  and  the  speed  of  carbon  union  with  the  air  that  does  pass, 
and  a  change  in  proportion  of  surface  and  bottom  air  will  also  modify  C,  as 
will  a  change  in  grate.  A  grate  that  breaks  up  a  bed  like  the  step  stoker  will 
pass  much  more  air  than  one  that  does  not  like  a  chain  grate,  and  a  fireman 
that  hand  slices  often,  lets  more  air  pass  than  one  that  does  not.  A  coal  that 
has  much  volatile  may  bum  as  much  above  as  on  the  grate,  and  its  rate  of 
combustion  be  very  different  at  the  same  draft  from  another  with  less  volatile, 
everything  else  being  the  same. 

However  the  rate  follows  fairly  well  the  relation  of  Eq.  (696),  though 

the  coefficient  must  be  selected  with 
care.  One  general  statement  of  the 
relations  for  a  variety  of  coals  is 
given  by  the  Stirling  Boiler  Com- 
pany, compiled  from  tests  on  their 
boiler  and  reproduced  with  some 
additions  as  Chart  No.  35,  in  the 
Handbook  of  Tables.  Assuming  the 
middle  rate  reported  for  each  coal  to 
be  correct,  the  square  root  curve  is 
drawn  through  this  point  for  higher  and  lower  drafts  and  from  it  the  accom- 
panying coefficients,  C,  are  found  for  hand-fired  furnaces. 

To  show  how  far  actual  cases  depart  from  these  averages,  the  results  of 
some  special  determinations  are  separately  plotted  in  Fig.  133  for  anthracites, 
and  in  Fig.  134  for  bituminous  coals. 

Prob.  1.  A  boiler  rated  at  180  H.P.  has  60  sq.ft.  of  grate  area.  If  70  per  cent  of 
the  heat  of  the  coal  is  absorbed  by  the  water,  what  must  be  the  rate  of  combustion 
for  No.  1  buckwheat  containing  11,000  B.T.U.  per  pound?  What  draught  will  be 
required  for  the  rate?  When  the  capacity  was  raised  to  270  H.P.  the  efficiency  fell 
to  60  per  cent.    What  draught  would  then  be  required  to  bum  the  necessary  coal? 

Prob.  2.  A  gasolene  engine  has  a  cylinder  5x5  ins.  and  runs  at  1000  R.P.M. 
Ignition  occurs  12  degrees  ahead  of  dead  center.  What  must  be  the  velocity  of  flame 
travel  to  give  complete  inflammation  at  dead  center  with  cylinder  clearance  =20%  of 
the  stroke  in  length? 


Values  of  C 
in  Rate  of 

Combustion, 
Eq.  (696). 

Coal  name. 

17.3 
24.5 
31.5 
81.6 
50.2 
59.3 

Anthracite  rice 
No.  1,  anthracite  buckwheat 
Pea  anthracite 
Run-of-mine  bituminous 
Run-of-mine  seTni-bituminous 
Bituminous  slack 
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Bate  of  Gombustion  Lbs.  per  Sq.  Ft.  Per  Hr. 
Fig.  133. — ^Rate  of  Combustion  of  Anthracite  Coal. 
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Prob.  3.  A  stationary  boiler  had  a  grate  ar^  of  60  sq.ft.  and  was  rated  at  180  H.P. 
A  locomotive  boiler  having  a  grate  area  of  the  same  amount  was  rated  at  500  H.P. 
Assuming  that  both  boilers  were  fired  with  run-of-mine  bituminous  and  that  the 
respective  efficiencies  were  65  and  50  per  cent,  what  draughts  would  be  needed  in  each? 

Prob.  4.  100,000  ft.  of  natural  gas  are  burned  per  hour  under  a  boiler.  Assume  a 
natural  gas  from  the  Table  LXI,  in  the  Handbook  of  Tables,  and  an  anthracite  coal 
from  Table  LV,  and  find  what  rate  of  combustion  must  be  maintained  with  the  coal 
on  a  grate  area  of  100  sq.ft.  to  develop  the  same  heat? 

Prob.  6.  Ten  barrels  of  fuel  oil  are  burned  per  hour  under  a  boiler.  At  what  rate 
must  bitimiinous  coal  be  burned  under  another  boiler  having  60  sq.ft.  of  grate  surface 
to  produce  the  same  heat?  Take  any  fuel  oil  from  Table  LIX  and  bitimiinous  coal 
from  Table  LV. 

Prob.  6.  No.  2  buckwheat  anthracite,  having  a  heating  value  of  11,600  B.T.U., 
is  being  burned  with  a  draught  of  .7  in.  on  a  grate  with  80  sq.ft.  of  surface.  On  another 
grate  run-of-mine  bitimiinous  is  being  burned  with  .5  in.  draught.  If  the  calorific 
power  of  the  latter  is  14,000  and  the  rate  of  combustion  follows  the  square  root  law, 
what  is  the  necessaiy  area  of  the  second  grate  for  equal  heat  generation? 


CHAPTER  Xn 
STEAM  BOILER  EVAPORATION.     HORSE-POWER  AND  EFFICIENCY 

92.  Steam  Boiler  Evaporative  Capacity  and  Horse-power.  Horse-power 
Units,  Equivalent  Rates  of  Evaporation  and  of  Heat  Absorption.  Factors  of 
Evaporation.  Relation  between  Absorption  Rates  and  Rates  of  Heat  Gen- 
eration. Influence  of  Heating  and  Grate  Surface,  Calorific  Power  of  Fuels, 
Rates  of  Combustion  and  Furnace  Losses.  The  difficulties  in  dealing  with 
boiler  processes  are  all  concerned  with  the  establishment  of  some  fundamen- 
tally sound  relations  for  the  capacity  of  heating  surface  to  absorb  heat  in 
terms  of  the  amount  of  heat  developed  by  the  burning  of  coal,  oil  or  gas  in 
the  furnace  when  the  dimensions  are  known.  After  many  years  of  experi- 
ence with  steam  boilers  it  is  not  possible  to-day  to  calculate  from  any  funda^ 
mental  relations  either  the  amount  of  steam  that  will  be  developed  per  hour 
with  a  given  fuel,  or  the  weight  of  steam  that  will  be  produced  per  pound 
of  fuel.  Of  course,  from  empiric  relations  this  can  be  done  by  a  comparison 
of  the  boiler  in  question  and  its  fuel,  with  exactly  or  nearly  similar  ones 
for  which  tests  have  been  made,  yet  even  here  it  is  possible  to  make  blunders 
by  forgetting  differences  in  operating  conditions  such  as  available  draft  or 
methods  of  firing.  It  must  be  smd,  therefore,  that  there  is  no  generally 
accepted  fundamental  theory  of  either  steam  boiler  capacity  or  efficiency, 
but  there  are  some  relations  between  certain  important  factors,  that  are 
established,  so  a  discussion  of  steam  boilers  must  be  almost  entirely  con- 
fined to  these  relations  which  cannot  yet  be  grouped  to  constitute  a  general 
theory  of  the  subject.  To  illustrate,  it  is  possible  to  explain  why  a  given 
boiler  gives  more  steam  with  one  coal  than  with  another,  or  more  steam  at 
.4  in.  draft  than  with  .3  in.  draft  with  the  same  coal;  why,  when  twice  the  coal  is 
burned,  less  than  twice  the  steam  is  made,  and  even  to  account  for  and  measure 
the  losses  that  are  responsible  for  th^ difference;  also  in  some  cases,  why  with 
the  same  coal  and  draft  one  boiler  makes  more  steam  than  another,  either 
in  pounds  per  hour  or  in  xx>unds  of  steam  per  pound  of  coal:  but  it  is  not  possible 
to  compare  two  different  kinds  of  boilers  as  to  type  and  size  with  different 
methods  of  firing  different  coals  with  different  drafts,  in  such  a  way  as  will 
explain  or  permit  of  prediction  of  difference  in  results  due  to  all  influences  acting 
together.  To  state  it  a  little  differently  there  is  no  absoliUe  measure  of  boiler 
performance  as  to  capacity  or  efficiency  as  a  basis  of  comparison  to  measure 
the  value  of  a  boiler  as  a  boiler;  comparisons  must  therefore  be  between  one 
and  another  boiler,  or  one  and  another  service  condition;  one  boiler  may 
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be  said  to  be  better  than  another,  or  one  condition  more  favorable  and  another 
worse,  for  the  results  desired,  but  hardly  more  than  this  is  possible. 

In  this  section  will  be  discussed  the  various  factors  that  seem  to  be  deter- 
mining influences  in  fixing  the  capacity,  or  as  it  is  generally  measured  in  terms 
of  horse-power,  the  horse-power  of  boilers.  Boiler  horse-power,  like  gas- 
producer  horse-power,  is  scientifically  a  bad  term.  It  appears  in  the  literature 
of  the  subject  first  during  the  period  when  steam  pressures  were  low,  about 
70  lbs.  gage  and  when  the  average  steam  consumption  of  engines  was  about 
30  lbs.  per  hour  per  horse-power.  Accordingly  a  boiler  was  said  to  have  100 
horse-power  capacity  when  it  could  make  steadily  3000  lbs.  of  steam  per  hoUr. 
But  variations  in  both  engine  and  boiler  conditions  made  it  absurd  to  talk 
of  average  water  rates  of  steam  engines,  and  introduced  correspondingly 
large  differences  in  the  amount  of  heat  necessary  for  the  production  of  a  pound 
of  steam,  so  that  an  adjustment  of  boiler  horse-^awer  definition  became  neces- 
sary. This  was  done  in  America  by  the  American  Society  of  Mechanical 
Engineers  adopting  a  double  definition,  which  was 

(a)  The  evaporation  of  34-5  Ws.  of  water  per  hour  from  and  at  212°  F. ; 
(6)  The  absorption  by  the  water  between  feed  condition  and  that  of  the 
steam. leaving  the  boiler j  of  33^305  B,T.U.  per  hour  per  pound. 

This  last  heat*  definition  was  most  fortunate,  as  it  is  an  absolute  unit,  and  whether 
it  has  any  relation  to  engine  requirements  or  not  is  a  matter  of  no  importance 
whatever.    It  was  believed  to  be  the  equivalent  of  the  weight  definition  and 

would  be,  if  the  latent  heat  of  evaporation  at  212®  were  =965.36,  and 

o4.0 

also  equivalent  to  the  evaporation  of  30  lbs.  from  100**  F.  feed  water  to  steam 
at  70  lbs.  gage.  The  language  of  the  committee  of  the  Society  adopting  the 
standard  in  1885  is  worth  quoting:  "  Your  committee,  after  due  consideration, 
has  determined  to  accept  the  Centennial  Standard,  and  to  recommend  that 
in  all  standard  trials  (boiler  tests)  the  commercial  horse-power  be  taken  as  an 
evaporation  of  30  lbs.  of  water  per  hour  from  a  feed-water  temperature  of  100° 
F.  into  steam  (dry  saturated)  at  70  lbs.  gage  pressure  (above  standard  atmos- 
phere), which  shall  be  considered  to  be  equal  to  34 J  units  of  evaporation;  that 
is,  to  34J  lbs.  of  water  evaporated  from  a  feed-water  temperature  of  212°  F. 
into  steam  (dry  saturated)  at  the  same  temperature.  This  standard  is  equal 
to  33,305  thermal  units  per  hour."  A  later  committee,  1899,  retained  the  34J 
lbs.  from  and  at,  but  changed  the  heat  equivalent  to  33,317  B.T.U.  per  hour, 
based  on  a  latent  heat  of  965.7,  so  that  965.7X34.5=33,317  B.T.U. 

Now  that  the  latent  heat  at  212°  F.  is  by  recent  research  known  to  be  higher 
than  965.7,  and  the  use  of  superheat  is  quite  general,  it  is  necessary  to  once 
more  reconcile  the  double  definition.  Considering  the  history  of  the  term 
it  is  believed  that  the  retention  of  the  34^  lbs.  evaporation  from  and  at  212° 
is  desirable,  and  according  to  the  generally  accepted  Marks  and  Davis  Steam 
Tables,  the  latent  heat  corresponding  is  970.4,  therefore,  the  heat  equivalent 
of  a  boiler  harse-power  is  970.4X34.5=33,478.8  B.T.U.  per  hour.    This  unit 
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is  adopted  in  this  work/  and  is  applicable  as  well  to  superheated  as  to  wet 
or  dry  saturated  steam.    Therefore, 

boiler  horse-Dower  =  i  ^^^^tion  by  water  and  steam  in  the  boiler ) 

Doner  norse-power     |  ^^  g^^^^g  g  ^^^  ^^  ^^^  j  .  (697) 

With  the  heat  basis  as  a  standard,  the  weight  of  water  evaporated  per  hour 
per  boiler  horse-power  will,  of  course,  vary  regularly  with  the  initial  water 
temperature  and  final  steam  condition,  and  to  facilitate  practical  work  a  fddor 
of  emporation  is  calculated  for  reduction  of  weights  according  to  the  relation 
of  Eq.  (699)  derived  by  the  following  relations  illustrating  its  use: 

/Lbs.  water  evaporatedX     /B.T.U.  per  lb.  steam  above  feed\  _  o^  -    ^-^  - 
V  per  hour  per  B.H.P.  /  ^  V  water  temperature  /  ""        ^  ^^"•^* 

Lbs.  water  evaporatedX 34.5X970.4 

per  hour  per  B.H.P.  /  ""B.T.U.  per  lb.  of  steam  above  feed  temp.  ^^^ 

^  34.5 

B.T.U.  per  lb.  of  steam  above  feed  temp!         [  (698) 

970.4 
34.5 

ass    '  '  (/»\ 

Factor  of  evaporation  ^  ^ 

,«    ^       .               . .     ,      B.T.U.  per  lb.  of  steam  above  feed  temp.   ,  . 
(Factor  of  evaporation)   = 0704 ^^^ 


( 


Total  heat  per  lb.  of 
steam  above  32®  F. 


J  Heat  of  liquid  at  feed 
I   temp,  above  32"*  F. 


(b) 


970.4 


(699) 


The  values  of  the  factor  of  evaporation  and  equivalent  pounds  of  water 
per  hour  per  boiler  horse-power  ^are  to  be  found  from  the  steam  tables  or 
directly  from  the  curves.  Chart  No.  36,  in  the  Handbook  of  Tables,  which  also 
give  the  heat  per  pound  for  dry  saturated,  wet  or  superheated  steam  above 
any  feed-water  temperature  by  the  following  simple  operations.  Each  of 
the  upper  curves  gives  directly  the  total  heat  per  pound  of  steam  above  32®, 
and  the  distance  between  them  and  the  lower  curve  intercept,  that  for  any 
feed-water  temperature  by  a  vertical  distance.  If,  therefore,  AB  be  the 
total  heat  for  the  steam  above  32®  at  100  lbs.  per  sq.in.  absolute  and  20® 
superheat,  and  DE  the  heat  of  liquid  at  200®  F.  feed  temperature  above 
32®,  then  AC  the  vertical  distance  between  these  two  points  is  the  heat  per 
pound  of  steam  above  the  feed  temperature  200®  F.  for  100  lbs.  steam  with 
20®  superheat.  This  can  be  marked  on  a  slip  of  paper  and  read  off  on  the 
extra  scale  to  the  right  in  terms  of  heat  in  B.T.U.,  or  factor  of  evaporation, 
or  actual  weight  of  water  that  must  be  evaporated  per  hour  to  give  a  boiler 
horse-power. 

A  sort  of  commercial  rating  of  boilers  has  grown  up  as  a  convenience  to 
purchase  and  sale,  based  solely  on  the  surface  of  tubes  and  plates  exposed  to 
the  heat,  or  so-called  heating  surface,  and  the  figure  used  is  either  10  or  12  8q.ft. 
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for  common  fonns,  but  varies  from  8  to  16  for  others.  This  is  the  result  also 
of  old  average  evaporations  per  square  foot  of  surface  for  stationary  boilers,  and 
suggests  the  dependence  of  capacity  on  the  heat-absorbing  power  of  the  surface 
which  in  mch  ratings  is  assumed  to  be  constant.  Td  show  what  is  the  evapora- 
tion in  pounds  per  hour  per  square  foot  of  surface  when  10  or  12  sq.ft.  are  allowed 
per  horse-power,  with  the  corresponding  rate  of  heat  absorption  in  B.T.U.  per 
hour  per  square  foot,  some  extra  scales  are  added  to  the  right  of  the  chart 
showing  all  relations  at  a  glance. 

The  figures  on  evaporation  per  square  foot  of  heating  surface  per  hour, 
or  better  still,  the  heat  absorbed  per  square  foot  of  heating  surface  per  hour, 
is  a  proper  basis  for  comparing  two  sets  of  data  for  different  boilers  at  equiva- 
lent capacities.  Thus  different  boilers  may  be  said  to  be  operating  at  the 
same  capacity  when  their  heating  surface  rates  of  heat  absorption  are  the 
same,  though  one  may  be  developing  50  and  the  other  1000  boiler  horse- 
power. The  rate  of  heat  absorption  by  boiler  heating  surface  is  a  quantity 
that  must  be  dependent  on  two  factors  or  terms,  one  an  absolute  figure  and 
the  other  expressing  the  rate  of  change  with  generation.  It  is  clear  that  as 
heat  is  generated  faster  it  must  certainly  be  absorbed  faster  unless  the  capacity 
of  the  water  side  of  the  heating  surface  for  heat  is  lessened  at  the  same  time, 
and  this  is  not  the  case  with  ordinary  boilers,  but  not  beyond  the  bounds  of 
possibility. 

The  experimental  data  on  the  transfer  of  heat  show  conclusively  that  the 
capacity  of  water  in  tubes  or  tanks  to  absorb  heat  very  much  exceed  the 
capacity  of  gases  to  give  it  to  the  smf ace  under  a  wide  range  of  conditions,  so 
it  is  not  unreasonable  to  suppose  that  as  gases  bring  more  and  more  heat  to  water 
surfaces,  it  will  be  .taken  up  by  them  at  a  rate  which  is  some  function  of  the 
rate  of  supply.  If,  therefore,  by  more  rapid  fuel  combustion  there  is  a  regularly 
increasing  quantity  of  heat  available  for  the  water  in  the  form  of  hot  gases, 
then  more  will  be  absorbed  per  hour,  more  steam  made  per  hour,  and  more 
boiler  horse-power  developed  per  square  foot  of  heating  surface,  for  the  whole 
boiler,  and  these  things  must  be  functions  of  the  rates  of  combustion  and  heat 
generation.  In  two  different  boilers  the  rate  of  increase  of  absorption  may  or 
may  not  bear  the  same  relation  to  the  rate  of  increase  in  generation,  but  it  is 
quite  possible  for  them  to  be  similar  in  this  respect,  but  at  a  given  rate  of  genera-^ 
tion  in  each  it  is  more  likely  that  the  actual  rates  of  absorption  should  differ 
by  reason  of  the  differences  in  structure.  This  latter  should  require  a  dif- 
ferent surface  per  horse-power  for  the  same  amount  of  heat  generated,  even 
though  a  doubling  of  the  rtite  of  heat  development  produced  the  same  frac- 
tional  increase  in  horse-power  of  both. 

Heat  generation  is,  of  course,  essential  to  absorption,  but  it  is  necessary 
to  distinguish  between  apparent  and  real  generation  in  seeking  relations  between 
absorption  and  generation  in  accordance  with  the  following  definitions: 


/Apparent  heat  generation  in\  _  /Lbs.  fuel  suppliedX     /B.T.U.  per  lb.  of\  .-^v 

jrhr. /~\         perhr.         /     \    fuel  as  fired     /^ 


\  boiler  fires,  B.T.U.  per 
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(Real  heat  generatioii  in  boilA  _  /Lbs.  fuel  suppUedX     /B.T.U.  per  lb.  oA 
er  fires  B.T.U.  per  hr.     /  ""  \         per  hr.         /     \    fuel  as  fired    / 

V  Fi  —  /Fraction  lostXl  ,„-  x 

L       \  in  furnace  /J*    ' 

The  fraction  of  heat  lost  in  furnaces  is  that  part  of  the  calorific  power  repre- 
sented by  unbumt  fuel  in  ashes,  in  cinders,  in  soot  discharged  through  the 
flues,  by  unbumed  gases,  carbon  monoxide,  hydrogen  and  hydrocarbons,  by 
evaporation  of  moisture  in  the  fuel  and  that  conducted  away  from  the  hot  gases 
by  the  furnace  walls  and  settings  between  the  point  of  firing  and  the  place 
where,  absorption  begins.  This  fraction  is  always  i^predable  and  often  lai^ 
though  very  difficult  to  exactly  measure,  20  per  cent  being  not  uncommon,  in 
which  case  only  80  per  cent  of  the  calorific  possibilities  of  the  coal  are  actually 
available  for  absorption.  These  losses  are  mentioned  here  because  of  their 
importance,  but  will  be  more  fully  discussed  in  the  next  section  with  others 
which  Uygjether  make  the  whole  boiler  efficiency  less  than  100  per  cent. 

With  some  fraction  of  the  fuel  heat  available  for  absorption  in  the  form  of 
hot  gases,  it  may  be  absorbed  in  one  of  two  characteristic  ways,  first  as  radiant 
heat  from  the  glowing  coal,  brickwork,  or  incandescent  floating  carbon  particles 
in  hydrocarbon  flames,  and  second  by  actual  contact  of  gases  with  surface.  It  is 
convenient  and  usual  to  characterize  these  as  fire-box  and  tube  absorption, 
respectively,  although  some  tubes  may  get  radiant  heat  as  well  as  conducted  heat, 
and  all  internal  fire-boxes  get  some  gas  contact  heat.  Now,  the  rate  at  which 
fire-boxes,  actual  or  equivalent,  absorb  heat,  being  governed  by  the  laws  of 
radiation,  is  proportional  to  the  fourth  power  of  the  temperature  difference, 
according  to  the  Stefan  and  Bolzmann  law,  so  it  would  seem  to  be  quite  inde- 
pendent of  the  rate  of  generation  or  rate  of  fuel  combustion,  except  as  this  may 
affect  the  temperature  and  extent  of  the  radiant  matter.  This  independence 
of  radiant  heat  absorption  with  respect  to  rate  of  combustion  or  the  constancy 
of  radiant  heat  for  all  good  fires  seems  to  be  fully  established.  On  the  other 
hand,  the  absorption  by  tubes  or  plates  of  heat  from  hot  gases  passing  through 
or  around  them  is  governed  by  the  laws  of  heat  transfer  from  hot  gases  to 
water,  whatever  they  may  be.  It  is  certain  that  higher  mean  temperatures 
of  the  gases  should  increase  the  rate  of  absorption  per  hour,  and  it  is  also  certain 
that  any  influences  that  make  the  dead  gas  film  thinner,  or  promote  contact 
between  fresh  hot  gases  and  the  tube  itself,  will  increase  the  rate  of  absoiption. 
One  such  influence  on  reduction  of  dead  gas  film  is  the  velocity  of  the  gases,  which 
is  roughly  proportional  to  the  amount  of  air  supply  to  the  furnace,  or  the  rate 
of  combustion.  Whatever  these  laws  are,  they  should  he  the  same  in  kind  far 
all  bailers,  but  comparing  any  two,  certain  factors  affecting  the  rate  of  absorption 
are  fixed  by  the  construction  and  may  be  very  different  in  the  two  cases.  For 
example,  the  disposition  of  the  heating  surface  may  be  such  as  to  offer 
a  long  narrow  passage-way  for  the  gases  between  the  surfaces,  or  a  short 
wide  one,  or  a  narrow  short  one,  or  a  wide  long  one.  If  the  gases  passed  the 
water  surface  in  infinitely  thm  streams,  it  seems  likely  that  they  would  give 
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up  their  heat  aknost  instantly,  so  the  length  of  such  a  passage  would  not  make 
much  difference.  On  the  other  hand;  if  the  passage  were  wide,  the  gases  at 
the  center  of  the  stream  might  have  to  wait  a  long  time  to  come  into  surface  con- 
tact and  might  never  do  so,  in  which  case  they  must  give  up  their  heat  through 
surrounding  gas  layers,  which  would  take  a  long  time  and  require  long  tubes. 

It  appears,  therefore,  since  the  disposition*  of  the  heating  surface,  the  propor- 
tions of  the  gas  passages  between  the  absorbing  surface,  the  relations  of  fire- 
box to  flue  surface  and  such  matters  as  are  fixed  by  construction,  may  vary 
through  almost  infinite  ranges,  that,  however  well  known  might  be  the  funda- 
mental laws  of  radiant  heat  flow  and  of  transfer  by  conduction  and  convection, 
the  rate  of  heat  absorption  in  boilers  would  resist  any  definite  generaUzation 
though  offering  a  most  attractive  field  for  theorizing.  This  makes  it  seem  all 
the  more  remarkable  that  experimental  results  should  show  such  a  consistency 
as  demonstrated  below,  even  though  the  constants  in  the  relation  differ 
because  of  the  structural  influences  noted. 

The  locomotive  boiler  is  typical  of  internal  fire-box  construction  and  of 
operation  with  greatest  "  forcing,"  that  is,  highest  rates  of  combustion  and 
highest  rates  of  evaporation  per  square  foot  of  heating  surface,  while  the  ordi- 
nary stationary  water-tube  boiler  is  typical  of  much  slower  rates  of  operating 
conditions  and  of  practically  all  tube  construction.  The  first  data  selected 
for  study  are  on  18  tests  of  an  American  locomotive  boiler  at  the  Purdue  test- 
ing plant,  with  experienced  and  skilful  experimenters,  as  reported  by  Goss, 
Bui.  402  U.  S.  G.  S.  These  tests  used  two  different,  but  both  good  quality 
coals,  under  four  different  boiler  pressures  and  with  diflferent  rates  of  com- 
bustion for  each,  all  high.  The  boiler  had  a  heating  surface  of  1023  sq.ft. 
and  193  sq.ft.  of  superheating  surface.    The  grate  siuface  was  17.25  sq.ft. 

The  heat-absorbing  capacity  of  the  heating  surface  with  respect  to  the 
heat  developed  in  the  furnace  was  plotted  with  the  result  that  the  experimental 
points  were  shown  to  lie  on  straight  lines  whether  the  water  surface  be  con- 
sidered alone,  the  superheater  surface  alone,  or  the  entire  heating  surface 
as  one,  within  the  limit  of  experimental  error.  By  taking  the  line  which  repre- 
sented the  whole  surface  as  characteristic  of  the  whole  heat-absorbing  process 
or  the  boiler  itself  as  a  heat  absorber,  the  following  equations  were  obtained: 

B.T.U.     absorbed]  [  B.T.U.  developed  in  fire  and 

per     hour     per  ^  =1450+ .Sfi.    available     for    absorption 
sq.ft.  H.S.  J  i     per  hour  per  sq.ft.  H.S. 

B.T.U.  developed  in 
fire  and  available  for 
absorption  per  hour 
per  sq.ft.  H.S. 

Similar  results  are  found  for  a  very  different  type  of  boiler,  the  Heine 
water  tube,  by  the  tests  madie  by  Breckenridge  and  reported  to  the  U.  S. 
Geological  Survey,  though  it  was  operated  at  very  much  lower  rates,  and  on 
a  great  variety  of  coals  ranging  from  low  grade  lignite  to  good  bituminous. 


I 


(a) 


Boiler  boree-powerj  =.o433+. 0000197 
per  sq.it.  H.o.     J 


(b) 


..(702) 
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Over  two  hundred  tests  are  given  which  when  plotted  as  before  are  represented 
by  an  aknost  perfect  straight  line  within  the  limits  of  experimental  procedure; 
it  is  worth  noting  that  the  different  coals  were  well  distributed  over  the  curve, 
showing  that  the  heating  surface  performance  is  independent  of  the  fuel  used. 
The  boiler  had  2031  sq.ft.  of  heating  and  40.55  sqit.  of  grate  surface. 
This  line  is  represented  by  Eq.  (703). 


fB.T.U.     absorbed  1 
per     hour     per 
sq.ft.  H.S. 


=  615+.511 


(a) 


Boiler  horse-power 
per  sq.ft.  H.S. 


=  .0185+.0000152 


(6) 


..(703) 


'B.T.U.  developed  in  fire  and 
available  for  absorption  per 
hour  per  sq.ft.  H.S. 

B.T.U.  developed  in 
fire  and  available  for 
absorption  per  hour 
per  sq.ft.  H.S. 

The  data  show  that  from  two  totally  different  boilers,  driven  at  very 
different  rates,  4000  B.T.U.  per  sq.ft.  heating  surface  maximum,  were  absorbed 
in  the  Heine  water-tube  and  nearly  15,000  maximiun  in  the  locomotive  fire- 
tube  boiler,  or  about  4  to  1;  with  all  sorts  of  coal  in  the  former,  some  about 
the  same  as  in  the  latter,  the  heat  absorbed  varies  by  a  8traigfU4ine  law  with 
the  amount  developed,  for  both.  Furthermore,  though  the  constant  for  the 
water  tube  is  about  half  that  of  the  locomotive  fire-tube  boiler  the  rate  of 
increase  of  absorption  with  increase  of  development  or  evolution  of  heat  is 
nearly  the  same  for  both. 

Extending  the  investigation  a  little  further,  more  confirmatory  results  are 
obtained,  and  for  this  three  boilers  are  selected,  the  first  representing  the  largest 
and  the  second  the  smallest  for  which  authentic  tests  are  available,  while  the 
third  gives  data  for  oil  fuel  to  further  check  the  influence  of  kind  of  fuel. 

The  largest  boiler  is  that  of  the  Detroit  Edison  Co.,  tests  for  which  are 
reported  by  Jacobus,  having  a  heating  siuf  ace  of  23,650  sq.ft.  and  of  the  curved 
tube  Stirling  type,  fired  with  coal  mechanically,  on  both  Roney  and  Taylor 
stokers.  To  the  same  coordinates  as  were  used  for  the  other  cases  the  test 
data  were  also  plotted  with  a  similar  result  of  an  almost  perfect  straight-line. 
This  line  is  represented  by  the  linear  relation  Eq.  (704) : 


B.T.U.  absorbed 
per  hour  persq.f t. 
H.S. 


=  235.3+.8235 


Boiler  h 
persq 


.ft.  H.S.  J     • 


0703+.0000245 


(704) 


'  B.T.U.  developed  in  fire  1 
and  available  for  absorp-  \  (a) 
tion  per  hr.  per  sq.ft.  H.S.  J 

'  B.T.U.  developed  in  fire  and  ' 
available    for    absorption  '  (b) 
per  hr.  per  sq.ft.  H.S. 

The  smallest  boiler  is  represented  by  one  used  on  the  White  steam  auto- 
mobile, for  which  tests  are  reported  by  Carpenter.  This  is  of  the  "  flash  " 
type,  gasolene  fuel,  carrying  45.8  sq.ft.  of  heating  surface,  the  steam  being 
of  high  pressure  200-500  lbs.  gage,  and  high  superheat — 400®  F.  These  results 
were  plotted,  and  the  resulting  straight  line  is  represented  by  Eq.  (705) : 
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B.T.U  absorbed 
per  hour  per  sq.ft. 
H.S. 


{Boiler  horse-power 
per  sq.ft.  H.S. 


}=• 


(705) 


'  B.T.U.  developed  in  fire  and  avail- 
=  .78  \    able  for  absorption  per  hour  per  \   (a) 
sq.ft.  H.S.  _ 

B.T.U.  developed  in  fire  and 
000026  •    available  for  absorption  per  -   (6) 
,  hour  per  6q.it.  H.S. 

These  relations  are  absolutely  independent  of  the  fuel.  This  is  also  shown 
by  the  tests  of  a  Hohenstein  water-tube  boiler  fired  with  liquid  fuel.  This 
boiler  had  2130  sq.ft.  of  heating  surface  and  was  worked  under  quite  a  wide 
range  of  conditions,  nevertheless  a  straight-line  relation  maintains  as  given  by 
Eq.  (706): 


B.T.U.  absorbed 
per  hour  per  sq.ft. 
H.S. 


{Boiler  horse-power 
per  sq.ft.  H.S. 


=  1367.8-1- .613 


(a) 


}- 


0408-h  .0000183 


(6) 


(706) 


B.T.U.  developed  in 
fire  and  available  for 
absorption  per  hour 
per  sq.ft.  H.S. 

B.T.U.  developed  in 
fire  and  available  for 
absorption  per  hour 
per  sq.ft.  H.S. 

There  appears  to  be  no  doubt  of  the  existence  of  a  linear  relation  between 
heat  absorbed  and  heat  available  for  absorption  in  boilers,  regardless  of 
boiler  structure,  of  kind  of  fuel  or  rate  of  forcing.  The  only  difiference  is  to 
be  found  in  the  two  constants  for  which  there  is  adequate  explanation.  When 
rate  of  heat  development  or  evolution  becomes  zero  there  appears  to  be  some 
absorption  in  all  but  the  White  automobile  boiler,  because  the  line  does  not 
pass  through  zero,  but  cuts  the  coordinate  of  absorption  rate  at  a  finite  value. 
This  value  then  must  be  a  measure  of  the  constant  rate  of  absorption  due 
to  radiant  heat,  whether  any  hot  gases  carry  heat  to  the  absorbing  surface 
or  not.  It  is  natural  that  this  should  differ  for  different  boilers,  as  it  is  a 
structural  feature  depending  on  the  exposure  of  heating  surface  to  heat  rays 
from  both  incandescent  fuel  and  brickwork.  The  rate  at  which  the  rate 
absorption  increases  with  the  rate  of  evolution  of  heat  is  a  result  of  the 
proportions  of  the  gas  passages  through  the  heating  surface  tubes,  or  around 
them;  again  a  structural  factor  for  which  existing  data  are  insufficient  to 
permit  a  numerical  valuation  in  terms  of  dimensions  alone. 

It  is  often  impossible  to  secure  knowledge  of  furnace  losses  giving  the  amount 
of  heat  not  available  for  absorption  but  still  supplied  in  the  fuel.  The  heat 
in  the  fuel  is  the  product  of  the  weight  fired  per  hoiff,  and  the  calorific  power 
of  the  fuel  as  fired.  The  furnace  loss,  so  called,  is  the  difference  between 
this  product  and  that  available  for  absorption  in  the  form  of  hot  gases  approach- 
ing the  heating  surface.    Algebraically  these  relations  are  given  by  Eqs.  (700) 

and  (701). 

Accordingly,  if  the  furnace  loss  as  a  fraction  of  the  heat  supplied  be  represented 

by  L,  then,     Fraction  of  combustion  heat  really  generated  =  1  —  L,    .    .    (707) 
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Whence 
B.T.U.     developed  1 

in  fire  and  avail-  f Lbe. of f uel Bup- 1      f B.T.U.    perl 

able  for  absorption  [  =(1-L)X  ]   plied  per  hour  [  X  ]    lb.  of  fuel  [  (708) 
per  hr.  per  ac|.ft.  I  per  8q.ft.  H.S.  )       [    as  fired         J 

H.S.  J 

Substituting  this  in  the  gener^  linear  equation  between  rate  of  absotption 

and  rate  of  true  geaeratioa,  Eq.  (709),  gives  the  following  relation  between  rat« 

of  absorption  and  rate  of  apparent  generation,  Eq.  (710). 


[  B.T.U.  absorbed  per  I        _,  J  ^l;^)  devdoped  in  fire  and  avail-  , 
i    h™,rnpr«n.ft..H.S.  [=«+M    able  for  absorption  pel  houT  per  [ 
I    sq.ft.  H.S. 


hour  per  8q.ft.  H.S.  , 


(709) 


(710) 


.MM  If  now  L  is  a  constant, 

then  b  being  also  a  constant, 

j^  6(1— L)  is  likewise  a  constant, 

I  so  that  this  relation  would  also 

J  be   hnear,    and  experimental 

j  deterroinations  should  be  on 

i  &    strEught    line.      Should    it 

r"*"  happen   in  any   case   that   a 

I  curve  results,  then  this  ia  in 

•■'■•  itsdf  a  proof  of  a  variai^  frac- 

j  lional  furnace  heal  loss.    As  a 

fma  general   rule    a   strught   line 

does  result,  so  that  constant 

fractional  furnace  heat  losses 

•   iHu:^ii„<ufL,.Hi;'^*,«M.fBJjMk«'^°      f^^  rather  the  rule  than  the 

tM  iiJm^u  ivi'i^i.  I  t"°^"— ^1 St.,.,.^i^?S"      exception.    It  should  be  noted 

Fia.  135. — Relation  between  Rate  of  Heat  Absorption  that  as  the  ratio  of  heating 
or  B.H.P.  and  Rate  of  Comburtion  or  Apparent  surface  to  grate  surface  is  fixed 
Heat  Generation  for  a  Locomotive  BoQer.  j^  ^^y  ^^^^  ^^^^^^^  ^1^^  ^^jg^t 

of  coal  per  hour  per  square  foot  of  H.S.  is  directly  proportional  to  the  rate 
of  combustion.  For  a  fuel  of  constant  calorific  power  the  last  term  of  Eq. 
(710)  will  be  constant,  and  a  linear  relation  is  established  between  rate  of 
absorption  or  boiler  horse-power  and  rate  of  combustion,  a  most  valuable 
relation  and  true  if, 

(a)  The  furnace  losses  are  a  constant  fraction  of  the  heat  in  the  fuel  as 

supplied; 

(b)  The  calorific  power  of  the  fuel  is  constant. 
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Referring  to  Fig.  135,  representing  the  data  of  the  locomotive  boiler  tests, 
vertical  distances  give  the  rate  of  heat  absorption  and  boiler  horse-power  to 
a  double  scale;  horizontals,  rate  of  combustion  and  equivalent  rate  of  heat 
apparently  developed.  The  difference  in  the  slopes  for  the  lines  representing 
the  two  different  fuels  shows  clearly  the  effect  of  different  furnace  losses  in  one 
case  compared  with  the  other,  but  in  each  the  fractional  loss  is  constant,  as 
proved  by  the  linear  relation. 

A  similar  conclusion  was  indicated  by  plotting  a  series  of  tests  on  four 
U.  S.  Navy  water-tube '  boilers  intended  respectively  for  U.  S.  S.  Denver^ 
Cincinnati^  Nebraska  and  Virginia, 

These  straight-line  relations  give  the  following  values  for  the  constants 
of  Eq.  (710): 


Boiler. 

Value  of  Constants,  in  Eq.  (710). 

a. 

6(1 -L). 

B.  &  W.,  U.S.S.,  Cincinnati 

B.  &  W..  U.S.S.  Nebraska 

1350 
60 
1760 
1090 
1010 
3950 

.606 
.722 

Niclausse,  U.S.S.  Virginia 

.566 

Hohenstein,  U.S.S.  Denver 

.56 

Locomotive,  coal  A 

.504 

Locomotive,  coal  B. .  .  < 

.299 

When  the  furnace  losses  are  not  a  constant  fraction  of  the  heat  supplied 
in  the  form  of  fuel,  then  the  graph  between  rate  of  absorption,  or  boiler  horse- 
power, and  rate  of  combustion,  or  of  apparent  heat  generation,  is  really  a 
curved  not  a  straight  line. 

The  general  fundamental  Eq.  (711  a,  6,  c,)  may  be  changed  as  to  form 
into  others  containing  different  but  related  variables,  and  in  some  one  of 
these  different  forms  they  apply  to  existing  test  data. 


'  B.T.U.  absorbed  per  hour ' 
per  square  foot  of  heat- 
ing surface 


Lbs.    evaporation    from ' 
and    at    212°    F.    per 
square  foot  of  H.S.  per 
hour 


^a+b 


a 


970.4  '  970.4 


B.T.U.  developed  in  fur- 
nace and  available  for  ab- 
sorption per  hour  per  sq.ft. 
of  heating  surface 

B.T.U.    developed 
in    furnace    and 

6  available  for  ab- 

■< 

sorption  per  hr. 
per  sq.ft.  heating 
surface 


(a) 


(b) 


'  Boiler  horse-power  per 
square  foot  of  heating 
surface 


a 


33479 "^33479 


B.T.U.  developed 
in  furnace  and 
available  for  ab- 
sorption per  hr. 
perisq.ft.  of  heat- 
ing surface 


(c) 


(711) 
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Multiplying  throughout  by  the  heating  surface  in  square  feet  gives  three 
more  formulas,  Eq.  (712) : 

'  B.T.U.  developed  in  fur-  ' 
+6  ]    nace    and    available   for  -  (a) 
absorption  per  hr. 

B.T.U.  developed 
b 


f  B.T.U.  a  b  . 
sorbed  per 
hour 


fSq.ft.  of 

=a\  heating 

I  surface  ' 


Lbs.  evapo- 
rated per  hr. 
from  and  at 
212°  F. 


a 


970.4 


fSq.ft.  of 
heating 
surface 


+ 


970.4 


Boiler    horse- 
power 


a 


33479 


fSq.ft.  of 
heating 
surface 


+ 


33479 


'  in  furnace  and 
available  for  ab- 
sorption per  hr. 

B.T.U.  developed 
in  furnace  and 
available  for  ab- 
sorption per  hr. 


(ft) 


(c) 


(712) 


Various  other  equations  involving  fuel  consumption,  grate  surface  and 
ratio  of  grate  to  heating  surface  may  be  obtained  in  a  similar  manner. 

One  of  the  best  analytical  investigations  of  the  laws  of  boiler-surface  heat 
absorption  is  that  of  Professor  John  Perry,  who  arrives  at  conclusions  very 
similar  to  the  above.  According  to  his  mathematical  analysis,  based  on  the 
kinetic  theory  of  gases  and  using  the  fundamental  idea  suggested  by  Osborne 
Reynolds,  the  flue  part  of  a  hoUer,  that  is,  all  surface  obtaining  its  heat  from 
hot  gas  contactf  vrill  absorb  always  the  same  frojction  of  the  heat  that  gets  to  it.  The 
fraction  depends  on  the  relation  of  surface  to  cross-section  of  gas  passage, 
that  is,  its  mean  hydraulic  depth  and  on  nothing  else,  except  a  constant  of 
proportionality,  the  nature  of  which  is  somewhat  uncertain. 
Heat  absorbed  by  flue  _  /Constant  depending  on  dimensions  of  gas\  _  ^  .^  . 
Heat  supplied  to  flue~^\         passage  between  heating  surface       / 

From  an  analysis  of  the  data  of  an  old  French  locomotive  test  made  on  a 
boiler  built  up  in  sections,  the  evaporation  in  each  of  which  could  be  meas- 
ured. Perry  concludes  that  the  absorption  or  the  evaporation  in  the  fire-box 
alone  is  given  by 

B.  T.  U.     absorbed  1  ^^  ^  ^    ^^  surface)  +BX  (pounds  coal  per  hour).  (714) 
per  hour  by  fire-box  J 

Assuming  that  the  flues  can  absorb  a  constant  fraction  of  what  is  left 
after  the  fire-box  has  taken  out  some  of  the  heat  of  combustion  from  the  hot 
gases,  then,  neglecting  furnaces  losses, 


B.T.U.  ab- 
sorbed per 
hour  by 
flues 


B.T.U.  absorbed\ 
by  fire-box  perl  (a) 
hour  / 


=  CX 


/B.T.U.  developedX 

—  r'v  n    ^^   furnace   and  \ 

~  I    available  for  ab-  / 

\  sorption  per  hr./ 

'  /B.T.U.  developed  in\ 

/  furnace  and  avail-  \a(  Grate  \  j^/Lbs.  coal\ 
I  able  for  absorption  I  \surface/  \  per  hour/ 
\  per  hour  / 


(b) 


(715) 
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Total  B.T.U.  absorbed 
per  hour  by  boiler 


) 


(6) 


=  Lbs.  coal  per  hour. 


B.T.U.  absorbed  per  hour  T 
by  (fire-box+flues).         J 

'  A  (Grate  surface)  +B(Lbs.  coal  per  hour) 

(B.T.U.  developed  in  fumaceX     /A  (Grate  surface) \ 
and  availablefor  absorption  1  —  1    +S(Lbs.  coal     1      (a) 
per  hour  /     \  per  hour)  /J         [.     (716) 

(B.T.U.  developed  in  fiu"-\      f     A{l—C)  (Grate  surface) 
nace  and  available  for  1+  '    •  ij/|  _/n/l^bs.  coal 
absorption  per  hoiu*     /      I  \  per  hour 

This  Eq.  (716),  reached  by  Perry  partly  by  mathematical  analyses  starting 
with  the  kinetic  theory  of  gases  and  partly  from  fire-box  evaporation  data 
for  one  boiler,  is  substantially  the  same  as  Eq.  (712a),  which  is  purely  empiric, 
based  on  many  tests  of  different  boilers,  conducted  with  far  more  than  usual 
accuracy.    To  show  this  similarity  it  is  only  necessary  to  assume  that 

I  B.T.U.  developed  in  furnace 
and  available  for  absorp- 
tion per  hour 

. ,       ,         ^    ,         ^  Heating  surface 

Also  that    Grate  surface = rr-- — -rz — 7: ; : : z — , 

Ratio  of  heatmg  surface  to  grate  surface 

which  on  substitution  in  Eq.  (7166)  gives 

/T^rriTT     i_      1.  J        u      \     rr /B.T.U.  dcvclopcd  in  furnace  and\ 
(B.T.U.  absorbed  per  hour)  =  CI         .,  , ,    *       u       x-  i        / 

^  \  available  for  absorption  per  hour/ 

Ad—C)  /^^•^*-  ^A  /B.T.U.  developed  in  fur-^ 

1    heating  1+5(1— C) 3/1    nace  and  available  for 

\  surface  /  \  absorption  per  hour     > 

Ad'-D /^^-'^  ^A  /B.T.U.  developed  in  fur-\ 

«    ^        M  heating  1  +{B(l-OM+C}(   Inace  and  available  for  1.     (717) 
\  surface  /  \  (absorption  per  hour     / 

As  the  ratio  of  heating  surface  to  grate  surface  J2  is  a  constant  for  one 
boiler,  the  two  coefficients  above  become  the  constants  (a)  and  (b)  of  Eq. 
(712a).  To  state  it  otherwise,  his  conclusion  is  identical  with  the  new  facts 
in  the  case  if  the  ratio  R  is  constant  and  if  the  furnace  losses  are  a  constant 
fraction  of  the  apparent  generation.  If  the  approximate  identity  above  noted 
is  real  then  his  most  interesting  conclusion,  the  most  promising  of  all  boiler 
transfer  theories,  is  supported  and  flues  always  vrill  take  otU  a  constant  fraction 
of  the  heat  carried  to  them  by  the  hot  gases,  the  fraction  being  larger,  as  they  are 
longer  and  the  cross-section  of  gas  passage  smaller  compared  to  the  heating 
surface  at  its  perimeter  or  edge. 

Prob.  1.  A  boiler  receives  10,500  lbs.  of  water  per  hour  at  a  temperature  of  50**  F. 
and  turns  it  into  steam  at  150  lbs.  per  sq.in.  gage,  with  100**  of  superheat.  What  boiler 
horse-power  is  being  developed  and  what  is  the  factor  of  evaporation  for  this  case? 
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Prob.  2.  A  boiler  has  a  heating  surface  of  1050  sqit.  On  the  basis  of  10  8q.ft. 
per  horse-power,  how  many  pounds  of  steam  will  it  make  per  hour  from  feed-water  at 
150^  F.  and  steam  95  per  cent  dry  at  125  lbs.  per  sq.  in.  gage? 

Prob.  3.  A  boiler  with  1000  sq.ft.  of  heating  surface  makes  4000  lbs.  of  steam  per 
hour  from  feed-water  at  200**  F.  and  steam  at  200  lbs.  gage  with  3  per  cent  moisture. 
What  is  the  number  of  sqiiare  feet  of  heating  surface  per  horse-power? 

Prob.  i.    What  would  be  the  factors  of  evaporation  for  the  following  cases: 


Feed  Water 
Temperature. 

Steam  Pressure 
Gage. 

Moisture  in 

Per  Cent  or 

Sux>erheat  in  ^  F. 

50 

110 

5% 

150 

50 

lOO'' 

212 

0        ' 

0 

250 

•  200 

150^ 

300 

400 

3% 

125 

100 

50* 

212 

0 

10% 

100 

150 

5% 

70 

125 

200** 

212 

0 

500* 

Prob.  6.  3000  lbs.  of  coal  having  a  heating  value  of  12,500  B.T.U.  per  lb.  are  fired 
per  hour.  If  the  cinder  loss  is  5%,  CO  loss  3%,  moisture  loss  }%,  and  radiation  and 
other  furnace  losses  are  5%,  what  is  the  rate  of  real  generation  per  hour  in  B.T.U.? 

Prob.  6.  If  15  per  cent  of  the  heat  actually  generated  is  lost  to  the  stack  and  the 
efficiency  of  the  heating  surface  is  80  per  cent,  what  will  be  the  horse-power  of  boiler, 
efficiency  of  boiler  as  a  whole,  and  pounds  of  steam  made  per  hour  from  feed  water 
at  100**  F.,  and  steam  at  lOp  lbs.  gage,  dry  and  saturated? 

Prob.  7.  For  a  boiler,  the  constants  of  Eq.  (712a)  were,  o  =  1000  and,  b  =  .55.  The 
ratio  of  heating  surface  to  grate  surface  was  60  and  grate  was  60  sq.  ft.  in  area.  The 
coal  fired  per  hour  was  1500  lbs.  and  90%  of  the  heat  in  the  coal  was  actually  gen- 
erated. If  the  B.T.U.  per  pound  of  coal  were  13,450,  what  was  the  horse-power  of 
boiler? 

Prob.  8.  A  boiler  has  3500  sq.ft.  of  heating  surface  and  a  grate  surface  of  50  ft. 
The  constants  in  the  straight-line  equation  are  o  =  1000  and  6«.5.  Show  how  the 
horse-power  will  vary  with  the  rate  of  combustion  for  coal  containing  12,000  B.T.U. 
per  pound  and  a  constant  furnace  loss  of  15  per  cent. 

Prob.  9.  The  rate  of  combustion  in  a  boiler  varies  from  20  to  80  lbs.  per  hour  per 
square  foot  of  grate  surface.  The  grate  area  is  150  sq.ft.  and  ratio  of  heating  surface 
to  grate  surface  is  60.  For  a  constant  furnace  loss  of  15  per  cent  and  a  coal  having  a 
heating  value  of  14,000  heat-units,  what  will  be  the  variation  in  horse-power,  the 
relation  being  the  same  as  for  the  tests  in  Fig.  135  with  coal  A? 

93.  Steam-boiler  Effldencyi  Furnace  and  Heating-surface  Efficiency. 
Heat  Balances  and  Variation  in  Heat  Distribution.  Evaporation  and  Losses 
per  Pound  of  Fuel.  Defining  the  efficiency  of  a  boiler,  inclusive  of  grate, 
furnace,  setting  and  heating  surface,  as  the  ratio  of  the  heat  that  is  actually 
absorbed  and  retained  by  the  steam  per  pound  of  coal,  to  the  calorific  power 
of  the  coal  as  fired,  it  may  be  said  that  there  is  no  fundamental  theory  or 
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absolute  standard,  as  was  the  case  for  evaporative  capacity;  but  there  are 
known  and  established  relations  between  the  factors  that  together  make  it 
less  than  100  per  cent.  Study  of  boiler  efficiency  must  be  based  therefore, 
not  on  what  might  be  expected  of  the  heat  absorption  surface  but  rather  on 
the  nature  and  extent  of  the  losses,  or  the  several  parts  of  the  original  heats 
that  do  not  get  into  the  water  or  steam,  whether  operating  to  reduce  the  amount 
available  for  absorption  before  the  gases  reach  the  surface  or,  on  the  other 
hand,  to  leave  a  residue  of  sensible  heat  in  the  gases  after  they  have  swept 
the  surface. 

Boiler  heat  losses  can  be  divided,  grouped  and  classified  in  many  differ- 
enft  ways;  the  following  is  a  very  useful  classification: 

1.  Furndce  and  Setting  Loss,  This  includes  all  those  amounts  of  heat 
that  tend  to  reduce  the  sensible  heat  of  the  gases  available  for  heating  surface 
absorption  except  radiant  heat  taken  up  directly  by  the  heating  surface, 
such  as: 

(a)  That  necessary  to  evaporate  the  moisture  in  the  coal; 

(6)  That  due  to  burning  hydrogen  to  vapor  instead  of  to  water,  the 

difference  between  high  and  low  calorific  power  of  hydrogen 

burnt  per  pound  of  coal; 

(c)  That  radiated  (1)  from  furnace  and  setting  before  absorption  by 

water  or  steam; 

(d)  That  due  to  unbumed  gases  CO,  H2  and  hydrocarbctos  in  the  flue 

gases; 

(e)  That  due  to  unbumed  fixed  carbon,  in  ash  dropping  through  grate, 

or  in  soot  and  cinders  in  the  flues,  or  discharged  from  the  stack. 

2.  Flue  Loss,  This  includes  the  amount  of  sensible  heat  still  carried  by 
the  gases  that  have  swept  over  the  heating  surface;  it  is  the  product  of  the 
total  weight  of  gases  per  pound  of  coal,  including  water  vapor  and  excess 
air,  into  the  mean  specific  heat  and  excess  of  temperature  over  that  of  the  air 
supply.  Obviously,  this  is  more  or  less  governed  by  the  steam  pressure  and 
temperature  since  the  leaving  gases  can  never  be  made  cooler  than  the  last 
boiler  surface  they  touch,  and  if  this  is  superheater  surface  the  temperature 
may  be  high,  but  if  it  is  feed-water  supply  surface  it  may  be  low.  Otherwise 
this  loss  is  governed  by  the  control  of  air  supply,  and,  more  fundamentally, 
by  the  absorbing  laws  of  heating  surface 

On  the  assumption  that  the  rest  of  the  heat  goes  into  the  steam  and  water, 
all  the  heat  is  thus  accounted  for.  That  which  gets  into  the  water  and  steam 
may  be  regarded  as  the  useful  effect,  but  this  may  not  be  warranted  if  some 
steam  and  water  leakages  exist  or  radiation  occurs  from  the  steam  or  water 
surfaces  themselves.  In  these  cases  there  may  be  a  difference  of  opinion 
as  to  whether  the  losses  should  be  credited  or  debited  because  from  the  stand- 
point of  boiler  effectiveness  as  a  heat  absorber  all  heat  carried  off  by  leakages 
credit  heat,  for  it  has  been  taken  from  gases;  but  on  the  other  hand  from  the 
steam  user's  standpoint  this  heat  is  of  no  value  as  it  cannot  run  an  engine. 
The  steam  and  water  surface  radiation  is   also  a  steam  user's  loss,  but  the 
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boiler  absorbed  it  from  the  gases  and,  coDsidering  tbe  boiler  as  an  absorber 
rather  than  a  conserver  of  beat,  it  is  a  credit.  No  confusion  is  likely  to 
result  in  practical  work  if  these  items  be  clearly  understood,  circumstances  in 
each  case  will  indicate  where  they  belong. 

The  preceding  classification  indicates  that  there  may  be  more  than  one 
standard  of  efficiency  of  boilers  or  rather  that  boiler  efficiency  is  divisible  into 
parts,  which  is  a  valuable  way  of  keeping  the  processes  clearly  divided  and  of 
establishing  a  basis  of  analysis.    The  following  definitions  will  apply: 

1.  Furnace  Effi^dency  E/,  as  a  term  is  properly  applied  to  the  ratio  of  the 
heat  of  the  gases  available  for  heating  surface  absorption  per  pound  of  fuel 
to  the  calorific  power  of  the  fuel,  or 

(B.T.U.  per  lb.  fuel)  -r-  (Furnace  and  setting  loss  per  lb.  fuel) 


Ef^ 


=  1- 


B.T.U.  per  lb.  fuel 

Furnace  and  setting  losses  per  lb.  fuel 
B.T.U.  per  lb.  fuel 


(a) 
(6) 


(718) 


2.  Heating-surface  Effi^ency  £«  as  a  term  is  properly  applied  to  the  ratio 
of  the  heat  absorbed  by  the  boiler  water  and  steam  to  the  sensible  heat  brought 
to  the  heating  siuface  by  the  hot  gases,  radiated  to  it  per  pound  of  fuel.  As 
the  heat  usefully  absorbed  is  the  difference  between  the  sensible  heat  of  gases, 
as  developed  in  the  furnace,  and  the  flue  loss,  this  may  be  set  down  in  two 
ways: 

(B.T.U.  absorbed  by  water  or  steam  per  lb.  fuel)    


E,^ 


=  1 


(B.T.U.  per  lb.  fuel)  —  (furnace  and  setting  losses  per  lb.  fuel) 

(B.T.U.  per  Ib.fuel)— (furnace  and  setting  losses  per  Ib.fuel)—  (flue  losses  per  Ib.fueL) 
(B.T.U.  per  lb.  fuel)  —  (furnace  and  setting  losses  per  lb.  fuel) 

Flue  loss  per  lb.  fuel 


(a) 


(c) 


(«    (719) 


(B.T.U.  per  lb.  fuel)  —  (furnace  and  setting  losses  per  lb.  fuel) 

3.  Bailer  Efficiency  Eb  is  most  commonly  applied  to  the  ratio  of  heat  absorbed 
by  water  and  steam  per  (Jound  of  fuel  to  its  calorific  power  per  poimd,  or  it 
is  the  product  of  heating  surface  and  furnace  efficiencies. 

B.T.U.  absorbed  by  water  per  lb.  fuel 


E.= 


-'-[ 


B.T.U.  per  lb.  fuel 
furnace  and  setting  losses  per  lb.  fuel 


(a) 


] 


B.T.U.  per  lb.  fuel 


(720) 


The  experimental  determination  of  all  these  losses  and  efficiencies  is  con- 
tinually going  on,  and  from  the  data  boiler  designers  have  continuously  sought 
to  improve  results.  As  a  consequence  one  might  expect  to  find  modem 
boilers  turned  out  by  the  best  engineers  much  more  efficient  than  others,  but 
this  is  not  the  case,  nor  can  it  be  said  that  one  type  is  any  more  efficient  than 
another,  if  small  portable  and  other  special  forms  be  excluded,  nor  are  recent 
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designs  more  efficient  than  old  ones.  This  is  well  illustrated  by  the  sum- 
maries made  by  Donkin  after  studying  some  four  hundred  tests,  of  all  kinds 
of  boilers,  which  are  quoted  from  his  book  in  Table  XXIX. 

Table  XXIX 
BOILER  EFFICIENCY  SUMMARIES  (Donkin) 


Type  of  Boiler. 


Water  tube,  l}-mch  tubes 

Locomotive 

Lancashire 

Two-story 

TwoHstory 

Dry  back 

Retum-fixnoke  tube 

Cornish 

Cornish 

Wetback 

Elephant 

Water  tube,  4-inch  tubes . 

Lancashire 

Cornish 

Lancashire 

Dry  back 

Lancashire  3-flue 

Elephant 

Lancashire 

Vertical 


No.  of  Tests. 

Mean  of  Best 

Two  Efficiencies 

Per  Cent. 

Lowest  of  One 

Test,  Efficiency 

Per  Cent. 

Mean  of  All 

Tests,  Efficiency 

Per  Cent. 

6 

81.4 

66.6 

77.4 

37 

83.3 

63.7 

72.5 

10 

74.4 

65.6 

72.0 

9 

76.1 

57.6 

70.3 

29 

79.8 

66.9 

69.2 

24 

76.7 

64.7 

69.2 

11 

81.2 

56.6 

68.7 

26 

81.7 

63.0 

68.0 

9 

81.0 

66.0 

67.0 

6 

09.6 

62.0 

66.0 

7 

70.8 

68.9 

65.3 

49 

77.6 

50.0 

64.9 

40 

73.0 

61.9 

64.2 

3 

65.9 

60.0 

62.7 

107 

79.5 

42.1 

62.4 

6 

73.4 

64.8 

61.0 

6 

66.7 

52.0 

69.4 

8 

65.5 

64.9 

68.5 

8 

74.3 

45.9 

67.3 

5 

76.5 

44.2 

56.2 

These  data  certainly  demonstrate  that  boiler  efficiency,  however  many 
things  may  determine  it,  cannot  be  associated  with  boiler  t3rpe,  nor  with  size. 
Admitting  that  in  some  cases  the  efficiencies  may  be  high,  that  is,  somewhere 
near  80  per  cent,  and  that  in  other  cases  they  may  be  low,  50  per  cent  or 
even  less,  the  causes  of  such  a  possible  range  from  good  to  bad  when  the 
average  good  performance  of  all  types  of  boilers  may  be  and  is  about  the 
same,  are  worth  investigating  even  if  prediction  of  efficiency  for  specific  con- 
ditions is  impossible.  The  charge  of  bad  management  will  not  account  for 
all  the  facts  even  though  a  poor  fireman  may  make  the  performance  of  the 
best  boiler  as  poor  as  the  worst;  there  can  be  absolutely  no  question  as  to  very 
considerable  differences  in  efficiency  with  the  most  skillful  management, 
that  can  be  traced  partly  to  form  and  proportions  of  the  boiler  structure  and 
partly  to  operating  conditions  more  or  less  beyond  the  control  of  the  opera- 
tor. In  a  gfeat  many  cases  gains  or  losses  in  efficiency  are  found  chargeable 
to  ahnost  absurdly  irrelevant  things;  the  literature  of  the  subject,  especially 
that  circulated  by  makers  of  boiler  attachments  is  full  of  such  false  conclu- 
sions, due  no  doubt  to  unskillful  or  over  skillful  testing  that  failed  to  discover 
which  one  of  a  possible  dozen  variables  that  may  affect  boiler  efficiency  was 
responsible  for  an  improvement  obtained. 
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A  OHnplete  statement  of  results  of  a  boiler  perfonnance  aceounting  for 
sappiy  and  distribution  of  heat,  termed  the  heat  balance  of  the  boiler,  is  almost 
imposable,  yet  may  be  closely  approximated  by  careful  experimental  work. 
The  degree  to  which  the  approximation  fails  to  represent  the  true  distri- 
bution is  indicated  by  an  item  containing  unaccounied  for  losses  often  grouped 
with  leakage  of  steam  and  water,  and  radiation.  To  illustrate,  three  differ- 
ent heat  balances  are  reported  in  Table  XXX  for,  first — the  U.  S.  Geological 
Survey  Heine  water  tube  boiler  of  210  H.P.  and  2031  sq.ft.  of  heating  surface, 
as  reported  by  Breckenridge;  second — the  fire  tube  locomotive  boiler  of  400 
H.P.  and  1216  sq.ft.  of  heating  surface  as  reported  by  Goes,  and,  third — a 
Stirling  water  tube  boiler. 

Table  XXX 

THREE  EXAMPLES  OF  HEAT  BALANCE  FOR  BOILERS 


Distribution  of  Heat  of  Coal,  Per  Cent. 

210  H.P. 
Heine. 

400H.P. 
Locomotive. 

510  H.P. 

Stiilins. 

L  Abflorbed  by  water  and  steam 

60.30 

57  00 

74.87 

2.  Lo08  due  to  vaporization  oi  ooal  moisture 

.26             5.00 

15.19           14.00 

3.97             7.00 

.24 

3.  Loas  due  to  sensible  heat  of  stack  gases 

10.73 

4.  Radiation  leakaice  and  unaccounted  for 

8.24 

Total  per  cent  of  fuel  heat  developed 

79.72 
2.17 

18.11 

83.00 
1.00 

16.00 

94.08 

5.  Loss  due  to  imbumed  CO  in  stack  eases 

.42 

6.  Loss  due  to  other  f<XTns  of  incomplete  combustion,  Hs, 
CmH»  in  gases  and  fuel  in  ash  cinder,  in  flues,  setting 
and  diflchftTwed  from  «rtfl4»Jf 

5.50 

Total  per  cent  of  fuel  heat  not  developed 

20.28 

17.00 

5.92 

100.00 

100.00 

100.00 

About  some  of  these  items  there  may  be  a  difference  of  possible  interpre- 
tation,  especially  as  to  whether  a  given  loss  represents  heat  developed  or 
undeveloped  and  more  particularly  as  to  whether  heat  developed,  as  indicated, 
Is  really  available  for  boiler  heating-surface  absorption.  For  example,  when 
the  fuel  contains  hydrogen,  the  steam  from  which  does  not  get  a  chance  to 
cool  below  212®  F.,  the  low  value  only  is  developed,  whereas  the  high  value 
is  reported  by  the  calorimeter  as  the  calorific  power  of  the  fuel.  Again^ 
the  heat  absorbed  by  vaporizing  moisture  in  coal  is  developed  heat,  but  it  is 
unavailable  for  heating  surface  absorption  because  it  is  taken  up  by  coal-water. 

To  avoid  conflicts  in  commercial  transactions  in  which  the  efficiencies 
and  losses  in  boilers  are  sometimes  the  subject  of  legal  guarantees,  standards 
must  be  available  as  subjects  of  agreement  whether  correct  scientifically  or 
not,  and  such  standards  are  established  by  the  American  Society  of  Mechanical 
Engineers,  which  should  be  consulted  by  everyone  interested.  Assuming 
that  the  loss  due  to  vaporization  of  coal  moisture  is  unavailable  for  absorption, 
and  that  the  items  of  radiation,  leakage  and  "  unaccounted  for,"  (in  which 
nearly  all  errors  are  concentrated),  represent  available  heat,  the  furnace  and 


Heine 

LooomotiTe 

79 

78 

76 

73 

60 

67 
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heatingHSurface  efficiencies  can  be  estimated,  and  it  must  be  imderstood  that 
it  is  never  possible  to  do  more  than  estimate  these.  Charging  all  losses  repre- 
senting heat  not  available  for  absorption  against  furnace  efficiency,  these 
efficiencies  decrease. 

Stirling 

Efficiency  of  furnace,  per  cent 94 

"  "    heating  surface,  per  cent. .  81 

"  "    boiler  complete,  per  cent. .  75 

These  figures  are  given  not  as  typical  of  these  kinds  of  boilers  or  of  any  par- 
ticular service  conditions,  though  they  are  as  fair  as  any,  but  rather  to  show 
how  division  of  performance  may  be  made.  In  actual  service  and  even  during 
the  conduct  of  tests,  conditions  are  continually  changing,  so  that  a  whole  series 
of  tests  under  conditions  that  seem  identical  will  produce  different  results 
and  show  that  the  conditions  were  not  identical — the  causes  of  variation  being 
due  almost  entirely  to  the  impossibility  of  fire  control  or  the  maintenance 
of  steady  conditions  therein.  The  ash  is  constantly  accumulating  and 
more  in  one  spot  than  in  another  because  air  passes  most  freely  where 
bed  resistance  is  least,  and  bums  the  coal  faster  at  that  point;  the  thickness 
of  fire  is  varying,  coal  cannot  be  supplied  with  absolute  uniformity  and  the 
air  supply  is  not  only  var3dng  all  the  time  but  the  ratio  of  top  to  bottom 
air  and  side  leakage  also  varies:  all  these  things  change  furnace  and  fire  condi- 
tions and  thus  disturb  the  heat  balance. 

Even  if  the  furnace  efficiency  were  kept  constant  through  a  more  perfect 
fire  and  air  control  than  is  possible  except  in  tests,  the  conditions  for  heat 
absorption  by  the  heating  surface  may  vary  considerably.  Probably  the 
greatest  of  the  disturbing  influences  that  tend  to  baffle  attempts  at  analysis 
is  the  delayed  and  long-continued  combustion  of  the  gases  beyond  the  fire-bed  or 
the  relation  of  flxime  to  completely  burned  hot  gases. 

All  theories  of  heating-surface  absorption  that  have  ever  been  proposed 
are  based  on  the  assumption  that  the  gases  passing  over  the  heating  surface 
are  immediately  and  progressively  cooled  according  to  some  assumed  law. 
Pyrometric  investigations  in  flues  show  that  so  long  aa  there  is  a  clear,  visible 
flame  there  is  practically  no  cooling,  and  even  where  the  flame  becomes  of 
the  flickering,  irregular  sort,  the  cooling  of  the  gases  is  very  much  slower 
than  beyond  the  limit  of  flame,  for  this  reason  the  generation  of  heat  con- 
tinuing during  part  of,  sometimes  all  of  the  absorption  period,  makes  it  prac- 
tically impossible  to  formulate  correct  absorption  laws.  It  must  not  be 
understood,  however,  that  this  theorizing  is  of  no  value;  attention  has 
already  been  called  to  Perry's  idea  of  absorption  as  most  useful,  and 
reasonably  in  agreement  with  observation  on  rate  of  heat  absorption  related 
to  rate  of  heat  generation. 

The  efficiency  of  heating  surface  being  the  ratio  of  the  amount  absorbed 
to  that  generated  and  available  for  absorption,  can  be  derived  from  the  relations 
between  rates  of  generation  and  absorption,  whether  these  relations  are  derived 
from  a  theory  or  represent  average  experimental  data.    According  to  the 
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experimental  data  analyzed  in  the  last  section  the  relation  between  absorption 
and  generation  rates  could  be  expressed  in  either  of  the  following  ways: 

•   B.T.U.  developed  in  fire  and 
=a+6 


{ 


B.T.U.  absorbed  per  hr.  per 
sq.ft.  of  heating  surface 


available  for  absorption 
per  hr.  per  sq.ft.  of  heat- 
ing surface 

B.T.U.  developed  in  fire 
and  available  for  absorp- 
tion per  hr.  per  sq.ft.  of 
grate  surface 

from  which  two  possible  expressions  for  efficiency  of  the  heating  surface  follow 
both  of  the  same  general  form,  Eq.  (712),  since  efficiency  is 


B.T.U.  absorbed  per  hr.  per 
sq.ft.  of  grate  surface 


=aR+b 


E,^ 


B.T.U  absorbed 


B.T.U.  developed  in  fire  and  available  for  absorption 


--5  J .  ((j\ 

(B.T.U.  developed  in  fire  and  available  for  absorption  per  hr.  per  sq.ft.  H.S.)      ^ 

oR ^,  V 

(B.T.U.  developed  in  fire  and  available  for  absorption  per  hr.  per  sq.ft.  G.S.) 


(721) 


These  are  equations  of  an  equilateral  hyperbola  asymptotic  to  1006  per 
cent  efficiency  as  indicated  by  AB  in  Fig.  136.  They  seem  to  be  at  fault  because 
they  show  that  efficiency  may  exceed  100  per  cent  with  small  amounts  of 
generation,  which  means,  however,  only  that  the  relation  is  not  true  for  very 
small  generations.  For  the  working  ranges  of  generation  rates  the  heating  surface 
efficiency  line  is  substantially  straight  and  falls  with  increase  of  generation. 
According  to  Perry's  division  of  absorption  between  fire-box  and  flue,  or  their 
equivalents  for  the  particular  structure  in  question,  the  efficiency  of  the  flue 
part  of  the  heating  surface  is  independent  of  the  rate  of  heat  supply  to  it,  so 
that  all  variations  in  the  efficiency  of  the  whole  heating  surface  must  be 
chargeable  to  the  part  receiving  radiant  heat.  Just  how  true  this  is,  or  just 
how  the  whole  efficiency  of  heating  surface  should,  and  really  does,  vary  with 
rate  of  generation  cannot  be  settled  with  any  available  data,  though  there  are 
enough  to  prove  almost  anything  with  a  little  skillful  stretching. 

The  curve  AB  of  Fig.  136  does,  however,  within  the  limits  of  the  experi- 
mental points  from  which  it  was  plotted — those  for  the  Hohenstein  oil-fuel 
boiler — represent  the  facts  of  these  experiments,  and  comparison  with  E3q.  (721) 
for  heating  surface  efficiency  in  terms  of  losses  indicates  a  most  interesting 
meaning  for  the  vertical  distance  from  the  curve  AB  to  the  100  per  cent  line. 
This  distance  must  stand  for  the  flue  loss  per  pound  of  fuel  divided  by  the 
generation  per  pound  fuel,  or  the  calorific  power  less  the  furnace  and  setting 
loss,  and  shows  that  for  these  experiments  the  ratio  is  increasing  with  increase 
of  total  generation  or  rate  of  combustion. 

If  on  the  same  diagram,  the  line  CD  represents  the  overall  boiler  efficiency 
then  the  vertical  distance  from  it  to  the  100  per  cent  line  must  represent  the  sum 
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Fio.  136. — Curves  Bhowing  the  Relations  which  Exist  betweeo  Quantities  Entering  into 
Boiler  Efficiency. 
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of  the  losses  in  the  flue  as  sensible  heat,  together  with  the  furnace  and  setting 
losses.  Similarly,  the  vertical  distance  from  CD  to  AB  must  represent  the 
furnace  and  setting  losses.  If  the  two  curves  are  parallel  these  latter  losses 
are  constant  in  amount;  if  they  converge  toward  the  right  they  must  decrease 
with  increase  in  heat  generation,  and  if  they  diverge  the  losses  are  increasing 
with  increase  of  production.  In  this  particular  case  the  losses  first  increase 
and  then  decrease,  and  are  separately  plotted  below,  line  EF. 

In  all  cases  the  flue  losses  increase  in  quantity  with  increase  in  heat  genera- 
tion according  to  these  data,  and  it  is  worth  while  to  investigate  what  meaning 
may  be  attached  to  this. 

Setting  down  the  expression  for  flue  loss  which  is  represented  by  the  distance 
from  the  heating-surface  eflBiciency  line  AB  to  the  100  per  cent  line,  in  symbols 

Flue  loss  per  lb.  fuel  in  sensible  heat 

B.T.U.  per  lb.  fuel  — furnace  and  setting  losses  per  lb.  fuel 

=  1__5 ™ ....  (722) 

B.T.U.  generated  per  square  foot  grate 

For  the  above  to  be  true  either  the  numerator  must  increase  or  denominator 
decrease,  that  is,  with  increase  of  combustion  rat«  the  sensible  heat  per  pound  of 
fuel  must  increase  or  the  furnace  and  setting  losses  per  pound  of  fuel  must  increase, 
or  both.  This  shows  clearly  how  variations  in  the  furnace  conditions  affect 
the  heating-surface  eflBiciency  in  spite  of  any  supposed  constancy  of  the  eflBiciency 
of  the  flue  part.  As  the  experiments  from  which  the  conclusion  is  derived 
include  all  possible  ranges  in  rate  of  combustion  and  kind  of  coal  and  several 
very  different  types  of  boiler,  it  must  be  accepted  notwithstanding  the  appar- 
ent failure  of  the  law  of  relation  for  low  rates  of  generation  where  the  curve 
passes  the  100  per  cent  line. 

The  flue  loss  in  sensible  heat  is  the  product  of  specific  heat  of  gases,  their 
weight  per  pound  of  fuel  and  the  excess  of  temperature  over  the  air  supply,  and 
if  the  flue  part  of  the  heating  surface  takes  out  always  the  same  part  C,  then 

Heat  absorbed  by  flues  =  CX (heat  supplied  to  flue).      .     .     .     (723) 

Flue  loss  =  (1 — C)  X  heat  supplied  to  flue,     .     .     (724) 

or  CpW;(/8tack-^idr)  =  (l-0(^P^t<^furnace-^air) (725) 

[(stack  temp.)  —  (air  temp.)]  =  constant X  [(furnace  temp.)  —  (air  temp.)],  (726) 

provided  the  weight  of  gases  per  pound  of  coal,  w,  is  constant.  'Experimental 
observation  proves  that  the  stack  temperature  always  rises  with  increase  in  rate 
of  combustion  unless  excess  air  be  supplied  at  the  same  time,  and  as  a  rule  the 
excess  air  and  weight  of  gases  per  pound  of  fuel  decreases  with  increased  rate 
of  combustion  or  increased  draft  if  the  fire  is  thick  enough  and  free  from  holes, 
otherwise;  this  is  most  common  with  moving-bar  stokers  and  with  anthracite 
small  sizes,  whether  hand  or  mechanically  fired,  the  weight  of  gases  per  pound 
of  coal  quickly  decreases  and  the  stack  temperature  increases  less  quickly, 
or  not  at  all. 
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In  the  U.  S.  Geological  Survey  series  on  the  Heine  boiler  the  combustion 
chamber  temperature  increased  somewhat,  irregularly  with  rate  of  combustion 
and  rate  of  heat  evolution,  for  a  considerable  variety  of  coals  and  varying 
ratios  of  flue  temperature  to  combustion  chamber  temperature.  Individual 
readings  show  that  the  ratio  of  excess  temperature  of  combustion  chamber 
over  the  boiler  temperature,  to  the  excess  of  flue  temperature,  was  found 
to  range  from  4  to  14,  the  best  average  being  7.3.  This  could  hardly  be  called 
a  constant  ratio,  and  the  reason  may  be  due  to  the  fact  that  the  flame  extended 
between  the  tubes  more  in  some  cases  than  in  others,  or  it  may  be  that  the 
expectation  of  constancy  is  based  on  wrong  hypotheses,  and  yet  these  are 
the  best  data  on  the  subject  available. 

Examples  of  specific  relations  like  the  above  could  be  cited  for  other 
variables,  and  at  the  end,  the  problem  would  be  little  if  any  nearer  solution. 
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Fig.  137. — ^Relation  between  Horse-power  and  Draft  on  Efficiency. 

However  difficult  division  or  anal3rses  of  losses  may  be,  there  is  little  doubt 
Bs  to  the  sort  of  effect  an  increase  or  decrease  of  any  one  factor  may  have,  and 
it  is,  furthermore,  usually  possible  to  explain  an  overall  efficiency  curve  when 
obtained. 

The  overall  efficiency  curves  are  not  always  given  in  terms  of  per  cent 
efficiency,  nor  is  capacity  in  terms  of  B.T.U.  absorbed  per  hour,  but  for 
efficiency  the  evS^poration  actual  or  equivalent  per  pound  of  fuel  is  more  com- 
mon, and  for  capacity,  boiler  horse-power  or  per  cent  boiler  rating  or  rate  of  com- 
bustion. One  such  curve  of  considerable  significance  is  that  of  Fig.  137,  repre- 
senting the  results  from  the  Interborough  Railway  boilers  equipped  with  two 
Roney  stoker  furnaces,  one  70  per  cent  of  the  grate  area  of  the  other  and  burning 
good  semi-bitiuninou&  coal,  first  on  one  grate  alone  and  then  on  both  together. 
Increased  capacity  causes  a  decrease  in  efficiency  regularly  along  a  line 
almost  straight  with  one  grate,  but  when  for  a  given  capacity  the  second  grate 
is  used,  the  efficiency  becomes  higher  after  which  it  again  decreases  along  a 
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nearly  parallel  line,  that  is,  in  accord  with  a  similar  law.  The  only  way  this 
could  happen  is  through  a  change  in  furnace  conditions,  probably  traceable 
to  excess  air  variations,  as  the  draft  suddenly  decreases  for  a  given  amount  of 
generation,  when  passing  from  the  single  to  the  double  grate,  as  indicated  by 
the  draft  curves.  If  there  are  holes  or  air  leaks,  as  is  the  case  with  such  stokers, 
this  would  cause  a  decrease  of  excess  air  and  an  increase  of  efficiency  exactly  as 
occurred  when  the  draft  changed  from  a  high  to  low  value  for  the  same  or  even 
greater  total  rate  of  heat  evolution.  In  the  Goss  locomotive  tests  the  evaporation 
is  reported  per  pound  of  dry  coal  as  a  function  of  equivalent  evaporation  per 
square  foot  of  heating  surface,  and  shows  a  similar  nearly  straight  line  relation 
as  in  Fig.  135,  but  different  for  the  two  coals  used.  The  reason  for  this  appears 
if  the  whole  heat  balance  be  plotted  to  the  same  base,  and  is  mainly  due  to 
a  difference  in  cinder  loss  which  in  both  cases  increases  with  boiler  capacity 
and  draft  that  produces  it.  The  essential  difference  between  this  fire  and  that 
last  discussed  is  in  its  very  superior  thickness,  lack  of  agitation  by  stoker 
bars,  and  lack  of  air  holes  at  sides  or  end.    See  Chart  No.  49,  in  the  Tables. 

Another  good  illustration  of  the  controlling  nature  of  some  one  condition 
is  given  by  Myers,  reporting  results  of  boiler  performance  with  tan  bark  as  a 
fuel  in  leather-making  works,  the  chief  characteristic  of  the  fuel  being  the 
large  amount  of  moisture  in  proportion  to  the  calorific  power,  which  makes  it 
unbumable  in  an  ordinary  furnace.  The  fuel  showed  about  9500  B.T.U.  per 
pound  when  dry  and  ten  samples  contained  65J  per  cent  moisture  average, 
leaving  only  2665  B.T.U.  per  pound  of  fuel  as  fired,  which  gave  a  boiler 
efficiency  over  all  of  71  per  cent  when  referred  to  dry  tan  bark  and  54  per  cent 
when  referred  to  the  bark  as  fired.  Use  of  this  wet  fuel  absolutely  prevents 
the  attainment  of  high  efficiencies  even  in  the  best  apparatus  because  of  the 
moisture  heat  loss  which  is  the  controlling  condition. 

Another  illustration  of  this  fact  is  furnished  by  a  test  of  the  well-known 
B.  and  W.  water-tube  boiler  by  the  Pittsburgh  Testing  Laboratory,  using 
blast-furnace  gas  fuel  which  yielded  a  little  over  .  54  per  cent  efficiency 
because  of  insufficient  air  and  premixture  with  the  gas,  the  flue  gas  analysis 
showing  as  much  as  20  per  cent  escaping  unbumt.  With  exactly  the  same  boiler, 
except  as  to  furnace  and  combustion  chamber,  an  efficiency  in  excess  of  80  per 
cent  is  not  difficult  with  an  oil  fuel  if  care  be  exercised  to  control  air  supply  in 
proportion  to  oil,  and  means  be  provided  to  mix  the  oil  and  air;  failure  to  do 
this  may  yield  just  as  poor  results  as  noted  for  the  blast-furnace  gas.  These 
incidents  will  suffice  to  show  that  boiler  efficiency  is  controlled  not  so  much 
by  the  boiler  as  by  the  furnace,  not  so  much  by  boiler  designer  as  by  fireman, 
but  the  analysis  shows  that  there  is  a  problem  of  design,  more  concerned, 
however,  with  high  capacity  of  surface,  and  therefore  cost  and  size  of  boiler, 
than  with  efficiency  improvements. 

A  number  of  boiler  tests  are  given  in  graphical  form  in  the  Tables  with 
some  one  item  of  importance  selected  to  show  the  effect  of  various  conditions 
of  service  and  fuels  in  the  same  and  different  boilers,  all  of  which  are  self 
explanatory.    See  Charts  Nos.  38  and  39,  Handbook  of  Tables. 
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Prob.  1.  A  furnace  is  fired  with  coal  containing  12,500  B.T.U.  per  pound  which 
needs  14  lbs.  of  air  per  pound  of  coal.  In  the  ash  there  is  5  per  cent  of  the  weight 
of  the  coal  in  unbumed  carbon;  the  coal  has  5  per  cent  moisture  with  it;  there  is 
3  per  cent  of  CO  in  the  flue  gas;  the  stack  temperature  is  500^  above  that  of  the  room, 
which  is  80°  F.,  and  twice  the  combining  proportion  of  air  is  supplied.  For  the  above 
data  and  allowing  for  5  per  cent  radiation,  of  which  4  per  cent  is  from  the  setting  and 
1  per  cent  from  steam  surface,  what  is  the  boiler  efficiency? 

Prob.  2.  The  heating  surface  efficiency  of  a  boiler  is  80  per  cent  when  making  7  lbs. 
of  steam  at  100  lbs.  per  sq.in.  gage  per  hour,  97  per  cent  dry  from  feed  at  100°  F.  per 
lb.  coal.  The  coal  used  contains  12,500  B.T.U.  per  pound.  What  is  the  furnace  loss 
and  boiler  efficiency? 

Prob.  3.  If  in  the  Hohenstein  boiler  test,  for  which  curves  are  plotted  in  Fig.  136, 
the  oil  used  had  a  heating  value  of  18,000  B.T.U.  per  poimd  and  the  heating  surface 
was  2130,  what  was  the  efficiency  of  the  boiler  when  1.5  tons  of  oil  were  burned  per 
hour,  and  what  the  furnace  efficiency  and  the  heating-surface  efficiency? 

Prob.  i.  The  efficiency  of  a  certain  boiler  is  72  per  cent.  The  steam  pressure  is 
125  lbs.  gage,  feed-water  180^  F.  and  there  is  120°  of  superheat;  100  per  cent  excess 
air  is  supplied.  Flue  temperature  is  100°  above  steam  temperature  and  the  room  is 
70°  F.  The  evaporation  per  pound  of  coal  is  6.5.  The  coal  used  is  No.  87  of 
Table  LV  given  in  the  Handbook  of  Tables.  What  is  the  heating  surface  and  funuix^e 
efficiency? 

Prob.  5.  A  boiler  makes  6  lbs.  of  steam  per  hour  at  100  lbs.  gage  pressure  from 
feed-water  at  60°  F.  per  pound  of  coal  fired.  The  coal  is  No.  66  of  the  general  table 
referred  to  in  Prob.  4;  the  ash  loss  is  8  per  cent,  radiation  5  per  cent,  and  the  CO 
loss  2  per  cent.  What  is  the  heating  surface  efficiency,  the  furnace  efficiency,  the 
boiler  efficiency? 


PART  III 

TRANSFORMATION  OF  HEAT   AND  WORK  BY  CHANGES  OF 

SUBSTANCE  CONDITION. 


CHAPTER   XIII 

HEAT  AND  WORK.    FUNDAMENTAL  RELATIONS.    THERMAL  PHASES. 

94.  General  Heat  and  Work  Relations.  Thermal  Cycles.  Work  and 
Efficiency  Determination  by  Heat  Differences  and  Ratios.  Graphic  Method 
of  Temperature-entropy  Heat  Diagram.  Whatever  is  known  of  the  exist- 
ence of  energy,  its  different  manifestations  or  forms,  the  essential  identity 
of  the  different  forms,  the  possibility  of  converting  one  into  another,  and 
the  laws  of  this  transformation  expressing  quantitative  relations  between 
amomits  of  energy  and  changes  of  conditions  of  substances,  has  been  all  derived 
from  very  simple  observations  of  the  form  and  condition  of  substances,  by  a 
somewhat  elaborate  process  of  comparison  and  judgment,  assisted  by  certain 
established  mathematical  principles.  Experiments  on  substances  suffering 
thermal  changes  are  recorded  directly  in  tables  of  observational  data.  The 
numerical  values  of  any  two  series  of  readings  are  compared  for  the  purpose 
of  estabUshing,  if  possible,  a  general  relation  between  them,  a  proceeding  mate- 
rially assisted  by  plotting  one  against  the  other  on  cross-section  paper  3nelding 
a  curve.  The  various  points  will  seldom  lie  all  on  the  curve  because  of  experi- 
mental error  whether  personal  or  instrumental.  The  smooth  curve  passing 
through  or  near  the  greatest  number  of  points  is  considered  as  representing 
the  true  conditions  of  relation,  especially  when  repetition  tests  of  outljdng 
points  bring  them  closer  to  the  curve.  Such  a  curve  is  a  graphic  representa- 
tion of  a  general  relation  between  the  two  quantities  involved,  and  its  equation 
is  the  mathematical  expression  for  the  law  of  relation.  Two  different  laws  so 
derived  may,  by  similar  methods,  be  combined  with  each  other  if  any  essential 
relation  between  the  respective  quantities  really  exists,  and  such  a  process  will, 
if  carried  far  enough,  lead  to  more  and  more  inclusive  statements  of  the  rela- 
tion between  various  quantities.  Each  generalization  is  a  law,  whether 
summarizing  one  set  of  observations,  or  combining  two  or  more  sets.  These 
laws  may  be  stated  in  three  ways:  (a)  by  equations;  (6)  by  curves,  graphic- 
ally; (c)  by  words;  and  of  these,  the  statement  in  words  is  least  valuable 
because  of  the  inadequacy  of  language  to  express  mathematical  truths  or  to 
interpret  physical  mathematical  facts.  For  solving  numerical  problems 
with  actual  substances,  those  laws  which  are  least  general  and  most  concrete 
are  most  useful,  because  as  a  rule  they  involve  a  lesser  number  of  corrections 
and  hypotheses  than  the  broader  generalizations  which  are  reached  only  after 
the  introduction  of  more  and  more  assumptions,  conditions  and  hypotheses. 

The  relations  of  heat  energy  to  work  and  the  conditions  for  the  transfor- 
mation of  one  into  the  other,  have  been  found  by  experience  to  yield  quite 
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readily  to  the  process  of  generalization,  into  more  and  more  broad  statements, 
crystallizing  finally  into  two,mider  the  masterly  manipulation  of  great  physicists: 
at  the  same  time  a  tendency  has  developed  to  call  these  two  statements  the  laws  of 
thermodynamics.  Thermodynamics  is  defined  by  Kankine,  who  helped  to  estab- 
lish it,  as  ''  the  reduction  of  the  laws  according  to  which  such  (heat  and  work) 
phenomena  take  place,  to  a  physical  theory  or  corrected  system  of  principles." 

Thermodynamics,  as  thus  defined,  is  concerned  with  no  numerical  quantities, 
nor  with  any  particular  substance,  nor  for  that  matter  with  any  actual  sub- 
stance whatever,  but  it  is  a  physical  theory  of  energy  in  relation  to  matter; 
expressible  by  two  all-inclusive  laws  known  as  the  first  and  second  laws  of 
thermodynamics,  and  as  such,  is  a  branch  of  natural  philosophy.  These  two 
laws  are  inclusive  of  individual  laws  of  particular  thermal  relations,  only  in  the 
sense  that  the  concrete  cases  do  not  contradict  them^  or  have  served  to  create 
them,  but  not  in  the  sense  that  any  particular  concrete  fact  can  be  derived  from 
the  two  laws  of  thermodynamics;  in  most  cases  it  cannot. 

Engineering  is  concerned  with  real  substances  and  with  numerical  quan- 
tities, so  that  alone  the  two  laws  of  thermodynamic  philosophy  will  not  yield 
a  solution  of  any  practical  numerical  problem  of  design,  or  of  analysis  of  test 
performance  of  actual  heat  machines  or  thermal  apparatus.  To  guide  such 
numerical  thermal  computations  dealing  with  actual  substances  and  apparatus, 
which  is  the  province  of  Engineering  Thermodynamics,  two  diflferences  must 
be  noted :  first,  numerical  values  for  heat  effects  must  be  available  for  the  various 
units  involved,  especially  for  that  class  known  as  physical  constants;  and  second, 
their  values  must  be  known  for  actual  substances  or  the  materials  of  engineer- 
ing. These  physical  constants  include,  for  example,  such  quantities  as  the 
coefficients  of  expansion,  the  specific  heats,  latent  heats  of  fusion  and  vapor- 
ization, the  ratio  of  the  pressure- volume  product  to  absolute  temperature, 
and  the  exponent  "  s  "  in  adiabatic  expansion  of  gases  and  vapors.  These 
so-called  thermal  constants  must  be  accepted  as  given  in  authoritative  physical 
tables  until  such  time  as  they  are  themselves  expressible  by  laws  with  numer- 
ical coefficients,  when  the  special  law  replaces  the  table  either  wholly  or  in  part. 

All  the  thermal  constants  are  derivable  by  direct  experiment,  but  in  some 
cases,  for  example  the  specific  heat  of  gases  or  superheated  vapors  at  constant 
pressure  and  the  latent  heat  of  dry  saturated  vapors,  the  experimental  difficul- 
ties are  so  great  as  to  render  indirect  methods  of  determination  preferable. 
From  the  general  laws  of  heat  and  work  a  few  important  relations  between 
these  constants  can  be  found,  permitting  the  determination  of  one  of  them, 
more  difficult  to  observe,  from  the  values  for  others  more  easily  measured; 
for  example  C»  can  be  found  from  Cp  and  R,  or  from  Cp  and  y,  and  the  specific 
volume  of  dry  saturated  steam  may  be  found  by  Clapeyron's  equation,  Eq. 
(548).  Not  only  are  relations  between  the  constants  desirable  for  the  determina- 
tion of  one  from  others,  but  also  for  purposes  of  checking  observations  made 
on  different  quantities,  perhaps  at  different  times  and  places  and  by  different 
experimenters.  Even  though  some  of  these  coefficients  of  heat  effect  may  not 
prove  to  be  really  constant,  nearly  all  of  them  being  variables  in  fact,  they  are 
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still  called  constants  for  want  of  an  equally  short  and  descriptive  name.  These 
general  heat  and  work  relations  are  extremely  simple  in  conception  and  easy 
to  use,  but  when  mathematically  stated  by  a  series  of  differential  equations, 
may  lead  to  a  most  complex  series  of  derived  equations  to  express  which  com- 
pletely would  require  a  vast  amount  of  work,  but  for  engineering  purposes 
this  is  not  at  all  necessary  nor  even  desirable. 

fbq)eriment  has  shown  that  the  state  of  a  body  is  related  to  its  heat  content, 
and  that  a  given  body  with  an  unknown  heat  content  at  any  particular  state 
or  time  may  receive  heat,  may  expand,  may  be  compressed,  or  may  lose  heat 
in  all  sorts  of  ways,  but  if  at  the  end  of  all  these  processes  it  finally  is  brought 
back  to  its  original  state,  it  must  then  have  the  same  heat  content  as  it  had  in 
the  beginning,  even  though  the  numerical  value  of  this  heat  content  cannot  be 
measured.  This  is  a  most  significant  fact  because  it  provides  a  means  of  dis- 
cussing heat  taken  in  by  the  body,  heat  lost  by  it,  and  work  done,  each  in 
its  relation  to  the  other.  As  energy  is  non-destructible,  any  work  that  has  been 
done  must  be  the  exact  equivalent  of  some  heat  that  is  not  accounted  for  as 
heat,  so  that,  assimiing  a  body  to  pass  through  a  series  of  thermal  changes  and 
to  return  to  its  original  state,  and  therefore  have  the  same  heat  content  as  before, 
it  follows  that  the  relations  are  as  given  in  Eq.  (727) : 

(Heat  added)  =  (Heat  abstracted)  +  (Work  done) ....     (727) 

To  calculate  the  work  done  by  a  complete  series  of  thermal  changes  it  is  only 
necessary  to  be  able  to  calculate  the  heat  added  to  the  body  or  taken  from  it, 
during  such  a  complete  series  of  thermal  processes,  or,  algebraically, 

(Work  done)  =  (Heat  added)  —  (Heat  abstracted) (728) 

Defining  any  single  thermal  process  as  a  thermal  phase,  such  as  evaporation 
at  constant  pressure,  or  expansion  at  constant  temperature,  and  defining  a 
complete  series  of  thermal  processes  bringing  the  substance  back  to  its  original 
physical  state  as  a  thermal  cycle,  then  a  thermal  cycle  consists  of  a  closed  series 
of  thermal  phases,  or  on  a  diagram  of  changes  the  cycle  is  represented  by  a  closed 
figure  consisting  of  a  number  of  separate  connecting  lines,  each  representing 
a  phase.  The  work  done  by  a  thermal  cycle  is  to  be  found  directly  by  sub- 
tracting from  the  algebraic  sum  of  the  heats  added  in  each  heat-adding  phase, 
the  corresponding  algebraic  sum  of  the  heats  abstracted  in  each  heat-abstracting 
phase,  so  that  the  problem  of  finding  the  work  done  is  resolved  into: 

(a)  The  establishment  of  a  thermal  cycle,  representative  of  the  processes; 
(6)  The  heat  evaluation  for  each  phase  of  that  cycle. 

This  work  is,  of  course,  done  at  the  expense  of  heat  added  to  the  substance 
and  the  ratio  of  the  amount  transformed  into  work  to  the  amount  supplied,  is 
the  thennal  efficiency,  which  is  algebraically  defined  by  Eq;  (729). 

/Thermal  efficiency  of  transforma-\  _  /Work  done\  .  . 

\    tion  of  heat  into  work  /  ""  \Heat  added/ 

__  (Heat  added)  —  (Heat  abstracted)  ,, .       _  -  _  /Heat  abstractedX  ,  . 

"  ^(Heat  added)  ^  ^'  V    Heat  added   /  ^^^, 


(729) 
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To  evaluate  the  various  phase  heats,  positive  and  negative,  graphic  methods 
involving  diagrams  are  of  great  assistance,  but  algebraic  methods  may  also 
be  used;  for  any  particular  problem  that  method  is  used  which  saves  the  most 
time.  As  algebraic  methods  are  dependent  directly  on  the  relations  discussed 
in  Part  II,  it  is  only  necessary  to  explain  the  graphic  methods  before  pro- 
ceeding to  the  detailed  work  of  evaluating  each  phase  by  both  methods. 

It  was  found  convenient  in  the  study  of  work  as  a  function  of  pressure- 
volume  changes,  to  use  diagrams  the  coordinates  of  which  were  the  two 
factors,  pressure  and  volume,  whose  product,  represented  by  an  area,  indicated 
to  scale  the  quantity  of  work — the  diagram  showing  how  the  work  varied 
with  either  volume  change  or  pressure  change.  A  similar  diagram  can  be 
developed,  equally,  if  not  more,  useful  for  studying  quantities  of  heat  as  func- 
tions of  temperature  changes,  by  taking  as  one  coordinate  absolute  tempera- 
ture, and  for  the  other  the  heat  per  degree  of  absolute  temperature,  so  that 
the  area  will  indicate  heat  as  the  product  of  absolute  temperature  and  heat 
per  degree  of  temperature.  As  there  is  ordinarily  little  interest  in  the  total 
heat  contient  of  a  substance,  counting  from  the  state  of  no  heat,  and  as  the 
question  under  examination  is  usually  concerned  only  with  the  heat  received 
or  lost  between  two  thermal  conditions  or  between  two  temperatures,  it  is  com- 
mon to  take  for  the  coordinates  of  the  heat  diagram  absolute  temperature  for 
vertical  distances,  and  the  heat  gained  or  lost  per  degree  of  temperature  start- 
ing anywhere,  for  horizontal  distances.  This  horizontal  distance — heat  gained 
or  lost  per  degree  of  absolute  temperature — was  named  by  Rankine  the  thenno- 
dynamic  function,  and  by  Clausius  the  entropy;  this  latter  and  simpler  name 
is  now  always  used.  Therefore  the  diagram  on  which  heitt  is  represented 
by  areas  is  known  as  the  temperature-entropy,  or  T*  diagram,  just  as  the 
other  diagram  on  which  work  was  represented  by  areas  is  known  as  the  pres- 
sure-volume or  PF  diagram,  the  coordinate  names,  vertical  and  horizontal, 
being  used  for  the  name  of  the  diagram.  As  the  pressure-volume  diagram  was 
also  called  the  work  diagram,  so  may  the  temperature-entropy  diagram  be 
similarly  called  the  heat  diagram. 

Horizontal  distances  on  the  temperature-entropy,  or  heat  diagram  are,  from 
the  above  specifications  of  the  diagram,  derived  quantities  and  not  directly 
measurable  physical  quantities  like  volumes  or  temperatures.  When  a  sub- 
stance in  condition  A,  receives  or  gives  up  heat  to  reach  condition  B,  then  the 
horizontal  distance  between  the  two  corresponding  diagram  points  is  given 
by  Eq.  (730). 

(Entropy  change  from  A  to  B)  =  ^Absolute  t!Jpe^ratur^^  theX       ^'^^^^ 

\         heat  exchange  took  place  / 

These  horizontal  distances  or  entropies  can  be  laid  off  from  an  absolute  zero 
of  entropy  or  from  any  given  value  as  a  starting  point,  but  as  practical  problems 
deal  only  with  cyclic  heat  changes  and  not  with  total  heat  content,  it  is  customary 
to  plot  only  entropy  differences  in  passing  from  one  state  to  another,  creating 
thus  an  artificial  or  arbitrary  zero  of  entropy  at  the  point  where  the  heat  content 
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of  the  body  is  least  Entropies  measured  from  this  point  are  really  differences 
in  entropy  between  any  point  and  that  point  where  the  body  has  least  heat 
content.  To  avoid  confusion  the  abscissa  of  any  point  ¥^11  be  set  down  as 
a  difference.    Introducing  symbols. 

Let  <l)a,  <!>»,  etc.=the  absolute  and  indeterminate  entropy  of  the  substance 

in  the  condition  represented  by  points  A,  B,  etc.; 
(<!>&— W=  change   in  entropy,  in  changing    condition  from  A  to  B, 
equal  to  the  horizontal  distance  between  the  diagram  points; 
r= absolute  temperature  F  at  which  the  heat  is  exchanged; 
Qa»= the  quantity  of  heat  added  to,  or  abstracted  from  the  body 
in  passing  from  state  A  to  state  5. 


Then 


(<|)&  — <!>a)  = 


Qa, 


(731) 


It  is  evident  that  as  substances  may  change  temperature  during  a  change 
of  heat  content,  T  will  vary  with  Q,  and  as  T  is  the  temperature  at  which  the  heat 

is  received,  it  is  unknown,  so  that 
solution  of  EJq.  (731)  is  possible, 
first,  by  the  use  of  an  average  tem- 

6001 1 1 I— I I   _-t^    I       I       I    perature  for  the  process,  second,  by 

what  is  preferable  and  equivalent, 
the  substitution  of  a  differential 

woK^-=q I I ! I I       I       I       I    form,  Eq.  (732). 
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Fig.  138. — Heat  Diagram  to  Temperature-entropy 
Coordinates  Representing  Quantity  of  Heat  by 
the  Area  under  the  Thermal  Process  Curve. 


This  formula,  Eq.  (732),  applies  to 
all  thermal  processes  in  which  the 
temperature  changes  with  the  heat 
content,  such  as  heating  solids, 
liquids,  gases,  and  vapors,  without 
change  of  state.  When,  however, 
the  temperature  does  not  change 
with  heat  reception  or  its  loss,  as 
for  the  boiling  of  liquids,  condens- 
ing of  vapor,  freezing  of  liquids, 
melting  of  solids,  and  for  iso- 
thermal expansion  of  gases  or 
superheated  vapors,  then  Eq. 
(731),  the  simpler  form,  applies 
directly. 

Referring  to  the  diagram.  Fig. 
138,  the  point  A    represents  the 


original  state,  B  the  final  state  after  receiving  the  quantity  of  heat  Qo*,  repre- 
sented to  scale  by  the  area  under  the  change  of  state  curve,  AB^  down  to  the 
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horizontal  axis.  It  will  be  obeerved  that  heat  added  is  laid  off  to  the  right  and 
this  is  the  usual  way,  accordingly  heat  abstracted  is  to  be  laid  off  to  the  left 
of  the  point  at  which  it  begins.  This  arrangement  makes  it  possible  to 
easily  deal  with  cycles  or  complete  thermal  series  of  processes,  as  illustrated 
in  F^.  139,  which  represents  the  following  four-phase  cycle: 

(1)  Heat  addition  with  risii^  temperature  from  .4  to  B; 

(2)  Heat  addition  at  constant  temperature  fr(«n  B  to  C; 

(3)  Heat  abstraction  with  falling  temperature  from  C  toD; 

(4)  Heat  abstraction  at  constant  temperature  from  D  io  A. 
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Fia.  139.— Heat  Diagram  of  Complete  Thermal  Cycle  to  Temperature-entropy  Coordinates, 
showing  Net  Work  done  as  the  A^cbraic  Sum  of  Heat  Areas  under  the  Thermal  Process 
Curves. 

E^h  of  these  heats  is  represented  separately  in  diagrams  (b),  (c),  (e),  (/); 
the  algebrfuc  sum  of  all  heats  added,  in  dia^am  {d) ;  of  all  heats  abstracted 
in  diagram  (g);  so  that  the  beats  added  less  the  heats  abstracted,  is  the  dif- 
ference between  the  areas  unda'  the  eurves  ABC  of  (d),  and  CDA  of  (g),  and 
this  is  the  area  enclosed  by  the  cycle  ABCD  on  the  main  diagram  (a). 

It  therefore  appears  tiiat  the  evaluation  of  work  done,  or  the  thermal 
efficiency  of  transformation,  becomes  easy  with  the  assistance  of  the  tem- 
perature-entropy diagram;  the  work  is  the  area  enclosed  by  the  cycle  diagram 
ABCD  and  the  efficiency  the  ratio  of  enclosed  area  ABCD  to  all  that  area  under 
the  top  boundary  line  ABCC'A'A. 

Practical  application  of  this  method  of  study  of  efficiency  of  heat  trans- 
formation into  work  requires  a  preliminary  establishment  of  the  character- 


502  ENGINEERING  THERMODYNAMICS 

istics  of  the  separate  phases,  which  in  turn  involves  the  physical  constants 
discussed  in  Part  II,  where  certain  relations  between  them  were  assumed, 
that  must  be  proved  on  rational  grounds. 

Example.  Evaluate  the  heat  added  to  the  substance  in  the  change  of  condition 
represented  by  the  line  AB  in  Fig.  138,  stating  the  results  in  heat  units  (B.T.U.)  and 
in  foot-pounds. 

The  area  of  the  figure  below  the  line  AB  down  to  absolute  zero  temperature 
measured  by  the  planimeter  or  by  adding  narrow  vertical  strips,  was  found 
to  be  5.67  square  inches  as  originally  plotted.  On  the  diagram,  1  inch  represents 
200^  F.  absolute  in  height,  and  .2  entropy  units  horizontally,  so  that  1  square  inch 
represents,  200  X. 2  =40  B.T.U*    The  entire  area  represents,  therefore, 

40 X5.67  =226.8  B.T.U.  =226.8 X778  =  176,500  ft.-lbs. 

Prob.  1.  In  Fig.  139  evaluate  by  the  heat  added  from  A  to  B,  and  from  BtoC,  the 
heat  removed  from  C  to  Z>,  and  from  D  to  A,  and  find  the  net  work  done  by  the  cycle, 
first  in  B.T.U.  and  then  reduced  to  foot-pounds.  What  is  the  thermal  efficiency  of 
the  cycle? 

Prob.  2.  A  certain  quantity  of  gas  passes  through  a  cycle  in  which  it  receives  1000 
B.T.U.  of  heat.  The  mechanical  work  of  the  cycle  is  90,000  ft.-lbs.  How  much  heat 
is  removed  during  the  cycle,  and  what  is  the  thermal  efficiency? 

Prob.  8.  A  steam  engine  has  a  thermal  efficiency  of  9.7  per  cent.  Each  pound 
of  steam  entering  the  engine  has  1050  B.T.U.  more  heat  than  the  condensate  leaving 
the  condenser.  How  much  heat  must  the  condenser  remove  from  each  pound  of 
steam? 

Prob.  4.  If  an  eng^e  were  of  100  per  cent  thermal  efficiency,  how  many  B.T.U. 
must  be  suppUed  per  hour  per  H.P.?  How  many,  if  the  efficiency  were  20  per  cent? 
If  the  efficiency  were  5  per  cent? 

Prob.  6.  A  hypothetical  engine  receives  1000  B.T.U.  at  a  constant  temperature 
of  900^  F.  and  rejects  heat  at  a  constant  temperature  of  90^  F.  No  heat  is  added  nor 
removed  while  the  temperature  is  changing.    What  is  the  thermal  efficiency? 

Prob.  6.  A  power  plant  using  coal  of  13,000  B.T.U.  per  lb.,  requires  2  lbs.  of  coal 
per  hour  per  K.W.  measured  at  the  switchboard.  What  is  the  efficiency  of  the  plant 
for  converting  heat  of  fuel  into  electrical  energy? 

Prob.  7.  If  a  pound  of  water  be  evaporated  at  a  constant  temperature  of  212*^  F., 
the  heat  to  completely  vaporize  it  will  be  970.4  B.T.U.  What  is  the  increase  in  its 
entropy? 

Prob.  8.  To  evaporate  a  pound  of  water  at  a  temperature  of  400^  F.  (247  lbs.  per 
square  inch  absolute)  requires  827.2  B.T.U.  Find  the  increase  of  entropy  due  to 
evaporation. 

Prob.  9.  Anhydrous  ammonia  evaporating  at  a  temperature  of  0^  F.  absorbs  555 
B.T.U.  per  pound.    What  is  its  increase  in  entropy  due  to  evaporation? 

Prob.  10.  Plot  to  scale  the  T*  diagrams  for  each  of  these  numerical  problems. 

Prob.  11.  It  has  been  proposed  to  apply  the  heat  of  condensation  of  steam  after 
exhausting  from  a  steam  engine  to  the  generation  of  ether  vapor  to  work  in  an  ether 
engine,  the  exhaust  of  which  is  to  be  condensed  by  water.  Describe  and  sketch  the 
steam  and  ether  cycles  showing  what  phases  they  have  in  common,  what  similar  in 
kind,  and  what  different,  using  T*  and  PV  coordinates. 
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96.  General  Energy  Equation  between  Heat  Change,  Intrinsic  Energy 
Changey  and  Work  Done.  Derived  Relations  between  Physical  Constants 
for  Gases  and  for  Changes  of  State,  Solid  to  Liquid,  and  Liquid  to  Vapor.    As 

previously  stated,  work  done  by  a  substance  is  always  done  at  the  expense  of  its 
heat,  and  while  doing  work  the  substance  may  be  receiving  heat  or  it  may  not.  If 
no  heat  is  being  added  at  the  time  the  work  is  being  done,  that  work  is  derived 
directly  from  the  heat  content  of  the  substance  and  as  a  consequence  the  heat 
content  is  lessened,  or  the  energy  reduced,  by  an  amount  exactly  equivalent  to 
the  work  done.  Should  heat  be  added  while  work  is  being  done,  the  change 
in  the  energy  content  of  the  substance  is  the  difference  between  the  heat  added 
and  work  simultaneously  done.  It  has  been  the  custom  to  call  the  whole 
energy  content  of  a  body  its  intrinsic  energy,  so  that  the  above  expression 
becomes  for  a  case  of  heat  addition, 

(Change  in  intrinsic  energy)  =  (Heat  added)  —  (Work  done) .    .    .     (733) 

For  complete  thermal  cycles,  the  body  returns  to  the  original  state,  has  the 
same  intrinsic  energy  at  the  end  as  at  the  beginning,  and  the  change  in  intrinsic 
is  zero.  During  the  cycle,  heat  may  have  been  received  at  one  time  and  lost 
at  another,  so  that  for  the  "  heat  added  "  term  in  Eq.  (733)  there  must  be  sub- 
stituted a  more  general  one  representing  the  algebraic  sum  of  all  heats  added, 
giving  abstracted  heats  a  negative  sign,  and  similarly  for  the  work  term,  there 
must  be  substituted  one  representing  the  algebraic  sum  of  the  works,  work  of 
compression  being  negative.    Hence  for  a  complete  cycle, 

(Algebraic  sum  of  heats  added)  —  (Algebraic  sum  of  works  done)  =0,  (a) 

It  was  on  this  form  of  the  expression  that  the  work  and  eflSciency  methods 
described  in  the  last  section,  were  based;  it  is,  however,  a  special  case  of  a  more 
general  expression  for  any  kind  of  thermal  process  whether  a  complete  cycle 
or  not  and  consisting  of  any  number  of  phases  whether  overlapping  or  separate, 
which  is  derivable  as  follows: 

Let  [7= intrinsic  energy  of  a  body  or  its  total  energy  of  condition  defined 
as  the  heat  it  possesses  above  a  condition  of  absolute  zero  of 
heat,  in  B.T.U. 
Q=the  heat  gained  by  a  body  in  passing  from  any  state  to  any  other, 
which  is  the  sum  of  all  heat  directly  added  less  all  abstracted 
as  such,  in  B.T.U. 
TF=work  done  in  passing  from  the  first  to  the  second  state,  which  is 
the  sum  of  all  expansion  less  all  compression  work,  or  equal  to 
the  net  work  done,  in  ft.-lbs.; 
/= Joule's  equivalent  of  one  B.T.U.  in  ft.-lbs.  =777.52  or  approxim- 
ately 778. 
Then  the  more  general  expression  for  the  relation  between  heat,  work,  and 
intrinsic  energy  takes  the  following  form,  EJq.  (735),  which  is  one  statement 


(734) 
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of  the  so-called  first  law  of  theraiodynamics^  namely,  that  heat  and  mechanical 
energy  are  mutually  convertible: 

dU-=dQ~dW (735) 

This  equation  will  be  called  for  convenience  the  general  energy  equation 
for  substances  and  is  true  for  all  kinds  of  thermal  changes  except  those  includ- 
ing as  a  part  an  irreversible  process.  In  such  cases  the  failure  of  the  equilibrium 
of  the  state  of  the  substance  destroys  the  dependence  of  intrinsic  energy  on 
state  alone,  which  is  otherwise  true  and  assumed  in  the  above  equation. 

Applying  this  equation  directly  to  perfect  gases  gives  some  useful  relations 
between  the  physical  constants.  For  such  hypothetical  substances,  which  all 
actual  gases  closely  approximate  at  some  time,  PV=RT,  for  1  lb.,  in  foot- 
pound units  in  which  R  is  the  gas  constant.  See  Ek][.  (522).  The  differential 
form  of  this  is  given  by  Eq.  (736). 

• 

diPV)=PdV+VdP=RdT .     (736) 

When  gases  receive  a  little  heat  dQ,  it  is  conceivable  that  it  may  be  divided 
into  two  parts,  one  part  raising  temperature  without  doing  work,  and  therefore 
given  by  C^T  B.T.U.  for  1  lb.,  and  a  part  transformed  directly  into  work  and 

equal  to  Pd7  foot-pounds,  hence      dQ^C4T+\pdV (737) 

Combining  Eqs.  (735)  and  (737),    dU=C4T+jPdV-jdW.      .    .     .     (738) 

But  as  dT7=Pd7,  dU=-C4T (739) 

which  shows  that  for  perfect  gases  the  intrinsic  energy  depends  on  the  absoliUe 
temperature  only.  Furthermore,  the  intrinsic  energy  of  a  perfect  gas  is  equal 
to  the  product  of  its  specific  heat  at  constant  volume  into  its  absolute  tem- 
perature plus  a  constant  of  integration,  if  this  specific  heat  is  not  a  function 
of  temperature,  which  it  probably  is.    Combining  Eqs.  (736)  and  (737)  by 

elimination  of  dF  gives  dQ  =  C4T+jdT-j  VdP^  (c,+j\dT~  VdP.     (740) 

But  the  specific  heat  at  constant  pressure  is  given  by    (^p— \j^)       •     •     (741) 

Whence  by  Eq.  (740),    Cp=C,+j,    and    R=JiCp-C,).       .     .     .     (742) 

This  Eq.  (742)  proves  the  assumption  made  previously  that  the  gas  constant 
R  is  equal  to  the  difference  between  the  two  specific  heats  expressed  in  foot- 
pounds. 

Substitution  of  this  value  for  /2  in  Eq.  (740)  gives  another  form  to  the  heat 

expression,  in  terms  of  dT  and  dP,  variables,      dQ  =  CpdT— j  VdP.    .    .     (743) 

Giving  to  dT  in  Eq.  (735)  its  value  in  (736),    dQ^^  d{PV)+jPdV.  .     (744) 
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This  can  be  put  into  an  integral  form,  Eq.  (745),  directly,  and  the  factor 

C           C                  1 
simplified  by  using  the  relation,    isr  =  T77r"^T7"\  =  — 77^ T; 

/Heat  added  from  stateX  /_J__\/p  t/  p  t/ \  i  r'^DJi/  /  \ 
(  A  to  state  B  in  foot- ricT^r^^^^^^-^-^+Ja  ^^^  ^^^ 
\    pounds  /     \C.      / 


1 


i(P»F»-P,F.)+(Workdone)  (6) 


.  (746) 


When  gases  expand  they  follow  the  general  law  PV'=K,  and  in  so  expand- 
ing the  work  done  is  given  by  Eq.  (746). 


W 


PdV^Ki    yi=Yi:j^^''"-^'^"^ (746) 


Substitution  of  this  in  Eq.  (745)  gives 


^-1 


=/^V»»--y«»-*)+  (y^)  (K»i-- 7,1-0 


Hence 


«-J 


{t^)^V,^-'-V>'-') "  .     (747) 


8 


X  (Work  of  expansion) (748) 


To  proceed  further  with  the  investigation  of  relations  between  physical 
constants  requires  a  still  more  general  energy  equation  involving  more  of 
them.  One  of  the  basic  definitions  of  heat  makes  a  quantity  of  heat  pro- 
portional to  the  amount  of  its  effect  on  pressure,  on  volume  and  on  temper- 
ature, so  that  taking  these  quantities  in  pairs  as  independent  variables,  two 
fixing  the  third  by  the  general  property  relations  of  matter,  any  heat  increment 
may  be  equated  to  effect,  by  the  three  sets  of  algebraic  relations  of  Eq.  (749). 

dQ^adT+bdV,  (a);     =cdT+ddP,  (Jb);     =edP+fdV,  (c).    .     (749) 

The  change  in  intrinsic  energy  is  given  by  the  following  set,  Eq.  (750),  cor- 
responding to  the  above,  in  which  the  factors  (a),  (6),  (c),  etc.,  are  unit  thermal 
effects  or  physical  constants.    Substituting  Eq.  (749)  in  Eq.  (735). 


dU=a dT+b dV-jP dV=a dT+ 


H) 


dV 


(a) 


=c  dT+d dP-jPdV  (6);  =e  dP+f  dV-jP dV=e dP+(f-j\dV  (c) 


(750) 
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These  ore,  of  course,  partial  differential  equations  and  each  must  be  a  com- 
plete differential,  that  is,  it  must  be  possible  to  solve  or  integrate  it.  There- 
fore the  differential  coefficients  of  each  coefficient  with  respect  to  the  other 
variable,  when  its  own  variable  is  constant,  must  be  equal  to  each  other. 
This  is  expressed  symbolically  in  Eq.  (751);  there  are  two  others  similar, 
but  not  set  down  because  they  are  not  to  be  used. 

^(a).-c=(^)^_^=^(6-^)^_^ (751) 

The  change  of  heat  per  degree  of  absolute  temperature  has  been  defined 
as  the  entropy  change,  as  in  Eq.  (752),  for  the  differential  increments, 

d*^^.        . (752) 

Combining  Eq.  (752)  with  the  original  general  equation,  Eq.  (749),  there 
results  some  new  relations  between  constants,  Eq.  (753),  that  constitute  a 
mathematical  form  of  enunciation  of  the  second  law  of  thermodynamics, 
which  has  been  thus  defined:  '*  If  all  of  the  heat  be  absorbed  at  one  tempera- 
ture and  rejected  at  another  lower  temperature,  the  heat  transformed  to  ex- 
ternal work  is  to  the  total  heat  absorbed  in  the  same  ratio  as  that  of  the 
difference  between  the  temperatures  of  absorption  and  rejection  to  the  abso- 
lute temperature  of  absorption."  As  will  be  shown  later  this  is  in  reality  an 
expression  for  the  efficiency  of  a  perfect  elementary  engine.  The  following 
statement  of  the  second  law  by  Rankine  is  most  specific: 

If  the  actual  total  heat  of  a  uniformly  hot  substance  be  conceived  to  be 
divided  into  any  number  of  equal  parts,  the  effects  of  those  parts  in  causing 
work  to  be  performed  are  equal. 

d^^^dT+^V  (a);     =^T+plP  (6);     =^dP+^V  (c).     (753) 

These  are  also  complete  differentials,  so  that  the  differential  coefficient  relations 
yield  the  following,  Eq.  (754),  and  two  others  similar,  not  given  here. 

dn^\i)T^c^df\T)v^c ^^^^^ 

Performing  the  operations  indicated  in  Eqs.  (751)  and  (754),  they  may  be 
combined. 

F.,„^.<75.,,     (^)^_^.(^)^_^->(g)^_^ (755, 

From  Eq.  (754), 

T\dv)T-c~T\dT)y.c    r*'    °'    \dV/T-c~\dT}y.c    T-    •    ^'^' 

Equating  Eq.  (755)  to  Eq.  (756)      ^=7(5^)  ^_^ (767) 

This  is  a  perfectly  general  expression,  as  no  defining  conditions  or  limiting 
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hypotheses  have  yet  been  introduced  except  that  of  excluding  non-reversible 
processes.  Similar  treatment  will  yield  a  long  list  of  relations,  omitted  here 
because  they  may  be  found  in  works  on  the  philosophy  of  thermodynamics 
and  because  they  are  not  needed  here.  These  particular  ones  are  selected 
since  they  lead  to  values  for  specific  heats  which  are  defined  by  E3q.  (758). 

Referring  to  Eq.  (749)  it  is  evident  that,      C^—a,  and  Cp=c, 
One  step  has  been  taken  in  evaluating  the  constant  (a),  by  establishing  a  value 
for  the  constant  (6)  in  E3q.  (757);    substituting  this  in  E3q.  (758),  the  com- 
plete evaluation  of  the  constant  a^C^,  is  given  by  Eq.  (759), 

Therefore  the  specific  heat  at  constant  volume  for  perfect  gases  is  a  function 
of  absolute  temperature  only,  or  it  is  constant,  because  the  constant  of  integra- 
tion K'  must  be  constant  or  a  function  of  temperature  only,  and  it  may  be  zero. 
By  exactly  similar  reasoning,  using  other  equations  of  the  general  group,  it 
can  be  shown  that  a  similar  conclusion  is  applicable  to  the  constant,  c=Cp, 
by  Eq.  (760),  m  ^^y 

C,  =  c==jj^P+K'' (760) 

These  relations  are  derived  here  for  two  reasons:  first,  to  show  the  general 
process  of  thermodynamic  computation  of  relations  between  physical  constants; 
and  second,  because  this  particular  relation  admirably  illustrates  how  utterly 
misleading  some  of  the  most  laboriously  reached  of  these  conclusions  may  be. 
It  was  because  of  such  a  demonstration  as  this  that  for  so  long  nobody  even 
sought  a  variation  in  the  specific  heat  of  superheated  steam  with  pressure, 
which  was  ultimately  found  after  engineering  and  not  physical  calculations 
showed  that  the  old  accepted  values  must  be  wrong.  This  does  not  indicate 
that  conclusions  based  on  such  mathematical  analyses  will  always  be  misleading 
because  they  are  absolutely  true  for  perfect  gases,  but  they  are  to  be  adopted 
for  real  gases  only  with  necessary  restrictions  based  on  how  much  departure 
there  is  by  the  real  substance  from  the  perfect  gas. 

When  a  substance  changes  state,  a  similar  analysis  starting  with  the  general 
energy  equation  yields  some  useful  relations  between  the  new  constants  involved 
for  these  processes.  From  the  general  statement,  Eq.  (737)  or  Eq.  (749a), 
that  heat  added  is  equal  to  something,  (a)  multiplied  by  the  temperature 
change,  added  to  the  product  of  something  else  (6)  and  the  volume  change, 
it  was  found,  Eq.  (757),  by  various  transformations  involving  the  two  laws  of 
thermodjmamics,  that  the  coefficient  (6)  was  proportional  to  the  product  of  abso-. 
lute  temperature  into  the  rate  of  change  of  pressure  with  temperature  which 
when  inserted  in  Eq.  (749a)  gives 

dQ:=adT+^J^)  dV (761) 
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dQ^-r(^)dV (762) 


This  equation  may  be  applied  to  a  change  of  state  from  solid  to  liquid  and 
liquid  to  vapor  at  constant  temperature,  for  which  case  it  takes  the  form  of  Eq. 
(762),  smce  dT=0. 

J\dTj 

If  the  process  be  one  of  evaporation  of  1  lb.  and  this  be  complete,  then  the  heat 
added  is  the  latent  heat  L,  the  final  volume  that  of  dry  saturated  vapor  Vy, 
and  the  initial  volume  that  of  liquid  at  the  temperature  of  boiling  7^,  whence 
integration  gives  an  expression  for  the  physical  constant,  latent  heat,  Eq.  (763), 

This  is  the  Clapejn-on  equation  previously  used,  Eq.  (548),  and  now  established, 
by  methods  used  by  Clausius  and  Clapejrron,  who  derived  it  independently. 

For  fusion  it  is  believed  that  latent  heats  are  constant  for  all  pressures,  in 
which  case  the  change  in  the  freezing-  or  melting-point  with  pressure  is  given 
in  degrees  per  unit  of  pressure  by  E3q.  (764),  where  Fx,= specific  volume  of  liquid 
and  Vs  the  volume  of  solid.        ^y    f(y^y\ 

dP 7l^ ^^^*^ 

It  is  interesting  to  note  that  for  ice  and  water,  ice  being  lighter  than  water,  the 
difference  above  is  negative,  so  that  increase  of  pressure  lowers  rather  than 
raises  the  melting-  or  freezing-point.  Rewriting  the  equation  in  the  following 
form,  for  vapor-liquid  changes,  another  interesting  conclusion  becomes  possible: 

•^^     =7^ (765) 


Vv-Vl       dT 

This  indicates  that  latent  heat  in  foot-pounds  divided  by  the  volume  change 
in  vaporization — which  is  in  the  nature  of  a  pressure  and  may  be  regarded  as 
the  pressure  resisting  or  opposing  a  change  of  state — is  equal  to  the  product  of 
absolute  temperature  and  the  rate  of  change  of  vapor  pressure  with  temper- 
ature. It  has  been  remarked  that  this  quantity,  given  by  Eq.  (765),  is  nearly 
constant  for  several  dififerent  vapors  at  the  same  pressure,  so  that  each  term 
is  constant,  that  is 

=iC,     and    T  -Tm^Kj     Approx.  when  P  is  const.      (766) 


Vv-Vl       '  dT 

It  is  noted,  however,  that  the  constant  K  rises  with  pressure  so  that  at  any 

pressure      ydP^^^^^^    whence  on  integration,    \og,T^F{P)+K'.      .    (767) 

This  Eq.  (767)  is  the  origin  of  form  of  some  of  the  numerous  equations  for  the 
relation  between  saturated  vapor  temperatures  and  pressures. 

When  two  different  substances  A  and  B  follow  similar  laws,  according  to 
Eq.  (766),  then  the  boiling-points  at  equal  pressures  follow  the  law  of  constant 
ratio  of  Eq.  (768), 

/Boiling-point  of  one  substance    \  ^  (Constant,  at  same  pressure).    (768) 
\Boilmg-pomt  of  another  substance/ 
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It  also  follows  that  for  substances  having  the  same  '^  K  "  or  constant 

(v  ^V  j^^^^^^i  ^^**  latent  heats  are  inversely  proportional  to  the  density 

of  vapors  when  Vl  is  small  compared  to  Vv  and,  therefore,  that  the  generation 
of  a  cubic  foot  of  any  vapor  in  the  group  requires  the  same  amount  of  heat. 

These  applications  of  general  laws  to  vapors  are  no  more  nearly  correct 
than  the  hypotheses  on  which  they  are  based.  As  Mellor  remarks  in  his  Chem- 
ical Statics  and  Dynamics,  "  No  process  of  reasoning  can  establish  a  law  of 
Nature.  The  elements  of  sameness — the  law — miist  be  actually  discovered  in 
the  facts.'' 

Example.  Air  -expands  under  a  piston  from  a  volume  of  1  cu.ft.  and  a  pressure 
of  300  lbs.  per  square  inch  absolute  to  a  volume  of  5  cu.ft.  at  a  pressure  of  40  lbs.  per 
square  inch  absolute.  Assuming  that  expansion  follows  the  law  of  constant  PV,  find 
the  heat  absorbed  in  B.T.U.     Ratio  of  specific  heats  for  air  » 1.4. 


PaV,'  •"« 


M 


The  work  done  from  Eq.  (746)  is     TF = jzr^  ^»* "' "  ^«^ "') ,  and  «  « — 

lo    300  1^8 

Substituting  numerical  values,    s  =  — -— = ^-ttt  =  1 .25. 

log  5       .609 

o(\f)  V 1  /       1  \      4wl  2flO 

Therefore,     ^=f^f^Xl44(^25l^-0  =3^X(.667-1)  =57,600  ft.-lbs. 

From  Eq.  (747) 


m 


(Heat)^a=-j; 


g-L25 
C. 


1        1   4  —  1   2^ 
Pr  =  ^X^-j3pX57,600=27.7B.T.U. 


Prob.  1.  A  pound  of  air  at  60^  F.  and  atmospheric  pressure  receives  500  heat-units 
at  constant  pressure.  How  much  of  this  heat  will  be  expended  in  raising  the  tem- 
perature of  the  air  and  how  much  in  doing  work? 

Prob.  2.  Show  that  when  air  expands  isothermally  the  work  done  is  equal  to  the 
heat  added. 

Prob.  3.  A  pound  of  air  at  70^  F.  and  a  pressure  of  12  lbs.  per  square  inch  absolute 
is  compressed  adiabatically  imtil  its  volume  is  one-fourth  of  the  original  volume.  One 
thousand  heat-units  are  added  at  constant  volume  and  the  air  then  expands  to  the 
original  pressure,  whereupon  it  is  cooled  to  the  original  temperature  at  constant  pres- 
sure. Show  niunerically  that  the  algebraic  sum  of  .heats  added  is  equal  to  the  work 
done. 

Prob.  4.  A  pound  of  gas  having  the  specific  heat  at  constant  volume  of  .2,  changes 
in  volume  from  100  cu.ft.  to  150  cu.ft.,  while  the  pressure  remains  constant  at  100  lbs. 
per  square  inch  absolute.    How  much  heat  was  added  to  the  gas? 

Prob.  5.  Prove  that  for  a  perfect  gas  R ^/(Cp— Ct)  and  show  how  much  departure 
there  is  for  air,  methane,  oxygen,  nitrogen,  carbon  dioxide  and  steam. 

Prob.  6.  One  thousand  heat-units  are  supplied  to  a  pound  of  air  at  60^  F.  and 
15  lbs.  per  square  inch  absolute  pressure.  What  will  be  the  temperature  at  the  end 
of  the  heat  reception,  and  the  work  done,  if  (a)  heat  is  received  at  constant  volume,  (6) 
if  it  is  received  at  constant  pressure,  and  (c)  if  it  is  received  during  expansion  according 
to  P7i-i=Const. 
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Prob.  7.  Show  that  for  adiabatic  compression  the  work  done  is  C^iTfT^J  foot- 
pounds. 

JL 

Prob.  8.    It  has  been  stated  that  ~ —  is  approidmately  constant.     Compare 

Vv—Vl 

the  results  obtained  for  steam,  ammonia  and  carbon  dioxide  at  pressures  of  10,  25, 
50,  75  and  100  lbs.  per  square  inch  absolute.    See  tables  for  values  of  L,  Vy  and  F^,. 

Prob.  9.  If  air  expands  in  a  cylinder  according  to  constant  PV^'^^  find  an  expression 
for  the  heat  gained  or  lost. 

Prob.  10.  Determine  whether  heat  is  being  gained  or  lost  by  ammonia  vapor 
during  compression  when  it  is  found  that  9  has  the  value  1.2,  and  derive  a  quantitative 
expression  for  it. 

Prob.  11.  Compare  the  change  in  intrinsic  energ>'  during  vapor  formation  for  one 
pound  of  steam,  ammonia  and  carbon  dioxide  at  32^  F. 

Prob.  12.  Derive  from  the  tables  a  formula  for  vapor  pressure  in  terms  of  tem- 
perature, of  the  form  of  Eq.  (767)  for  steam,  ammonia  and  carbon  dioxide. 

Prob.  13.   From  the  equation  derived  in  Problem  12,  find  ——  and  substitutmg  in 

Eq.  (759),  find  C,  for  steam,  compare  it  with  the  values  given  in  Marks  and  Davis, 
and  explain  the  differences  found. 

96.  Quantitative  Relations  for  Primary  Thesmal  Phases,  Algebraic,  and 
Graphic,  to  PV  and  T<l>  Coordinates.  Constancy  of  P,  V  and  T  for  Gases 
and  Vapors,  Wet,  Dry  and  Superheated.  Heating  of  solids,  liquids,  g&ses 
and  vapors  without  change  of  state  takes  place  according  to  the  fundamental 
relation  between  temperature  change  and  quantity  of  heat,  Eq.  (769). 

(Heat  quantity)  =  (Specific  heat)  X  (Temperature  change)  X  (Weight) .    (769) 

If  the  specific  heat  is  constant  this  is  a  very  simple  expression,  but  it  has  been 
shown  that  specific  heat  is  variable  and  given  generally  by  an  equation  of  the 
form,  Eq.  (770),  in  which  a,  h  and  c  are  constants,  different  for  each  substance. 

Specific  heat  =  C=a+6r+cr2 (770) 

In  this  equation,  if  h  and  c  are  very  small,  it  reduces  to  the  form 

Specific  heat =C= a  (substantially), (771) 

From  these  equations  the  entropy  change  can  be  determined  for  all  substances 
suffering  heat  change  without  change  of  state,  from  Eq.  (752),  as  follows: 


A     A-C^Q    „,r(Specificheat)  ._ 

<|>2  — 91=  I     'Y    ^  )    T 


(772) 


but    Specific  heat =T^;    or    dQ = (Specific  heat)d7';     =(a+bT+cT^)dT. 
Whence  <J)2  -  <}>i = tc  j  o  j    y^+6  j    dT+c  CfdT 

-^w  \^alogep+b{T2-Ti)+^{T2^-Ti^.   .    .    (773) 
This   Eq.  (771)  is  the  entropy  change  for  all  heat  gains  or  losses  by  solidsi 
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liquids,  gases  and  vapors  not  changing  state  when  the  specific  heat  is  a  function 
of  absolute  temperature  of  the  form  given  in  Eq.  (770),  which  reduces  to  the 
following  Bpecial  forms,  Eq.  (773,  o,  b,  c,  d),  for  the  condition  stated. 

(For  constant  specific  heat  C) 

/For  water  if  the  specific  heat  be  taken\  (Ay,—A,)=w  loe,  —        (61 
\    as  unity  /  ^^     ^  '  '^  Ti        ^  ' 

/For  gases  and  superheated  vapors  at\    '  y 

t      constant     volume     with     constant|(4i2  — ij>i)=wC,  log,sr      (0 
^    specific  heat  /  ■* ' 

(For  gases  and  superheated  vapors  at\  rp 

constant    pressure    with     constant |(<|)2— i])i)  =  u'Cplog,=r      (d) 
specific  heat  '  '  . 

To  illustrate  the  relation  of  these  changes  to  each  other  there  are  plotted  to 
PV  and  r*  coordinates  in  Fig.  140  the  following  cases  each  for  1  lb.  of  substance: 


"Oilropy  Volume  Cu,  Ft. 

Fia.  140.— Changes  Id  P,  V,  T,  ^,  Heat,  and  Work,  for  Conslani  Pretture  and  Constant  Volume 
Phases  of  Liquids,  Gases  and  Vapors,  without  Change  of  State. 

(1)  Heating  of  water  from  32°  to  400°  F.  with  specific  heat  =  l; 

(2)  Heating  of  water  from  32°  to  400°  F,  with  specific  heat  as  given  in 

the  Marks  and  Davis  Steam  Tables  using  the  colunms  called  heat 
and  entropy  of  liquid  (above  32°  F,); 

(3)  Heating  of  air  from  32°  F.  and  20  lbs.  sq.in.  to  500°  F.  at  constant 

volume  with  constant  specific  heat  =  (.17); 

(4)  Heating  of  air  from  32"  F.  and  20  lbs.  sq.in.  to  600°  F.  at  constant 

volumewith  variable  specific  heat,meanC,=.174+.0000675((-32); 
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(5)  Heating  of  air  at  constant  20  lbs.  per  square  inch  pressure  from 

32°  to  600°  F.  with  constant  specific  heat,  Cp=.239; 

(6)  Heating  of  air  at  constant  20  lbs.  per  square  inch  pressure  from 

32°  to  500°  F.with  variable  specific  heat,  Cp= .239 +.0000676(^-32). 

For  constant-pressure  heating  of  a  gas  illustrated  here  by  air,  there  will 
be  an  increase  of  volume  dependmg  on  the  temperature  rise  and  work  done, 
which  latter  is  measured  by  the  volume  increase,  but  as  there  are  two  possible 
final  temperatures  for  the  same  amount  of  heat,  one  for  the  constant  and  one  for 
the  larger  variable  specific  heat,  there  will  be  two  possible  volume  increases 
and  quantities  of  work  done.  In  the  example  the  temperature  has  been  fixed 
so  that  the  heat  quantities  differ  by  the  differences  between  the  areas  on  the 
T^  diagram  under  the  solid  curve  for  constant,  and  under  the  dotted  curve 
for  variable  specific  heat.  These  differences  are  so  small,  and  in  the  study  of 
heat  transformation  into  work,  so  inconsequential  that  except  when  otherwise 
specifically  stated,  the  constant  value  of  specific  heat  will  be  used.  This  practice 
will  save  great  labor  and  also  avoid  the  introduction  of  doubts,  which  have 
real  foundation,  as  to  the  accuracy  of  the  determination  of  the  variability  laws 
so  far  announced.  One  special  case  of  difference  in  practice  is  that  for  water 
and  superheated  steam,  the  entropy  changes  for  which  are  calculated  and  form 
part  of  the  steam  tables  under  the  heading  "entropy  of  the  liquid  (above 
32°  F.)"  and  "entropy  of  the  steam,"  but  in  approximate  calculations  no  serious 
error  will  be  introduced  by  assuming  constancy  of  specific  heat  for  water  and 
unity  as  its  value,  but  the  variability  for  the  steam  cannot  be  so  safely  ignored. 

Accordingly,  with  the  above  reservations  the  following  relations  of  tabular 
Eq.  (775)  are  found  between  the  quantities  for  the  gas  heated  at  constant 
pressure  from  A  to  B.,  Fig.  140. 


Related  Quantitiea  for 
Conntant  Pressure  Heating 

Formula 

Heat  and  Temp. 
Temp,  and  Volume 

Heat  and  Volume 

Work  and  Temp. 

Work  and  Heat 
Entropy  and  Temp. 

Qab-CpiTb  —  Ta) 

W'PaiV.-Va)  =P«7.(^-l)  =B(n-ra) 

^     PaVaQal.       R^ 
W  -    ,j,        f,    -  f,  Mob 

1  a      ^p     ^p 

T 
<|)ft-<|)a-C7plog«  ^ 

(a) 
(b) 

(c) 
id) 

(e) 
(/) 


(775) 


A  similar  set  may  be  written  down,  Eq.  (776),  almost  by  inspection  for  the 
case  of  constant  volume  heating  from  il  to  C,  Fig.  140,  which  of  course  causes  a 
pressure  rise,  during  which  no  work  can  be  done,  or  TF=0. 
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Related  Quantities  for  Constant 
Volume  Heating . 

Formula 

Heat  and  Temperature 
Temperature  and  Pressure 

Heat  and  Pressure 

Entropy  and  Temperature 

Q^  =  C.{Tc-Ta) 

T 
*c-<I>o=C,  log« 

i  a 

(a) 
(6) 

(c) 

id) 


.    .    (776) 


The  case  presented  by  the  water  is  peculiar  inasmuch  as  it  makes  so  little 
difference  whether  the  water  be  heated  at  constant  pressure  or  constant  volume 
or  at  what  pressure,  its  expansion  being  so  small.  For  the  purpose  of  illustra- 
tion it  is  assumed  in  the  diagram  that  the  water  is  at  the  same  20  lbs.  pressure 
and  that  it  is  kept  (a)  at  constant  pressure,  expanding  from  A'  to  D,  and  (b) 
at  constant  volume,  its  pressure  increasing  from  A'  to  jB.  In  ordinary  practical 
work  no  account  is  taken  of  the  difference  at  all;  first,  because  water  in  use  is 
rarely  heated  at  constant  volume,  and  second,  because  the  work  of  expansion 
is  vanishingly  small. 

Constancy  of  temperature  characterizes  all  changes  of  state,  solid  to  liquid 
and  liquid  to  vapor,  if  the  pressure  be  constant;  it  is  also  characteristic  of  the 
expansion  of  gases  when  the  product  of  pressure  and  volume  is  constant,  for 
in  this  case  PV^^RT^^  Constant,  For  melting  or  boiling,  then,  the  heat  added 
is  proportional  to  the  weight  of  substance  changed,  or  the  qiuility. 
Let  L= latent  heat  of  fusion  or  vaporization  per  pound; 
11? = weight  of  substance  present; 

a; = fraction  of  total  weight  liquefied  from  the  solid,  or  vaporized  from 
the  liquid,  and  to  be  called  the  quality; 
l—x= fraction  of  total  weight  remaining  in  the  solid  state  in  contact  with 
liquid,  or  in  the  liquid  state  in  contact  with  vapor. 
Hence  for  the  changes  of  state  at  constant  temperature  and  pressure  the  quantity 

of  heat  is  the  product  of  weight,  quality  and  latent  heat,      Q  =  i«rL.     .     (777) 

The  latent  heat  L  is  to  be  taken  from  tables  of  physical  properties  of  substances 
but  will  not  be  the  same  at  different  pressures.  The  representation  of  the 
case  of  vaporization  on  the  PV  and  T^  diagrams,  especially  the  latter,  is  usually 
associated  with  the  heating  of  liquid  which  precedes  vaporization,  and  with 
the  line  of  vapor  superheat  which  succeeds  vaporization  if  the  heating  is  long 
continued.  Accordingly  the  successive  processes  of  heating  liquid,  evaporat- 
ing it,  and  superheating  its  vapor,  are  represented  by  three  lines  joining  each 
other,  for  a  single  pressure,  and  by  a  family  of  lines  if  vaporization  at  all 
pressures  are  to  be  included. 

This  is  illustrated  in  Fig.  141  where,  starting  with  liquid  at  32°  F.  (A)  heating 
at  constant  pressure  to  the  boiling-point,  B,  will  cause  a  slight  expansion,  shown 
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A  to  B  on  the  PV  diagram,  doing  the  work  shown  by  the  area  ABB'A'A  and 
requiring  the  heat  shown  by  ABB' A'  A  on  the  T*  diagram,  as  already  explained, 
but  repeated  here  to  assure  conttauity.  The  formation  of  vapor  at  the  tem- 
perature represented  by  BB'  on  the  7**,  and  at  the  corresponding  pressure 
represented  by  BB'  on  the  PV  diagram,  is  represented  by  the  line  BC  hori- 
zontally on  both,  until  all  liquid  has  been  just  vaporized,  which  condition  is 
denoted  by  the  point  D.  Therefore,  the  area  under  the  line  of  complete  vapori- 
zation BD  which  is  BDD'B'B  on  the  T*  diagram,  is  a  graphic  representa- 
tion of  the  latent  heat  of  vaporization  to  scale.  Similarly,  on  the  PV  diagram 
the  corresponding  area  BDD'B'B  is  the  work  of  vaporization,  or  P{Vv—  Vl), 
since  AB  is  the  specific  volume  of  the  liquid  7^  and  AD  the  specific  volume  of 
the  dry  saturated  vapor.  Should  the  vaporization  be  not  complete  but  stop  at 
the  point  C,  there  will  be  present  a  mixture  of  liquid  and  vapor,  to  be  called  for 
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Fig.  141. — Changea  in  Pressure,  Volume,  Temperature,  Entropy,  Quality,  Heat  Added,  and 
Work  done  tor  Cimatant  Temperaiwe  Heating  of  Liquid-vapor  with  Change  of  State. 

want  of  a  better  name  toet  vapor.    For  such  wet  vapor  as  represented  by  the 

1  the  r*  dii^am,  and  the  heat  used 

in  making  it  at  the  boiling-point  is  represented  by  the  area  BCC'B'B  and  is  equal 
to  xL.     On  the  PV  diagram  the  point  C  for  wet  vapor  is  located  in  a  similar 

BC 


vapor  will  occupy  a  volume  AC  per  pound  of  mixed  vapor  and  liquid. 
Tabular  values  for  the  increase  of  entropy  for  vaporization  alone  or  for  the 
entropy  of  dry  saturated  steam  over  liquid  at  32",  which  includes  the  liquid 
part,  are  very  useful  in  solving  problems  with  wet  vapors  by  the  above 
relation. 

Continued  heating  at  the  same  pressure  after  the  completion  of  vapori- 
zation, of  course  superheats  the  vapor  along  a  line  DE.  If  the  whole  process 
had  taken  place  at  some  lower  pressure  it  could  be  represented  as  in  the  dotted 
Hues  leading  to  the  family  of  curves  mentioned.     It  is  not  possible  to  express 
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algebrucally  the  relations  between  heat  of  vaporization  or  work  and  tempera- 
ture, except  empirically  and  then  only  by  an  expression  too  complicated  for  use. 
Problems  must  therefore  be  solved  by  the  use  of  tabular  values  given  in 
the  Handbook,  and  other  Steam  Tables. 

Gases  receiving  heat  at  constant  temperature  behave  quite  differently, 
and  the  relation  between  the  quantities  involved  can  be  found  directly  from 
the  general  equation,  Eq.  (748)  for  heat  and  work  of  gases.  If  in  the  equation, 
s  be  ^ven  the  value  unity,  which  it  must  have  for  this  case,  the  relation 
between  heat  and  work  for  isothermal  gas  processes  follows  as  ^ven  by 

Q«= j(Work  of  expansion)  (a);      =j  PaV.  log<  —  (ft).     .     (778) 

Therefore  when  gases  expand  isolhennally  the  heat  added  is  equal  to  the  work 
dorte  in  the  same  units;  or  the  work  done  in  foot-pounds  is  equal  to  the  heat  added 
in  foot-pounds.  This  is  equivalent  to  saying  that  the  internal  energy  remains 
constant  and  heat  is  converted  directly  and  complet«ly  into  work  as  fast  as  added 


Fio.  142. — Changes  in  Pressure,  Volume,  Temperature,  Entropy,  Heat  added,  and  Work 
done,  for  Comlani  Temperature  Heating  of  Gases  and  Vapora  without  Change  of  State. 

during  isothermal  expansion,  or  inversely  for  isothermal  compression.  To 
illustrate  this  case,  the  diagrams.  Fig.  142,  are  plotted  for  the  case  of  1  lb.  of 
air  at  150  lbs.  per  square  inch  absolute  and  temperature  300°  F.  expanding 
isothermally  under  the  reception  of  200  B.T.U.'s  from  A  to  B.  The  area  under 
the  curve  or  isothermal  AB  on  the  7"*  diagram  is  equivalent  to  200  B.T.U.  and 
the  area  under  the  hyperbola  AB  on  the  PV  diagram  represents  the  mechanical 
equivalent  of  200  B.T.U.  or  155,504  ft.-lbs.  For  such  cases  as  this,  the  set  of 
relations  given  in  Eq.  (779),  apply. 

These  same  equations  and  general  relations  apply  to  superheated  vapors  provided 
they  do  not  approach  the  region  of  wetness  which  they  will  do  on  isothermal 
compression  if  it  is  carried  far  enough.  Condensation  of  vapors  by  isothermal 
compression  is  shown  by  the  curve.  Fig.  143,  for  the  case  of  steam,  on  which 
the  point  A  represents  steam  in  the  condition  of  high  superheat  at  low  pressure. 
Isothermal  compression  causes  the  change  of  state  represented  by  the  hyperbola 
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AB  on  the  PV,  and  by  the  horizontal  AB  on  the  T^  diagram.  When  the  point 
B  is  reached  the  vapor  has  acquired  the  pressure  and  volume  occupied  by 
dry  saturated  vapor  so  that  further  abstraction  of  heat  at  constant  tempera- 
ture results  in  condensation  from  B  toC  without  any  further  pressure  change, 
and  this  would  continue  until  all  vapor  had  so  disappeared,  after  which  isothermal 


Related  Quantities  for  Conntant 
Temperature  Heating  of  Gaaes 

Formula 

Heat  and  Volumes 

Qa,  -  jPaF.  log.  ^*  =i^r.  loge  y 

Heat  and  Pressures 

<3«  -jPaVa  log.  ^"  =^r,  log.  ^^ 

Volumes  and  Pressures 

PaVa=PtV, 

Work  and  Heat 

Qa>,=jW^ 

Entropy  and  Temperature 

'  . 


(779) 


(a) 


(b) 
(c) 


(«)     J 


abstraction  of  heat  would  be  impossible,  because  a  liquid  cannot  give  up  heat 
without  losing  temperature. 

Constant-volume  cooling  of  a  vapor  will  cause  a  change  of  state  just  as  iso- 
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Fig.  143. — Constant  Temperature  or  Isothermal  Compression  of  Superheated  Steam  Reducing 
Superheat,  and  Subsequently  Causing  Partial  or  Complete  Condensation. 


thermal  compression  does,  as  will  also  a  constant-volume  heating  of  a  mixture 
of  vapor  and  liquid,  but  constant-volume  heating  or  cooling  of  a  vapor  within 
those   limits  which  keep  it  always  superheated  follows  the  laws  for  gases. 
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The  departure  from  the  gas  laws  for  constant-volume  changes  of  vapors  is  clearly 
shown  by  the  T*  diagram  in  its  relation  to  the  PV,  as  in  Fig.  144,  On  the  dia- 
gram AB  represents  hquid  heating  to  both  T*  and  PV  coordinates,  BC  complete 
vaporization,  so  that  the  length  of  BC  on  the  T*  diagram  is  proportional  to 
latent  heat  and  on  the  PV  diagram  to  the  specific  volume  of  dry  saturated  steam 
for  the  preaaure.  Similarly,  GD  represents  the  latent  heat  of  condensation  at  a 
lower  pressure  to  T*  coordinates  and  the  specific  volume  of  low-pressure  dry 
saturated  steam  to  PV  coordinates.     Changes  of  temperature,  pressure  and 


Fia.  144. — Ctm^ant  Volwne  Changes  (or  Steam  ShomoK  Correaponding  Changefl  of  Quality. 

volume  for  steam  continuously  dry  and  saturated  is  represented  by  the  satu- 
ration line  CD. 

A  condition  of  wetness  of  the  higher  pressure  steam  is  indicated  by  the 
position  of  a  point  E  on  both  diagrams,  and  the  following  properties  are  defined 
by  the  relations  of  line  lengths: 


Quality  of  steam  atE=|^)     =i 
\BC/T* 


Wetness  of  steam  at  E  = 


m     .1-.; 


Volume  of  ateam-water  mixture  =  (B£) 

Heat  of  wet  steam  formation  _xL_  /B£^     _  /Vol.  of  wet  steamN  _  /BE\ 
Heat  of  dry  steam  formation     L      \BC/J^     \Vol.  of  dry  steamy     \BC/Fr' 

These  relations  permit  the  location  of  the  line  representing  heat  abstraction 
at  constant  volume  and  its  heat  evaluation  by  the  T$  area  under  it.  This 
phase  is  represented  by  a  vertical,  EF,  to  PV  coordinates  and  the  position 
of  point  F  on  the  PV  diagram  indicates  not  only  the  volume  the  steam  will 
have  after  heat  abstraction  to  the  low  preasure,  but  the  relation  it  bears  to  the 
Tolumc  of  dry  saturated  steam  at  the  same  preaaure.  If  (Vv—  V/,)i  is  the  high- 
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pressure  volume  increase  for  dry  saturated  steam  over  its  liquid,  and  (Fr—  Vl)2 
the  same  at  the  low  pressure,  then  the  original  volume  of  the  wet  steam  is 
(Vv—Vl)iXi+{1—xi)Vli  and  the  final  volume  of  the  wet  steam  is 
iVv^VL)2X2+{l'-X2)VL2;  siuce  these  are  to  be  equal, 

*         {Vy''VLhXi  +  {l'Xi)VLl  =  {Vy-VL)2X2  +  {l-X2)VL2. 

The  volume  of  the  liquid  is,  however,  so  small  as  compared  to  the  volume  of 
the  vapor  that  it  is  negligible  and  so  will  hereafter  be  neglected. 

Calling  the  specific  volume  of  dry  saturated  steam  Vp-  to  be  taken  from  the 
tables,  there  results  Fri^i  =  ^'^2X2,  or  the  product  of  quality  and  specific  volume 
of  dry  vapors  is  constant.  Points  may  be  located  along  {EF)t*  by  applying 
the  equality  between  the  ratio  of  partial  to  total  latent  heats  on  T^,  and  ratio 
of  saturation  to  wet  volume  on  PV  coordinates.  The  heat  abstracted  is,  of 
course,  the  area  under  FE  or  {FEE'F^F)  and  is  best  evaluated  graphically  by 
cross-section  paper  plotting  when  needed,  which  is  not  often. 

A  series  of  such  constant-volume  lines  is  drawn  over  a  7"$  diagram, 
Chart  No.  40  in  Tables,  which  indicates  the  change  in  the  character  of  the 
line  at  dififerent  degrees  of  wetness  and  its  reversal  of  curvature  from  concave 
down  to  concave  up,  as  it  passes  into  the  region  of  superheat,  where  it  is  the 
same  as  that  for  a  gas. 

Example.  Calculation  and  use  of  the  diagram^  Chart  No.  40,  giving  constant^wlume  lines 
for  steam.  To  illustrate  the  method  the  location  of  the  line  of  constant  volume  of  2 
cu.ft.  will  be  traced.  Let  the  first  temperature  be  taken  at  800^  F.  absolute  for  the 
first  point  A,  corresponding  to  340^  F.  From  the  steam  tables,  dry  saturated  steam 
at  340^  F.  has  a  specific  volume  of  3.787  cuit.,  so  that  the  quality  when  the  volume 

2 
is  2  cu.ft.  is^^r="»52.8  per  cent.    Therefore  the  entropy  increase  in  making  this 

steam  from  32**  F.  and  at  340°  F.«  entropy  of  the  steam+entropy  of  water  content 

-entropy  at  32**  =  4»B-<I),i  =  (.528xl.0984+.4903)-0  =  1.0703.     Another   point   B  is 

located  by  assuming  a  temperature  tb=^440^  F.  or  T»»900,  for  which  <t>ft—4»tt«  1.5602 

by  the  same  method. 

To  illustrate  the  use  of  the  diagram  in  solving  problems,  suppose  1  lb.  of  wet 

atmospheric  pressure  steam,  occup3ring  10  cu.ft.  be  enclosed  in  tank  and  heated  to  raise 

the  pressure  to  30  lbs.  per  square  inch  absolute,  to  find  the  final  temperature,  entropy 

and  dryness.    From  14.7  lbs.  per  square  inch  on  the  pressure  scale  project  to  point  P 

on  the  constant  volume  fine  of  10  cu.ft.  and  follow  this  line  to  the  point  C  for  30  lbs. 

per  square  inch  absolute  pressure.    Projecting  from  C  to  D  the  absolute  temperatiue 

is  found  to  be  710®  or^ = 250®  F.,  and  projecting  from  C  to  J^  the  entropy  <i»e — <i>n  » 1.332. 

CM 
The  final  quality  =:=:zz  =72.4  per  cent. 

OM 

Again,  if  heat  be  added  to  raise  the  temperature  to  842®  absolute  the  entropy  is  found 
by  following  the  10  cu.ft.  line  to  the  point  K  opposite  the  temperature,  and  projecting 
down  from  iiC  to  Q  the  entropy  is  found  <|>t—<|>n  =  1.724.  The  quality  may  be  read  off 
directly  from  Chart  No.  44  in  the  Handbook  of  Tables,  which  carries  lines  of  constant 
quality  that  might  be  superimposed  on  this  constant-volume  chart. 

Prob.  1.  Ten  pounds  of  water  are  heated  from  50®  F.  to  300®  F.  without  change  of 
state.    What  is  the  change  of  entropy? 
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Prob,  2.  What  will  be  the  entropy  change  for  100  lbs.  of  the  following  gases  per  1000° 
temperature  rise  from  0^  F.  at  constant  pressure  and  at  constant  volume,  assuming  a 
constancy  of  specific  heats  as^given  in  the  Tables?    Hydrogen,  air,  nitrogen,  and  oxygen. 

Prob.  3.  Mallard  &  Le  Cliatelier  give  for  the  specific  heat  of  0„  Cp  =  (.303 +.00003 IT). 
Compare  the  entropy  change  for  100  lbs.  of  *  this  gas  from  0°  to  1000**,  having  this 
value  of  specific  heat,  with  the  result  of  Prob.  2. 

.  Prob.  4.  A  pound  of  air  at  800°  F.  and  a  pressiure  of  150  lbs.  per  square  inch  gage 
expands  at  constant  pressure  until  the  temperature  becomes  60°  F.  Find  the  volume 
at  the  end  of  expansion,  the  work  done,  and  the  change  in  entropy.  A  pound  of  air 
at  32°  F.  and  14.7  lbs.  per  square  inch  gage  weighs  .0807  lb.  and  the  specific  heat  at 
constant  pressure  is  .243,  assumed  constant. 

Prob.  6.  If  the  same  amount  of  heat  be  removed  at  constant  volume  from  a  poimd 
of  air  at  150  lbs.  per  square  inch  gage  and  800°  F.,  as  removed  in  Problem  4  at 
constant  pressure,  what  will  be  the  pressure,  entropy  and  temperatiure  change?  The 
specific  heat  at  constant  volimie  is  .17. 

"  Prob.  6.  Water  at  50°  F.  is  changed  to  steam  at  100  lbs.  per  square  inch  gage  with 
5  per  cent  moisture.  What  is  the  entropy  change?  What  would  it  be  if  ammonia  had 
been  the  liquid  instead  of  water?  What  would  be  the  value  if  the  vapor  were  super- 
heated 100°  instead  of  being  wet? 

Prob.  7.  Draw  a  T^  and  PV  diagram  for  the  following  case.  Ice  is  heated  from 
0°  F.  to  32°  F.  and  then  melted,  the  water  being  heated  to  212°  and  evaporated.  The 
steam  formed  is  then  superheated  200°  F.  The  specific  heat  of  ice  is  .5  and  the  latent 
heat  of  fusion  142. 

Prob.  8.  One  pound  of  air  receives  1000  B.T.U.  while  expanding  isothermally  from 
100  lbs.  per  square  inch  gage  and  60°  F.  Draw  the  PV  and  the  7"^  diagrams  for  this  case. 

Prob.  9.  A  pound  of  steam  at  50  lbs.  gage  and  200°  superheat  is  compressed  isotherm- 
ally  until  it  becomes  10  per  cent  wet.  Show  by  a  T^  diagram  the  loss  in  entropy  and 
work  done. 

Prob.  10.  A  closed  tank  contains  nothing  but  superheated  steam  at  200  lbs.  per 
square  inch  absolute  at  a  temperature  of  550°  F.  If  the  volume  of  the  tank  be  10  cu.ft. 
and  it  be  cooled  to  32°  F.,  plot  the  T*  and  PV  diagrams  to  scale  and  find  the  volumes 
of  liquid  and  vapor  at  every  10  lbs.  pressure  and  the  corresponding  heat  abstracted 
for  each  10  lbs.  per  square  inch  pressure  reduction. 

97.  Quantitative  Relations  for  Secondaiy  Thennal  Phases.  Adiabatics  for 
Gases  and  Vapors.  Constant  Quality,  Constant  Total  Heat,  and  Logarithmic 
Expansion  Lines  for  Steam.  Adiabatic  expansion  and  compression  for  both 
gases  and  vapors,  whether  superheated  or  wet,  are  characterized  or  defined 
by  constancy  of  entropy,  which  corresponds  to  zero  heat  change,  represented 
on  the  temperature-entropy  diagram  as  a  straight  vertical  line  for  all  cases. 
On  the  pressure-volume  diagram  this  is  an  exponential  curve,  PF*= Constant. 
It  is  possible  now  to  find  the  value  of  s  for  both  gases  and  vapors,  including 
vapor  liquid  mixtures,  previously  designated  wet  vapors.  Making  the  heat 
zero,  in  the  general  equation,  Eq.  (748). 

Qab—-f  77 X(Work  of  Expansion)  =0. 


c. 

-8 

c. 

1 

Lc,- 
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It  follows  that  since  neither  the  work  of  expansion  nor  the  specific  heats  are 
themselves  zero,  the  s  must  be  equal  to  the  ratio  of  specific  heats  designated 

by  Y,  that  is,  for  adiabatic  changes  in  gases,  8  =  -j^=y (780) 

For  exponential  expansion  of  gases  in  general,  and  for  adiabatic  in  particular, 
the  following  relations  between  the  temperatures  and  pressures,  or  tempera- 
tures and  volumes,  are  derived  from  the  fundamental  pressure-volume  relation, 

PaVa'  =  PtV,'  =  Constant  =  PaVaVa'  "^  =  PftF^V*'  "^ 

Putting  PaVa=RTay  and  PbVb-RTty  there  results  the  relation  between 
temperatures  and  volumes,  TaVa'^^^TbYb'"^* 

■1  J. 

Also  (^y~'=^^=^^«)\    Therefore,     TaPi^' =  TbPa~T. 

Collecting  the  series  for  convenience  and  ^ving  to  the  adiabatic  the  special 
exponent,  all  are  given  by  the  tabular  equation,  Eq.  (781), 


Related  Quantltiea 
for    Exponential 
and       Adiabatic 
Cbaiis»  In  Gases 
and  Dry  Vapors. 

^                                         Formula 

General  Exponential  Change. 

Adiabatic  Change. 

PandV 
P  and  T 
VmdT 

Pa  /ny    Va  /p»y 

Pft    \vj '     V,    \Pj 

Pa      (Ta\'-l    Ta      (Pa\    • 

p,  \tJ    'n°W 

Va      (T»\'-l    Ta      (V,\-' 
V,      \Ta)         Tft       \Va) 

Pa      /V,\y         Va      (Pl,\y 
Pt,      \Va)    '       F»      \Pa) 

Pa      {Ta\y-1    Ta      /Pa\    t 

Po  \tJ    'n  \pj 
Va  /ny-1  Ta  (v^y-^ 

V„      \Ta)        'T„      \Va) 

(a) 


(b) 


(c) 


.  (781) 


To  illustrate  the  case  of  adiabatic  processes  and  to  bring  out  clearly  the 
striking  difference  between  the  isothermals  and  adiabatics  for.  gases  on  T^ 
diagrams  in  contrast  to  the  small  difference  to  PV  coordinates,  there  is  replotted 
in  Fig.  145  the  isothermal  example  of  Fig.  142,  and  beside  it  is  added  an  adiabatic 
for  air,  PV^-^^  =  Constant,  from  A  to  E,  between  the  same  pressures;  as  well  as 
two  general  exponentials  according  to  PV^'^  =  K  from  A  to  C, and  PV^-^=:K 
from  A  to  D.  The  PV  diagram  shows  little  variation  in  work  done  compared 
to  the  variation  in  heats  required  as  shown  on  the  T^  diagram  where  for 

8  =  1  (Heat  added)  =  (Work  done) ; 

«  =  1 .2  (Heat  added)  =  .61 X  (Work  done)  ; 

5=1.3  (Heat  added)  =  .27  X  (Work  done) ; 

s  =  1 .41  (Heat  added)  =  0. 

This  heat  and  work  relation  is  given,  from  the  general  equation  (748), 

(Heat  added)  =  j(^)  X  (Work  done), 
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in  which  the  coeflBcient  has  the  following  values: 
For  fi  =  l;     1.2;      1.3; 

.51;      .27; 


i^h-- 


1.41; 
.0. 


To  facilitate  calculations  of  P,  V,  T  relations  for  expansion  and  compres- 
sion having  various  values  of  8,  diagrams  have  been  plotted  to  a  vertical  scale  of 

(  p^  J,  and  with  a  double  horizontal  scale  for  the  corresponding  Itt)  and  (^  )• 

See  ChiEtrts  41  and  42  in  the  Tables.    Each  curve  is  drawn  for  a  different  value 
of  8f  as  marked  on  it.    These  are  also  given  on  logarithmic  cross-section  paper 
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FiQ.  145. — AdiabdUc  and  Exponential  Changes  for  Gases  and  Comparison  with  Isothermal. 

in  Chart  No.  43,  as  arranged  by  Gunn,   where  all   lines  become  straight; 
to  which  an  entropy  scale  is  added. 

The  simplicity  of  these  relations  for  adiabatics  of  gases  or  superheated  vapors 
not  nearing  the  condensation  condition,  is  in  striking  contrast  to  the  complex- 
ity characterizing  the  adiabatics  for  vapors  passing  into  the  wet  region.  It 
was  shown  that  isothermal  compression  of  a  superheated  vapor  would  wet  the 
vapor,  and  inversely,  isothermal  expansion  dry  it  or  increase  the  superheat;  it 
now  appears  that  adiabatic  expansion  of  superheated  vapors  makes  them  lose 
superheat  and  become  wet,  or  adiabatic  compression  dries  them  or  increases  their 
superheat,  just  the  inverse  of  isothermal  action.  From  the  diagram.  Fig.  146,  on 
which  OA  is  the  liquid  line  and  EJ  is  the  saturation  line  to  both  T^  and  PV 
coordinates  it  is  clear  that  there  are  five  typical  cases  of  adiabatic  change, 
either  compression  or  expansion  between  any  two  pressures,  depending  on  the 
relation  of  the  adiabatic  to  the  saturation  and  liquid  lines. 


( 
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Firsty  AB  passing  through  the  state  of  all  liquid  at  the  high  pressure  and 
temperature,  indicates  that  liquid  at  the  boiling-point  will  evaporate  or  make 

vapor,  by  adiabatic  expansion.    The  weight  formed  will  be,  (  =  )    X  (weight 

\OJ/T* 

of  substance),  while  its  volume  will  be  likewise,  (  =  1     X  (volume  of  dry  satu- 

\0J/  T* 

rated  vapor)  =  (  =  )     X(OJ)pv,  neglecting  the  liquid  volume. 

\OJ/T* 

Second,  CD  passing  through  a  wet  region  at  the  high  pressure  also  passes 
through  the  wet  region  at  the  low  pressure,  but  the  quality  will  not  be  the  same 
at  all  points,  though  it  may  be  at  two  or  more.   The  quality  at  the  beginning 

is  ( =  )     ,  and  at  the  end  ( ==  j     ,  while  the  initial  volume  before  expansion  is 
\A  E/  T*  \0J  /  T* 

=\    X  {AE)pv  =  (AC)pv,  and  the  final  volume  is  ( = )     X  (QJ)pv  =  iOD)pv' 
AEJ  r*  \0J/  T* 

Third,  EF  passing  through  the  state  of  dry  saturated  vapor  at  the  high 
pressure,  enters  the  region  of  wet  vapor  immediately  for  all  lower  pressures, 
showing  that  dry  saturated  vapors  get  wet  by  adiabatic  expansion  and,  in  addi- 
tion, providing  means  of  evaluating  the  quality  or  moisture.    Thus,  for  expan- 

sion,  the  init.  quality  is  1  and  the  vol.  {AE)py:  the  final  quality,  ( ==  )      and 

a  \0J/  ^^ 

/0F\         —  —  .    /FJ\ 

corresponding  vol.  I  ^  )     X  (PJ)pv  =  {PF)pv,  while  the  final  moisture  is  I  ^  I     . 

Fourth,  GH  passing  into  the  superheat  region  at  high,  and  into  the  wet 
region  at  low  pressures,  crossing  the  saturation  line  EJ  on  both  diagrams  at 
a  point  M,     The  high-pressure  superheat  is  (Tg—Te)  degrees,  the  low-pressure 

quality  (==)      and  wetness,  (==)     .    Assuming  that  superheated  volumes 
\OJ/T*  \OJ/T* 

V     T  'T 

vary  as  absolute  temperatures,  then  -rf^^Tfr  or,  Yg  —  Yt-^}  then   the    initial 

r 

volume  before  expansion  is  (A(j)pK=('A^pvX«r>  while  the  final  volume  is 
i « 

\  OJJ  r* 

Fifth,  IJ  passing  through  the  state  of  dry  saturated  vapor  at  the  low  pres^ 
sure,  indicating  that  dry  saturated  vapors  immediately  superheat  on  adia- 
batic compression,  or  that  highly  superheated  vapors  may  become  dry  saturated 
and  then  wet  by  adiabatic  expansion. 

Another  case  might  have  been  added,  represented  by  KL  for  adiabatic 
expansion  entirely  in  the  superheat  region,  but  this  is  exactly  the  same  as  that 
previously  considered  for  gases  and  has  all  its  characteristics. 

The  graphic  construction  of  such  diagrams  is  quite  simple  when  the  saturar 
tion  line  is  used  as  a  reference,  being  plotted  to  both  PV  and  T^  coordinates 
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directly  from  the  steam  tables,  because  in  the  wet  region  the  volume  of  wet 
vapor  divided  by  the  volume  of  dry  saturated  is  equal  to  the  quality  of  the 
steam,  and  in  the  superheat  region  the  volume  of  superheated  steam  divided 
by  the  volume  of  dry  saturated  is  equal  to  the  ratio  of  actual  steam  temper- 
ature to  saturation  temperature  absolute,  very  nearly;  the  exact  relations  due 
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FiQ.  146. — ^ildia5a^ic8  for  Steam  showing  ChaDges  of   Quality  and  Illustrating  a  Graphic 

Method  of  Finding  **«"  for  Wet  Steam. 

to  imperfection  of  steam  gas  are  given  in  Marks  and  Davis'  Steam  Tables. 
These  principles  applied  to  the  diagrams  give  equal  line  ratios  on  both,  so 
one  can  be  transformed  into  the  other,  or  a  point  fixed  on  one  located  cor- 
respondingly on  the'  other.    Thus  for  saturated  steam, 
Wet  steam  compared  to  dry  saturated  steam  at  the  same  pressure^  Fig.  146, 


FY 


\SM/pr'     \SM/T*     \SM/pv 
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Similarly,  for  the  superheated  region  the  ratios  are  between  verticals  on  the 
T^j  and  horizontals  on  the  PF,  since  the  former  represent  absolute  temperatures 
and  the  latter  specific  volumes;  thus  for 
Superheated  steam  compared  to  dry  saturated  steam  at  same  pressure,  Fig.  146, 


\EF/t*     \AE/pv     \eW/t*     \A. 


PV 


/ST\     ^     /UIC\     ^(^\     .     (L^ 
\SM/pv'     \M&/T*    \SM/pv'     \jF/ 


PV 


From  any  of  these  adiabatics  located  on  the  PV  diagram  from  the  vertical 
line  on  the  T^  diagram,  the  exponent  s  can  be  determined  by  measuring  the 
simultaneous  pressures  and  volumes  at  any  pair  of  points  and  substituting 
them  in  Eq.  (14),  Chapter  I.  Taking  the  two  points  E  and  F  on  Fig.  146, 
the  exponent  for  adiabatic  expansion  of  originally  dry  saturated  steam  can 
be  found  from  /p  \ 

^      '""^VK/     logPe-logP, 


'-(^) 


log  F/-  log  Ve 


This  gives  a  sort  of  overall  value  for  s  which  is  not  uniform  over  the  line  J&P, 

since  other  values  from    8ep=.^^  jr^  ?^  iFy    ai^d     gp/=i^^  t/^i^^-^f"?      for 

log  Fp- log  7/  ''    logV/-logFp' 

the  same  adiabatic  using  intermediate  points,  are  not  the  same. 

To  illustrate  this,  tables  have  been  prepared  which  give,  the  values  of  s 
for  different  conditions,  as  outlined  in  Table  XV,  in  the  book  of  Tables. 
Case  B  shows  the  results  for  dry  saturated  steam  expanding  in  10-lb.  drops 
from  200  lbs.  to  1  lb.  per  square  inch  absolute.  After  the  first  drop  the  steam 
is  wet  and  becomes  more  wet  for  the  next.  Case  A  is  for  the  case  of  all  water 
initially,  the  percentage  of  steam  increasing  as  expansion  continues.  In  case 
C  the  steam  is  originally  superheated  to  such  a  degree  that  it  remains  super- 
heated throughout  the  range  of  the  expansion.  In  case  D  the  original  super- 
heat is  small  and  at  some  point  during  the  expansion  the  steam  is  momentarily 
dry  and  saturated,  and  then  becomes  wet. 

Hot  water  shows  by  its  adiabatic  expansion,  values  from  s=.10  to  5=  1.042 
for  the  first  and  last  10-lb.  interval,  while  for  dry  saturated  steam  the  values 
are  from  s  =  1.145  to  s= 1.126.  In  neither  case  does  the  variation  for  the 
whole  range  agree  with  that  for  the  10-lb.  interval  corresponding.  Steam 
always  superheated  shows  values  slightly  decreasing  from  5=1.342  to  8  =  1.322 
over  the  whole  range,  but  when  the  saturation  condition  is  passed  there  is  a  rapid 
change,  as  shown  in  the  last  table. 

Owing  to  the  incompleteness  of  the  necessary  data  the  results  as  calculated 
and  as  given  in  the  second  column  of  the  table  showed  some  inconsistencies. 
These  former  values  were  plotted  and  the  values  given  in  the  third  column  of 
the  table  were  read  from  a  smooth  curve  drawn  through  the  calculated  results. 

Inspection  of  these  tables  shows  conclusively  the  variability  of  s  along  one 
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expansion  line  which  is  due  to  the  condensation  that  is  proceeding  at  a  variable 
rate.  This  variability  of  « is  also  dependent  on  the  pressure  at  which  expansion 
begins  and  on  the  original  amount  of  moisture  or  quality;  to  show  this, 
s  has  been  determined  for  steam  expanding. from  250,  200,  100  and  50  lbs.  to 
1  lb.,  from  the  initial  and  final  volumes  only  and  for  original  qualities  of  100, 
90,  80,  50,  20  per  cent,  the  results  being  set  down  in  Table  XXXI. 

Table  XXXI 

VALUES  OF  "«"  FOR  ADIABATIC  EXPANSION  OF  STEAM 
(Determined  from  initial  and  final  volumes  only). 


Pressure  Range. 

Initial  Quality. 

250»F. 
Superheat. 

100%. 

90%. 

80%. 

50%. 

20%. 

Water. 

From  250  lbs.  to  1  lb.. .  . 
From  200  lbs.  to  lib.  .  . 
From  100  lbs.  to  1  lb.  .  . 
From  50  lbs.  to  1  lb 

1.183 
1.185 
1.192 
1.206 

1.119 
1.124 
1.125 
1.124 

1.110 
1.117 
1.118 
1.118 

1.102 
1.107 
1.109 
1.111 

1.000 
1.066 
1.070 
1.073 

.961 
.966 
.969 
.963 

.662 
.638 
.565 
.490 

If  for  any  possible  condition  of  expansion  fixed  by  pressures  and  quality, 
an  average  value  of  s  were  known  for  the  whole  range,  then  work  could  be  cal- 
culated by  the  PV  methods  discussed  in  Part  I,  but  even  then  the  labor 
would  be  considerable  and  there  would  be  necessary  an  almost  infinite  number 
of  values  of  s.  If  there  were  no  other  better  way  of  proceeding  this  would  be 
satisfactory,  but  the  entropy  diagram  and  steam  tables  provide  methods 
of  exact  calculation  of  such  simplicity  as  to  command  admiration,  and  warrant 
the  entire  abandonment  of  all  other  methods  of  calculation  of  work  of  adiabatic 
expansion.  As  a  matter  of  fact  the  thermal  method,  whether  executed  graphic- 
ally or  by  means  of  tabular  values,  involves  practically  no  calculation  at  all, 
and  it  is  now  possible  to  read  directly  from  a  chart  the  work  done  for  a  complete 
cycle  with  adiabatic  expansion,  so  that  labor  is  concentrated  in  the  preparation 
of  the  chart  itself.  Indirectly  the  work  of  the  expansion  alone  as  a  single 
phase  may  be  found  from  the  same  data,  as  will  be  explained. 

For  a  complete  cycle  of  water  heating,  evaporation  at  constant  pressure, 
adiabatic  expansion,  and  condensation  at  constant  pressure,  the  work  done  is 
equal  to  the  heat  added  less  the  heat  abstracted,  which,  per  pound  of  steam, 
is  the  difference  between  the  total  heats  at  the  two  different  conditions  before 
and  after  adiabatic  expansion.  Therefore,  the  work  of  such  complete  cycles 
is  to  be  determined  from  the  total  heats  of  steam.  Charts  of  the  total  heat 
to  which  are  added  lines  of  constant  pressure,  temperature  and  quality  for  the 
same  entropy,  are  graphic  means  for  reading  off  the  work  directly. 

For  expansion  alone  as  a  single  phase  the  work  can  be  calculated  from  the 
total  heats  from  the  general  relation, 

(Heat  added)  =  (Change  in  intrinsic  energy) -h (Work  done). 

The  expansion  being  adiabatic  the  work  done  will  be  the  difference  between 
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the  intrinsic  energy  before  and  after,  with  opposite  sign,  because  the  heat  added 
algebraically  is  zero.    Therefore, 

Let         -ff  1  and  fl^2 = Total  heat,  B.T.U.  per  lb.  dry  sat.  steam,  init.  and  final; 
gi,  92  and  Li,  L2  =  Heats  of  liquid  and  latent  heats,  tabular  values; 
Ui  and  {72  =  Internal  energy  at  initial  and  final  conditions; 
zi  and  X2  =  Quality  or  dryness  fractions; 
Vvi  and  7^,= Specific  volume  of  dry  saturated  steam  at  high  and 

low  temperature,  tabular  values; 
Vli  and  Fx^= Specific  volume  of  liquid  at  high  and  low  temperature 

which  may  genei:ally  be  neglected. 

Then  TTi  2= Work  done,  ft.-lbs.,  by  adiabatic  expansion= /(C/i  —  f72)    .    (782) 

But  during  the  formation  of  steam  from  water 

(Change  in  internal  energy)  =  (Heat  added)  —  (Work  done), 
so  that  the  internal  energy  of  a  pound  of  steam  above  32^  F.  is  the  amount 
of  heat  it  takes  to  make  the  steam  starting  with  water  at  32^  F.,  less  the  work 

the  steam  does  in  coming  into  existence,  ■tXP(Fv— V^).    Therefore  the  work 

done  in  adiabatic  expansion  is  the  difference  between  the  total  heats  before 
and  after,  less  the  difference  between  the  work  of  steam  formation  at  the  two 
states  before  and  after  in  B.T.U.    When  steam  is  wet. 

Total  heat=gi+xiLi  B.T.U (783), 

Vol.  wetsteam=xi7Fi+(l-a;)Fi;,cu.ft (784) 

Therefore,     (Work  of  steam  formation)  =  Pi[xiF7i+(1—^i)Vli—Vli] 

^XlPl{Vv^-VL^){tAhs (785) 

Ui-U32^qi+xiLi~XiPi{Vvr-Vu)B.T.V.  .    .     (786) 

V2-Uz2^q2+X2L2-jx2P2(yv-Vu)B.T.V.  .    .     (787) 

Substituting  in  Eq.  (782)  the  values  of  the  intrinsic  energy  above  32**  F.,  before 
and  after  adiabatic  expansion  as  given  by  Eqs.  (786)  and  (787),  the  work  of  ex- 
pansion is  given  by  Eq.  (788), 

Wi  2=J(gi-g2+xiLi-X2L2)-[xiPi(Fv,-FO-X2P2(VK,-FL,)]  ft.-lbs.  (788) 

Neglecting  liquid  volumes,  this  takes  the  form  of  Eq.  (789)  for  the  special  case 
of  expansion  illustrated  by  the  line  from  C  to  Q,  Fig.  146,  which  is  the  case  of 
constantly  wet  steam, 

Wcd^J{qa-q,+XcLe''XtLfn)-iXcPcVvc-X9PQVvt)'  •     •      .      (789) 

But  the  quality  after  expansion,  Xq,  is  a  function  of  the  quality  before,  Xc, 
which  may  be  expressed  in  terms  of  entropies  or  the  corresponding  heats. 
The  entropy  relations  are  given  by  Eq.  (790)  derived  by  the  following  steps: 
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hence  Xq(^ — <}>,)  =  xd^t — W + (<l>o — <!>») . 

Adding  to  each  side  the  entropy  difference  from  32®  to  the  point  S, 

^fl(<!>»~<l>»)  +  (<l>«"~<l>32)=iCc(<l>«  — <l>a)  +  (<l>a  — <1>32).        •       .       •       (790) 

This  equation  may  be  stated  as  follows:  for  points  on  the  same  adiabatic 
the  sum  of  the  entropy  of  the  liquid  from  S2^  to  any  temperature,  and  the  product 
of  the  quality  irUo  the  erUropy  of  complete  vaporizaiion  at  that  temperature  is  a 
constant.  From  Eq.  (790)  the  value  of  Xq,  the  final  quality  after  adiabatic 
expansion,  can  be  found  for  use  in  Eq.  (789)  by  using  the  tables  of  entropy  for 
any  initial  quality  of  steam. 

A  sunilar  relation  between  condition  after  and  that  before  adiabatic  expan- 
sion can  be  expressed  in  terms  of  heats  and  temperatures.  If  the  specific 
heat  of  water  be  taken  as  unity  then  from  Eq.  (790)  this  relation  will  be  given  by 

^tjT  +l0ge  ^  =  Xey-+l0ge  ^;        Xq^   =^2r  +  l0g«  y"-         •       (791) 

In  some  steam  tables,  notably  Peabody's,  are  given  the  values  of  x,  the 
quality  for  a  given  entropy  at  any  pressure  and  temperature;  these  values 
are  extremely  useful  as  they  eliminate  the  solution  of  Eq.  (788)  to  Eq. 
(791);  constancy  of  entropy  characterizing  adiabatic  expansion,  the  tabular 
values  solve  such  expansion  problems  directly.  If  corresponding  qualities  for 
equal  entropies  are  not  given  directly  in  tables,  which  is  the  case  with  the 
Marks  and  Davis  tables,  it  is  possible  to  estimate  withput  calculation  the 
quality  at  one  temperature,  for  a  condition  defined  by  an  entropy  the  same 
as  for  some  other  quality  at  another  temperature. 

Constant  quality  lines  on  the  temperature  entropy  diagram  are  directly 
useful  in  this  sort  of  problem  work  and  permit  direct  reading  of  the  quality 
at  any  temperature,  after  adiabatic  expansion  from  another  temperature  and 
quality;  they  are  especially  useful  in  the  region  of  superheat  or  for  passing  from 
superheat  to  wetness,  which  is  the  case  in  nearly  all  practical  steam  turbine 
problems.  Such  a  set  of  lines  is  laid  out  on  Chart  No.  44,  in  the  book  of 
tables,  graphically  by  dividing  each  horizontal  vaporization  line  proportionally 
and  joining  the  one-quarter,  middle  and  three-quarter  points  and  others  located 
correspondingly  between,  in  the  wet  region.  In  the  region  of  superheat  con- 
stancy of  quality  implies  constancy  of  superheat,  so  that  on  each  pressure  Une 
points  Z  and  Z'  are  so  located  that  ZY^Z'Y'.  Changes  of  quality  along 
adiabatics  represented  by  verticals,  are  given  by  the  intersection  of  the 
vertical  adiabatic  with  the  quality  curve. 

Constant  total  heat  lines  may  be  located  directly  on  such  a  chart  and  serve 
to  save  the  labor  of  computation  of  work,  which  is  still  appreciable  even  when 
quality  changes  during  adiabatic  expansion  are  known. 

When  the  end  sought  is  work  done  by  the  whole  cycle  there  are  two  forms 
for  such  charts,  first,  the  ordinary  temperature  entropy  chart  with  constant 
total  heat  lines  located  on  it;  and  second,  the  total  heat  plotted  as  ordinates 
and  entropy  as  absciss®,  known  as  the  Mollier  diagram.    See  page  529. 
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The  steps  oy  which  points  are  located  on  the  temperature  entropy  diagrain 
for  equal  total  heats  illustrate  a  very  important  process  in  steam  turbine  "work- 
ing. Steam  expanding  in  a  nozzle  without  friction  suffers  adiabatic  expansion 
and  the  work  of  adiabatic  expansion  as  just  determined  appears  as  kinetic 
energy  of  the  jet  of  steam.  If  this  steam  velocity  be  reduced  to  zero,  the  kinetir 
energy  will  all  be  converted  back  into  heat,  which  heat  will  be  added  to  the  steam 
at  the  low  pressure,  drying  or  superheating  it  in  addition.  This  is  precisely 
what  happens  in  the  throttling  steam  calorimeter  for  measuring  steam  quality, 
and  was  used  by  Grindley,  Griessmann  and  Peake  in  determining  the  total  he-at 
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Fig.  147. — Constant  Total  Heat  Lines  for  Steam,  Method  of  Determination. 

of  steam.  It  is  evident  that  after  such  an  action  the  steam  will  have  the  same 
total  heat  at  the  low  as  at  the  high  pressure,  and  from  such  equivalence,  with 
measures  of  its  quality,  the  heats  could  be  found  or  at  least  checked.  Between 
the  stages  of  turbines  part  of  the  heat  converted  into  kinetic  energy  in  the 
nozzles  is  converted  back  into  work,  but  the  action  so  far  as  it  goes  is  the  same. 
These  are  important  matters  entirely  aside  from  the  more  common  one  of 
direct  reading  of  adiabatic  expansion  work  from  charts. 

In  Fig.  147  let  D  represent  a  condition  of  wetness  from  which  adiabatic 
expansion  starts  and  proceeds  to  E  with  a  loss  of  energy  due  to  transformation 
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ropyii  into  work,  represented  by  the  area  CDEBC.    If  this  energy  be  converted  back 
urbk   into  heat  it  will  reduce  the  wetness  by  evaporation  from  condition  E  to  F,  the 
ticei::  point  F  being  located  so  that  area  EFGHE^wrea.  CDEBC.    Another  point 
rs  &:^  if  would  be  located  so  that  area  CDIJC—IKLHI.     In  this  way  a  line  DK 
),  tlfL  can  be  drawn,  on  which  the  steam  has  always  the  same  total  heat,  or  along 
totir  which  it  suffers  no  change  in  heat  content,  so  that  it  is  a  constant  internal  energy 
]s  pf^    line  for  steam.    So  long  as  the  heat  equivalent  of  expansion  work  is  all  con- 
ijunr     sumed  in  drying  wet  steam  the  construction  is  relatively  simple,  but  if  the 
IP  t^,-    steam  is  originally  dry  or  nearly  so  it  will  become  superheated,  and  if  super- 
heated it  will  acquire  more  superheat.    In  fact  for  superheated  steam,  if  it 
— !     behaved  like  a  perfect  gas,  the  internal  energy  would  be  a  function  of  tempera- 
ture only  and  constant  energy  lines  would  be  isothermals.    It  will  be  observed 
from  the  diagram  that  this  is  not  the  case.    To  illustrate  the  location  of  a  point 
"^      in  the  superheat  region,  consider  an  original  condition,  represented  by  Af ,  to  be 
the  beginning  of  an  adiabatic  expansion  ending  at  N,  then  the  point  0  will  be 
~]      located  so  that  area   CMNJC  =  aTeB.  NROPQN,  and  drying  has  proceeded 
along  NR,  followed  by  superheating  RO  to  the  constant  total  heat  line  MSO.    - 
^  When  the  points  of  such  a  diagram  are  replotted  so  that  total  heats  above 

H««      32**  are  ordinates  and  entropy  from  32**  are  abscissa  there  will  be  a  family  of 
-       curves  such  as  first  plotted  by  Prof.  Mollier,  known  as  the  Mollier  diagram.    On 
I       this  diagram,  given  in  the  Handbook  of  Tables  as  Chart  No.  45,  the  vertical 
J       distance  from  any  pressure,  temperature  or  quality,  to  any  other,  is  the  work 
I       done  in  heat  units,  by  the  whole  cycle  including  an  adiabatic  expansion  which 
can  be  marked  off  on  a  strip  of  paper  and  referred  to  the  scale  of  heat  to 
^       permit  the  work  to  be  read  directly,  or  the  ordinate  of  the  low  can  be  subtracted 
from  that  of  the  high  point.    As  this  is  so  convenient  for  turbine  work  a  scale  of 
corresponding  steam  jet  velocities  is  usually  plotted  beside  that  for  total  heats. 
A  large  scale  chart  of  this  sort  is  very  necessary  when  many  calculations  of 
f       this  nature  are  to  be  made,  and  such  may  be  plotted  from  the  steam  tables. 

Algebraic  evaluation  of  the  heat  added  during  any  expansion  that  is  not 
adiabatic  is  often  desirable,  especially  in  dealing  with  cycles  and  their  efficiency 
as  heat  converters  into  work.  Unfortunately  this  is  not  always  possible  with 
precision,  but  approximations  are  possible  for  some  cases,  good  enough  for  com- 
parative pm^poses.  It  is  necessary  for  this  work  that  the  total  heat  be  expressed 
as  a  f  urJ^tion  of  temperature  which  is  possible  only  by  algebraic  expressions  of 
the  empiric  sort,  complicated  in  form,  derivable  from  the  general  expression. 


If 


m:- 


0 


(Heat  added  during  expansion)  =  j  ^^*= J  ^^^  dT  .    .    .    (792) 

Integration  of  Eq.  (792)  is  possible  only  when  the  differential  coefficient  -^ 

can  be  expressed  as  a  function  of  T  alone,  and  by  not  too  complex  a  function, 
if  the  final  formula  is  to  be  of  any  practical  value.  Along  the  saturation  curve 
the  total  heat  of  the  steam  is  the  siun  of  heat  of  liquid  and  latent  heat  at  any 
given  temperature  above  32**  F.,  so  that  the  abscissa  of  any  point  on  the  T^  dia- 


<!>. 
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gram  from  32'^  as  an  origin,  will  be  given  by  Eq.  (793),  if  C,  is  the  specific  heat  of 
water,  which  may  be  taken  as  constant  and  equal  to  unity  or  as  a  function  of  T, 

-<|>82= J^^  C^'+f (793) 

Latent  heat  can  be  expressed  as  a  function  of  T  approx.  by  L  =  a+&r+ yl^,  (794) 
so  that  the  entropy  increase  above  32^  for  saturated  steam  b  a  function  of  tem- 
perature given  by       (<l)a-<l)82)=  I    V,^+^+&+Yr (795) 

^492  i         i 

Corresponding  to  this  integral  expression  is  a  differential  form  from  which 
the  differential  coefficient  of  ^  with  respect  toTis,   ^=7r~^+Y«     •     (796) 

Or  J.  J.  d. 

This  takes  the  two  following  forms  (a)  and  (6),  Eq.  (797),  according  as  C,  =  l 
approximately,  or  is  a  series  function  of  the  temperature. 

For  specific  heat  of  water  =1,  ^™r""T2"^^  ^^ 

For  specific  heat  of  water  C,=a+br+cr2,  ^=^+64.cr-^+Y  (b) 


(797) 


Substituting  the  simpler  form  Eq.  (797a),  in  Eq.  (792),  the  heat  added  to  keep 
steam  dry  and  saturated  as  it  expands  will  be  given  by  Eq.  (798), 

Heat  added  during  expansion  from  £  to  A  along  saturation  line 

=J^'^'[i-^+Yr]dr  (approx.)=a  iog.^-(n-ra)-|(n2-r.2).   (798) 

A  more  nearly  exact,  but  still  approximate  result,  may  be  obtained  by  sub- 
stituting Eq.  (797  6),  in  Eq.  (792). 

Numerical  problems  cannot  be  solved  without  evaluation  of  the  constants 
a,  6,  c,  a,  P,  Y,  which  can  be  done  approximately  as  follows:  the  Dieterici 
equation  for  the  specific  heat  of  water  is 

C, = .9983  -  .0000288(<  -  32) + .0000002133(<  -  32)2 ; 

=  .9994  -  .0000424<-  .000000213<2;     =  .9738+.0001536r-  .0000002132^; 

whence  a  =  .9738;      b  =  . 0001536;      c=. 000000213. 

Similarly,  the  Davis  formula  for  the  total  heat  of  steam  above  32°  F.  is 

H= 1150.3+.3745(t-212)  -  .00055(^-212)2;      =  l046.187+.6077i-  .00055f*. 

From  the  specific  heat  of  water  the  heat  of  liquid,  9,  becomes, 

q = .9994(«  -  32)  -  .0000424i(<  -  32)  -  .000000213i2(<  -  32) ; 

=  1 .0007<  -  31 .981  -  .0000356<*  app. 

From  these  it  follows  that  aa  L=H—q, 

L=1078.168-.393i-.00051^;      =1151.0+.076r-.0005ir»; 

whence  «=1151.0;    &=.076;    t= --00051. 
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Should  the  expanson  proceed  along  iiny  constant  quality  line  in  the  wet 
region,  the  same  ii\ethod  will  apply,  if  to  the  latent  heat,  or  to  each  term  derived 
from  it  Beparately,  the  quality  x  be  applied  as  a  multiplying  factor.    Hence 

!Heat  added  during  wet  steam]  71  ^^ 

expansionfromStoAfor    =KElog.iS-(7',-7',)-^{7'»2-r,*).    .  (799) 
constant  quality  a;  J  ■ 

Logarithmic  expaTision  of  steam,  it  has  been  stated,  is  the  old  assumption 
for  cylinders,  and  it  is  of  interest  to  see  what  changes  in  quality  correspond 
to  it.  In  Fig.  148  is  plotted  the  saturation  line  ABODE  to  7"*  and  FV  coordi- 
nates dotted.  On  the  PV  diagram  are  located  a  number  of  logarithmic 
lines  for  wet  and  superheated  steam  which  it  is  found  tend  to  cross  the  satura- 


Fio.  148. — Lc^arithmic  Expansion  of  Steam  flhowjog  Changes  of  Quality. 

tion  line  and  so  prove  that  evaporation  takes  place  with  logarithmic  expauaon 
of  wet  steam,  and  superheating  follows.  In  fact,  for  steam  initially  superheated 
the  logarithmic  expansion  line  is  an  isothermal,  and  the  superheat  increases  as 
the  difference  between  saturation  temperature  for  any  pressure  and  the  original 
temperature  of  the  superheated  steam.  Thus,  a  Ic^arithmic  line  AA'  through 
A,  a  point  of  original  dryness,  is  an  isothermal  as  nearly  as  the  approach  of 
superheated  steam  to  a  perfect  gas  permits.    It  is  located  by  the  ratio 


\EQ/t*    \eo}  y 


\EQ/ 

Points  in  the  wet  re^on  are  located  by  proportionality  of  horizontal  intercepts 
as  for  adiabatics.     It  is  of  no  interest  to  compute  algebraically  the  heat  that 
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must  be  added  during  expansion  to  keep  it  logarithmic,  but  for  any  case  where 
it  is  needed  it  can  best  be  evaluated  graphically  by  areas. 

Example  !•  CaJculation  and  use  of  Temperalvre-Entropy  Diagram^  Chart  No.  44 
(Tables)  f  lines  of  constant  pressure  and  quality.  Let  it  be  assumed  that  the  line  of 
quality  80  per  cent  is  to  be  located,  starting  with  the  pressiu^e  of  200  lbs.  per  square 
inch  absolute,  point  A.  From  the  steam  tables  t  =381.9**  F.  or  Ta  =841.9,  the  entropy 
of  the  liquid  is  .5437,  of  evaporation  complete,  1.0019,  so  that  <|>a— <)>»  =  . 8x1. 0019  + 
.5437  =1.3452.  To  locate  a  point  B  in  the  superheat  region  at  the  same  pressure  and 
for  100°  of  superheat,  the  steam  tables  are  found  to  give  directly  4>»—<t>n»  1.6120. 

As  an  example  of  the  use  of  the  diagram  the  following  problem  will  serve.  Steam 
at  a  pressure  of  160  lbs.  per  square  inch  absolute,  dry  and  saturated,  expands  adiabat- 
ically  to  atmospheric  pressure  and  to  some  unknown  quality  to  be  found.  From  the 
point  C  representing  the  initial  condition  project  vertically  down  to  the  pressure  line 
14.7,  at  point  D,  By  interpolation  the  quality  is  found  to  be  86.5  per  cent,  as  point  D 
lies  between  the  two  lines  of  80  per  cent  and  90  per  cent  quality. 

Another  example  will  illustrate  the  passage  into  the  superheat  region.  Atmospheric 
exhaust  steam  at  20  lbs.  per  square  inch  absolute,  is  superheated  120°  by  a  reheater 
and  then  expands  adiabatically  in  an  exhaust  steam  turbine  to  an  absolute  pressure  of 
half  a  pound  per  square  inch  absolute,  to  find  the  final  quality.  The  initial  condition 
is  represented  by  point  Ey  from  which  projecting  downward  to  the  low-pressure  line  at 
H,  lying  between  80  per  cent  and  90  per  cent,  the  quality  is  found  by  interpolation  to 
be  88.4  per  cent  and  the  temperature  by  projecting  to  K,  is  T =540**.  The  corresponding 
volumes  may  be  read  off  Chart  No.  40  of  the  Tables. 

Example  2.  Method  of  calculating  the  Diagram j  Fig,  I48,  for  logarithmic  expansion 
of  steam.  Assume  for  initial  data,  quality  50  per  cent,  initial  pressure  60  lbs.  and  final 
pressure  14.7  lbs.  sq.in.  absolute.  From  the  steam  tables  Vr  =3.585  cu.ft.,  Tr  =752.7**, 
«{,^  s  <{>„  =  1 .0352.  The  point  T  is  located  as  to  pressure  from  the  data,  as  to  temperature 
from  the  steam  tables,  and  as  to  volume  from  the  hypotheses, 

__     F,V,    60X3.585     ,._       .^ 
V,  =-^  = — — —  =  14.63  cu.ft. 

The  quality  at  point  y  =  --'     =.546,  and   from  the  steam   tables  <i>»-4»s3-.3118, 

^0.79 

<[>e-<lH,  =  1.4447,  whence  4),-<[>32  =  1.4447 X. 546 +.3118  =  1.1006. 

The    curve   HCM  is  drawn   between  the  same  pressures,  but   from  an   initial 

quality  of  95  per   cent.     From  the  steam  tables  Fa  =6.812,    4>A~<|>8a  =  1.5824  and 

Vm  ="S""  ** — Trk —  =27.8  cu.ft.    But  dry  saturated  steam  at  the  low  pressure  has  a 

-»  m  14.7 

specific  volume  of  Ve  =26.79,  so  that  the  expanding  steam  has  become  superheated.  The 
amount  of  superheat  may  be  estimated  from  the  Marks  and  Davis  superheat  tables  by 
seeking  the  steam  temperature  for  this  pressure  having  a  specific  volume  of  27.8,  or  it 

T       27  8 
may  be  estimated  by  the  perfect  gas  law  ;ip  =      '    .    In  this  way  it  was  found  that 

Tm  =  695"  and  4>w  -  <1>32  =  1 .7723. 

Prob.  !•  A  tank  containing  500  cu.ft.  of  compressed  air  at  60®  F,  and  twenty  atmos- 
pheres pressure  is  drawn  upon  to  supply  a  compressed-air  engine.  After  the  pressure 
has  fallen  to  five  atmospheres  without  heat  exchange,  what  is  (a)  the  air  temperature, 
(6)  the  voliune  of  atmospheric  air  withdrawn,  measured  at  32**  F.;   (c)  the  work  that 
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has  been  done  if  all  air  wHhdr&Wn  completely  expanded;  (d)  the  heat  necessary  to  raise 
the  remaining  air  to  the  original  temperature? 

Prob.  2.  If  the  working  gases  having  y  » 1.4  in  a  gas-engine  cyli^ider  expand  according 
to  the  law  PV^'^  =  constant,  the  cylinder  having  a  clearance  of  15  per  cent  of  its  displace- 
ment, 20-inch  bore  and  30-in.  stroke,  initial  pressure  of  400  lbs.  per  square  inch  absolute 
and  temperature  of  2500°  F.,  find  (a)  the  final  pressing  and  temperature,  (6)  the  work 
done  by  expansion  alone,  and  (c)  the  heat  gained  or  lost  during  the  expansion,  (d)  the 
net  work  of  the  cycle  consisting  of  adiabatic  compression  from  one  atmosphere,  combined 
with  the  above  expansion  and  two  constant-volume  lines. 

Prob.  3.  Steam  at  200  lbs.  per  square  inch  absolute  and  150°  of  superheat  adiabat- 
ically  expands  to  100  lbs.,  then  receives  100  B.T.U.  at  constant  pressing  and  again  ex- 
pands to  atmosphere.  Find,  (a)  the  quality  after  the  first  expansion  and  before  and 
after  the  second,  (b)  the  work  done  in  each  expansion  thermally,  (c)  the  value  of  «  for 
each  expansion,  (d)  the  work  done  in  each  expansion  by  P7  methods  compared  with 
that  found  thermally. 

Prob.  4.  Ammonia  is  being  compressed  adiabatically  from  30  lbs.  to  175  lbs.  per 
square  inch  absolute.  What  quahty  must  it  possess  originally  to  have  the  final  con- 
dition of,  (a)  all  liquid,  (6)  50  per  cent  vapor,  (c)  dry  saturated  vapor?  (d)  What 
will  be  its  superheat  if  ori^nally  it  were  dry  saturated? 

Prob.  6.  Find  the  value  of  s  for  each  of  the  cases  of  Problem  4  and  determine  the  work 
of  compression  alone  and  of  the  whole  cycle  consisting  of  low-pressure  evaporation 
preceding  compression,  high-pressure  condensation  and  complete  liquid  cooling  to  low 
temperature,  using  both  PV  and  T*  methods. 

Prob.  6.  Plot  to  PF  and  T*  coordinates  compression  of  80  per  cent  quality  ammonia 
and  carbon  dioxide  from  0°  F.  to  70°  F.,  according  to  the  law  PF= Const.,  and  find  (a) 
how  much  heat  must  be  added  or  abstracted  per  pound,  by  evaluation  of  T^  areas  and 
(b)  the  work  done  by  both  PV  and  thermal  methods. 

Prob.  7.  Steam  in  a  cylinder  has  an  initial  pressure  of  100  lbs.  per  square  inch  abso- 
lute and  a  quality  of  90  per  cent.  It  expands  logarithmically  to  30  lbs.,  is  reheated  to 
original  temperature  and  then  expands  adiabatically  in. a  turbine  to  1  lb.  per  square  inch 
absolute.  Plot  the  T*  and  PV  diagrams  and  find  (a)  the  heat  added  during  logarithmic 
expansion  and  reheating,  (6)  the  quality  before  and  aft,er  adiabatic  expansion,  (d)-the 
work  done  by  expansion  alone,  in  each  stage  checking  calculations  by  diagram  areas. 

Prob.  8.  Using  the  thermal  method  entirely  compare  the  work  of  admission,  compres- 
sion and  delivery  for  COi  and  NH«  compressors  per  pound  of  vapor  originally  of  quahty 
75  per  cent,  between  -20°  F.  and  75°  F. 

Prob.  9.  On  a  T^  diagram  plot  the  constant  volume  and  constant  quahty  lines 
for  CO2  and  NH«,  starting  with  superheated  vapor  at  300°  F.  and  the  pressure  corre- 
sponding to  saturated  vapor  at  75°  F.,  ending  the  fines  at  0°  F. 

Prob.  10.  For  the  steam  cycle  consisting  of  hquid  heating,  evaporation  at  150  lbs. 
per  square  inch  absolute,  superheating  100°,  adiabatic  expansion  to  2  ins.  Hg,  absolute, 
and  constant  pressure  condensation,  (a)  plot  the  PV  and  T*  diagrams,  (6)  find  the  work 
done  by  the  five  thermal  methods  and  compare  with  the  PV  area,  (c)  modify  the  dia- 
gram by  assuming  adiabatic  expansion  to  end  at  50  lbs.  per  square  inch  absolute,  closing 
with  a  constant  volume  Une,  and  find  the  work  so  lost  by  T*  and  PV  methods. 

Prob.  11.  If  the  steam  of  the  first  part  of  Prob.  10  expanded  through  an  orifice 
and  impinged  on  a  plate,  what  would  be  its  final  quality  and  velocity  if  (a)  its  final 
velocity  were  unchanged  by  impact,  (6)  reduced  to  half,  (c)  reduced  to  zero  ? 


CHAPTER  XIV 

THERMAL  CYCLES  FOR  STEAM. 

98.  Thennal  Cycles  Representative  of  Heat-engine  Processes.  Cyclic 
Efficiency.  A  Reference  Standard  for  Engines  and  Fuel-burning  Power 
Systems.  Classification  of  Steam  Cycles.  In  practice,  heat  conversion  into 
work  has  narrowed  down  to  a  comparatively  few  processes  out  of  the  infinite 
number  possible,  considering  all  kinds  of  substances  as  possible  heat  carriers 
or  work  execviora.  The  substances  of  importance  are  only  two  in  general,  first, 
water-steam,  and  second,  a  substantially  perfect  gas,  which  latter  may  be  super- 
heated steam  or  any  other  vapor,  or  a  mixture  of  any  number  of  so-called 
permanent  gases  behaving  as  one.  The  processes  through  which  water-steam 
may  pass,  will,  when  studied,  yield  certain  principles  of  heat  treatment  of  the 
fluid,  fundamental  to  the  steam-engine  performance,  while  similarly  basic  ideas 
with  regard  to  the  gas  engine  follow  from  the  study  of  the  processes  through 
which  gases  may  pass.  There  will  result  from  such  analysis  of  gas  and  vapor 
cycles,  a  definite  idea  of  the  limiting  possibility  of  the  amount  of  conversion 
or  maximiun  possible  efficiency,  and  it  will  appear  that  the  efficiency  depends 
on  how  the  heat  is  added  and  abstracted,  how  the  substance  changes  state, 
how  compression  and  expansion  are  related  to  each  other  and  to  the  heating 
and  cooling,  how  much  heat  is  added  per  pound  of  substance,  and  the  total 
range  of  variation  of  pressure,  volume  and  temperature.  In  short,  the  efficiency 
can  be  found  for  any  substance  passing  through  any  cycle  and  will  be  found 
to  be  not  the  same  for  all,  sometimes  quite  high,  often  very  low.  Therefore, 
assuming  that  the  object  of  engineers  dealing  with  power  generation  is  to 
convert  as  much  heat  into  work  as  possible  or  practicable,  this  cyclic  anal- 
ysis will  show  what  is  desirable  and  what  thermal  actions  must  be  avoided. 
It  will  moreover  establish  a  numerical  limit  to  the  possible  conversion  or 
efficiency  for  any  one  series  of  processes  that  may  be  embodied  in  a  machine, 
with  which  limit  the  actual  performance  of  a  machine  may  be  compared,  thus 
giving  a  measure  of  the  perfection  of  the  mechanism  as  an  executor  of  the  cycle 
and  showing  how  far  improvements  may  be  carried.  For  example,  for  given 
conditions  of  pressure  and  temperature,  it  may  be  found  that  a  given  steam 
engine  is  converting  into  work  20  per  cent  of  the  heat  supplied  to  it  in  the 
form  of  steam;  this  may  look  very  low  and  great  improvements  appear  to  be 
possible,  whereas  on  examination  of  the  processes  being  carried  out  within  the 
pressure  and  temperature  limits  imposed,  it  may  be  found  that  not  more  than 
25  per  cent  efficiency  is  possible  in  the  most  perfect  mechanism,  in  which  case 
the  mechanism  may  be  regarded  as  |§=80  per  cent  perfect  and  no  amount 

634 


THERMAL  CYCLES— STEAM  CYCLES  535 

of  ingenuity  or  expense  can  make  it  very  much  better  than  it  is.  This  is  a 
good  illustration  of  the  fact  that  the  efficiency  of  a  power  generator  is  limited 
by  two  things,  or  is  the  product  of  two  other  efficiencies;  first,  the  efficiency  of 
the  thermal  cycle  being  carried  out  by  the  substance,  and  second,  the  efficiency 
of  the  mechanism  as  a  cycle  executor.  The  former  is  conveniently  termed  the 
cyclic  or  system  efficiency^  and  the  second  the  mechanism  efficiency,  but  this 
latter  must  Aot  be  confused  with  mechanical  efficiency,  which  measures  only 
mechanical  friction  losses,  whereas  the  other  measures  all  energy  losses  in  the 
mechanism  not  fundamental  or  necessary  to  the  cycle  itself. 

The  great  advantage  of  the  cyclic  analysis  to  engineering  consists  in  the 
establishment  of  standards  of  performance  that  serve  as  guides  to  improve- 
ment, telling  clearly  and  unmistakably  when  one  cycle  or  system  must  be 
abandoned  in  favor  of  another  to  attain  a  desired  end,  or  where  and  how  to 
operate  in  the  reduction  of  losses  to  improve  a  given  piece  of  mechanism.  With 
this  as  a  criterion,  it  is  evident  that  only  those  cycles  that  may  be  carried  out  by 
mechanism  are  worth  studying;  it  is  therefore  of  importance  that  this  thermo- 
dynamic study  of  efficiency  of  conversion  be  so  extended  as  to  show  what 
processes  will  yield  efficiencies  higher  than  by  the  processes  now  considered 
good  practice.  Cyclic  analysis  then  has  two  criteria  by  which  the  worth  while 
cycles  are  to  be  selected:  first,  their  present  practicability,  and  second,  the 
potential  high  efficiency,  realization  of  which  depends  on  discovery  of  suitable 
mechanism  to  carry  them  out.  No  better  illustration  can  be  given  than  that 
supplied  by  the  development  of  the  gas  engine  in  the  last  half  century.  As 
originally  built  it  was  just  a  novelty,  about  the  possibilities  of  which  no  one 
had  any  definite  ideas;  then  thermodynamic  study  of  its  cycle  showed  two 
things:  first,  that  its  possible  efficiency  was  very  high,  compared  to  the  steam 
systems  then  in  use;  and  second,  that  in  all  gas  engines  for  efficient  conversion, 
the  cycle  must  include  a  compression  of  the  working  gases  before  heating. 
Both  the  higher  possible  efficiency  with  respect  to  steam,  and  the  necessity  for 
precompression,  were  known  before  their  realization  in  gas  engines  of  good  con- 
struction and  competitive  size,  and  this  knowledge  was  the  real  incentive  to 
practical  development.  Not  only  is  this  so,  but  as  higher  efficiency  began  to 
be  realized  in  gas  engines  than  had  been  the  rule  with  steam,  so,  as  a  direct 
consequence,  the  improvement  of  the  steam  system  was  stimulated,  every  loss 
carefully  studied  as  never  before,  and  means  taken  to  reduce  each,  so  that  to- 
day in  large-sized  plants,  especially  with  high  pressure  reciprocating  and  low- 
pressure  turbine  units,  the  efficiencies  of  the  steam  and  gas  system  on  the 
same  coal  fuel  are  substantially  the  same,  and  twice  as  good  as  those  which 
were  considered  satisfactory  when  the  gas  engine  began  its  stimulating  career. 

With  this  preliminary  survey,  the  cycles  for  analytical  study  may  be  selected 
from  among  the  great  number  of  possibilities  which  are  greater  for  gases  than 
for  steam,  since  in  the  latter  case  there  is  only  one  practical  way  of  adding 
heat,  that  at  constant  pressure  and  temperature,  if  the  Uquid  heating  and  vapor 
superheating  be  excepted.  It  would  perhaps  be  better  to  say  that  the  bulk  of 
the  heat  in  the  steam  system,  or  in  fact  any  vapor  system,  must  necessarily 
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be  added  at  constant  pressure  and  temperature.  Heat  abstraction  likewise 
is  essentially  a  constant-pressure  and  temperature  process  for  vapor  systems 
if  the  expansion  is  complete,  and  in  the  establishment  of  standards  of  possi- 
biUty  there  is  no  reason  for  dwelling  on  any  but  complete  expansion  because 
this  is  always  realizable  in  engines  if  desired.  Variation  in  vapor  cycles  one 
from  the  other  can  come  in  for  consideration  mainly  as  due,  not  to  differences 
in  modes  of  heat  addition  or  abstraction  directly,  but  rather  from  the  differ- 
ences in  expansion  between  primary  heating  and  heat  abstraction,  and  in  com- 
pression or  its  equivalent  between  heat  abstraction  and  primary  heating.  The 
use  of  the  term  primary  heating  indicates  that  there  may  be  secondary  or  minor 
heating  in  vapor  cycles,  and  this  is  a  convenient  way  of  distinguishing  between 
the  bulk  of  the  heat  received  at  constant  temperature,  always  to  be  considered 
as  primary,  and  that  received  otherwise  to  be  considered  as  secondary  or 
minor.  To  illustrate,  the  primary  heat  added  will  be  the  latent  heat  of 
vaporization  of  so  much  of  the  fluid  vaporized  if  it  is  left  wet.  The  secondary 
heat  will  be,  (a)  heat  of  liquid  if  liquid  heating  is  part  of  the  cycle;  (6)  heat 
of  superheat  if  the  vapor  is  superheated  at. the  pressure  of  steam  generation 
before  expansion  begins;  (c)  heat  added  during  expansion  when  it  is  not 
adiabatic,  as  for  example  constant  quality  logarithmic,  or  constant  temperature 
for  superheated  vapor. 

With  complete  condensation  of  vapor  as  a  result  of  heat  abstraction  at  con- 
stant pressure  and  temperature,  heating  of  liquid  is  necessarily  one  phase  of 
the  vapor  cycles,  but  should  the  heat  abstraction  or  condensation  cease  before 
condensation  is  complete  and  the  remaining  vapor  be  adiabatically  compressed 
so  that  it  just  liquefies  on  reaching  the  high  pressure  and  temperature,  then 
there  will  be  no  liquid  heating. 

All  vapor  cycles  can  be  divided  into  two  groups  with  respect  to  the  mode  of 
transition  from  condensation  to  vaporization  phases;  the  first  group  will  include 
those  that  completely  condense  and  so  involve  liquid  heating,  and  the  second 
those  that  substitute  complete  adiabatic  compression  for  liquid  heating.  Of 
course,  there  may  be  cycles  with  part  of  one,  and  the  rest  of  the  other  process, 
but  as  their  characteristics  will  lie  between  these  two  limits  they  need  not  be 
separately  studied  in  a  general  investigation. 

Expansion  may  be  adiabatic  or  may  not,  but  if  not,  it  must  be  according 
to  some  law  for  which  there  are  algebraic  relations,  otherwise  algebraic  cyclic 
analysis  is  impossible,  and  without  this,  principles  are  difficult  to  devise,  though 
concrete  problems  may  be  solved.  The  only  case  of  expansion  that  is  of  prac- 
tical interest  and  yet  yields  even  approximately  to  algebraic  analysis  is  that  of 
constant  quality:  that  is,  for  steam  initially  wet,  with  constant  wetness  during 
expansion;  for  steam  initially  dry  and  saturated,  constantly  so  during  expansion; 
and  for  steam  initially  superheated,  with  constant  superheat  during  expansion. 
These  cases  of  expansion  for  various  constant  qualities  of  steam  are  usually  con- 
sidered as  nearly  representative  of  the  possible  action  of  steam  in  jacketed  cylin- 
ders, and  the  heat  added  during  expansion  is  supposedly  representative  of  the  heat 
lost  by  the  jacket  stecun  and  gained  by  the  cylinder  steam  at  the  rate  required 
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for  constant  quality.  As  a  matter  of  fact  it  is  very  doubtful  if  jackets  could 
so  add  beat  to  cylinder  steam;  wbile  tbey  migbt  give  to  it  tbe  total  amount 
equivalent  to  constant-quality  expansion,  it  is  probable  that  the  cylinder 
steam  even  if  it  received  this  amount  of  heat  would  not  receive  it  at  the  rate 
corresponding  to  constant  quality.  To  just  about  the  same  degree  does  the  con- 
stant-quality expansion  represent  the  skin  friction  heating  effect  of  nozzles; 
part  of  the  work  developed  and  appearing  as  kinetic  energy  is  converted  back 
into  heat  by  velocity  reduction.  These  cycles  with  constant-quality  expansion 
are  not  of  sufficient  practical  importance,  compared  to  those  with  adiabatic 
expansion,  to  warrant  equal  treatment,  and  while  thejf'  will  be  indicated  they 
will  not  be  subjected  to  analysis. 

Adiabatic  expansion  is  the  most  important,  because  it  is  typical  of  heat 
addition  completed  before  expansion  begins,  and  heat  abstraction  delayed  until 
expansion  if  over.  This  is  what  would  happen  in  cylinder  engines  if  the  walls 
were  non-conductors  of  heat  and  did  not  absorb  heat  from  the  steam  on  steam 
admission,  or  return  it  when  the  steam  temperature  dropped;  it  would  also 
happen  in  steam  turbines  if  the  nozzles  were  non-conductors  of  heat  and  the 
surfaces  in  contact  with  the  steam  frictionless.  Comparison  of  cycles  otherwise 
the  same,  in  which  expansion  is  adiabatic,  with  those  in  which  quality  is  con- 
stant, will  show  whether  it  is  better  to  add  all  the  heat  before  or  continue 
addition  during  expansion.  This  will  be  taken  up  later.  Adiabatic  expansion 
may  (a)  start  with  wet  and  end  with  wet  steam;  (b)  start  with  dry  saturated 
and  end  with  wet  steam;  (c)  start  with  superheated  and  end  with  wet  steam; 
(d)  start  with  superheated  and  end  with  dry  saturated  steam;  (e)  start  with 
superheated  and  end  with  superheated  steam;  so  there  may  be  five  cases  of 
adiabatic  expansion  cycles,  each  differing  from  the  other  fundamentally  in  the 
amount  of  heat  added  per  pound  of  steam  ai  the  sams  pressure. 

From  the  preceding  it  appears  possible  to  conveniently  divide  the  steam 
cycles  worthy  of  study  into  four,  each  with  special  cases  for  various  degrees 
of  initial  quality  or  heat  added  per  pound  of  steam  at  the  high  pressure,  these 
four  being  the  possible  combinations  of,  (a)  zero  compression,  (6)  complete 
adiabatic  compression;  with  (c)  adiabatic  expansion,  and  (d)  constant  quality 
expansion  defining  the  typical  phases,  represented  by  the  corresponding  dia- 
grams of  Fig.  149  to  both  T^  and  PV  coordinates.  The  relations  of  these 
various  lines  should  be  evident  from  the  explanations  given  in  the  analysis 
of  various  phases;  to  make  them  clearer,  the  saturation  curve  is  extended 
across  each  diagram  as  a  line  of  reference. 

Referring  to  the  PV  diagram  of  Cycle  I,  it  will  be  noted  that  vaporization 
B  to  C,  or  C\  whether  complete  or  incomplete,  and  including  superheating  C 
to  C'^  if  there  is  any,  is  represented  by  the  same  sort  of  line  as  admission  of  steam 
to  a  cylinder,  in  which  the  initial  volume  Vb  is  that  of  the  liquid  from  which 
the  amount  of  steam  admitted  is  formed,  which  is  so  small  as  to  be  negligible 
in  numerical  work,  but  is  retained  here  to  make  the  cycle  operation  clear. 
Similarly,  the  condensation  line  Z)'",  D",  D',  D  to  Ay  preceded  by  loss  of  super- 
heat D     to  D'"  if  there  is  any,  is  represented  to  PV  coordinates,  exactly  as 
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would  be  a  constant-pressure  exhaust.  Therefore,  although  in  cylinders  there 
occurs  admission  and  exhaust,  the  efficiency  of  heat  conversion  can  be  studied 
by  imagining  as  substitutes,  constant-pressure  heat  addition  or  abstraction, 
which  is  equivalent  to  imagining  the  operations  which  take  place  in  a  whole 
plant — ^from  boiler-feed,  steam-making,  cylinder  action,  condensation  in  con- 
densers, and  return  of  condensate  to  boiler — ^to  take  place  completely  in  the 
cylinder.  There  are  no  unwarranted  assumptions  involved  in  this  substitution 
of  equivalent  thermal  phases,  as  it  is  obvious  that  the  cylinder  will  do  the 
same  work  in  either  case  and  there  will  be  necessary  the  same  amount  of 
heat  to  make  it  possible.  However,  as  ordinarily  carried  out  in  separate 
apparatus,  these  various  processes  involve  some  losses  and  some  compensa- 
tions, losses  for  example  in  pipe  lines,  and  compensations  from  flue  gas  and 
exhaust  steam  heat.  The  compensations  do  not  change  the  total  heat  re- 
quired by  the  steam  to  put  it  in  condition,  but  this  amount  is  not  all  derived 
from  fresh  fuel  when  waste  heats  are  partially  returned. 

This  same  diagram  represents  in  a  similar  way  the  action  in  a  steam  turUhe 
plant  in  which  the  whole  process  is  imagined  as  concentrated  in  the  nozzles  of 
the  turbine,  generation  and  superheating  of  steam  represented  by  B  to  C,  C",  C", 
C^^y  does  work  represented  by  the  area  under  this  line  to  PV  coordinates,  and 
expansion  does  more  work  represented  by  the  area  under  the  expansion  hne, 
but  in  escaping  from  the  nozzle  this  work  is  done  only  by  pushing  away  some 
steam  at  the  low  pressure,  which  involves  negative  work  under  the  low  or  back- 
pressure line  or  its  thermal  equivalent,  the  condensation  line.  The  net  work 
is  the  area  enclosed  by  the  PV  diagram,  as  for  cylinders,  and  is  equal  to  the 
area  enclosed  by  the  T^  diagram  of  the  equivalent  thermal  processes. 

Various  minor  modifications  of  these  and  other  cycles  can  be  studied  when 
special  cases  require  it;  for  example,  incomplete  expansion  followed  by  con- 
stant-volume release  could  be  shown  by  a  diagram  to  T^  and  PV  coordinates 
for  various  degrees,  ranging  from  no  expansion  at  all  to  complete  expansion. 

Some  of  these  cycles  adopted  as  representative  and  worthy  of  analytical 
study  have  received  names  associating  them  with  some  person  who  studied 
them  either  first  or  most  effectively.  Thus  the  name,  Rankine,  is  applied  to  the 
Cycle  I,  which  is  characterized  by  adiabatic  expansion  and  no  compression;  the 
name,  Carnot,  to  those  cases  of  Cycle  II,  that  are  without  superheat  and  which 
are  characterized  by  adiabatic  compression  and  expansion,  with  heat  added  all 
at  the  high,  and  abstracted  all  at  the  low  temperature.  To  other  cases  there 
is  either  no  name  applied  or  there  is  no  agreement  as  to  the  name,  so  where 
confusion  is  likely  to  result  from  the  application  of  a  name  to  a  cycle  which 
elsewhere  is  applied  to  some  others,  the  name  will  be  omitted.  There  is  abso- 
lute agreement  as  to  the  meaning  of  the  Carnot  cycle,  and  fairly  general  though 
not  absolute  acceptance  of  the  name,  Rankine,  as  signifying  the  cycle  above 
defined,  though  some  writers  limit  this  name  to  the  case  of  initially  dry  saturated 
steam,  to  which  others  apply  the  name  Clausius.  As  the  adiabatic-expansion 
and  no-compression  cycle  is  so  closely  representative  of  actual  steam  practice, 
it  must  be  frequently  referred  to,  and  this  will  be  called  the  Rankine  cycle 
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for  wet,  dry  or  superheated  steam  as  a  better  term  ihan  Cycle  I.  In  all  other 
cases  the  cycle  will  be  defined  by  its  phases  or  number  when  discussed. 

The  following  analyses  of  these  cycles  will  all  be  based  on  one  pound  of  sub- 
stance of  which  varying  amounts  will  be  in  the  vapor  and  in  the  liquid  states; 
it  mil  also  be  assumed  that  when  there  is  such  a  mixture  it  is  of  the  same  temperature 
throughout  or  thermally  homogeneous.  In  cylinders  it  is  certain  that  moisture 
collects  next  the  walls  and  is  cooler  than  the  steam;  if  superheated  steam 
or  gases  are  in  cylinders  that  part  near  the  walls  wiU  not  have  the  same  tem- 
perature as  the  rest  of  the  mass;  this  is  also  the  case  in  nozzles,  as  the  heat  of 
friction  is  first  imparted  to  the  skin  fluid  and  may  or  may  not  be  later  communi- 
cated to  the  rest  by  conduction  diffusion  or  mechanical  mixture. 

Another  assmnption  that  is  necessary  is  that  of  constancy  of  specific  heat 
of  water  at  unity,  and  of  superheated  steam  at  a  mean  value  for  the  temperature 
range,  but  not  necessarily  the  same  for  different  pressures  or  temperatures. 

Steam  Cycle  I  (Rankine).  First  phase,  from  A  U)  B.  Heating  liquid  (sub- 
stantially constant  volume).  Second  phase,  from  B  U)C,  Heat  addition  at 
constant  pressure,  vaporizing  at  constant  temperature  and  possibly  followed 
by  superheating  of  vapor  at  rising  temperature.  Third  phase,  from  C  to  D. 
Adiabatic  expansion.  Fourth  phase,  from  D  to  -4.  Heat  abstraction  at 
constant  pressure,  condensation. 

Steam  Cycle  II  (Carnot).  First  phase,  from  A  to  B.  Adiabatic  compression 
of  vapor  and  liquid  to  all  liquid.  Second  phase,  from  B  to  C.  Heat  addi- 
tion at  constant  pressure,  vaporizing  at  constant  temperature  and  possibly 
followed  by  superheating  of  vapor  at  rising  temperature.  Third  phase  from 
C  to  Z).  Adiabatic  expansion.  Fourth  phase  from  D  to  A.  Heat  abstrac- 
tion at  constant  pressure,  condensation. 

Steam  Cycle  III.  First  phase,  from  A  to  B.  Heating  liquid  (substantiall}' 
constant  volume).  Second  phase,  from  B  to  C.  Heat  addition  at  const^mt 
pressure,  vaporizing  at  constant  temperature  and  possibly  followed  by 
superheating  of  vapor  at  rising  temperature.  Third  phase,  from  C  to  D. 
Expansion  with  constant  quality.  Fourth  phase,  from  D  to  A.  Heat 
abstraction  at  constant  pressure,  condensation. 

Steam  Cycle  IV.  First  phase,  from  A  to  B,  Adiabatic  compression  of  vapor 
and  liquid  to  all  liquid.  Second  phase,  from  B  to  C,  Heat  addition  at 
constant  pressure,  vaporizing  at  constant  temperature  and  possibly  followed 
by  superheating  of  vapor  at  rising  temperature.  Third  phase,  from  C  to  D. 
Expansion  with  constant  quality.  Fourth  phase,  from  D  to  A,  Heat 
bstraction  at  constant  pressure,  condensation. 

Prob.  1.  Plot  to  scale  to  PF  and  T^  coordinates  steam  Cycle  I  modified  by  ex- 
pansion in  two  stages,  the  first  extending  for  half  the  temperature  range,  and  with 
reheating  in  the  receiver  to  the  initial  quality. 

Prob.  2.  Plot  to  scale  steam  Cycle  I,  modified  by  logarithmic  expansion. 

Prob.  3.  Plot  to  scale  steam  Cycle  I,  modified  by  logarithmic  expansion  in  two 
stages  as  in  Prob.  1 ,  but  with  reheating  to  initial  temperature. 

Prob.  4.  Plot  to  scale  steam  Cycle  II,  modified  as  in  Prob.  1, 
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Prob.  6.  Plot  to  scale  steam  Cycle  II,  modified  by  logarithmic  expansion  in  the  first 
stage  for  half  the  pressure  range  and  cooling  in  the  receiver  to  a  quality  of  90  per  cent, 
followed  by  adiabatic  expansion  in  the  last  stage. 

Prob.  6.  Modify  Cycle  II  by  two-stage  compression  adiabatic  with  intercooling 
and  threenstage  adiabatic  expansion  with  reheating  to  original  temperature.  Inter- 
cooling to  begin  at  half  the  temperature  range  and  to  completely  condense  the  steam, 
reheating  to  be  at  |  and  i  the  temperature  range  and  to  just  dry  the  steam. 

Prob.  7.  Modify  steam  Cycles  II  and  III  by  two-stage  expansion,  dividing  the  tem- 
perature range  equally,  the  first  to  be  at  constant  quality  as  in  a  jacketed  cylinder  and  the 
second  adiabatic  as  in  a  low-pressure  turbine. 

Prob.  8.  Modify  sieam  Cycles  I  and  II  by  stopping  adiabatic  expansion 'at  half  the 
pressure  range,  closing  by  a  constant-volume  line. 

Prob.  9.  Plot  to  scale  the  following  cycle:  Water  heated  .under  pressure  sufficient 
to  prevent  vaporization  at  1000  lbs.  per  square  inch  absolute,  the  pressure  being  100 
lbs.  per  square  inch  higher  than  saturated  vapor  pressure.  Hot  water  allowed  to  escape 
through  a  valve  to  a  receiver  at  100  lbs.  per  square  inch  absolute,  there  brought  to  rest 
and  adiabatically  expanded  to  atmospheric  pressure.  Condensation  from  and  at  200° 
F.  followed  by  return  of  water  to  high-pressure  tank  and  there  again  heated. 


99.  The  Rankine  Cycle.  Work|  Mean  Effective  Pressure,  Jet  Velocity, 
Water  Rate,  Heat  Consumption  and  Efficiency  of  Steam  Cycle  I.  Adiabatic 
Expansion,  Constant-pressure  Heat  Addition  and  Abstraction,  No  Com- 
pression. 

Let  Qi  =  heat  added  in  B.T.U.  per  lb.  for  whole  cycle; 

Q2  =  heat  abstracted  in  B.T.U.  per  lb.  for  whole  cycle; 
Tf =work  in  ft. -lbs.  per  lb.  for  whole  cycle; 
^= efficiency  of  conversion; 


fPc 

Vc 

Tc 

Xe 
*  (<})c  — <1)32)  . 


^1 

hi 
Hi 
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e'e"       — 


pressure  volume,  temperature,  quality,  and  entropy 
above  32°  F.,  for  steam  in  condition  represented  by 
position  of  point  C  and  with  corresponding  sub- 
scripts for  other  points.  Pressures  in  lbs.  sq.ft.,  vol- 
umes in  cu.ft.,  temperature  absolute  Fahrenheit, 
quality  in  ratio  of  weight  of  dry  saturated  steam  to 
total  steam  and  water  weight. 

heat  of  liquid,  latent  heat,  heat  of  superheat,  and  total 
heat  above  32°  per  lb.  of  dry  steam,  tabular  value, 
at  the  high  temperature  and  with  subscript  (2)  for 
low  temperature. 

constant  mean  specific  heat  of  superheated  steam  from 
Tc'  to  Tc'^. 


Then  since  the  change  in  intrinsic  energy  is  zero  for  a  complete  cycle,  the  work 
done  is  equal  to  the  heat  change  or  the  dilBference  between  heat  put  in  and  that 
abstracted  for  the  whole  cycle,  which  is  algebraically  expressed  in  Eq.  (800) : 


TF=J(Qi-02) 


(800) 
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As  the  efficiency  of  conversion  of  beat  into  work  is  the  ratio  of  worlt  done  to 
heat  supplied  in  the  same  units,  it  is  given  by   E  =  -f^^^^~-=\~^.  (801) 

Both  these  expressions,  Eq.  (800)  and  (801),  are  perfectly  general  and  true 
for  any  cycle,  differences  entering  only  when  the  heats  supplied  or  abstracted 
are  evaluated  in  accordance  with  the  particular  specifications  for  the  cycle. 
For  this  cycle.  Fig.  150,  there  are  two  forms  of  expres^on  for  the  heats 
per  pound,  one,  when  superheat  is  initially  present  and  the  other  when  it  is  not, 
given  as  follows  by  Eq.  (802), 

Q  =  g+xL=H—(l—x)L  for  saturated  steam  of  quality  x    (a)  ] 
Q  =  q+L+k=H+h        for  superheated  steam  (b)  J 


(802) 
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These  expressions  will  apply  to  all  the  special  cases  of  this  cycle  which  arise 
from  different  initial  qualities  and  changes  of  quality  due  to  adiabatic  expul- 
sion and  lettered  (a),  (b),  (c),  (d),  (e)  in  the  last  SecUon. 

Case  a.    Diagram  ABCD,  Fig.  150,  steam  initially  icei,  fiTially  more  «Jd. 

Qi  =  qi-q2+XtLi,     Q2=XtL2.     Therefore     W=J{qi-q2+xd.i-X4L2),     (803) 

and  £-1 ~~-r (80*) 

gi-q2+XrLi 

These  two  expressions  Eqs.  (803)  and  (804)  for  work  and  efficiency  do  not 
contain  all  independent  variables  because  the  quality  Xd  is  a  function  of  the 
original  quaUty  Xe,  and  of  the  extent  of  the  adiabatic  expansdon.  If  tables 
or  charts  arc  available,  all  these  quantities  may  be  read  off  and  the  answer 
obtained  at  this  point.  It  is,  however,  desirable  that  this  as  well  as  similar 
expressions  for  other  cycles  be  reduced  to  a  function  of  temperature,  or  other 
fundamental  variable,  so  that  they  may  be  compared  without  proceeding  to 
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numerical  substitution.  It  has  been  shown  in  Section  (97),  Eq.  (790)  that  for 
two  points  on  the  same  adiabatic,  the  product  of  low-temperature  quality, 
into  the  entropy  of  complete  vaporization,  is  equal  to  the  same  for  the  high 
temperature  added  to  the  entropy  change  of  the  liquid  from  low  temperature 


to  high,  or  for  this  case,    x.((|)^. -<i>,)=x.(<J>.-<|>^) +  (<!>.- W,  . 
and 


XdL2 = TiraJei'i + Ta  log,  7=^. 


Substitution  of  Eq.  (805)  in  Eq.  (802)  gives  two  forms  for  work, 
Tr=j[gi-g2+XeLi(l-^)-raloge-^^], 

=j[^(n-Ta)+XcLi(l-^;)-raloge^](approx.) 
=  j[(n-ra)(l+^')-ralog,^](approx.).     .     . 


(805) 
(806) 


(807) 


(808) 


The  first  form,  Eq.  (807),  gives  work,  in  terms  of  heats  of  liquid,  temperatures, 
initial  quality,  and  corresponding  latent  heat;  and  the  second  form,  Eq.  (808), 
gives  work  in  terms  of  the  temperatures,  the  high-pressure  latent  heat  and 
the  initial  steam  quality,  on  the  assumption  of  unity  as  the  specific  heat  of 
water.  By  putting  the  latent  heat  as  a  series  function  of  temperature  as  in 
Eq.  (794),  Section  97,  and  substituting  it  in  the  last  form  for  work,  Eq.  (808), 
a  third  form  results,  Eq.  (809)  in  terms  of  initial  steam  quality  and  temperatures, 

iV^J    (n-ra)[l+Xc(^-hi8-h7n)]-Talog,^|  (app.).      (809) 

The  efficiency  may  also  be  put  in  terms  of  temperatures,  initial  latent  heat 
and  quality,  or  entirely  in  terms  of  temperatures  and  initial  quality  by  similar 
substitution.  The  first  form  results  from  the  substitution  of  Eq.  (806)  in 
Eq.  (804),  giving  Eq.  (810a),  which  is  exact,  and  Eq.  (8106),  which  is  approxi- 
mate, because  the  specific  heat  of  water  is  assumed  to  be  unity  in  the  latter. 


E=l- 


b 


fXcLi  +  Taloge^ 

qi  —  q2+XcLi 


(a);     =1- 


Y^eLi  +  TalogeY 
.     {Tt-Ta)+ZcLi 


(app.)  (6)    (810) 


The  first  form  of  Eq.  (810a)  gives  the  efficiency  in  terms  of  liquid  heats,  tempera- 
tures, initial  quality  and  corresponding  latent  heat,  which  reduce  in  Eq.  (8106) 
to  temperatures,  initial  quality  and  corresponding  latent  heat,  and  in  Eq. 
(811)  by  a  final  modification  to  temperatures  and  initial  quality  only,  by 
introducing  the  temperature  function  of  latent  heat. 


i?=l- 


T^^,(a+PT,+yTi?)+Ta  log*  ^ 


(app.).  . 


(811) 


(Tb-Ta)+Xc{a+pTt+yT,^) 
In  these  equations  for  work  and  efficiency,  a  =  1151.0;  /3  =  .076;  7=  —.00051. 
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Coce  6.  Diagram  ABA',  Fig.  ISO.  No  gteam  initiatty  present.  If  the 
initial  conditioD  is  that  of  water  at  the  b<Hliiig-point,  Zc=0,  and  the  three 
exprearions  for  work  and  ^ciency  take  the  form, 


»'=/L-92- T.  log. ^1  from  Eq.  (807)  (a) 

= jfr*- T,- T, log, Pi  from  Eq.  (808)  or  (809)  (6) 


(812) 


£=1- 


r.iog. 


T, 


.   91—92    . 
T 


from  Eq.  (810a) 


(a) 


=  1- 


T.Xoge 


T. 


from  Eq.  (8106)  or  (811) 


(fr) 


(813) 


L  n-r.  J 

Case  c.  Diagram  ABC'D'A,  Fig.  150.  Steam  initiaUy  dry  eaturated.  If 
the  initial  condition  is  that  of  dry  saturated  steam,  Xc=l,  and  the  work  and 
efficiency  equation  take  the  following  special  forms: 


W'=/L-92+Li(l-^)-T.log.^]  from  Eq.  (807) 
=jr(T»-7'.)(l+^)-r.log.^j  fromEq.  (808) 

=j  \  (n-  Ta)  [  1+ (^+/3+'yr.)]  -  r.  log.  ^ 


(a) 


(fr) 


fromEq.  (809)  (c) 


(814) 


^=1- 


from  Eq.  (810a) 


=  1- 


=  1- 


^Li+niog.^ 
9i~92+^i 

^Li+r«iog.^* 

Tt-Ta+Ll 

^(a+pT,+yTt^+Ta  log.  ^* 
(T»-Ta).+  {ct+PTt+yTt^)  _ 


(a) 


from  Eq.  (8106) 


(6) 


from  Eq.  (811) 


(c) 


(815) 


Case  d.  Diagram  ABC'C"D"A,  Fig.  150.  Steam  initiaUy  superheated  and 
finally  wet.  Steam  initiaUy  superheated  to  a  degree  indicated  by  condition 
C",  that  is,  such  as  will  allow  it  to  become  wet  during  expansion,  will  have 
different  work  and  efficiency  equations,  the  general  form  of  which  is, 

^fL^  ,^,^        (816) 

(817) 


W-J(qi-q2+Li+hi-Xtr'L2).     (816)         E^l- 


(817) 


qi-q2+Li+hi 

As  before,  the  final  quality  x^  is  not  an  independent  variable,  but  related 
to  initial  superheat  by  the  equal  entropy  relations, 

(V-W  =  (<!>."- W    and    x«"(4>rf"'-<l>.)  =  (<|>«"-<|>.')+(4>c-^)+(<|)»-<!>J, 
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or  ^^.y^   ^.c.  -.^1^  Tb  '  n'  '^^  Ta 


A     X,^L2=^S^^^Tal0g,^+^Li  +  Tal0g,^\  .      .      .      (818) 

lb       In  la 

This  Eq.  (818)  will  on  substitution  in  Eqs.  (816)  and  (817)  give  the  work 
and  the  efficiency  in  terms  of  completely  independent  variables  which  may 
be  reduced  entirely  to  temperatures,  as  the  only  two. 

Case  e.  Diagram  ABC'C'"D'"Aj  Fig,  160.  Steam  initially  superheated 
and  finally  dry  saturated.  Steam  with  enough  initial  superheat  to  become 
just  dry  and  saturated  after  expansion  will  have  characteristics  similar  to  the 
last  case,  but  in  which  x^»  becomes  x^**,  and  x^»  =  l,  which  finally  yield: 

Tr=J(gi-g.+Lx+ftx-L,).    (819)      ^=1---^^-^.     (820)-      » 

In  these  equations  the  heat  of  superheat,  hi  —S^^niT^^—  T^  is  not  an  inde- 
pendent variable,  being  contingent  on  dryness  without  superheat  after  expansion, 
therefore,  the  temperature  Tff»  is  fixed  by  the  entropy  relation  that  leads  to 
Eq.  (819)  which,  making  a;^«=l,  and  Tff»  =  Tffn  becomes  Eq.  (821), 

^=-S^^'log.^+|^+log.^ (821) 

1  a       '  lb        lb  la 

However,  the  two  cases  of  small  superheat  just  reviewed  will  give  work 
per  cycle  and  efficiency  values  between  those  for  the  two  cases  of,  initially 
no  superheat,  and  initially  high  superheat  sufficient  to  leave  the  steam  super- 
heated after  expansion,  so  that  the  equations  of  the  two  cases  of  small  super- 
heat are  omitted  and  those  for  high  superheat  set  down. 

Case  /.  Diagram  ABC^C^  D^  D  A.  Fig.  238.  Steam  constantly  super- 
heated. When  superheat  is  initially  high  enough  to  leave  some  superheat  aiter 
expansion,  however  small  the  amount,  the  work  and  efficiency  equations 
become 

WJi,.-,.+L,-L,+h.-h,).     (822)       ^=1__|±^^.     (823)     [gg 

In  these  two  equations  the  heats  of  superheat  A2  and  Ai  are  not  independent, 
but  related  by  their  temperatures  through  the  equal  entropy  relations, 

or  S,»/''log.^+^=S../''log.^+|i+log.p.       .     .     (824) 

^la        la  lb         lb  la 

From  this  Eq.  (824)  the  relation  between  Te'^  and  T/^  can  be  found,  which 
on  substitution  in  Eq.  (825),  giving  the  final  heat  of  superheat,  in  terms  of 
the  initial  for  substitution  in  Eqs.  (822)  and  (823),  will  leave  only  independent 
variables. 


*'-*-[t;?yv-ff] <«») 
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This  is  a  very  cumbersome  transformation  and  is  only  approximate.  It 
helps  a  little  to  assume  a  constant  value  for  specific  heat  of  superheated 
steam  S^^'d'^^Sc'e'^,  but  the  work  is  much  involved  and  will  therefore  not 
be  given  here. 

These  methods  of  work  and  efficiency  determination  furnish  a  thermal 
means  of  deriving  some  other  important  quantities,  whether  W  and  E  are 
calculated  from  equations  such  as  have  been  developed  here,  or  from  the 
shorter,  more  exact,  and,  therefore,  more  practical  means,  provided  by  the 

tables  and  charts  of  properties  as  related  to  entropy.    Thus 

(Mean  effective  pressure  in  poundsX  ^  / W \  /«rw.x 
per  square  inch                          /     \144X  (vol.  per  lb.  at  low  press.)/ 

If  V2  be  taken  as  the  specific  volume  (tabular  value)  of  dry  saturated  steam 
at  the  low  pressure  then  this  will  have  the  two  forms  (a)  and  (6)  of  B3q.  (827), 
which  may  be  substituted  in  Ekj.  (826)  for  mean  effective  pressure.  The 
second  form  is  only  approximate,  since  it  assumes  the  superheated  steam  to 
behave  as  a  perfect  gas. 

(Vol.  per  lb.  at  low  press.)  =  72:^2  if  wet  finally ;  (a) 

"(827) 


T,  /Temp,  of  super heatedX..  1     *.  j    /rx 

'^4Temp.of  dry  saturated)^  superheated.  (6) 


Again,  since  in  round  numbers  the  horse-power  of  33,000  ft.-lbs.  per  minute 
is  practically  equivalent  to  2545  B.T.U.  per  hour  (more  exactly  2546.56),  the 
hourly  heat  consumption  of  the  cycle  per  horse-power  is  given  by, 

OK4.K 

(B.T.U.  per  hr.  per  LH.P.)=^ (828) 

Also  if  WR  is  the  water  rate  or  pounds  steam  per  hour  per  horse-power 

rr^    1'        X        X  \     Trrn    (B.T.U.  supplicd  per  hr.  per  I.H.P.)  ,  . 

(Cychc  water  rate)  =  WR (B.T.U.  perib.  steam) ^^^^ 


(B.T.U.  supplied  per  hr.  per  I.H.P.)         ...       _      2545        .  . 


B.T.U.  perlb.stA      /Heat  of  liquid  at\   ^  "        E{Hi-q2) 
at   high    press,  j  —  j    low  press,  above  j 
above  32°  F.      /     \  32°  F.  / 


(829) 


Steam  generated  continuously  at  the  high  pressure  and  issuing  from  a  perfect 

nozzle  to  a  region  of  the  low  pressure  would  have  a  velocity  measured  by  the 

work  done  on  it  by  its  own  expansion.    Since  its  increase  in  kinetic  energy 

w 
from  rest,  is  Jilfu2=— w^,  the  work  done  per  pound  of  steam  Wy  where  v>  =  l, 

will  give  to  the  pound  of  steam,  the  velocity  in  feet  per  second  of 

u^V2gXW--VuAxW  (app.) (830) 

It  is  clear,  therefore,  that  this  maximum  attainable  jet  velocity  is  directly 
proportional  to  the  square  root  of  the  work  done  in  foot-pounds  or  of  the 
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difference  between  the  total  heats  per  pound  of  steam  at  the  conditions  before 
and  after  adiabatic  expansion.  This  fact  prompts  the  paralleling  of  the 
heat  scale  on  the  total  heat-entropy  or  Mollier  diagram,  Chart  45  of  the  Tables, 
by  a  velocity  scale  computed  as  above. 

Attention  has  already  been  called  to  the  possibility  of  evaluation  of  the 
work  of  cycles  of  this  sort  by  means  of  the  temperature-entropy  and  the 
total  heat-entropy  diagrams;  this  is  the  only  practical  method  for  engineer- 
ing calculation,  a  fact  that  is  appreciated  only  by  solving  problems  first  by  the 
equation  method  and  later  by  the  tabular  and  chart  methods.  The  Mollier 
diagram  is  constructed  to  read  the  differences  (Qi— O2)  directly  so  that  work  in 
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Fig.  151. — ^Example  of  the  Rankine  Steam  Cycle. 


.6  1.0 

Entropy 


10        16        »)       26  V 
Volume  in  Gu.  Ft. 


heat  units  is  only  a  question  of  reading  the  scale,  and  efficiency,  a  mere  question 
of  slide-rule  division.  Moreover,  the  operations  are  precisely  the  same  for 
steam  of  any  initial  quality,  ranging  from  all  water  to  the  highest  superheat,  and 
changes  in  quality,  superheat  and  volume  are  just  as  easily  read  off  as  the 
changes  in  total  heat. 

As  the  Rankine  cycle  is  the  only  steam  cycle  that  reasonably  approximates 
in  representation  the  action  of  steam  in  cylinders  and  nozzles,  for  which 
work  and  efficiency  can  be  read  off  the  entropy  charts,  this  is  an  additional 
reason  why  it  has  become  the  standard  of   reference. 

To  make  clear  the  great  difference  in  labor  involved  in  the  solution  of 
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problems  by  tabular  and  by  chart  methods  compared  to  the  algebraic  method, 
the  following  numerical  examples  are  worked  out.  It  is  important  to 
remember  that  the  table  and  chart  method  is  more  accurate,  as  well  as  shorter,, 
because  it  involves  no  assumption  as  to  constancy  of  specific  heats  of  water 
or  steam,  nor  as  to  the  accuracy  of  temperature  relations  with  latent  heat, 
all  of  which  are  necessary  to  secure  even  workable  equations. 

Required  the  work  per  pound  of  steam,  the  thermal  efficiency,  heat  con- 
sumption, cyclic  water  rate  and  mean  effective  pressure  for  the  Rankine  cycle 
between  100  lbs.  per  square  inch  absolute  and  one  atmosphere,  for  steam 
initially  dry.    This  case  is  illustrated  by  Fig.  151. 

First  Method.    By  steam  tables  alone,  without  entropy  data. 

ri= 327.8**  F.=788°  F.  absolute  (app.). 

r2  =  212°  F.=672°  F.  absolute  (app.). 

Heat  of  liquid  (32^  F.  to  327.8°  F.)=298  B.T.U. 

Heat  of  liquid  (32°  F.  to  212°  F.)  =  180  B.T.U. 

Heat  of  liquid  (212°  F.  to  327.8°  F.)  =  118  B.T.U.  A  to  S. 

Latent  heat  at  327.8°  F.  =  888  B.T.U.  S  to  C. 

Latent  heat  at  212°  F.  =970.4  B.T.U.,  A  to  X". 

Specific  volume  at  212°  F.  =  26.79  cu.ft. 


From  the  tables 


Hence 


Qi=Heat  added =888 +118  =  1006  B.T.U. 

Q2  =  Heat  abstracted  =  final  quality X 970.4  B.T.U. 


Final  quality=^= J^-  =  $^-, 

AX    9*— <Pfl     9«— 9a 

788  888 

<l>ft— <I)a= log,  g^  =  .  1625,     <I)c—<J>ft=^g  =  1.1277, 

Q7n  4 
<J)c-<i)a=<l)d-<I)«=1.1277+.1626  =  1.2902,     <J), -<!)«= ^^  =  1.4447 


672 


1  2902 
Whence  final  quality = t-ttt^  =  -893,    and 

1.4447 


Q2  =  Heat  abstracted = 970.4 X. 893  =  866.67,  B.T.U. 

W=J(Qi-Q2)  =/(1006- 866.57)  =  J(139.43) « 108476.5  ft.-lbs. 
139.43 


Efficiency  = 


1006 


=  13.8%.     Final  vol.  of  steam  =  .893  X  26.79 = 23.92  cu.ft. 


m 


J(139.43)        _  108,476.5 
•^•P-     144X.893X26.79"144X23.92"'^^'^^^-  ^•^^' 


B.T.U.  per  hr.per  I.H.P.  = 


2545    2545 


Water  rate  of  the  cycle  = 


E       .138 
2545 


=  18442. 


=  18.33  lbs. 


.138X1006 
Steam  jet  velocity = V64.4  X  108,476.5 = 2643  ft.  per  second. 
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Second  Method.    By  ordinary  entropy  tables. 

From    32°  F.  to  328°  F.  entropy  change  for  liquid   =   .4743 
From    32°  F.  to  212°  F.  entropy  change  for  liquid   =   .3118 

From  212°  F.  to  328°  F.  entropy  change  for  liquid   =    .1625 

At  328°  F.  entropy  change  for  vaporization  =  1 .  1277 

From  liquid  at  212°  F.  to  dry  steam  at  328°  F.  entropy  change  =  1.2902 

From  liquid  at  212°  F.  to  dry  steam  at  212°  F.  entropy  change  =  1 .  4447 

Difference  in  entropy  =    .1545 

1545 
Moisture  after  expansion =y-jj27~1^-'^%> 

Quality  after  expansion    =   '^.^ = 89.3%, 

Heat  supplied  per  lb.        =  (298  - 180) +888 = 1 18+888  =  1006   B.T.U. 
Heat  abstracted  per  lb.     =  .893 X 970.4  =866.6  B.T.U. 

Work =139. 4  B.T.U. 

Efficiency  =J-^=    a3.8% 

The  other  quantities  follow  in  the  same  way. 

Third  Method.    By  equal  entropy  table,  from  Peabody^s  Steam  Tables. 

For  dry  steam  at  328°  F.  find  (page  94)  for  quality  =  1,(.9984),  the  entropy 
=  1.60,  and  B.T.U.  per  pound  above  32°  F.  =  1184.5.  For  wet  steam  at  the 
same  entropy  at  212°  F.  read  directly  the  quality  =  89.15  per  cent,  and  B.T.U. 
per  pound  =  1044.9  above  32°.     Heat  of  the  liquid  (Peabody's  Tables)  180.3. 

Hence,     Heat  supplied  above  212°=  1184.5-180.3  =1004.2  B.T.U. 
Heat  abstracted  above  212°=  1044.9-180.3  =  864.6  B.T.U. 

Work  =  (1004.2-864.6)  =  139.6  B.T.U. 
Efficiency  =  j^^  =  14%. 

The  other  quantities  are  derived  by  obvious  means. 

Fourth  Method.  Ordinary  temperature  entropy  diagram  with  constant  volume, 
quality  and  total  heat  lines.  The  final  quality,  initial  and  final  heats  are  read 
off  directly,  work  and  efficiency  are  given  by  difference  and  ratio  of  these 
heats,  which  are  slide-rule  determinations. 

Fifth  Method.  Total  heat  entropy  diagram.  This  method  eliminates  one 
step  in  finding  work,  but  is  no  shorter  than  the  last  for  efficiencies.  W^ork  is 
given  by  the  length  of  a  vertical  line  joining  initial  and  finkl  conditions  and  is 
known  without  first  finding  the  total  heats. 

Sixth  Method.  By  formulas.  As  this  is  merely  a  question  of  numerical 
substitution  in  equations,  which  by  inspection  are  clearly  complex,  it  is  omitted 
from  the  text,  but  students  are  advised  to  do  the  work  to  familiarize  them- 
selves with  the  application  of  the  formulas. 

To  show  more  clearly  the  relations  between  the  various  initial  conditions 
and  results  derived  from  them,  for  this  Rankine  cycle,  curves  have  been  plotted 
and  are  given  in  the  handbook  of  tables,  for  reference.    The  curves  are  in 
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sets,  as  it  is  not  convenient  to  show  simultaneously  all  relations  on  a  single 
curve.  Thus,  Chart  No.  46,  gives  the  thermal  efficiency  direct  and  shows  how 
it  varies  with  initial  and  back  pressures  and  with  the  corresponding  temperatures 
for  steam  initially  dry  and  saturated.  As  heat  consumption  is  in  constant 
inverse  proportion  to  the  thermal  efficiency,  its  scale  is  made  to  parallel  that 
of  thermal  efficiency.  Water  rate  being  related  to  heat  consumption  through 
the  high-pressure  total  heat  per  pound  of  steam  above  the  terminal  temper- 
ature, for  the  Rankine  cycle,  it  is  necessary  to  use  the  family  of  curves  in  the 
left-hand  angle  to  pass  from  the  vertical  ordinate  of  heat  consumption,  on 
thermal  efficiency,  to  the  horizontal  coordinate  of  corresponding  water  rate 
on  the  left.  The  resulting  chart  gives  a  direct  solution  of  a  problem  on  the 
relative  value  of  two  Rankine  steam  cycles  for  any  pressure  ranges  when  the 
steam  is  initially  dry  and,  moreover,  gives  a  numerical  answer  for  the  thermal 
efficiency,  heat  consumption  and  water  rate. 

It  is  desirable  to  compare  for  given  pressures  the  relative  performance 
of  the  cycle  with  steam  in  various  initial  conditions  of  wetness  or  superheat; 
in  order  to  assist  in  this  the  curves  of  Chart  No.  47  have  been  plotted  according 
to  a  system  similar  to  that  used  in  Chart  No.  46,  but  with  initial  quality  as  the 
prime  variable,  drawn  only  for  steam  initially  at  200  lbs.  per  sq.in.  gage  pres- 
sure, which  may  be  regarded  as  the  high  limit  of  present  day  general  practice. 
^  These  last  two  cm^es  show  the  essential  relations  between  the  efficiency, 
heat  consumption  or  cyclic  water  rate,  and  the  initial  pressure  or  quality, 
but  as  capacity  for  work  is  just  as  important  as  efficiency  of  performance 
another  set  of  diagrams  has  been  plotted  which  are  given  in  Charts  No.  48  and 
49,  showing  the  work  per  pound  of  steam,  and  the  corresponding  maximum  jet 
velocity  for  turbine  nozzles  or  mean  effective  pressures  for  cyUnder  engines. 
In  Chart  48,  these  two  results,  fundamental  to  capacity  for  work,  are  shown 
as  functions  of  initial  pressures  for  steam  initially  dry,  and  in  the  second  case 
as  fimctions  of  initial  quality  for  200  lbs.  per  square  inch  gage  initial  pressure, 
in  both  cases,  for  various  back  pressures.  The  very  low  mean  effective 
pressure  for  low  initial  pressures,  such  for  example  as  in  the  region  of  one 
atmosphere,  even  with  back  pressures  of  only  a  fraction  of  a  pound,  is  the 
very  best  demonstration  of  the  value  of  modem  low-pressure  steam  turbines 
against  their  only  competitor,  a  low-pressure  cylinder.  Cylinder  sizes  must 
be  inversely  proportional  to  mean  effective  pressures,  but  there  is  no  similar 
relation  for  turbines,  the  size  of  which  depends  on  bucket  speed  and  niunber 
of  stages  for  a  given  output,  so  that  the  turbine  is  a  logical  substitute  for 
cylinders  in  low-pressure  ranges  even  when  its  mechanism  losses  exceed  those 
of  cylinders,  which  is  often  the  case. 

*  Referring  to  the  cyclic  efficiency  curves,  Chart  No.  46  a  fairly  rapid  rise, 
with  increase  of  initial  pressure  is  found  at  first,  which  becomes  less  as  the 
pressure  rises,  but  a  most  striking  increase  in  efficiency  with  back-pressure 
reduction  is  demonstrated.  Thus  the  gain  from  ^  lb.  to  J  lb.  absolute  is 
almost  as  great  as  from  15  to  10  lbs.,  proving  the  superior  value  of  low 
over  high  back  pressure  from  the  efficiency  standpoint.    Initial  quality  has 
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most  influence  when  the  steam  is  very  wet,  more  wet  than  is  ever  used,  as 
appears  from  Chart  47,  but  the  initial  quality  is  of  greater  importance  for 
low  than  for  high  back  pressures  shown  by  the  slopes  of  the  .25  lb.  and  25.00 
lb.  curves  near  saturation  especially.  Initial  superheat  has  a  beneficial  eflfect 
in  all  cases,  but  never  large  at  any  time. 

Example  1.  CalcuUUian  and  use  of  diagram  Chart  No,  Jfiy  giving  Rankine  cycle  effi- 
ciency,  water  rate  and  heat  consumption  as  functions  of  initial  pressure.  The  method  used 
in  plotting  is  illustrated  by  the  location  of  point  A,  for  assumed  conditions  of  initially 
dry  saturated  steam  at  100  lbs.  per  square  inch  gage  pressure  and  10  lbs.  per  square  inch 
absolute  back  pressure.  The  efficiency  is  given  directly  by  Eq.  (815,  b)  as  reference 
to  the  general  T^  diagram.  Fig.  150,  shows  these  data  to  fall  under  Case  c.    Therefore 

^.  =  1  -(^^-^^'»'>«'SVl-(i|x««»+^-^^°«'il)  =16.*  per  cent, 

\     Tt^-Ta+Li    I  \         797.9-653.2+880       / 

and  the  point  A  is  located  opposite  this  per  cent  on  the  efficiency  scale.  Passing  to 
the  left-hand  angle  of  the  diagram  the  point  A'  is  located  by  Eq.  (829,  c), 

2545  2545 

"^"^  ™** -W:^)  ".169(1188.7-161.1)  =  ^^-^2 '^^-  P"-" ^•^•^-  *'""'•' 

which  fixes  the  abscissa  of  point  A'y  the  ordinate  being  16.94  per  cent  efficiency. 

To  illustrate  its  use:  Find  the  Rankine  cycle  efficiency,  heat  and  steam  consumption 
for  an  initial  pressure  of  150  lbs.  per  square  inch  gage  and  dry  saturated  steam  with 
a  back  pressure  of  10  lbs.  per  square  inch  absolute.  Starting  at  the  initial  pressure 
point  By  project  up  to  the  10-lb.  back  pressure  curve  point  C,  and  then  across  to  the 
efficiency  scale  point  D,  reading  there  a  thermal  efficiency  of  19.3  per  cent  and  a  heat 
consumption  of  13,200  B.T.U.  per  hour  per  I.H.P.  Continuing  across  horizontally 
to  the  back  pressure  curve  of  10  lbs.  in  the  leflrhand  angle  to  point  E  and  thence  down- 
ward to  the  water-rate  scale  point  F,  the  value  12.6  lbs.  steam  per  hour  per  I.H.P. 
is  read  off  directly. 

Example  2.  CaJLcuLaJtion  and  use  of  the  curoes  in  Chart  No,  ^7,  Rankine  cycle 
performance  as  a  function  of  initial  quality.  The  determination  of  the  position  of  the 
curve  ABCD  will  illustrate  the  whole  series.  This  represents  the  case  of  2  lbs.  per 
square  inch  absolute  back  pressure  and  200  lbs.  per  square  inch  gage  initial  pressure. 
Point  A  represents  an  initial  condition  of  all  water;  B,  50  per  cent  steam;  C,  dry  sat- 
urated steam;  Z>,  200  degrees  superheat.  Reference  is  first  made  to  the  general  T^ 
diagram  to  find  under  which  case  each  set  of  data  belongs  so  as  to  permit  the  selection 
of  the  proper  formula.  The  conditions  represented  by  point  A  are  those  of  Case  6, 
and  Eq.  (813,  b)  applies.    Therefore, 

P    r    J''"^t)\    .    ^^•^^^g-in^.17.34%, 

"  ^   Tt-Ta  I  847.9-586.1 

which  is  the  ordinate  of  point  ^1,  the  abscissa  of  which  is  zero.  Similarly  a  condition  of 
50  per  cent  quality  falls  under  Case  a,  and  Eq.  (810,  b)  applies.    Therefore, 

^     ^    ^^x^.+r,log,f\   ^    l^d^lx. 5X838)  + (586.1108. 1^ 


n^Ta+xJ^     /  V  847.9 -586.1 +(.5X838) 
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Dry  saturated  steam  falls  under  Case  c,  and  Eq.  (815,  b)  applies,  so  that 


/(^■x83s)4-mi 

\  847.9-586.1+1 


(C 


It 


^'    ^    ^      n-Ta-hL,    /^\  847.9-586.1+^8  / -27.66%. 

An  initial  superheat  of  200°  falls  under  Case  d^  and  Eq.  (817)  applies,  henoe 

Qi—qt+Li+hi  T^  —  Ta+Li+hi 

Referring  to  the  Mollier  diagram,  Chart  45  of  the  tables  to  find  Zdj  we  note  Xd  s.851, 
which  could  have  been  calculated  from  Eq.  (818).    Substituting  it, 

_         851X1021 
^'"^  "847:9-586.1+838+110.5~'^^'^^^^- 

In  the  left-hand  angle  the  corresponding  curve  to  be  located  is  A'B'C'D',  The 
ordinates  of  these  points  are  the  same  as  for  il,  B,  C,  and  D,  so  it  is  only  the  abscissas 
that  are  to  be  determined  as  follows  from  Eq.  (829,  c) : 

('^^)-'-(r,-Ta)^  =  (847:9-586.1)X.1734  ^^^'^    ^^'  ^^'^'  ^' 

(Tr/ew= 2545__^ 2545 ,, 

\rf^jb     (^j'^^Ta+XcLOE    (847.9 -586.1 +.5  X838)X.2568 

fwm.^___?^M_ ^ ?5i? «  0^7     it 

y^^^)c    (^T^^f^^L^)E    (847.9 -586.1 +838)  X.2766 

(WR)^r -  ^^^ « ^^ =  74^     ''  " 

^       ^^     {Tt,-Ta-{-Li+hi)E    (847.9-586.1+838+110.5)  X.2824 

To  illustrate  the  use  of  the  chart,  find  the  thermal  efficiency,  heat  and  steam 
consumption,  for  the  Rankine  cycle,  when  steam  is  90  per  cent  initially  dry  at  200 
lbs.  per  square  inch  gage  pressure,  and  the  back  pressure  15  lbs.  per  square  inch 
absolute.  From  the  scale  of  quality  at  90  p)er  cent,  point  E,  project  up  to  point  F  on 
15-lb.  curve,  and  then  horizontally  to  point  G  at  18.98  per  cent  thermal  efficiency  and 
13,400  B.T.U.  per  hour  per  I.H.P.  heat  consumption.  Continue  across  to  H  and  down 
to  Ky  reading  the  water  rate  value  14.4  lbs.  of  steam  per  hour  per  I.H.P.  on  the  bottom 
scale. 

Example  3.  Calculation  and  use  of  diagram  Chart  No.  48,  giving  work,  jet  velocity 
and  mean  effective  pressurey  as  functions  of  initial  pressure  for  the  Rankine  cycle.  Assume 
for  point  A  an  initial  condition  of  dry  saturated  steam  at  150  lbs.  per  square  inch  gage 
and  5  lbs.  per  square  inch  absolute  back  pressure.  Then  the  cycle  work  will  be  given 
by  Eq.  (814,  h)  under  Case  c,  so  that 

TF«=/[(7^*-7^a)(l+^^)-raloge^J 

-778r(825.9 -622.3) ^+^)  "^^^'^  ^''8' HI]  =1 8^,700  ft.-lbs. 

Passing  to  the  left  the  abscissa  of  point  A'  is  to  be  found  and  this  is  ^ven  by 
Eq.  (826)  as 

.  ,       W  185,700      01001K  •    I. 

(m.e.p.)  -^Y^ « r44~x60:49  "^^'^^  ^^^'  "^^  ^"^  *°^^- 

In  the  above  the  value  of  Fs  is  found  from  the  specific  volume  of  dry  saturated  steam 
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and  final  quality,  or  better,  it  may  be  taken  directly  from  the  Mollier  diagram.    The 
velocity  scale  paralleling  that  for  work  is  calculated  directly  from  Eq.  (830)  and  when 

W  =250,000,  u  =  V64. 14x250,000  =4010  ft.  per  second. 

To  illustrate  the  use  of  this  chart  (No.  48),  find  the  jet  velocity,  work  per  pound 
of  steam,  and  mean  effective  pressure  for  the  Rankine  cycle  for  steam  at  75  lbs.  initial 
pressure  gage,  dry  and  saturated  expanding  to  10  lbs.  absolute.  Project  up  from 
point  B  to  point  C  and  across  to  point  F  where  there  is  read,  work  done  =  115,000  ft.-lbs. 
per  pound  of  steam.  Continuing  across  to  D  and  down  to  E,  (m.e.p.)  =23.5  lbs.  per 
square  inch,  or  continuing  CD  across  to  G  the  jet  velocity  is  2790  ft.  per  second. 

Example  4.  CalctdaUon  and  use  of  Chart  No.  Jfi,  giving  for  the  Rankine  cycle, 
workf  jet  velocity  and  mean  effective  pressure  as  functions  of  initial  quality.  Curve 
A  BCD  is  fixed  by  the  four  points,  A  for  all  water  initially;  B  for  quality  75  per  cent; 
C  for  100  per  cent,  and  D  for  250  degrees  superheat,  so  each  point  belongs  to  a  different 
case  of  the  Rankine  cycle  and  is  given  by  a  different  though  corresponding  equation. 

From  Eq.  (812,  6),  Case  6. 

Wa^j(^T^-Ta-TalogeYJ  =778(847.9-662.3 -622.3  log. ^^j  =25,750  ft.-lbs. 
From  Eq.  (808),  Case  a.    Wt^J  Ut,  -  Ta)  (l  +'^)  -  Ta  log.  ^1 

=778[(847.9  -622.3)  (l+'^^^^^)  -^^2.3  log,|j|l  =156,000  ft.-lbs. 

From  Eq.  (814  6),  Case  c.      TFc=^[(n-7'a)(n-^)  ■■^"*^«' Jl 

=778[(847.9 -622.3)  (l+^)  -622.3  log.  ^1  =200,000  ft.-lbs. 

From  Eq.  (816),  Case  d.    Wa --J{Tt-Ta+U -zdjt+K) 

=778  [847.9 -622.3+838 -(.899X1000.3) +135.2]  =231,200  ft.-lbs. 

To  illustrate  the  use  of  the  diagram,  find  work,  jet  velocity,  and  mean  effective 
pressure,  for  the  Rankine  cycle  when  initial  pressure  is  200  lbs.  per  square  inch  gage, 
50°  superheat  and  back  pressure  1  lb.  per  square  inch  absolute.  Projecting  up  from 
point  E  to  F  and  across  to  (x,  read,  work  =272,000  ft.-lbs.,  velocity  =4190  ft.  per  second, 
and  stopping  on  the  1-lb.  curve  at  point  H  the  mean  pressure  7.4  lbs.  per  square  inch 
is  read  directly  below  at  K, 

Prob.  1.  A  locomotive  engine  with  steam  at  250  lbs.  per  square  inch  absolute  initial 
pressure  and  90  per  cent  quality,  exhausting  to  atmosphere,  uses  24  lbs.  of  steam  per 
hour  per  LH.P.    What  fraction  of  the  Rankine  cycle  is  realized? 

Prob.  2.  A  low-pressure  steam  turbine  supplied  with  atmospheric  steam  75  per  cent 
quality,  exhausting  to  a  25-in.  vacuum  at  3000  ft.  elevation,  is  developing  70  per 
cent  of  the  Rankine  cycle  heat.  What  is  its  heat  consumption  per  hour,  its  water 
rate,  thermal  eflSciency,  and  work  per  pound  of  steam? 

Prob.  3.  A  combination  low-pressure  turbine  and  high-pressure  piston  engine  oi>erates 
on  60  per  cent  of  the  Rankine  cycle  eflSciency  in  the  former  and  70  per  cent  in  the 
latter.  The  initial  pressure  is  190  lbs.  per  square  inch  absolute  with  100**  superheat; 
receiver  quality  80  per  cent,  pressure  30  lbs.,  and  back  pressure  J  lb.  per  square  inch 
absolute.    What  is  the  combined  thermal  efficiency  and  water  rate? 
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Prob.  4.  What  would  be  the  jet  velocity  of  the  turbine  of  Problem  2  if  single  stage, 
and  all  losses  took  place  in  the  nozzles? 

Prob.  6.  If  a  five-pressure  stage  turbine  suffered  no  heat  losses  whatever  and  each 
stage  were  to  develop  the  same  energy  and  jet  velocity  from  190  lbs.  and  100** 
superheat  tp  1  lb.  absolute,  (a)  what  would  be  the  pressure  in  each  stage,  (6)  the  jet 
velocity,  (c)  the  initial  quality?    (d)  Plot  a  curve  through  these  quality  points. 

Prob.  6.  Compare  the  thermal  efficiencies  of  two  turbines  working  between  the 
pressures  of  Problem  5,  one  with  100  per  cent  initial  quality  and  the  other  with  200° 
superheat,  each  developing  65  per  cent  of  the  Rankine  cycle.  What  will  be  the  differ- 
ences in  the  respective  heat  consumptions  and  water  rates. 

Prob.  7.  What  mean  effective  pressure  would  be  developed  by  a  Rankine  cycle  for 
the  data  of  Problem  6  and  how  much  cooling  water  between  45**  F.  and  70**  F.  would 
be  required  per  hour  by  a  condenser  per  cyclic  horse-power. 

Prob.  8.  The  value  of  a  reheating  receiver  is  to  be  judged  by  comparing  the  Rankine 
cycl&  efficiency  with  and  without  it  for  the  following  data.  Initial  pressure  200  lbs. 
per  square  inch  absolute,  50^  superheat,  receiver  pressure  40  lbs.,  and  back  pressure 
2  lbs.  per  square  inch  absolute.  Find  the  thermal  efficiency  for  (a)  one-stage  adiabatic 
expansion;  (6)  two-stage  adiabatic  expansion  with  receiver  reheat  to  original  tempera- 
ture; express  the  value  of  the  reheat  in  any  proper  terms. 

Prob.  9.  Which  case  of  the  Rankine  cycle  corresponds  to  the  following  data: 

Back  press, 
lbs.  aq.in.  aba. 

2.0 

4.0 

5.0 

10.0 

20.0 

Prob.  10.  Find  for  any  one  of  the  cases  of  Problem  9,  the  heat  added  and  abstracted, 
work  per  pound,  mean  effective  pressure,  thermal  efficiency,  heat  consumption,  and 
cyclic  water  rate  by  each  of  the  methods  of  the  text. 

100.  The  Camot  Steam  Cycle  and  Derivatives.  Work,  Mean  Eflfective 
Pressure,  Water  Rate,  Heat  Consumption  and  Efficiency  of  Steam  Cycle  U, 
Adiabatic  Expansion  and  Compression,  Constant  Pressure  Heat  Addition 
and  Abstraction.  To  this  cycle  illustrated  in  Fig.  152  the  same  general  Eqs. 
(800)  and  (801)  of  Sec.  99  apply,  and  need  not  be  reproduced.  It  is  in  the 
evaluation  of  the  heat  supplied  and  abstracted  that  all  differences  between  this 
and  the  Rankine  Cycle  arise.  In  this  case  there  is  no  heating  of  the  liquid, 
so  that  the  heat  supplied  to  or  abstracted  from  the  cycle  will  have  a  different 
relation  to  the  total  heat  per  pound  of  steam.  Steam  in  condition  C  has 
received  from  the  beginning  of  the  cycle  some  part  of  the  latent  heat  at  the 
high  pressure,  so  that  the  heat  supplied  is  given  by  the  product  of  quality  into 
latent  heat  and  this  is  equal  to  the  total  heat  of  the  wet  steam  above  32^,  less 
the  heat  of  the  liquid.  Hence  if  H\  is  the  total  heat  of  the  steam  in  the  ini£ial 
condition  whether  wet  or  dry, 

Qi^Hi—qi^xLi  for  steam  initially  wet ;  (a) 

—Li  for  steam  initially  dry  saturated;         (6)  \     ,    (831) 
=Li+Ai  for  steam  initially  superheated,      (c) 


Initial  press, 
lbs.  aq.in.  abs. 

Initial               Back  press, 
quality.           lbs.  sq.in.  abs. 

Initial  press, 
lbs.  sq.in.  abs. 

Initial 
quality.                1 

(a)    200 

200**  superb. 

20.0 

(g)    140 

80  per  cent 

(h)     190 

150 

10.0 

ih)    130 

70 

(c)     180 

100 

5.0 

(i)     120 

80 

(d)     170 

50 

4.0 

(j)     110 

90 

(e)     160 

dry  saturated 

2.0 

(k)    100 

dry  saturated 

(J)     150 

90  per  cent 

1.0 
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The  heat  abstracted  is,  however,  differently  related  to  the  total  heat  per  pound, 
because  the  steam  is  never  fully  condensed  at  the  low  temperature  in  this  cycle, 
but  is  reduced  to  water  by  steam  compression  at  the  end,  therefore  only  part  of 
its  low-pressure  latent  heat  is  ever  abstracted.  Calling  the  low-pressure  quality 
at  which  abstraction  begins,  12,  and  that  at  which  it  ends,  xa',  then  the  heat 
per  pound  of  steam  not  abstracted  is  xs'Li+q^,  and  the  amount  abstracted 
is  the  total  heat  above  32°  for  the  condition  at  which  abstraction  begins  less 
the  above  quantity,  symbolically  by  Eq.  (832). 

Q2  =  H2—X2'L2—q2  =  (x2~X2')L2  for  wet  steam  (a)  ] 

=  (1  -X2')L2  for  dry  saturated  steam      (b)  |    .     (832) 
=  (1— 12')^2+^2  for  superheated  steam  (c)  J 
Each  of  the  cases  arising  from  various  positions  of  the  adiabatic  expansion 
line  due  to  different  initial  quality  will  be  taken  up  separately  for  evaluation. 
Case  a.    Steam  imiiaUy  wel,  ABCD,  Fig.  162,  Camot  cyde. 


Fio.  152. — Camot  Steam  Cycle  and  Derivativea. 

,     (x^-x,)L2      (833) 
«i  xj.1      ■     (834) 

In  these  two  equations,  Eq.  (833)  for  work,  and  Eq.  (834)  for  efficiency, 
there  are  two  dependent  variables  x^  and  Xa  which  are  related  high  pressure 
qualities  at  C  and  B  by  conditions  of  equal  entropy,  Eq.  (835)  and  Elq.  (836) : 

(4'--*-0  =  (<l>6-<t>.'),     or    ^'=l'>g«J*-    Therefore    XoLa  =  J",, log. J^     (835) 


T.  ''  Ti, 

xJy2  =  YXtLi+TAoe.-^. 


-y-~-y |-iOg,y-, 
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Whence  combining  Eq.  (835)  with  (836)  to  evaluate  the  quality  diflference 
term  of  Eq.  (833)  and  Eq.  (834),  this  becomes: 

{Xa-Xa)L2  =  ^XcLi  +  Tal0ge^-Ta\0g,^  =  '^XcL'i.       .      .      (837) 

lb  io  la      lb 

Substitution  of  Eq.  (837)  in  Eq.  (833)  gives  Eq.  (838),  which  is  the  work 


done  by  the  cycle:     W=j\xJji—-=rXcLi\=JzeLill''^j 


(838) 


Substitution  in  Eq.  (834)  gives  the  efficiency, 

Ta 


——X  T 

«-'-w-('-k)-(^>  •'■  •  •  (^> 

This  is  a  remarkable  case  in  several  ways,  characteristic  of  the  Carnot  cycle: 
all  heat  is  received  at  the  high  temperature  and  abstraction  of  all  that  is 
abstracted  occurs  at  the  low  temperature;  it  will  be  noted,  that  the  efficiency 
depends  on  the  temperatures  only  and  not  ai  all  on  the  quality  of  the  steam. 

It  will  also  be  observed  that  Eq.  (839)  is  a  simple  algebraic  expression  for 
the  second  law  of  thermodynamics  as  previously  enunciated  in  section  95. 

Between  two  temperatures,  maximum  and  minimum,  it  is  not  possible  to 
convert  more  heat  into  work  or  to  get  a  higher  thermal  efficiency  for  any  sub- 
stance than  is  possible  for  this  Carnot  cycle.  It  is,  therefore,  a  standard  of 
comparison  of  value,  because  no  system,  whether  using  gases  or  vapors  as 
media  in  an  engine  mechanism,  however  perfect,  could  yield  a  higher  efficiency 
than  such  a  Carnot  cycle. 

Its  value  as  a  standard  of  comparison  is,  however,  often  overrated,  because 
it  represents  an  unattainable  high  value  for  efficiency,  whereas  other  standards 
like  that  of  the  Rankine  for  steam  are  attainable  in  proportion  as  the  losses 
are  located  and  reduced  to  zero.  The  difference  between  the  attainable  max- 
imum for  steam  efficiency  of  the  Rankine  and  the  unattainable  maximum 
of  the  Carnot,  is  not  so  great  as  the  corresponding  difference  for  gas  engine 
standards  of  reference.  In  the  case  of  gas  engine  efficiencies  there  is  a  verj- 
great  difference  between  the  efficiency  of  the  Carnot  for  the  temperatures 
used,  and  the  efficiency  of  the  most  closely  representative  attainable  ideal 
cycle  for  the  particular  method  of  working,  and  this  difference  is  significant. 

It  is  not  necessary  to  prove  that  the  efficiency  of  the  Carnot  cycle  is  a 
maximum  for  the  temperature  range  since  this  is  a  self-evident  fact  or  axiom, 
if  the  impossibility  of  perpetual  motion  in  mechanisms  be  admitted.  Yet  the 
demonstration  is  very  simple,  by  the  aid  of  the  T^  diagram  A  BCD,  Fig.  152, 
which  is  a  rectangle  whose  height  is  the  temperature  range,  its  base  the 
entropy  range,  and  the  enclosed  area  is  the  work  done.  It  is  evident  that 
between  two  temperatures  of  working  the  maximum  work  area  of  any  cycle 
will  be  that  of  the  rectangle  embracing  and  enclosing  all  points  and  this  is 
the  Carnot  cycle. 
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W^J(Qi-Q2)=JlLi-(x^-'Xa)L2l   (840)    E^1-(^^)l2.    (841) 


Case  6.  .Steam  initially  dry  saturaied,  ABC'D\  Fig.  152 j  Camot  cyde. 
For  this  case  Xc  becomes  x^^l,  and  x^  becomes  x^,  whence 

(840) 
(841) 

But  XaL2  =  Ta  loge  ^,  and  X42L  =  y^rLi  +  Ta  loga  TjT'  •*•    (x^-Xa)L2  =  ^Li  (842) 

la  lb  J-a  lb 

Substitution  of  Eq.  (842)  in  Eqs.  (840)  and  (841)  gives  work  by  Eq.  (843), 
and  efficiency  by  Eq.  (844). 

W-JL,{l-^):    (843)      E.{l-^).{^).    (844)        <^^ 

This  is  another  case  of  the  Camot  cycle,  that  for  dry  steam,  as  the  last 
was  that  for  wet  steam,  and  the  cyclic  work  is  of  course  greater.  Comparing 
the  work  per  pound  in  the  two  cases  it  is  found  to  be  directly  proportional 
to  the  quality  of  the  steam  initially. 

Case  c.  Steam  initially  superheated  and  finally  wet  {ABC'C'D'^A),  Fig, 
152.  To  the  latent  heat  at  the  high  pressure  is  now  to  be  added  the  heat  of 
superheat,  to  get  the  heat  supplied,  while  the  heat  abstracted  has  the  same 
form  as  before,  so  that  the  work  is  now  given  by,  ir=/(Qi— Q2),  therefore, 

W=^J[Ll+hi -  (x^,-Xa)L2]  =  J[Ll+S^c"(rc"-  Tb)  -  {Xg.-Xa)L2,]       .      (846) 

and  efficiency,       ^=1-%^^  =  !-,  ^r^T^\y    •     •    •     •     (8^6) 

In  these  equations,  the  two  dependent  variables  Xd'»  and  Xa   are   related  to 
initial  quality  or  superheat  by  the  expansion  conditions.    As  before 

T 

Xali2  =  Ta  log«  jr-      But      {^dr*  —  <J>o')  =  (<!>«"  —  <J><r)  +  (^tf  —  ^b)  +  (<J)ft  —  ^a') , 
^=Sc'^.log.g'+^+log.^,  or  x^.L2^S^,^Tal0ge^+^Li+Ta\0g,j^ 

.-.     {x^'-Xa)L2^S^^^Taloe.^+'^Li (847) 

lb      lb 

Substitution  of  Eq.  (847)  in  Eqs.  (846)  and  (846)  gives  work, 

Tr=j[Li+/n-&^,ralog,^'+^Lij,      .     .     (848) 

S^^^Taloge^+^Li (849) 

and  efficiency,  ■  B  =  1 =^ — -r-^ — 

Li+hi 

These  expressions  do  not  reduce  to  the  simple  form  found  for  the  Camot 
cycle,  from  which  Case  c  is  a  departure.  This  case  is  less  efficient,  indicating 
that  superheat  heat  is  of  less  value  than  latent  heat  in  this  cycle  when  judged 
by  the  temperature  limits,  which  are  now  Tc/^  and  Ta.  However,  for  the  same 
pressures,  initial  and  final,  this  cycle  is  more  efficient  than  the  Camot,  since 


/■■ 
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in  practical  machines  it  is  pressure  limits  that  control.  The  superior  value 
of  superheat  in  ordinary  working  over  saturated  steam  was  shown  to  be  true 
also  with  the  Rankine  cycle. 

Case  d.  Steam  initially  superheated  and  finally  dry  saiuraledj  ABC^CfU^A^ 
Fig.  162.  By  substituting  in  the  last  case  x^n—x^n,  =  1,  the  work  and  efficiency 
Eqs.  (850)  and  (851)  for  this  case  follow  at  once,  but  Ai,  the  heat  of  initial 
superheat,  has  a  particular  value,  that  which  yields  after  expansion  dry  satu- 
rated steam.    Hence    TF=j|Li+Ai+&c'''raloge  — +|^Lil,     .    .     .    (850) 


£=1- 


Be^Ta  loge  ^'+|?Ll 


(851) 


Ca%e  e.  Steam  continually  superheated,  AB&C^^D'^D'"A,  Fig.  152.  The  work 
and  efficiency  equations  in  their  first  form  can  be  set  down  by  inspection, 

TF=J[Lx+Ai-(l-a;a)L2-A2];    (852)     S=l-^^^^-±^.    (853)    [^j 

In  these  equations  the  heats  of  superheat  are  given  by  hi=Sef9'[y{Te^V'^Tb) 
and,  A2=<SV"tf'^  (T'tf'''— Ta),  and  the  amounts  of  superheat  are  related  by 
the  necessity  for  equal  entropy.    Therefore  iW^~^a)  =  {^^—^),  which  is 

equivalent  to  /Sd'-tf^^loge-i^+^=/Sc'c^^loge— ^+77r+loge77r-  •  •  •  (85*) 
This  relation  between  superheats,  together  with     XJL2  =  Ta  loge  -sr*   will,  when 

i  a 

substituted  in  Eqs.  (852)  and  (853)  give  expressions  for  work  and  efficiency 
but  these  are  somewhat  too  complex  to  be  very  useful. 

Unlike  the  Rankine  cycle,  this  one  cannot  be  solved  by  the  temperature 
entropy  and  Mollier  diagram  charts,  though  the  tables  and  diagrams  are  of 
value  in  finding  individual  quantities.  For  example,  on  the  7#  diagram 
containing  the  various  characteristic  lines,  the  final  quality  or  superheat  can 
be  read  off  directly,  thus  avoiding  the  equations;  likewise  heats  of  superheat 
for  any  temperature  can  be  read  off  by  passing  along  a  constant-pressure  line 
from  any  high  temperature  and  total  heat,  to  the  lower  temperature  of  satura- 
tion for  the  same  pressure  and  its  total  heat.  The  difference  between  these 
total  heats  is  the  heat  of  superheat.  There  are  many  other  short-cut  ways  of 
picking  off  various  quantities  from  the  diagram  that  cannot  be  detailed  here 
but  may  be  learned  by  experience.  The  really  important  fact  to  emphasize 
is  that  while  the  T^  and  Mollier  diagrams  do  help  in  finding  separate  quantities 
they  do  not  yield  the  answer  directly. 

Dividing  any  of  these  work  expressions  by  the  volume  range  will  give  the 
mean  effective  pressure  as  in  all  other  cases,  but  it  is  to  be  noted  that  the 
volume  range  is  exactly  the  same  as  for  the  Rankine  Cycle  I,  so  that  the  mean 
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effective  pressure  will  be  given  by  Eq.  (855),  using  in  it  the  value  of  low- 
pressure  volume,  Eq.  (856) : 

W 


(m 


.e.p.)  =  [r^ 


144  X  vol.  per  lb.  at  low  pressure/ 
'Vol.  per] 

Ib.at  low  [  =  F2X2,  if  wet  finally 
pre^ure  J 

_y  /Temp,  of  superheated  steam\ 
""    ^\  Temp,  of  saturated  steam  /  * 


lbs.  sq.in. 


(855) 


(a) 


(approx.)    if  \ 
superheated  [  (6) 
finiedly  J 


(856) 


B.T.U. 
per    hr. 
per  I.H.P. 


2545 


E 


,  in  general 


^m — m*  ^or  saturated  steam  wet  or  dry 

lb— la 


W^cwarj  ^ 2545 

=  WR    1     ^[^'^^^^  heat) + (heat  of  superheat)] 

2545 


f  for  super- 
heated 
steam 


^(latent  heat)  X  (quality)]*  for  wet  steam 


(a) 


(fc) 


(a) 


(ft) 


(857) 


(858) 


It  might  seem  as  though  steam-jet  velocity  could  be  computed  for  this 
cycle  as  for  the  Rankine,  but  as  a  matter  of  fact  such  would  be  at  present  a 
purely  academic  proceeding,  because  it  is  difficult  to  conceive  of  continuous 
steam  generation  necessary  to  nozzle  operation  with  a  cycle  that  requires 
adiabatic  compression  of  wet  low-pressure  steam.  This  would  be  regarded 
to-day  as  an  impracticable  procedure,  though  it  is  within  the  range  of  possi- 
bility. 

There  is  given  in  the  handbook  of  tables  a  set  of  four  series  of  curves 
similar  to  those  derived  for  the  Rankine  cycle,  two  Charts,  Nos.  50  and  51 
indicate  thermal  efficiency  and  the  quantities  derived  from  it,  and  two  others, 
Charts  Nos.  52  and  53  indicate  the  work  per  pound  of  steam,  and  its  deriva- 
tives. One  curve  of  each  set  gives  the  result  as  a  function  of  pressures  for 
initially  dry  steam  and  the  other  as  a  function  of  quality  for  a  given  initial 
pressure.  Comparison  of  this  cycle  with  the  Rankine  is  possible  by  taking 
off  points  from  these  curves  for  any  given  data  and  solving  similarly  for  the 
same  data  by  the  Rankine  curves. 

Inspection  of  the  efficiency  as  a  function  of  initial  pressure.  Chart  No. 
50,  shows  the  variation  of  this  cycle  to  be  of  the  same  general  character  as 
for  the  Rankine  cycle  curves.  Chart  No.  46,  but  usually  higher  numerically. 
Thus,  dry  saturated  steam  expanding  from  100  lbs.  per  square  inch  gage  to 
1  lb.  per  square  inch  absolute  yields  29.8  per  cent  for  the  Camot,  as  against 
26.8  per  cent  for  the  Rankine,  and  the  values  for  200  lbs.  to  1  lb.  are  33.6 
per  cent  for  the  Camot,  and  30.1  per  cent  for  the  Rankine  cycles.  However, 
efficiency  plotted  as  a  function  of  initial  quality  or  superheat,  brings  out  a 
striking  difference,  comparing  this  cycle,  Chart  No,  51,  with   the  Rankine 
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cycle,  Chart  No.  47.  For  this  ease  the  efficienccy  is  independent  of  quality 
up  to  saturation,  whereas  for  the  Rankine  it  increases  with  quality,  so  that 
the  Rankine  is  somewhat  less  efficient  for  dry  steam  and  very  much  less  for 
very  wet  steam.  In  the  superheat  region  the  character  of  the  curves  for  the 
two  cycles  is  the  same,  both  showing  a  small  gain  by  superheat,  and  at  about 
the  same  rates. 

Example  1.  Calculation  and  use  of  Chart  No,  50,  giving  for  the  Camol  cyck, 
the  efficiency,  heal  and  steam  consumption,  as  functions  of  initial  pressure.  Two 
points  A  on  the  right  and  A'  on  the  left  will  be  located  to  show  the  method  used  in 
plotting.  Assume  initially  dry  saturated  steam  at  100  lbs.  per  square  inch  gage  and 
10  lbs.  per  square  inch  absolute  back  pressure.    Then  by  Eq.  (844)  as  these  conditiooA 

fall  under  Case  b,    Ea  =  l—^-l  —;^^r^  =  18.13  per  cent. 

Passing  across  to  A'  its  abscissa  is  given  by  Eq.  (858,  6), 

<^«>-'-lZr-l8i33^  =  ^^«^''»-  P«r hour  per  LH.P. 

To  illustrate  the  use  of  the  Chart  No.  50,  solve  the  problem:  For  the  Camot 
cycle  with  dry  saturated  steam  between  150  lbs.  per  square  inch  gage  and  10  lbs. 
absolute  find  the  thermal  efficiency,  heat,  and  steam  consumption.  From  point  B  pass 
up  to  C  and  across  to  D,  reading  efficiency » 21.1  per  cent,  and  heat  consumption 
12,060  B.T.U.  per  hour  per  I.H.P.  Passing  horizontally  to  E  and  down  to  F'  the 
water  rate  of  13.9  lbs.  per  hour  per  I.H.P.  may  be  read  oflF  directly. 

Example  2.  Calculation  and  use  of  the  Chart  No.  51,  giving  for  the  Camol  cyde  and 
its  derivatives,  the  efficiency,  heat  and  steam  consumption^  as  functions  of  initial  quality. 
The  location  of  the  curve  ABCD  will  illustrate  the  calculation  of  the  series,  point  A, 
representing  the  condition  of  all  water  initially;  B,  50  per  cent  steam;  C,  dry  saturated 
steam;  and  D,  200°  superheat  all  for  200  lbs.  per  sq.in.  gage  initial  pressure  and  2  lbs. 
per  sq.in.  absolute  back  pressure.  Each  falls  imder  a  special  case  of  the  cycle,  all 
being  Camot  cycles,  except  the  last,  where  superheat  is  present.  The  first  point  A 
apparently  has  the  same  thermal  efficiency  as  B  and  C,  but  really  it  is  an  impossible 
condition,  because  without  some  steam  the  cycle  cannot  exist. 

From  Eq.  (839),  ^a-^ft=^c  =  l-^  =  l-|7|^  =30.8  per  cent. 

T^      /«.«x    y^      .     {xa^'-Xa)L2    ,     (.851 -.2159)  X 1021     „,  ^^ 
From  Eq.  (846).  Ea  =  l-'-j^^^^l-'-~^^^ 31.62per cent, 

in  which  Xd*'  and  Xa^  the  two  quaHties,  are  determined  by  the  steam  tables  or  from  the 

Mollier  diagram.    Passing  to  the  left-hand  angle  the  water  rates  for  points  A\  B', 

2545     2545 
C,  and  D'  are  given  by  the  formulas,  Eq.  (858):  iWR)af  =^ri~  =""7r"  (indeterminate). 

hXcLi       0 

(^«>^ °.3088X.5X838  =^««^  ^^-  ^  '^^  ^'  ^•^■^- 

^"^"^*    E{U+h)    31.62(838+110.5)  ~  ''•^^ 
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Lines  of  constant  dryness  are  drawn  across  this  set,  and  to  show  how  these  are  found 
the  point  M  on  the  60  per  cent  quality  line  will  be  located  for  200  lbs.  initial  gage  and 
5  lbs.  absolute  back  pressure.  From  Eq.  (844)  the  ordinate  or  efficiency  is  found,  and  from 
Eq.  (858,  b)  the  abscissa  or  water  rate,  whence 

T  622  3 

OK4K  9*vi^ 

The  use  of  the  diagram  requires  no  further  explanation  after  what  has  been  given 
for  the  Rankine  cycle,  nor  is  it  necessary  to  explain  the  other  diagrams  completing 
this  set  to  correspond  to  the  set  of  four  for  the  Rankine  cycle. 

Prob.  1.  For  the  data  of  Problem  1,  Section  99,  what  fraction  of  the  Camot  cycle 
efficiency  is  being  developed? 

Prob.  2.  For  the  same  back  pressure  as  in  Problem  2,  Section  99,  what  initial  pressure 
for  the  Camot  cycle  would  jdeld  the  same  efficiency? 

Prob.  3.  Compare  the  Rankine  and  Camot  derivative  cycle  efficiencies  for  190  lbs. 
initial,  i  lb.  back  pressures  per  square  inch  absolute  with  100°  superheat. 

Prob.  4.  With  the  operating  data  of  Problem  3,  a  steam  engine  shows  by  test  a 
thermal  efficiency  of  18  per  cent,  what  per  cent  of  the  Rankine  and  of  the  Camot 
derivative  cycles  is  being  developed. 

Prob.  5.  Solve  for  the  data  of  Problem  8,  Section  99,  the  corresponding  case  with 
the  Camot  derivative  as  the  standard  of  reference. 

Prob.  6.  Which  case  of  the  Camot  cycle  or  its  derivatives  corresponds  to  each  set 
of  data  of  Problem  9,  Section  99. 

Prob.  7.  Find  for  the  data  referred  to  in  the  last  problem  the  performance  of  the 
corresponding  Camot  cycle  or  its  derivative. 


CHAPTER  XV 
THERMAL  CYCLES  FOR  GAS. 

101.  Gas  Cycles  Representative  of  Ideal  Processes  and  Standards  of 
Reference  for  Gas  Engines.    While  comparatively  few  thermal  processes  may 
be  considered  important  as  representatives  of  what  may  happen  in  trans- 
forming heat  into  work  by  steam  as  a  medium,  it  is  not  so  when  perfect  or 
reasonably  perfect  gases  become  the  medium.    Gases  may  receive  their  heat 
at  constant  pressure,  constant  volume  or  constant  temperature,  whereas  steam 
must  receive  nearly  all  of  its  heat  at  constant  pressure  and  temperature,  as 
heats  of  liquid   and  superheat,  when  also  involved,   are  both  small   parts 
of  the  total.    Gases  may,   moreover,   be  expanded  isothermally  with  the 
product  of  pressure  and  volume  constant,  or  adiabatically  with  the  product 
of  pressure  and  the  gamma  power  of  the  volume  constant;  moreover,  compres- 
sion by  either  of  these  laws  may  or  may  not  precede  heat  addition  in  various 
wajrs  peculiar  to  it.     It  is  possible  to  construct  for  gases  a  very  great  number 
of  cycles,  much  greater  than  for  vapors  within  the  range  of  reasonable  pos- 
sibility of  execution,  but  when  the  criterion  of  easy  execution  by  mechanism 
that  shall  be  very  simple  is  imposed,  the  nimiber  drops  at  onpe.    In  selecting 
those  worth  examination  there  are  three  conditions  to  be  satisfied.    First, 
the  cycles  selected  shall  most  closely  represent  processes  now  being  executed 
in  practical  machines  so  that  the  cycles  may  serve  as  standards  of  reference 
for  comparison  with  actual  performance,  which  comparison  shall  show  how 
perfectly  the  mechanism  is  carrying  out    the    imposed  process.      Second, 
the  selected  cycles  should  include  some  that  might  reasonably  be  carried 
out,  especially  if  they  promise  high  returns  in  efficiency,  controllability,  mean 
eflfective  pressures  or  any  other  desired  end  not  yet  attained  otherwise.    Third, 
they  should  include  those  that  yield  general   guiding  principles,   however 
academic  the  cycles  may  be  or  however  impracticable.    As  a  matter  of  fact 
comparatively  few  cycles,  but  more  than  it  was  found  necessary  to  study  when 
steam  was  the  medium,  will  serve  these  ends,  the  same  cycle  falling  at  times 
in  two  or  all  three  of  the  above  groups. 

Consideration  of  gas  cycles  involves  differences  in  the  bases  of  comparison 
from  those  that  were  satisfactory  with  steam  by  reason  of  the  differences  in 
limiting  conditions.  With  the  steam  it  is  the  pressures  that  constitute  the 
fundamental  limits  to  results  attainable,  boiler  pressures  as  high  and  con- 
denser pressures  as  low  as  are  commercially  economical  are  used,  and  the 
temperatures  that  correspond  are  mere  accidental  incidents.  The  one  exception 
is  introduced  by  superheated  steam  with  a  rise  of  temperature  at  the  same 
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high  initial  pressure,  but  this  is  of  little  importance  as  a  departure,  because 
the  temperatures  used  seldom  exceed  200**  superheat  and  the  heat  of  super- 
heat, 10  per  cent  of  the  total.  Thus,  with  steam  the  amount  of  work  that  will 
be  done  per  pound,  depending  as  it  does  on  the  amount  of  heat  per  pound, 
is  fixed  within  fairly  narrow  limits  by  the  physical  properties  of  steam  itself, 
far  more  than  by  the  various  phase  combinations  that  may  form  different 
steam  cycles,  because  these  latter  are  so  few. 

Gas  cycles  are  not  only  more  numerous,  eveil  when  the  limit  of  practicability 
is  imposed,  than  vapor  cycles,  but  the  amount  of  work  per  pound  of  gas,  depend- 
ing on  the  efficiency  of  the  cycle  and  the  amount  of  heat  added  to  the  gas  per 
pound,  is  not  Umited  by  the  physical  properties  of  gases.  Gases  may  be 
caused  to  take  up  as  much  heat  as  is  convenient  to  give  them,  but  steam  may 
not  carry  more  than  a  definite  amount  fixed  by  the  safe  and  economical  high 
pressure.  There  is,  however,  a  practical  limit  to  the  heal  per  pound  of  gas, 
at  least  at  present,  which  curiously  enough  is  of  aboiU  the  same  order  of  magni- 
tude as  for  steam.  Gases  may  receive  their  heat  from  an  external  source, 
in  which  case  the  engines  embodying  the  cycle  are  termed  external  combus- 
tion engines  and  in  this  case  the  amount  of  heat  a  pound  of  gas  may  receive 
is  limited  by  the  temperature  to  which  it  is  safe  to  heat  metals — somewhere 
about  1100**  F.  as  a  high  limit — and  the  temperature  of  cooling  water  as  a  low 
limit,  these  limits  corresponding  roughly  to  about  200  B.T.U.  per  pound. 
Thus,  external  combustion  gas  cycles  may  receive  only  about  one-fifth  the 
amount  of  heat  per  pound  of  medium  as  may  steam,  which  is  roundly  1000 
B.T.U.  for  ordinary  conditions.  This  low  limit  is  partly  responsible  for  the 
abandonment  of  external  combustion  gas  engines  in  favor  of  internal  combustion, 
in  which  explosive  mixtures  are  made  with  fuel  and  air,  or  in  which  air  is  caused 
to  support  non-explosive  combustion  of  fuel  in  closed  pressure  chambers. 
With  internal  combustion  as  a  mode  of  heating,  the  heat  per  poimd  of  working 
fluid  will  depend  on  the  thermo-chemical  reaction  equations,  which  fix  both 
the  weight  of  air  needed  to  bum  a  pound  of  fuel,  and  the  heat  of  combustion 
per  pound  of  fuel,  which  together  fix  the  heat  of  combustion  per  pound  of 
working  gases.  This  for*  air-fuel  mixtures  is  in  round  numbers  about  1000 
B.T.U.  per  pound  or  about  the  same  as  for  steam,  but  for  oxygen-fuel  mixtures 
it  would  be  about  five  times  as  much. 

Gas  cycles  may  receive,  therefore,  a  definite  amount  of  heat  per  pound, 
limited  at  present  to  about  1000  B.T.U.  per  pound  of  gases  maximum,  so  that 
the  problem  is,  to  decide  how  the  greatest  part  may  be  transformed  into  work, 
or  which  of  all  the  various  cycles  will  give  the  most  work  when  receiving  this 
amount  of  heat.  This  is  not  the  only  question,  however,  because  one  cycle  will 
require  larger  volumes  of  gas  to  do  the  same  work  than  another,  demanding  that 
a  piston  engine  embodying  this  larger  volume  cycle  be  larger.  Another  cycle 
will  require  the  gas  to  rise  to  a  very  high  pressure  to  do  the  given  amount  of 
work,  and  its  engine  will  have  to  be  very  strong  and  heavy  to  resist  these  high 
pressures.  Therefore,  gas  cycle  efficiency  must  be  studied,  not  alone,  but  in 
conjunction  with  corresponding  pressure  and  volume  ranges  which  are  infinitely 
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more  varied  than  for  steam.  The  basis  of  comparison  should  in  all  gas  cycles 
be  the  amount  of  heat  received  per  pound  of  working  gases,  rather  than  the 
pressures  which  impose  the  corresponding  limit  on  steam  cycles,  together 
with  corresponding  temperatures  of  boiling  and  condensation. 

One  of  the  first  methods  employed  for  operating  a  gas  engine  was  used 
by  Brown,  who  burnt  the  gas  in  a  large  flame  at  the  suction  port,  filling  the 
cyhnder  with  hot  gases  of  combustion  at  atmospheric  pressure  during 
the  out  stroke.  He  then  injected  water,  which  more  or  less  suddenly 
chilled  the  gases,  causing  a  pressure  drop  at  constant  volume,  and  with  this 
vacuum  the  return  stroke  b^an.  This,  by  reason  of  the  considerable 
residual  volume  of  the  cooled  gases,  was  necessarily  a  compression  stroke, 
and  by  reason  of  the  slowness  of  operation,  large  weights  of  metal  and  of 
injected  water,  was  approximately  an  isothermal  compression,  the  non- 
gaseous bodies  taking  up  the  heats  of  compression  of  the  gases  as  fast  as 
Uberated.  Thus,  the  cycle  of  the  Brown  engine  closely  approximates,  (a) 
heating  at  constant  pressure;  (b)  cooling  at  constant  volume  to  original 
temperatiure;  (c)  heat  abstraction  at  constant  temperature  to  original  volume 
and  pressure.  There  were  many  modifications  of  this,  constituting  other 
so-called  atmospheric  cycles,  but  as  all  were  essentially  inefficient  and  required 
large  displacement  volumes,  they  were  abandoned. 

The  next  practical  proposal  embodied  in  an  engine  was  that  of  Lenoir, 
about  fifty  years  ago,  from  which  modem  gas  engines  may  be  said  to  date, 
so  that  steam  engines  of  the  practical  sort  are  about  one  hundred  years  older 
than  gas  engines.  Lenoir  drew  into  his  cylinder  an  explosive  gaseous  mix- 
ture and  at  about  one-third  stroke  exploded  it  by  an  electric  spark.  This 
caused  a  rapid  rise  of  pressure,  ideally  a  constant-volume  heating,  which 
was  followed  by  adiabatic  expansion  for  the  rest  of  the  stroke.  If  too  much 
mixture  had  not  been  taken  in,  this  expansion  might  be  complete  and  end 
at  atmosphere  at  the.  end  of  the  stroke,  otherwise  there  would  be  a  termmal 
drop  at  release.  Neglecting  the  charging  stroke  that  ideally  neither  does 
nor  uses  up  work,  the  cycle  would  be,  (a)  constant-volume  heating,  beginning 
at  atmosphere:  (b)  adiabatic  expansion  to  atmosphere;  (c)  constant-pressure 
cooling  to  original  volume,  this  last  being  the  thermal  equivalent  of  exhaust 
as  for  steam. 

This  same  series  of  operations  was  embodied  in  the  Otto  and  Langen  free- 
piston  engines  that  succeeded  the  Lenoir,  but  with  one  modification.  The 
piston  engaged  the  shaft  by  a  clutch  on  the  down  stroke  only,  charging, 
explosion  and  expansion  occupying  the  up  stroke,  the  cyUnder  being  vertical, 
single  acting  and  open  upward.  This  construction  allowed  the  piston  to  rise 
as  a  free  projectile  till  stopped  by  the  vacumn  created  in  the  cylinder  behind 
it  by  overexpansion.  Returning  slowly  by  its  own  weight,  the  low-pressure 
gases  in  the  water-jacketed  cylinder  were  compressed  nearly  isothennally 
to  atmosphere.  Hence  the  Lenoir  cycle  is  here  extended  below  atmosphere 
adiabatically  with  an  isothermal  return.  Both  these  cycles  and  others  of  the 
same  general  sort  are  termed  non-compression  cycles  because  the  gases  are 
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not  compressed  before  heating;  they  are  inefficient  compared  to  others  that 
have  preliminary  compression,  as  will  be  shown,  which  is  the  reason  they  were 
abandoned.  They  did,  however,  demonstrate  the  superior  advantages  of 
internal  combustion  over  external,  about  the  same  time  that  external  com- 
bustion engines  had  demonstrated  the  superiority  of  compression  over  non- 
compression  cycles,  though  they  were  not  purely  such,  as  some  of  their  heat 
was  exchanged  during  compression. 

These  external  combustion  cycles,  involving  precompression,  are  best 
illustrated  by  the  Stirling  and  Ericsson  engines.  The  Stirling  used  an  enclosed 
mass  of  air  so  arranged  that  it  could  be  brought  in  contact  with  a  hot  part 
of  the  chamber  and  a  cold  part  alternately,  and  likewise  caused  to  pass  through 
a  regenerator  or  large  mass  of  porous  or  divided  soUd  matter  Uke  wire  gauze 
packed  together.  In  passing  through  this  regenerator  the  air  gave  up  heat 
if  hotter  itself,  which  was  the  case  when  it  flowed  from  the  hot  to  the  cool 
chamber  in  one  direction,  and  took  up  heat  when  it  was  cooler  on  the  return. 
The  various  parts  of  the  mechanism  were  so  arranged  that  the  flow  through 
the  regenerator  took  place  at  constant  gas  volume,  which  could  be  accom- 
plished by  two  pistons  moving  synchronously  in  opposite  directions,  the  regen- 
erator being  between  the  cylinders.  Expansion  is  accomplished  by  one  piston 
moving  out  faster  than  the  other;  compression  inversely.  During  com- 
pression the  gas  is  in  the  cold  cyUnder,  which  keeps  its  temperature  about 
constant — ^ideally  it  would  be  so;  after  isothermal  compression  the  air  transfer 
takes  place  through  the  regenerator,  which  adds  heat  to  the  gas  at  constant 
volume.  Expansion  now  takes  place  in  the  hot  cyUnder,  the  air  absorbing  heat 
from  the  fire,  ideally  at  constant  temperature,  and  this  is  followed  by  a 
constant-volume  return  flow  through  the  regenerator,  during  which  the  gas 
is  cooled  to  its  original  temperature  and  the  regenerator  is  heated.  The  cycle 
is,  therefore,  (a)  constant-temperature  compression;  (6)  heating  at  constant 
volume;  (c)  expansion  at  constant  temperature;  (d)  cooling  at  constant  volume. 
The  regenerator  heat  is,  however,  algebraically  equal  to  zero  at  the  limit 
and  the  only  heat  derived  from  the  fire  is  that  for  isothermal  expansion. 

Ericsson  arranged  his  pistons  differently,  so  far  as  their  relative  motions 
are  concerned,  and  secured  two  constant-pressure  phases  between  the  two 
isothermals,  by  making  one  piston  move  out  faster  than  the  other  during 
heating;  in  one  form  of  engine  there  was  substituted  a  transfer  piston  that 
did  no  work  at  all,  leaving  but  one  piston  acted  on  by  gas  pressures.  The 
Ericsson  cycle  was  ideally,  (a)  constant-temperature  compression;  (6)  con- 
stant-pressure heating;  (c)  constant-temperature  expansion;  {d)  constant- 
pressure  cooling. 

Embodying  the  advantages  of  internal  combustion,  which  are,  (a)  more 
heat  per  pound  of  gases,  and  (6)  faster  working  because  of  the  removal  of  con- 
duction limitations  to  heat  absorption  by  the  gas,  and  in  addition  introducing 
the  fundamentally  necessary  precompression  before  heating  and  after  heating, 
utiUzing  the  strong  transforming  power  of  adiabatic  expansion.  Otto  employed 
in  his  engine  a  new  cycle,  previously  proposed  by  Beau  de  Rochas,  which 
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has  come  to  be  the  standard  of  nearly  all  modem  engines.  This  Otto  cycle 
is,  (a)  adiabatic  compression;  (b)  explosion  or  heating  at  constant  volume; 
(c)  adiabatic  expansion  to  the  original  volume;  (d)  exhaust  at  constant  volume 
which  is  equivalent  thermally  to  constant-volume  cooling  to  original  pressure. 
This  was  modified  by  Atkinson,  who  expanded  to  more  than  the  original 
volume,  and  various  attempts  at  compounding  were  made  subsequently,  to 
carry  the  expansion  to  atmospheric  pressure  instead  of  limiting  it  to  the 
original  volume  before  compression  as  in  the  Otto  engine. 

Contemporaneously  with  Otto  in  Germany,  Brayton  developed  an  engine 
in  America,  using  non-explosive  but  internal  combustion  operating  on  another 
cycle,  which  bore  to  that  of  Otto  the  same  relation  that  the  Ericsson  did  to 
the  Stirling.  Brayton  substituted  constant  pressure  for  Otto's  constant- 
volume  phases  between  the  two  adiabatics.  His  cycle,  also  known  by  other 
names  such  as  .Joule,  consists  of,  (a)  adiabatic  compression;  (b)  constant-pressure 
heating  by  internal  .combustion;  (c)  adiabatic  expansion  to  atmosphere  if 
the  cylinder  is  big  enough  for  the  amount  of  heating  employed;  (d)  constant- 
pressure  cooling  as  the  thermal  equivalent  of  atmospheric  exhaust.  Later 
Diesel  utilized  the  same  cycle  in  a  single  cylinder,  Brayton  having  used  two, 
which  structural  change  necessitated  a  modification  of  cycle,  as  the  expansion 
in  one  cylinder  can  proceed  only  to  the  original  volume;  the  Diesel  cycle  thus 
becomes,  (a)  adiabatic  compression;  (6)  constant-pressure  heating  by  internal 
combustion;  (c)  adiabatic  expansion  to  original  volume;  (d)  constant-volume 
cooling  as  the  equivalent  of  exhaust,  to  atmospheric  pressure. 

Following  the  success  of  the  steam  turbine,  many  proposals  have  come 
forward  for  the  operation  of  gas  turbines  involving,  (a)  compression  of  air 
adiabatically  and  delivery  into  and  through  a  combustion  chamber  for, 
(6)  heating  at  constant-pressure  followed  by,  (c)  adiabatic  expansion  in 
turbine  nozzles  instead  of  in  cylinders,  to  atmospheric  pressure;  this  must 
be  followed  to  complete  the  thermal  cycle  by,  (d)  constant-pressure  cooling 
at  atmosphere,  which  is  the  Brayton  cycle  as  used  in  cylinders. 

This  review,  while  decidedly  incomplete,  serves  to  indicate  six  distinct 
primary  types  of  gas  cycles,  with  two  additional  modifications,  all  well  worth 
further  investigation. 

In  the  diagram,  Fig.  153,  the  cycles  selected  for  consideration  are  illustrated 
to  PV  and  T^  coordinates.  The  PV  diagram  is  of  greater  value  than  the 
T^  in  this  analysis  of  gas  cycles,  each  point  of  which  must  be  calculated 
before  the  heats,  work  and  efficiency,  and  the  volume  and  pressure  range 
with  quantities  derived  therefrom,  may  be  determined.  In  order  that  there 
shall  be  some  proportionality  between  these  cyclic  diagrams,  so  necessary 
for  a  fair  visual  comparison,  they  are  all  plotted  to  the  same  scale  on  the 
following  assiunptions  of  initial  condition:  one  atmosphere  pressure,  absolute 
temperature  492®  F.  app.=32°  F.,  volume  12.38  cu.ft.  per  pound,  that  for 
air.  To  the  pound  of  gas  in  each  cycle  is  added  1000  B.T.U.  after  a  com- 
pression of  7  atmospheres  absolute  for  compression  cycles,  except  for  the 
two  external  combustion  cases,  which  are  allowed  200  B.T.U,  and  3  atmos- 
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Fig.  153— Typical  Gas  Cycles. 
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pheres  compression  absolute.  Another  modification  or  exception  necessary 
is  that  of  Cycle  VIII,  which  has  isothermal  heating  followed  by  adia- 
batic  expansion.  With  1000  B.T.U.  added  isothermally  at  10  atmospheres 
pressure  initially,  the  pressure  would  fall  below  atmosphere  before  adia- 
batic  expansion  could  begin,  and  the  final  volume  would  become  several 
thousand  cubic  feet.  This  cycle  has  accordingly  been  modified  by  allowing 
only  200  B.T.U.  per  pound. 

In  all  cases  the  specific  heat  of  the  gases  is  taken  as  constant  and  the 
working  fluid  is  assumed  to  be  air;  any  other  procedure  leads  to  unmanageable 
formulas.  Errors  involved  in  the  practice  can  be  allowed  for  at  the  same 
time  as  errors  from  other  sources,  in  one  or  two  inclusive  correction  factors 
when  it  is  necessary  to  pass  from  these  ideal  to  real  engine  conditions. 

The  cycles  illustrated  are  described  as  follows,  referring  to  Fig.  153: 

Brown  Atmospheric.  Cycle  I.  First  phase  from  A  to  B.  Heating  at  con- 
stant atmospheric  pressure.  Second  phase  from  B  to  C.  Cooling  at  con- 
stant volume.    Third  phase  from  C  to  A.    Isothermal  compression. 

Lenoir.  Cycle  II.  First  phase  from  B  to  C.  Heating  at  constant  volume. 
Second  phase  from  C  to  D,  Adiabatic  expansion.  Third  phase  from  D  to  B, 
Cooling  at  constant  pressure. 

Otto  and  Langen.  Cycle  III.  First  phase  from  B  to  C.  Heating  at  con- 
stant volmne.  Second  phase  from  C  to  D.  Adiabatic  expansion.  Third 
phase  from  D  to  B.    Isothermal  compression. 

Stirling.  Cycle  IV.  First  phase  from  A  to  B.  Isothermal  compression. 
Second  phase  from  5  to  C.  Heating  at  constant  volume.  Third  phase  from 
C  to  D.  Isothermal  expansion.  Fourth  phase  from  D  to  A.  Cooling  at 
constant  volume. 

Ericsson.  Cycle  V.  First  phase  from  A  to  B.  Isothermal  compression. 
Second  phase  from  B  to  C.  Heating  at  constant  pressure.  Third  phase 
from  C  to  D.  Isothermal  expansion.  Fourth  phase  from  D  to  A,  Cooling 
at  constant  pressure. 

Otto.  Cycle  VI.  First  phase  from  A  to  B.  Adiabatic  compression.  Second 
phase  from  B  U>  C.  Heating  at  constant  volume.  Third  phase  from  C  to 
D.  Adiabatic  expansion.  Fourth  phase  from  D  to  A.  Cooling  at  constant 
volume. 

Brayton.  Cycle  VII.  First  phase  from  A  to  B.  Adiabatic  compression. 
Second  phase  from  B  to  C.  Heating  at  constant  pressure.  Third  phase 
from  C  to  D.  Adiabatic  expansion.  Fourth  phase  from  D  to  A,  Cooling 
at  constant  pressure. 

Carnot.  Cycle  VIII.  First  phase  from  A  to  B.  Adiabatic  compression. 
Second  phase  from  BtoC.  Isothermal  expansion.  Third  phase  fvom  C  toD. 
Adiabatic  expansion.    Fourth  phase  from  D  to  A.    Isothermal  compression. 

These  typical  gas  cycles  exemplify  the  following: 
(1)  An  atmospheric  cycle  which  has  a  low  mean  effective  pressure  and  is 
essentially  inefficiwit. 
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(2)  Non-compression  cycles,  likewise  inefficient  when  compared  with  com- 

pression cycles. 

(3)  The   external   combustion   compression   cycles,   which   deHaonstrate  the 

value  of  precompression  for  gas  cycles,  and  illustrate  the  action  of  a 
regenerator;  they  also  afford  a  basis  of  comparison  of  isothermal  with 
adiabatic  compression  cycles. 

(4)  Constant-volmne   heating,    adiabatic   precompression   cycles,    typical   of 

most  modem  engines,  supplying  a  standard  of  reference  for  them. 

(5)  Constant-pressure   heating,   adiabatic  precompression   cycles,   typical  of 

the  rest  of  the  modem  engines  and  of  the  suggested  gas  turbine^  sup- 
plying a  standard  of  reference  for  them. 

(6)  Constant-temperature   heating,   adiabatic   precompression   cycles,   which 

complete  the  list  of  possibilities  and  demonstrate  a  most  valuable  gen- 
eral law,  viz.,  that  for  all  cycles  of  four  phases  in  which  the  compression 
and  expansion  lines  follow  the  same  law  and  are  included  between  a 
pair  of  similar  heating  and  cooUng  lines  the  efficiency  is  the  same,  and 
equal  to  that  of  the  general  Camot  cycle,  the  standard  for  both  gas 
and  vapor  cycles. 

Prob.  1.  Modify  the  Brown  atmospheric  Cycle  I,  by  substituting  adiabatic  for 
isothermarcompression  and  plot  between  the  8ame*temperature  limits. 

Prob.  2.  Plot  the  modification  of  the  Lenoir  Cycle  II,  introduced  by  assmning 
constant-pressure  heating  to  follow  constant  volume,  each  equally  sharing  the  whole 
heat  added. 

Prob.  3.  Modify  the  Otto  and  Langen  Cycle  III  by  substituting  adiabatic  compres- 
sion and  isothermal  expansion. 

Prob.  4.  Plot  to  scale  a  modification  of  the  Stirling  Cycle  IV,  due  to  substitution 
of  adiabatic  compression  and  complete  isothermal  expansion  to  original  pressure. 

Prob.  5.  Modify  the  Ericsson  Cycle  V  by  substituting  adiabatic  compression  to 
maximum  temperature. 

Prob.  6.  If  the  Otto-Atkinson  Cycle  VI  were  executed  in  two  cylinders,  one  carrying 
out  the  Otto  part  and  the  other  the  rest  of  the  extended  expansion,  plot  their  indicator 
diagrams  to  the  same  stroke,  base,  and  correct  pressure  scale. 

Prob.  7.  Modify  the  Otto  cycle  for  two-stage  adiabatic  compression  with  perfect 
intercooling  and  both  with  and  without  final  perfect  cooling. 

Prob.  8.  Assume  the  Brayton  Cycle  VII  to  be  carried  out  in  four  cylinders,  two 
belonging  to  a  two-stage  adiabatic  compressor  with  perfect  intercooling  and  two 
to  a  compound  steam  type  of  engine  with  perfect  reheating,  each  without  clearance, 
and  plot  the  cycje. 

Prob.  9.  For  all  cylinders  having  5  per  cent  clearance  each,  plot  to  the  same  stroke 
base  the  indicator  cards  for  Problem  8«  using  correct  pressure  scales. 

Prob.  10.  Plot  a  combination  of  Diesel  and  Camot  cycles  in  which  after  adiabatic 
compression  half  the  total  heat  added  is  received  at  constant  pressure  and  the  other 
half  at  constant  temperature. 

102.  Non-compression  Gas  Cycles,  Brown,  Lenoir,  Otto  and  Langen. 
Work,  Mean  Effective  Pressure,  Efficiency,  Heat  and  Gas  Consumption. 
Space  does  not  permit  an  analytical  study  of  each  of  the  types  enumerated 
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in  the  preceding  section,  although  such  an  investigation  would  be  very  inter- 
esting. It  is  sufficient  to  state  that  the  principal  types  of  gas  cycles  applicable 
to  present  day  practice  will  be  studied  by  thermal  analysis,  and  that  a 
comparative  study  of  the  older  cycles  will  be  made  by  reference  to  charts 
and  diagrams  given  in  the  Handbook  of  Tables. 

The  curves  for  the  non-compression  gas  cycles,  shown  in  Charts  Nos.  64 
and  55,  give  efficiencies  and  mean  effective  pressures,  and  indicate  the  rela- 
tion between  the  important  quantities  for  the  complete  cycle  in  each  case. 
They  prove  the  inferiority  of  the  Brown  atmospheric  cycle  compared 
to  the  other  two  by  reason,  not  only  of  its  low  eflBiciency,  but  also  its 
small  mean  effective  pressure,  which  requires  large  cylinders.  For  efficiency 
the  Otto  and  Langen  complete  expansion  cycle  is  superior  to  the  Lenoir, 
but  its  mean  effective  pressure  is  very  much  too  low  to  compete.  It  should 
be  noted  that  while  the  mean  effective  pressure  of  such  cycles  as  the  Lenoir 
is  the  work  divided  by  the  volume  range,  the  mean  effective  pressure  to  be 
expected  from  the  execution  of  even  the  perfect  cycle  in  cylinders  must  be  the 
work  divided  by  the  whole  or  maximum  volume,  because  that  part  of  the 
displacement  up  to  explosion  is  used  in  getting  the  charge  into  the  cylinder, 
so  that  the  cylinder  mean  effective  pressures  will  be  smaller  than  those  for 
the  cycles  in  the  ratio  of  volume  range  to  maximum  volume.  Comparison 
of  the  performance  of  all  these  non-compression  cycles  will  show  them  to  be 
beneath  consideration  in  comparison  with  compression  cycles,  in  both  effi- 
ciency and  mean  effective  pressure.  All  the  non-compression  cycles  show 
an  increase  of  efficiency  with  heat  supplied,  so  that  for  small  heats  supplied, 
which  would  correspond  to  weak  explosive  mixtures  or  much  excess  air  in 
any  case  of  internal  combustion,  the  efficiency  would  be  less  than  for  no 
excess  air.  This  also  is  in  striking  contrast  to  the  compression  cycles,  the 
efficiency  of  which  is  not  only  better  but  independent  of  the  amount  of  heat 
supplied. 

Referring  to  the  efficiencies,  Chart  54,  all  three  cycles  show  rising  efficiency 
with  increase  of  heat  added,  the  Brown  being  lowest  with  the  value  of  20.8 
per  cent  for  1000  B.T.U.  per  poimd  of  gases,  with  Lenoir  at  38.4  per  cent  and 
Otto  and  Langen  at  78.4  per  cent  for  the  same  heat  supplied.  For  200  B.T.U. 
per  pound  these  three  cyclic  efficiencies  fall  off  considerably,  having  the  values 
10.8  per  cent,  18  per  cent,  and  48.4  per  cent.  These  are  all,  however,  high 
values  and  stimulate  interest  in  what  is  attainable  in  cycles  with  compres- 
sion, which,  it  was  pointed  out,  promise  still  higher  results.  It  must  be 
remembered,  however,  that  in  executing  these  gas  cycles  in  engines  realiza- 
tion has  fallen  far  short  of  cycUc  promise,  due  to  excessive  heat  losses  in  the 
mechanism  itself. 

To  illustrate  the  me  of  the  curves,  Chart  54,  find  for  a  Lenoir  cycle  receiving  800 
B.T.U.  per  pound  of  working  gases,  the  thermal  efBciency,  heat  consumption,  and 
cubic  feet  of  300  B.T.U.  per  cubic  foot  fuel  gas,  per  hour  per  I.H.P.  From  the  800 
point  E  pass  vertically  to  point  F  on  the  Lenoir  curve  and  thence  horizontally  to  0 
on  the  efficiency  scale,  reading  35.2  per  cent,  and  heat  consumption,  7250  B.T.U.  per 
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hour  per  I.H.P.     Passing  across  to  the  300  B.T.U.  calorific  power  curve  at  H  and 
down  to  Ky  the  gas  consumption  is  found  to  be  24  cu.ft.  per  hour  per  I.H.P. 

Illustrating  the  use  of  Chart  No.  55,  the  solution  of  the  following  problem  is 
required:  Find  the  work  per  poimd  of  working  gases  and  the  mean  effective  pressure 
for  an  Otto  and  Langen  cycle  receiving  500  B.T.U.  per  pound  of  gases.  Starting  at 
the  500  B.T.U.  point  G,  pass  up  to  the  cycle  curve  at  H  and  then  across  to  the  point 
K  on  the  work  scale,  reading  200,000  ft.-lbs.  Passing  horizontally  across  to  the  point 
L  and  thence  downward  to  point  M  the  mean  effective  pressure  is  found  to  be  1.18 
lbs.  per  square  inch. 

103.  Stirling  and  Ericsson  Cycles.  Work,  Efficiency  and  Derived  Quan- 
tities for  Isothermal  Compression  Gas  Cycles,  with  and  without  Regenerators. 

Stirling  Cycle  IV.    There  are  two  cases  to  be  considered,  Fig.  154,  first, 
that* dealing  with  the  heats  involved  as  a  whole,  and  second,  that  dealing 
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Fig.  164.— Stirhng  Gas  Cycle.    Cycle  IV. 


with  the  heat  derived  from  the  source  of  supply,  separately  considered  from  the 
regenerator  heat  which  is  alternately  added  and  abstracted,  and  by  hypothesis 
without  loss.  So  far  as  the  diagram  points  are  concerned,  there  is  no  difference 
between  the  two;  this  is  also  the  case  for  work  and  mean  effective  pressure. 

Let  Qi  =  the  whole  heat  supplied  from  B  to  C  to  D; 

Qi'  =  the  heat  supplied  from  the  fire  from  C  to  D; 

Qi"  =  the  heat  supplied  from  regenerator  from  B  to  C; 

Q2  =  the  whole  heat  abstracted  from  D  to  A  to  fi; 

62'= the  heat  abstracted  by  water  jacket  from  A  to  fi; 

62"= heat  abstracted  by  regenerator  from  D  to  A; 

p 

C  =  compression  in  atmospheres =—; 

Pa 

Cp  and  Cv— specific  heats  of  gas  at  const,  pr.  and  vol.,  assumed  const. 
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fv  and  rp= volume  and  pressure  ranges  respectively  =  (max.),— (min.); 
-ff  =  B.T.U.  per  cubic  foot  gas  as  supplied; 
J? = real  thermal  efficiency  of  whole  cycle; 
B'  =  thermal  eflSciency  of  cycle  referred  to  heat  from  source  of 

supply  (C  to  D). 
i2=gas  constant  such  that  PV  =  RT; 

heat  added  from  regenerator 


Z  =  H- 


Then,  work, 


temp,  at  beginning  of  addition  X specific  heat  at  con.  vol.' 
W=J(Qi-Q2)  =  R{T^-Ta)log,C (859) 


E= 


Qi 


j-R(Ta-Ta)\og,C 
jRTalo^C+C,{Ta-Ta) 


.     .     • 


(860) 


1 


E'= 


(861) 


This  efficiency  is  therefore  equal  to  the  whole  temperature  range  divided  by 
the  maximiun  temperature. 

(862) 


,^^.       W       R(Ta- Ta)  log. C 

TirpTT  u  TTn>     2545     25457^ 

B.T.U.  per  hr.  per  I.H.P,  =  -^^  =  = — =-• 

£d         la —  i  a 


(863) 


Evaluation  of  these  quantities  requires  first  the  finding  of  the  pressures, 
volumes  and  temperatures  at  each  point  in  terms  of  the  initial  conditions,  as 
imposed. 

(864) 


Point  fi:  Tt=T„  (o);    Pt=PaC  (6);     7»=F<,5^=^  (c). 

Point  C:    y.=  y»=^«(a);  Tc=T,+^^  =  Ta(l+^^Q  =  TaZ 
Pc=P,^=P,^=PaCZ  (c);    where   Z=l+^. 


•        •        • 


(b) 


(865) 


Point  D:    T^^Tc^ TaZ  (a) ;     Va  =  V,  (6) ;    Pt = PayS = PaZ  (c) . 


(866) 


Q2  =  Q2'+Qi"  =  jPaVa\o^Y-¥C.{Ta-T,)=^Ta\Of,C+C,{Ti-Ta)   .    (867) 

Qi=Qi'+Qi"=jPcVclog.Y+C>iTc-T,)  =  jTAoe.C+C,(T^-T.)  .    (868) 

As  this  cycle  is  executed  on  enclosed  air  and  not  by  internal  combu&tion 
of  gas  mixtures,  the  gas  consumption  has  not  the  same  significance  as  in  the 
other  cycles.    If  fuel  is  burned  externally,  the  consumption  per  hour  per  H.P. 
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will  be  measured  only  partly  by  the  above  value  of  beat  consumption,  which  is 
simply  the  heat  that  reaches  the  enclosed  air,  the  rest  of  the  generation  escaping 
from  the  furnace,  so  that  the  other  factor  in  fuel  consumption  will  be  a  furnace 
eflSciency  which  may  be  quite  low,  defined  as  the  ratio  of  the  heat  appearing 
in  the  cycle  along  CD,  Fig.  154,  to  the  amount  generated  in  the  fire.  While  these 
engines  had,  as  indicated  by  Eq.  (861),  a  high  cyclic  efficiency,  external  com-  . 
bustion  characteristics  gave  a  higher  fuel  consumption  than  ought  to  corre- 
spond.   This  condition  alsQ  applies  to  the  following  Ericsson  cycle. 

Ebicsson  Cycle  V.  This  cycle  when  executed  with  regenerators  alter- 
nately raising  the  temperature  from  B  to  C,  Fig.  155,  and  lowering  it  from 
D  to  A,  may,  like  the  Stirling,  have  two  efficiencies,  one  for  the  cyclic  regard- 


Pil 

3 

C 

\ 

T 

aooo 

"12000 
§2000 

gisoo 
liooo 

1 

D  GOO 

T 

c 

D 

jT 

r 

1 

S      K 

\ 

/ 

t 

1^ 

\ 

\ 

1 

1/ 

\ 

/ 

J 

1       *" 

\ 

y, 

r 

7 

^ 

\ 

1 

/ 

i  *  ~ 

\ 

/ 

1 

1 

\ 

\ 

J 

/ 

<i«     2  - 

\ 

*^ 

^ 

/ 

/ 

\ 

S^ 

"^^ 

--. 

"Z 

y 

/ 

A 

A 

60 


75  V     0 


Yolame  in  Oubio  Feet 

Fia.  155.— Ericsson  Gas  Cycle.    Cycle  V. 


.5 
Eatfopy 


10^ 


less  of  the  source  of  the  heat,  and  the  other  considering  only  the  heat  received 
from  the  fire  source. 

The  position  of  point  B  is  the  same  as  for  the  Stirling,  and  its  coordinates 
therefore  need  not  be  set  down. 


PomtC:    Pc=^P,^PaC  (a);  Tc=T,+^^Ta(l+§^)=TaZ'  (h) 


Vc^y^Yr^^'  (c);    where    ^'  =  1+^ 


px  a 


(869) 


T, 


Point D:    Pa=Pa(.a);    Ta=Tc=T^' (fi);    Vt=Va^=VaZ' (c).    .    (870) 

Q2^Q2'+Q2"='jPaVA0g.^+C,{,T4-Ta)=jT,l0g,C+CpiTa-Ta).     .      (871) 


<3i =Qi'+Qi"=|r<,  log.  C+Cj,(Tt-Ta) 


(872) 


W^J(Qi-Q2)=R{Ta-Ta)  log,  C    ....     (873) 
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^'        jRT^logeC+C,{Ta-Ta)  ^'  ^  * 

rv^Va-V.^Va^Z"^'^  (a);    rp^P,-Pa^P^{C-l)  (6).      .  (875) 

B.T.U.perhr.perLH.P.  =  ?^=^^^ (877) 

ii  Id— -la 

To  show  the  important  relations  in  these  cycles  between  the  work  done, 
or  the  efficiency  of  transformation,  and  the  two  prime  variables — quantity 
of  heat  supplied  per  pound  of  working  gases  and  the  amount  of  compression — 
requires  a  series  of  curves;  these  have  been  plotted  in  the  form  of  charts 
which  are  given  in  the  Handbook  of  Tables.  Four  pairs  would  be  necessary 
but  some  of  these  have  been  omitted  to  save  space,  since  the  practical  value 
of  the  cycles  is  now  small,  though  their  scientific  value  is  great.  The  first  pair 
Charts  Nos.  56  and  57,  for  the  Stirling  and  Ericsson  respectively,  show  efficiencies 
and  corresponding  heat  consumption  in  the  working  gas,  and  as  supplied 
in  the  fire,  for  various  furnace  efficiencies,  plotted  to  B.T.U.  supplied  per  pound 
of  working  gases  as  the  prime  variable.  Three  compressions,  5,  10  and  30 
atmospheres  are  each  represented  by  one  curve.  As  heat  supplied  to  the 
working  gases  may  be  derived  from  the  fire  alone,  or  from  fire  and  regenerator 
together,  a  double  heat-supplied  scale  is  necessary  and  each  curve  must  be 
referred  to  its  appropriate  scale.  These  two  sets  show  a  very  high  potential 
efficiency  when  the  fire  source  of  heat  is  considered  alone,  efficiencies  rising 
to  over  90  per  cent,  whereas  half  of  this  value  approximately  corresponds 
to  charging  all  the  heat  supplied  to  gases.  A  regenerator  of  less  than  100 
per  cent  efficiency  as  here  considered  would  yield  efficiencies  somewhere  between 
these  two  limits.  No  difference  in  the  efficiency  of  the  two  cycles  is  found 
when  regenerator  heat  is  not  charged,  but  with  it  charged  the  Stirling  has 
a  higher  efficiency  than  the  Ericsson,  the  figures  being  44  per  cent  and  36 
per  cent  for  1000  B.T.U.  added  with  10  atmospheres  compression. 

The  second  pair  of  curves.  Charts  Nos.  58  and  59,  show  efficiencies  as 
functions  of  compression  for  various  arbitrarily  chosen  quantities  of  beat 
added,  as  derived  from  fire  alone,  or  from  both  fire  and  regenerator  together. 

As  actually  used  in  engines  these  cycles  were  operated  with  very  low 
compression,  about  three  atmospheres,  and  with  very  small  quantities  of 
heat  supplied,  such  as  correspond  to  maximum  temperatures  not  over  800° 
F.,  and  as  the  curves  show,  rather  lower  but  still  fair  efficiencies  are  obtainable, 
though  mean  effective  pressures  are  hopelessly  low  compared  to  modem  engines. 
These  curves  have  been  extended  beyond  the  working  ranges  used  in  engines 
that  have  been  built  because  they  show  possibilities  that  are  remarkable 
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though  not  yet  realizable.  It  would  require  a  somewhat  severe  stretch  of 
imagination  to  picture  a  steam  cycle  offering  any  such  efficiencies  as  are  here 
shown — over  90  per  cent — ^and  while  these  prospects  have  as  yet  not  been 
fruitful  they  certainly  point  a  way  for  further  investigation. 

To  illustrate  the  use  of  the  diagram,  Chart  56,  find  the  efficiency,  cyclic  and  fuel 
heat  consumption  for  a  Stirling  cycle,  for  300  B.T.U.  supplied  from  fire  per  pound  of 
working  gases,  30  atm.  compression,  and  a  furnace  efficiency  of  40  per  cent.  Starting 
at  point  E  at  the  value  300  on  the  upper  scale,  pass  vertically  up  to  point  F  on  the 
efficiency  curve  referred  to  fire  heat,  and  horizontally  to  G,  reading  thermal  efficiency 
of  62.8  per  cent,  and  cyclic  heat  supplied  4050  B.T.U.  per  hour  per  I.H.P.  Continuing 
across  to  point  H  on  the  40  per  cent  furnace  efficiency  curve  and  down  to  fire  heat  scale 
at  Ky  the  fire  heat  supplied  is  found  to  be  10,200  B.T.U.  per  hour  per  I.H.P. 

A  similar  procedure  applies  to  the  curves,  Chart  57,  for  the  Ericsson  cycle,  using 
the  appropriate  formulas  for  efficiency. 

Prob.  1.  Derive  a  formula  for  the  efficiency  of  the  Stirling  cycle  by  the  methods 
of  this  chapter,  for  any  regenerator  efficiency. 

Prob.  2.    Derive  a  similar  formula  for  the  Ericsson  cycle. 

Prob.  3.  An  Ericsson  hot-air  engine  with  two  atmospheres  compression  and  a 
volume  increase  on  constant-pressure  heating  of  20%  bums  100  cu.ft.  of  600  B.T.U. 
per  cu.ft.  fuel  gas  per  hour  per  I.H.P.  If  the  furnace  efficiency  is  30%  and  regenerator 
efficiency  100%,  what  part  of  the  cyclic  efficiency  is  realized? 

Prob.  4.  If  in  Problem  3  the  regenerator  were  only  70%  efficient,  what  would 
be  the  cyclic  efficiency  and  per  cent  realization? 

Prob.  6.  Compare  the  Stirling  and  Ericsson  cycle  efficiencies  for  equal  compressions 
and  equal  temperature  limits. 

Prob.  6.    What  are  the  numerical  values  of  the  efficiencies  of  Problem  5? 

Prob.  7.  For  the  data  of  Problem  3,  find  the  amount  of  regenerator  surface  neces- 
sary for  the  execution  of  50  cycles  per  minute,  if  the  rate  of  heat  transfer  were  3  B.T.U. 
per  hour  per  square  foot  per  degree  difference.    Use  arithmetical  mean  differences. 

Prob.  8.  Find  the  water  jacket  and  furnace  surface  for  any  assimied  reasonable 
values  of  water  and  fire  temperature,  corresponding  to  Problem  7,  and  for  the  same 
coefficient  of  heat  transfer. 

104.  Otto,  Complete  Expansion  Otto,  Atkinson,  Bra]rton,  Diesel  and 
Camot  Cycles.  Work,  Efficiency  and  Derived  Quantities  for  Adiabatic  Com- 
pression Gas  Cycles. 

Otto  Cycle.    VI.    As  this  and  succeeding  cycles  include  as  a  first  phase, 

adiabatic   compression  to  any  arbitrarily  fixed  degree,  the  amount  of  this 

compression  expressed  by  either  the  temperature,  pressure  or  volume  change 

which  may  characterize  it,  will  constitute  an  additional  independent  variable 

or  initial  condition. 

It  is  most  convenient  to  express  this  in  terms  of  pressures;   accordingly, 

p 
let  C= compression  in  atmospheres =-5^.    Then  the  volume  and  pressure  at 

point  B,  Pig.  156,  representmg  the  Otto  cycle,  are  given  by  the  oadinary 
adiabatic  relation. 
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Points;    Pt=P<,C,  (a); 

1    V. 


F»=F.(g)"= J,  (6);    r,=2'.(^»y"'  =  r.cV'  (c) 


.  (878) 


Point  C :    P, = P64r = P^X" = P.CX  (o) ; 

i» 


T^e=n=^  (6);     T,=  T,+^=T,(l+^^  =  T,X^TaCrrX  (c) 

heat  added 


InwhichX=H 


.  (879) 


temperature  at  beginning  of  addition  X  specific  heat  at  con.  vol. 
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Fig.  166.— Otto  Gas  Cycle.    Cycle  VI. 
Point  D;     Vrf=Fa  (a); 


:.p.(f;)'.p^x(4)'- 


Pj::X  ( —  )  =  P.X  (6) ;    74 = r.^r^  =  r.X  (c) 

Q2 = ^(r^-  r.) = c.nCA-- 1) = c,Ta(^\ = ^i 


(880) 


(881) 


F=J(Qi-Q2)=/Qi(l-^;)  (o); 


rF=Va-r»=F« 
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1 
/l_i-\  =  7.[^l_/gyj(a);  rp=P.-P,-Pa(CX-l)  (6)  (884) 


H'-irf 


w 

(m.e.p.)  =  j^^= ^"  "^  \i  ^y     ....    (885) 


144F. 


a 


b-m 


B 


•J7iS''-=^(n?r,)  c)^  SX'^^'^Cn^)-  <»>  '^) 


Once  more  the  efficiency  of  a  cycle,  this  time  that  of  the  Otto,  is  given  by  an 
expression  similar  to  that  of  the  Camot  cycle,  but  in  this  the  temperature 
range  is  not  that  for  the  whole  cycle,  but  only  that  for  the  adiabatic  compression. 
Interpreted  thus,  the  Otto  cycle  has  the  same  efficiency  as  a  Camot,  for  the 
same  amount  of  adiabatic  compression.  This  is  indicated  graphically  in  Fig. 
156  by  the  dotted  lines  ABC'D'A,  representing  the  equal  Camot  rectangle 
to  same  height  ABy  that  of  the  temperature  rise  in  adiabatic  compression. 

Extended  expansion,  beyond  the  original  volume  as  practiced  by  Atkinson, 
reaches  its  limit  when  the  pressure  falls  to  atmosphere  if  all  expansion  below 
atmosphere  be  excluded  as  impracticable.  This  cycle  evidently  will  be  more 
efficient  than  the  Otto  because  work  area  is  added  without  any  additional 
heat  supply,  but  the  mean  effective  pressure  will  be  much  lessened  since  the 
volumes  increase  very  rapidly  in  the  lower  ranges  of  pressures.  Stopping  the 
expansion  at  some  pressure  and  volume  greater  than  the  initial,  will  produce 
a  cycle  having  characteristics  midway  between  the  two  limiting  cases.  This 
is  really  the  Atkinson  cycle.  The  complete  expansion  case  will  be  called 
the  Complete  Expansion  Otto  and  is  of  interest  because  of  efforts  to  produce 
a  perfect  compound  Otto  gas  engine  for  which  it  is  a  reference  standard. 
These  two  modifications  of  the  Otto  will  be  considered  separately  as  special 
cases  of  the  Otto  Cycle. 

Atkinson  Cycle,  Extended  Expansion  Otto  Cycle.  VI.  All  points 
up  to  and  including  point  C  are  given  by  the  same  expressions  as  for  the 
Otto,  but  points  D  and  Ej  Fig.  157,  are  located  at  some  volume  greater  than 
the  volume  at  A ,  and  as  this  is  arbitrary,  it  adds  one  more  independent  variable. 

.         J.     1      1  i.  Vt       Volume  after  expansion         ,,       . 

Accordmgly,  let         fi'^Tr^^r^ t—b = — '»    then  for 

•^  Va    Volume  before  compression 

Point  D:    Va=^Van  (a); 

=P,(|i)- P„cxi^j=P^(l)'  (6).   r.=r^(i)^-^  (c) 

Points:    Pe=Pa  (a);     F,=  Van  (6);     T.^Ta^^TaU  (c) (888) 


(887) 
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Qa'C,iT,-T.)+CAT.-T.)-C,T,n\xl^^-l\+C,T.{n~l)  .  (889) 

W-AQ,-Q,)-jlQi-C,T.Jx(^^-l\-C,T,in-l)\     .    .  (890) 

^-^'-'-S{  ['©'-+ ''•-«"-") <*'" 

ry-(V.-r,)  =  r./n-~\  (a);    r,-(P.-P.).P.(CZ-l)  (I)  (892) 


V(iiuinMiacu.ft.  itatropy 

Fia.  157.— Atkinson  Gas  Cycle,  Extended-EitpanBion  Otto.    Cycle  VI. 


(m.e.p.)  =  ,- 


144K 


H) 


These  expressions  are  not  so  simple  as  for  the  Otto  cycle  and  will  not  be 
carried  furtlier;  it  is,  however,  clear  that  eflBciency  is  greater,  and  now  no 
longer  independent  of  the  amount  of  heat  supplied,  but  on  the  contrary  a 
function  of  it,  and  of  the  amount  of  extended  expansion. 

Complete  Expansion  Otto  Cycle.    VI.    The  only  point  to  be  located 
is  that  at  D,  Fig.  158. 
Point D:    P*  =  P.  (a); 


V4=v,(^y  '^{cx)^=v^  (by,  r*=r.^;=r^  (c). 


(894) 
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Q2^C,(Tt-T.)=CpTa(X^  -1) 


W=J(Qi-Q2)=JlQi-C,Ta{Jrf  -1)1 


E= 


<3i 


C  T       1 
=  l-^'iXy-l). 


(895) 
(896) 
(897) 


=  iVt-V,)  =  Vafx'y-^\  (a);    rp={P-P4)-P„{CX-l)  (6).  (898) 
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Fio.  158. — Complete  Expansion  Otto  Cycle.    Special  Case  of  Atkinson  Cycle  VI. 


(m.e.p.)  = 


W 


W 


144rr 


1447. 


&^) 


(899) 


Brayton  Cycle.    VII.    The  first  data  to  be  determined  are  for  point 
C,  Fig.  159.    In  these  equations  and  following, 

Y_-ii heat  added 

temperature  at  beginning  of  addition  X  specific  heat  at  constant  pressure* 

Point  C:    P.^P^-^PaC  (a); 


Tc=T,(^ 


^-^y 


TaCr^Y  (6);   F.=F,^'=F6y=F.y(^y  (c) 


.     (900) 


PointZ):      P4=P«  (a);    Ti=Ta^=TaY  {h);    Vi=VaY  {c).     .    .  (901) 

lb 

Q2  =  Cp{T^-Ta)^C,Ta(Y-l)=CpTa^  =  ^l.       ...  (902) 

rF  =  (F.-F,)=:Fa[r-(^)''](a);    ri,=(P,-Pa)=Pa(C-l)  (6).  (903) 
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(m.e.p.)  = 


W 


144rv 


(901) 


The  work,  efficiency,  heat,  and  gas  consumption  are  the  same  as  for  the 
Otto  cycle,  and  may  be  evaluated  from  Eqs.  (882),  (883),  and  (886).  The 
efficiency  is  independent  of  everything  but  the  amount  of  compression,  being 
the  same  as  for  the  Camot  cycle  with  the  same  compression.  This  Brayton 
cycle  has  the  smallest  pressure  range  for  this  efficiency,  as  the  Otto  has  the 
smallest  volume  range,  and  the  Camot  the  smallest  temperature  range,  the 
efficiency  in  each  case  being  measured  by  the  amount  of  compression.    To 
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Fic.  150.— Brayton  Gas  Cycle.     Cycle  VII. 

make  the  comparison  more  clear  the  Camot  cycle  rectangle  for  the  same 
temperature  rise  in  compression,  that  is,  for  the  same  height,  is  plotted  in 
dotted  lines  to  T^  coordinates  ABC'D'A. 

Diesel  or  Incomplete  Expansion  Brayton  Cycle.  VII.  A  special 
case  of  the  Brayton  cycle  is  that  of  the  Diesel  which,  executing  all  the 
processes  in  a  single  cylinder,  can  sweep  through  no  more  displacement  volume 
on  the  working  stroke  than  on  the  compression  stroke;  it  therefore  puts  off 
the  expansion  at  the  initial  volume.  This  is  obviously  a  less  efficient  cycle, 
as  much  expansion  work  is  lost.     It  is  represented  in  Fig.  160,  ABCDA. 

Point  D:     Va=Va  (a); 


a 


"-■m- 


PaC 


V.Y 


© 


y 


V. 


=  PaYy  (6);     T, 


-•(S)' 


TaY^    (c) 


Q2  =  C,{Ta-T„)=C,Ta{Y^-l). 


(905) 


(906) 
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W-J(.Qi-Qi)-J[Q,-C.T.iY''-l)]. 

^— «r— ' — o; — ■    ■  ■ 


S81 
.  (907) 
.     (908) 


(m.e.p.)  = 


-(P.-P.)-P.(C-l);  r,-(r.-n)-F.[l-(i)']-V,[l-(^-y]  (909) 
JlQ.-CMV-l)] ,,,„j 

B.T.U.perhr.     2545,,      Cu.ft.  gas  per  hr._  2545  ,,,  ,.,,, 

perl.H.P.     "    E     ^"^'  per  I.H.P.       '  HE   ^"'^    "     ^^^^^ 


Fia.  160.— Diesel  Gaa  Cycle.    Special  Caae  of  Brayton  Cycle.    Cycle  VII. 


Cahnot  Cycle  fok  Gases.  VIIL  After  adiabatic  compression  from  A 
to  S,  Fig.  161,  the  heat  addition  takes  place  iaothermaily,  thus  locating  the 
point  C  by  the  amount  of  this  addition.  When  the  pressure  at  B  is  small 
and  the  heat  addition  large,  the  point  C  may  easily  fall  below  atmosphere. 
This  is  of  no  importance  to  the  cycle  as  a  whole,  but  if  expansion  were 
to  cease  at  the  initial  volume,  tlien  adiabatic  expansion  may  not  only  be 
impossible,  but  only  a  small  amount  of  beat  could  be  added  to  the  gas  iso- 
thermally  and  only  a  little  work  done.  Moreover,  the  efficiency  would  be 
very  low,  likewise  the  mean  effective  pressure  would  also  be  low,  because 
adiabatics  lie  very  close  to  isothermals,  making  the  work  area  between  them 
small  for  very  coii^derable  displacements.  The  original  proposal  for  Diesel 
engines  involved  a  graduated  introduction  of  the  oil  fuel  into  highly  com- 
pressed air  to  keep  the  heating  line  nearly  of  this  isothermal  form,  but  the 
small  mean  effective  pressures  obtained  made  the  engines  too  big  and  there 
was  substituted  the  modified  Brayton  cycle,  just  discussed,  which  follows 
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by  a  more  rapid  oil    injection    and  combustion,    rapid  enough  to  keep  the 
pressure  from  falling  till  the  fuel  supply  is  cut  off. 

It  is  of  no  importance,  therefore,  to  investigate  this  early  Diesel  proposal, 
but  the  Camot  gas  cycle  will  be  analyzed  not  with  any  idea  of  its  practical  im- 
portance, but  rather  to  show  the  extremes  of  low  mean  effective  pressures 
and  large  volumes  that  it  involves  in  attaining  the  same  thermal  efficiency  for 
equal  compressions  as  the  Otto  and  Brayton  cycles,  which  give  the  same  work 
with  so  little  volume  range  and  such  small  pressure  ranges  respectively.    As 
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Fig.  161.— <:amot  Gas  Cycle.    Cycle  VIII. 

there  is  to  be  no  practical  application  of  this  cycle,  the  desired  quantities 
will  be  set  down  without  locating  the  several  points. 

Qi=)(P5n  log.^;)  =  jn  log,  ^^  (a);    Q2  =  jTa  log.  ^=f  r.  loge  ^  (6)  (912) 


J5=?l^^  =  l-^.    But    S  = 


» 


JQi 


(913) 


Therefore 


Also 


Pa  =  Pa^  = 


log. 


W^JQi(p^j^'^  ft.-lbs (914) 

1^ 


RTi 


W 


JQi 


T„-T, 


Ke.p.)=j;44-  = 


'•h-(t)-a)1 


(917) 


144F.  log.-i 
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These  volumes  are  very  large,  and  pressures,  both  final  and  mean,  very  low, 
so  that  .a  Camot  cycle  for  gases,  even  if  the  apparatus  for  executing  it  were 
available,  would  not  be  practicable,  whereas  for  steam  or  other  vapors  it  is 
not  very  far  from  the  attainable  or  actually  used  processes. 

In  the  Charts  Nos.  60  to  65,  laid  down  in  the  book  of  tables,  some  of 
the  important  relations  between  the  quantities  involved  in  these  cycles  are 
more  clearly  indicated  than  by  the  equations  they  represent. 

Referring  to  Chart  No.  60,  which  gives  thermal  efficiency  as  a  function 
of  heat  supplied  per  pound  of  working  gases,  a  wide  variation  is  foimd  for  the 
different  cycles.  One,  the  Diesel,  shows  a  decreasing  efficiency  with  increase 
of  heat  supply,  three,  the  Otto,  Brayton,  and  Camot,  a  constant  efficiency, 
while  the  complete  expansion  Otto  or  perfect  Atkinson  increases  in  efficiency. 
This  crossing  of  efficiency  lines  makes  the  relative  efficiencies  change  places 
with  the  position  chosen  on  the  heat  supply  scale.  Furthermore  compression 
has  the  same  effect,  three  different  compressions,  5,  10  and  30  atmospheres 
being  represented  for  each  cycle,  so  any  question  of  superiority  of  one  cycle 
over  another  will  in  general  depend  on  conditions.  There  are,  however,  certain 
clear  relations,  for  example,  the  Diesel  is  always  less,  and  the  perfect  Atkinson 
always  more  efficient  for  the  same  compression  than  the  constant  value  for  the 
three,  Otto,  Brayton,  and  Camot,  as  shown  by  the  three  curves  starting  from 
the  origin  for  a  given  compression:  one  rising  (perfect  Atkinson),  one  horizontal 
(Otto,  Brayton,  Camot),  and  one  falling  (Diesel),  the  whole  set  rising  with 
rise  of  compression.  The  Diesel,  it  is  interesting  to  note,  is  quite  impossible 
beyond  a  given  heat  supply  where  adiabatic  expansion  ceases,  due  to  constant- 
pressure  heat  supply  for  whole  stroke.  For  1000  B.T.U.  supply  per  lb.  of  work- 
ing gases  and  30  atmospheres  compression  the  efficiencies  are  71.8  per  cent  for 
the  complete  expansion  Otto,  62.2  per  cent  for  Otto,  Brayton,  and  Camot,  and 
45.7  per  cent  for  the  Diesel.  Equal  heat  supply  and  10  atmospheres  com- 
pression lowers  these  efficiencies  to  63.4  per  cent,  48.2  per  cent  for  the  first  two, 
and  IS  an  impossible  condition  for  the  Diesel.  Reduction  of  heat  supply  lowers 
the  first,  leaves  the  second  unchanged,  and  raises  the  last;  for  example,  with 
30  atmospheres  compression  and  200  B.T.U.  added  per  lb.  of  gases  the 
efficiencies  become  66  per  cent,  62.2  per  cent,  and  58  per  cent. 

The  precise  effect  of  compression  alone  is  shown  more  clearly  in  Chart  61, 
where  all  cycles  are  shown  rising  in  efficiency,  the  curves  of  all  being  nearly 
parallel,  each  exhibiting  at  first  a  rapid  rise,  which  later  becomes  more  gradual. 
The  relative  positions  for  a  given  heat  supply  are  the  same  as  indicated  by  the 
last  set  of  curves. 

Mean  effective  pressure  and  work  per  pound  of  working  gases  as  func- 
tions of  the  two  prime  variables  are  shown  in  Chart  62,  with  B.T.U.  per 
pound  of  gases,  and  in  Chart  63,  with  compression.  The  most  striking  feature 
indicated  is  the  great  superiority  of  the  Otto  and  the  hopelessly  small  Camot 
values.  As  the  Otto  and  Diesel,  the  two  gas  cycles  of  practical  importance, 
are  frequent  subjects  of  computation,  the  curves  of  Chart  64  for  the  Otto 
and   Chart  65  for  the  Diesel,  are  given  to  separate  large  scales  from  which 
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the  mean  effective  pressure  may  be  accurately  read  oflF,  for  200,  500,  and 
1000  B.T.U.  added.  Engineers  engaged  in  this  work  are  advised  to  repro- 
duce these  charts  on  a  still  larger  scale,  adding  more  heat  supply  curves  to 
meet  working  conditions,  as  they  are  great  labor  savers  and  may  be  used 
in  estimating  actual  horse-power  after  the  determination  by  tests  of  per- 
formance, or  diagram  factors. 

Comparison  with  the  curves  of  the  non-compression  cycles  shows  how 
very  much  less  efifective  the  latter  are,  and  why  no  engine  embodying  these 
non-compression  cycles  is  ever  likely  to  successfully  compete  with  engines 
executing  compression  cycles,  and  also  why  in  the  practical  construction  of  gas 
engines  designers  are  ever  on  the  alert  to  discover  meand  by  which  the  allow- 
able working  compression  may  be  raised.  In  fact,  it  is  quite  possible  that 
one  engine  mechanism  that  permits  of  higher  compression  than  another,  even 
when  the  former  is  working  on  a  less  ef&cient  cycle  than  the  latter,  may  give 
a  better  actual  eflSciency.  This  has  for  some  years  been  demonstrate  by 
the  less  eflBcient  Diesel  cycle  compared  with  the  more  efficient  Otto,  the  engines 
using  the  Diesel  compressing  only  pure  air  to  about  30  atmospheres  without 
diflSculty,  while  the  Otto  when  compressing  explosive  mixtures,  are  limited 
to  compressions  between  four  and  twelve  atmospheres  by  the  temperature 
of  ignition  of  the  mixtures,  the  low  limit  for  pure  kerosene-air  mixtures  and 
the  high  for  blast  furnace  gas.  These  compressions  have  resulted  in  better 
actual  efficiencies  in  general  for  Diesel  than  for  Otto  ei^ines,  thus  reversing 
the  order  of  cyclic  efficiencies. 

Another  point  that  must  not  be  forgotten  is,  that  in  the  execution  of  all 
these  cycles,  both  steam  and  gas,  realization  always  falls  short  of  promise,  but 
not  to  the  same  degree  in  the  different  cases;  thus,  in  round  numbers  the  efficiency 
actually  realizable  in  steam  engines  may  easily  exceed  70  per  cent  of  the  most 
closely  representative  Rankine  cycle  for  the  same  pressures,  while  few  Otto  cycle 
gas  engines  have  so  far  been  able  to  realize  more  than  60  per  cent  of  the 
Otto  cycle  efficiency. 

Example  1.  Calculation  and  use  of  Charts  60  and  61,  giving  for  the  adiabatic 
compression  cydes.  Otto,  Braytcn^  complete  expansion  Otto,  and  Diesel  the  efficiency, 
heat  J  and  fuel  gas  consumption  f&r  any  compression  and  heat  supplied  per  pound  of  work- 
ing gases.  The  efficiency  and  its  derived  quantities  are  given  in  Chart  60  as  functions 
of  heat  supplied  and  the  calculation  of  these  curves  will  be  illustrated  by  the  location 
of  one  point  on  each,  A  for  the  Diesel;  B  for  Brayton,  Otto,  and  Carnot,  all  having 
the  same  efficiency  for  the  same  compression,  and  C  for  the  complete  expansion  Otto. 
These  points  are  all  for  800  B.T.U.  supplied  per  pound  of  working  gases,  after  10  atm. 
adiabatic  compression. 

Point  A  is  located  by  Eq.  (908)  for  efficiency  of  the  Diesel  cycle. 


Ea^l 


CvTar  /         Qi 


^[(c-;^^')  i 


,     .17X492r/  800  .  ,\'*    i1_o-,«oor 

~        800    ly.mxmxao)'^'^  )    -ij -23-68%. 
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The  limiting  case  for  the  efficiency  of  this  cycle  is  that  receiving  enough  heat  to 
make  Ve  =  Va,    Whence 

Qi    (lunit)  ^CpTacV  (c"^-!)  =.239X492Xl0-***(10-^^'-l)«947.3  B.T.U.,  which  is 

indicated  on  the  curve  carrying  the  point  A  by  a  crossing  line  and  appropriate  lettering. 
The  point  B  is  located  from  Eq.  (883,  h)  giving 

C  y 
By  means  of  Eq.  (897)  the  efficiency  represented  by  point  C  is  fixed,  ^ving, 

■239X492r/  800  V^"    il -fiw 

^'  =  ^ 86r"LVl7X492X10-»«+V      -^J=®2%. 

The  location  of  the  lines  in  the  left-hand  angle  needs  no  explanation  in  view  of 
the  examples  for  preceding  gas  cycles. 

Illustrating  the  use  of  the  curve  the  solution  of  the  following  problem  is  traced 
graphically  on  the  diagram.  Required  the  thermal  efficiency,  cyclic  heat,  and  fuel 
consumption  for  the  Diesel  cycle,  supplied  with  an  oil  yielding  1500  B.T.U.  per  cubic 
foot  in  its  vapor,  the  cycle  receiving  600  B.T.U.  per  pound  of  working  gases  after 
10  atm.  compression.  From  the  600  point  E  on  the  heat-supplied  scale  pass  up  to  the 
10  atm.  compression  Diesel  curve  F,  and  horizontally  across  to  the  efficiency  scale  G, 
reading  28.6  per  cent  and  8900  B.T.U.  per  hour  per  I.H.P.  Continuing  across  to  the 
fuel  calorific  power  curve  of  1500  B.T.U.  per  cubic  foot  H,  and  thence  down  to  K,  the 
fuel  consumption  is  found  to  be  6  cu.ft. 

The  second  set  of  efficiency  curves,  Chart  61,  is  obtained  and  used  in  exactly  the 
same  way  as  the  first,  the  only  difference  between  the  two  being  the  scales,  so  this 
series  requires  no  explanation. 

Example  2.  Calculation  and  use  of  Chart  No.  62  in  the  tableSy  giving  for  the  adia- 
balic  compression  cycles  the  work  per  pound  of  working  gases  and  mean  effective  pressures. 


From 


Eq.  (882,6),  W  =/Qi/l  — :^\.    For  5  atm.  comp.  and  1000  B.T.U.  supplied, 


Wa  =778  XlOOO  X  (l  - elL)  =287,160  ft.-lbs. 
From  Eq.  (907),  for  30  atm.  compression  and  1000  B.T.U.  supplied, 


Trft=778 


1000-.17x492[(^^^^^^3^^.^e-hl)"-l]  }  =355,000 ft.-lbs. 


From  Eq.  (896),  for  5  atm.  compression  and  1000  B.T.U.  supplied, 
Tr.=778{l000-.239x492r(-^y^^^^+iy"'-lj  l  =447,300 ft.-lbs. 

Mean  effective  pressures  are  derived  from  these  cyclic  work  values,  for  the  location 
of  points  and  curves  of  the  left-hand  angle,  by  the  following  equations  for  one  point 
of  each  curve  A\  A",  A'",  B\  and  C 
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From  Eq.  (917)  for  the  Camot  cycle, 

W  287,160 

(m.e.p.)a'  =  ~ 


144ri 


144xl2.39[log.-ym^)  -  (|)"]-.00000121b.-eq.in. 


From  Eq.  (904)  for  the  Brayton  cycle, 

W                                    287,160  o^^.  1,. 

(m.e.p.)a"  =.^447"  " r 77^ ,;  ^  .Tisn  =26.61  lbs.  per  sq.in. 


^^x^^-^^b?;^;^^^-^-) 


From  Eq.  (885)  for  the  Otto  cycle, 

r          \           ^                    TT                               287,160  oor.  qi  lu 

(m.e.p.)<i'«=r7T — = J—  = p /i\.7m  =235.81  lbs.  per  sq.in. 


144F, 


|,.Qh     .«XI2^[.-(l)'"] 


From  Eq.  (910)  for  the  Diesel  cycle, 

r          .         W                    W                               355,000  o.o^^ii. 

(m.e.p.)y  =TTT — = i= Pi  = f= /  ^  \  .713-1  =218.79 lbs.  per  sq.m. 


144F, 


[,-(i)']    '«x'K'-(si)"*] 


It  may  be  noted  for  equal  works  and  compressions  by  the  Otto  and  Diesel  cycles 
the  mean  effective  pressures  are  equal  because  the  volume  range  is  the  same  for  both. 

From  Eq.  (907)  for  the  complete  expansion  Otto  cycle, 

447  300 
(m.e.p.)c'= r-j T7^ Tjig — TTTlTldi  =^«3  lbs.  per  square  inch. 


'-x^i^fM^^r -in 


No  explanation  of  the  use  of  the  diagram  is  needed  nor  is  it  necessary  to  give  the 
detailed  steps  for,  or  illustrate  the  use  of,  the  other  work  and  mean  effective  pressure 
diagrams.  Charts  Nos.  63,  64  and  65,  for  all  are  similarly  derived  and  all  serve 
to  solve  graphically,  work  and  mean  effective  pressure  problems  for  these  cycles  without 
calculation  and  with  sufficient  accuracy  for  general  use. 

Prob.  1.  An  Otto  cycle  engine  is  supplied  with  producer  gas  having  135  B.T.U. 
per  cubic  foot,  the  compression  is  12  atmospheres,  heat  per  pound  of  working  gases 
700  B.T.U.  Find  the  cyclic  efficiency,  cyclic  heat  consumption,  gas  consumption,  and 
mean  effective  pressing. 

Prob.  2.  For  the  same  data  as  in  Problem  1,  solve  for  the  Brayton  cycle. 

Prob.  3.  For  the  same  data  as  in  Problem  1,  solve  for  the  complete  expansion  Otto, 
and  from  the  answers  state  the  value  of  perfect  compounding  of  Otto  gas  engines. 

Prob.  4.  A  Diesel  engine  is  operated  with  25  atm.  compression,  on  oil  having 
19,000  B.T.U.  per  pound;  the  cut-off  is  such  as  to  add  500  B.T.U.  per  pound  of 
working  gases.  Find  its  thermal  efficiency,  weight  of  oil  per  hour  per  I.H.P.,  and  mean 
effective  pressure. 

Prob.  6.  If  50  per  cent  of  the  cyclic  efficiency  were  realized  in  the  Otto  cycle  engine 
of  Problem  1,  all  losses  taking  place  during  explosion,  what  would  be  the  new  answers 
for  the  same  data? 
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Prob.  6«  If  the  Diesel  engine  of  Problem  4  realizes  60  per  cent  of  its  cyclic  efficiency 
and  all  losses  occur  during  combustion,  find  the  corresponding  thermal  efficiency,  mean 
effective  pressure,  and  oil  consumption. 

Prob.  7.  Otto  and  Diesel  cycle  engines  are  in  conmiercial  competition  and  the  best 
of  each  have  nearly  equal  thermal  efficiency.  If  this  be  taken  ajs  35  per  cent  actual  and 
if  each  realizes  50  per  cent  of  the  cyclic  efficiency,  all  losses  taking  place  during  com- 
bustion, and  finally,  if  the  Otto  cycle  receives  800  B.T.U.  per  pound  of  working  gases, 
what  are  the  characteristics  of  a  Diesel  engine  cycle  of  equal  performance  to  an  Otto 
with  15  atm.  compression? 

Prob.  8.  Solve  Problem  7  for  an  Otto  engme  with  20  atm.  compression. 

Prob.  9.  Find  what  cut-off  volume  corresponds  to  various  quantities  of  heat  per 
pound  of  working  gases  for  the  Diesel  cycle  at  various  compressions  from  15  to  30  atm. 
Plot  a  curve  of  relations. 

Prob.  10.  Compare  the  terminal  pressures  and  temperatures  for  all  adiabatic  com- 
pression cycles  receiving  750  B.T.U.  per  pound  of  working  gases  after  15  atm.  com- 
pression. 


CHAPTER  XVI 

EFFICIENCY  OF  TRANSFORMATION  OF  HEAT  INTO  WORK  BY  STEAM 

AND  GAS,  CYCLIC  AND  ACTUAL. 

106.  Comparisoii  of  Steam  and  Gas  Cycles  taking  the  Rankine  as  Standard 
for  Steam,  and  the  Otto  and  Diesel  as  Standard  for  Gas.  Relations  of 
Otto  and  Diesel  to  Rankine  Cycles.  Conditions  for  Equal  Efficiency.  Trans- 
formation of  heat  into  work  is  a  practical  and  economic  possibility  by  the 
use  of  either  a  vapor  or  a  gas  as  the  working  medium,  as  well  as  mixtures  of 
vapors  and  gases.  Such  transformation  is  effected  by  a  series  of  thermal 
processes,  the  efficiency  of  which  is  given  by  certain  equations  derived  from 
analysis  of  the  corresponding  thermal  cycles,  which  also  give  the  work  of  the 
cycle,  mean  pressure,  and  other  important  quantities.  Comparison  of  these 
equations  for  the  different  cycles  establishes  principles  of  practice  that  are 
invaluable.  For  example,  the  relative  value  of  gases  and  vapors  as  the 
working  media  fixes  corresponding  relations  between  the  steam  and  gas 
power  systems  as  such,  independent  of  interferences  and  thermal  losses 
imposed  by  the  mechanisms  of  the  actual  machinery.  This  is  the  most 
valuable  contribution  of  such  thermal  analysis  of  cycles,  because  such  con- 
clusions could  not  have  been  obtained  in  any  other  way.  For  steam  alone 
the  analysis  shows  how  fast  efficiency  increases  with  the  rise  of  the  initial 
pressure  and  temperature  and  with  the  lowering  of  the  back  pressure;  it  shows 
the  gains  to  be  expected  by  high  boiler  pressures  or  high  superheats  over  low, 
also  by  most  perfect  condensing  equipment  over  a  poor  equipment,  and  these 
gains  are  to  be  balanced  against  the  additional  cost  of  equipment  involved 
in  arriving  at  a  good  engineering  judgment  of  how  far  it  is  worth  while  to  go 
in  any  given  direction. 

The  situation  is  the  same  with  gas  power  efficiency,  for  the  rate  of  increase 
of  efficiency  is  rapid  at  first  with  increase  of  compression,  and  slower  as  com- 
pression rises.  Higher  cylinder  compression  means  more  costly  construction 
of  engine,  so  that  a  means  is  available  for  comparing  the  increased  cost  with 
the  gain  to  be  derived.  However,  in  this  case  there  is  another  limit  to  the 
compression  and  that  is  the  ignition  temperature  of  the  explosive  mixture 
when  such  is  the  substance  being  compressed.  Similarly,  there  is  another 
variable  in  the  whole  gas  power  problem  and  that  is  the  cycle  itself,  for  it 
has  been  shown  that  for  the  same  compressions  the  maximum  pressure  which 
controls  the  weight  and  strength  to  be  given  to  the  working  parts  is  not 
fundamentally  related  to  the  conditions  for  high  efficiency,  but  depends  rather 
on  the  cycle  itself,  being  highest  for  cycles  of  the  Otto  group  and  lowest  for 
those  of  the  Brayton  group. 

588 
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The  most  striking  general  result  of  the  cyclic  analysis  is  the  fact  that  in 
the  abstract,  neither  steam  nor  gas  as  a  working  medium  is  always  superior 
to  the  other  as  a  transformer;  both  may  jdeld  high  efficiencies  if  the  proper 
and  special  conditions  prescribed  by  the  cycle  are  fulfilled.    When,  however, 
the  possibilities  of  their   easy  and   cheap   fulfillment   examined,  then  there 
is  a  noticeable  superiority  of  gas  cycles  over  steam  so  far  as  efficiency  is  con- 
cerned.   On  the  other  hand,  judging  by  mean  effective  pressure  standards 
the  differences  change  again.    Although  in  general  the  conditions  for  most 
efficient  working  are  coincident  with  low  mean  effective  pressures,  which  mean's 
that  large  cyUnders  are  generally  needed  to  fulfill  the  conditions  of  high 
efficiency,  this  handicap  has  been  removed  from  the  steam  system  by  the 
substitution  of  the  turbine  for  the  cylinder  machine,  but  it  still  remains  with 
the  gas  system.    However,  the  mean  effective  pressure  for  gas  systems  is  not 
so  much  a  function  of  the  efficiency  conditions  as  it  is  of  the  cycle.    Nothing 
could  be  more  convincing  in  this  respect  than  the  comparison  of  the  Otto 
and  Camot  cycle  mean  effective  pressures,  those  for  the  Otto  extremely  high — 
many  times  more  than  is  possible  with  efficient  steam  cycles — while  those 
for  the  Camot  are  extremely  small.    It  is  sometimes  believed  that  the  engine 
size  or  mean  effective  pressure  handicap  is  to  be  removed  in  the  gas  power 
system  by  the  turbine  method  which  has  succeeded  so  well  with  steam. 
While  this  may  some  day  work  out,  the  present  difficulties  are  very  great, 
but  more  important  still,  the  handicap  is  nowhere  nearly  so  great  as  it  was 
for  steam  and,  therefore,  the  necessity  for  working  it  out  is  less,  especiaUy  so  if 
the  best  gas  cycle  be  chosen.    This  is  beyond  all  question  the  Otto  cycle,  be- 
cause of  the  high  mean  pressures  and  the  corresponding  high  efficiency;   from 
this  cycle  no  departure  is  permissible  without  proof  of  its  ineffectiveness  in 
some  practical  respect,  with  equally  strong  proof  that  a  substitute  is  available, 
which  will  give  a  fair  return  for  what  is  lost  by  comparison  with  the  Otto.    One 
such  is  the  Diesel,  in  which  the  limitation  of  compression  by  ignition  tempera- 
tures is  removed  by  compressing  pure  air  alone  to  which  fuel  is  subsequently 
added,  the  air  compression  being  carried  far  enough  to  itself  ignite  the  fuel  on 
admission  ajid  bmn  it  at  constant  pressure.    Though  a  comparatively  inef- 
ficient cycle  for  equal  compressions,  this  may  yield  with  its  30  atmospheres 
compression  better  over-all  results  in  efficiency,  in  the  ratio  of  about  6  to  5', 
than  the  Otto  for  the  lower  compressions  of  about  12  atmospheres,  to  which 
the  latter  has  been  confined  by  self-ignition  limits  even  with  the  least  sen- 
sitive fuel.    This  is  not,  however,  the  case  with  the  corresponding  maximum 
and  mean  effective  pressures,  because  Diesel  cycle  engines  are  approximately 
twice  as  costly  as  Otto  cycle  engines,  due  to  very  high  maximum,  without 
correspondingly   high   mean   effective   pressure.    Furthermore,   Diesel   cycle 
engines  are  confined  to  oil  fuel  to-day,  as  it  is  still  r^arded  as  impracticable 
to  so  highly  and  separately  compress  gas  fuel  for  injection  into  the  air  at  the 
end  of  the  compression;  gas  fuel-air  mixture  compression  is,  however,  retained 
in  Otto  cycle  engines  notwithstanding  the  ignition  temperature  limitation 
the  practice  imposes. 
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Another  illustration  of  reasonable  departure  from  the  standard  Otto  would 
be  the  substitution  of  a  cycle  represented  by  a  mechanism  that  would  give 
speed  regulation  and  reversibility,  equal  in  perfection  to  that  obtainable  with 
steam,  which  is  impossible  with  Otto  cycle  engines;  or  to  cite  another  case, 
the  substitution  of  a  cycle  and  mechanism  that  would  permit  safe  and 
direct  internal  combustion  of  solid  fuel,  also  now  considered  impossible. 
Either  of  these  would  offer  advantages  sufficient  to  offset  cyclic  deficiency 
measured  by  lower  thermal  efficiency  or  smaller  mean  effective  pressures  as 
compared  with  the  Otto  if  not  carried  too  far. 

It  appears  then  that  while  there  are  innumerable  reasons  for  not  taking 
the  teachings  of  the  cyclic  analyses  too  seriously,  this  is  not  to  be  regarded 
as  proof  of  a  lack  of  value.  As  a  matter  of  fact  cyclic  analysis,  whether 
worked  out  graphicaUy  or  algebraically,  is  quite  invaluable,  but  its  teachings 
must  be  used  with  judgment. 

To  close  the  comparison,  it  is  desirable  that  the  efficiency  and  work  of 
the  cycles,  together  with  the  quantities  derived  from  them  for  the  standard 
steam  and  gas  cycles,  be  brought  together  so  as  to  show  more  clearly  the  con- 
ditions to  be  met  in  each  case  for  the  attainment  of  equally  good  results, 
especially  with  respect  to  efficiency,  as  there  are  practical  ways  of  meeting 
the  low  mean  effective  pressure  handicap,  but  none  for  overcoming  inherently 
low  efficiencies.    The  standard  cycle  for  steam  is  the  Rankine,  and  those  for 
gas  the  Otto  and  Diesel,  so  that  the  comparison  need  be  made  only  for  these; 
any  other  steam  cycle  should,  and  may  easily,  be  compared  with  the  Rankine, 
and  the  same  is  true  for  the  gas  cycle  with  respect  to  the  Otto  and  Diesel. 
Thus,  a  given  gas  cycle  is  best  judged  by  saying  its  efficiency  is  more  or  less 
than  that  of  the  Otto  if  it  uses  constant  volume  heating,  or  its  mean  effective 
pressure  is  as  great,  for  either  the  same  amount  of  heat  supplied  or  for  equal 
compressions,  or  perhaps  for  equal  maximum  pressures.     If  the  gas  cycle  uses 
constant-pressure  heating  it  may  be  compared  in  performance  with  the  Diesel. 
This  permits  judging  all  gas  cycles  by  a  gas  cycle  standard,  and  all  steam  cycles 
by  a  steam  cycle  standard,  the  comparison  of  a  steam  cycle  with  a  gas  cycle 
being  made  through  the  relative  position  of  the  Rankine  with  the  Otto  and 
Diesel  standards.    This  may  at  first  glance  look  like  a  cumbersome  and  round 
about  method,  but  in  reality  it  is  not. 

The  comparison  may  be  conveniently  made  by  a  diagram,  Fig.  162,  on 
which  efficiency  is  plotted  vertically,  the  curves  for  Otto  and  Diesel  gas  cycles 
to  the  left,  and  the  Rankine  steam  cycle  to  the  right,  thus  making  a  comparison 
of  conditions  quite  simple  through  the  common  efficiency  scale.  Compressions 
for  gas  cycles  are  carried  to  40  atmospheres  so  as  to  exceed  somewhat  the  work- 
ing maximum  of  the  Diesel  engine,  but  steam  pressures  are  carried  to  500  lbs., 
though  250  lbs.  may  be  regarded  as  the  corresponding  working  limit,  because 
the  efficiencies  of  the  steam  cycles  would  not  otherwise  rise  to  the  same  values 
as  those  for  gas.  For  a  similar  reason  wet  steam  is  not  considered,  back 
pressures  are  kept  at  the  lowest  practicable  limit  of  half  a  pound  absolute 
corresponding  to  1.03  ins.  Hg  and  a  temperature  of  80^  F.;  superheats  are 
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carried  in  each  case  to  an  amount  that  brings  the  maxiinuni  temperature  of 
the  steam  up  to  600°  F.,  beyond  which  dissociation,  pipe  oxidation,  and 
expansion  are  excessive,  though  100"  less  is  a  better  practicable  limit.  The 
diagrams  show  that  it  requires  some  450  lbs.  per  square  inch  initial  pressure 
of  ateam  to  reach  35  per  cent  cyclic  steam  efficiency,  a  pressure  beyond  working 
practice,  whereas  less  than  five  atmospheres  compression,  about  the  least 
ever  used,  ^ves  an  equal  efficiency  to  the  Otto  cycle  gas  engine  standard.  For 
the  same  35  per  cent  efficiency  it  appears  that  the  Diesel  requires  7),  11|,  and 
18J  atmospheres  compression  when  there  is  added  to  the  cycle  200, 500  and  1000 


Fia,  162. — Compariaon  of  Otto  and  Diesel  Gas  Cyclea,  with  Rankine  Steam  Cycle,  for 
0.505  pound  per  aquare  inch  Absolute  Back  PreeBUre  and  Varioua  Initial  Pressuree  and 
Steam  Temperatures  Up  to  600°  F. 

B.T.U.  respectively  per  pound  of  working  gases.  The  most  noticeable  fact 
brought  out  by  the  comparison  is  the  sustained  rapid  rise  of  efficiency  for  all 
gas  cycles  with  compression,  while  the  steam  cyclic  efficiency  rises  very  slowly 
beyond  200  lbs.  initial  pressure  and  by  almost  a  strught  line,  superheat 
helping  some  but  not  much  in  proportion. 

This  chart  shows  clearly  the  inherently  higher  efficiency  possibility  for 
gas  systems  over  steam  and,  as  realization  has  not  been  in  the  same  proportion, 
it  indicates  that  the  gas  engine  mechanism,  as  the  means  of  executing  the  gas 
cycles,  must  receive  very  great  improvement  before  jt  can  equal  the  effectiveness 
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of  steam  mechanism.  It  is  therefore  of  great  practical  importance  that  gas 
engine  mechanism  losses  be  most  carefully  studied  and  reduced,  for,  once 
brought  to  an  equality  with  steam,  the  cyclic  promise  may  be  realized  and  the 
fuel  consumption  of  the  world  for  power  purposes  will  be  greatly  diminished. 

Example.  Under  what  operating  conditions  may  a  steam  engine  realizing  60  per 

cent  of  the  Rankine  cycle  efficiency  be  worked,  to  equal  in  thermal  efficiency  an  Otto 

cycle  gas  engine  realizing  40  per  cent  of  the  cyclic  efficiency  on  10  atm.  compression. 

Reference  to  the  diagram,  Fig.  162,  in  the  left-hand  angle  shows  that  the  Otto  cycle 

efficiency  is  48.6  per  cent.    If  40  per  cent  of  this  is  realized  the  actual  efficiency  is 

19.44  per  cent,  and  if  this  is  equal  to  that  of  the  steam  engine  its  cyclic  efficiency  must 

19  44 
be  — ^ —  =32.4  per  cent.    On  the  right-hand  part  of  the  diagram  this  would  be  realized 
.60  • 

for  i  lb.  back  pressure  and  absolute  initial  pressures  from  190  to  220  lbs.  per  square 

inch  approximate  with  superheats  from  200*^  to  zero. 

Mare  exact  determiTiaHons  may  be  made  by  separate  reference  to  the  charts  dealing 
with  these  cycles, 

Prob.  1.  A  steam  engine  operating  on  200  lbs.  initial  pressure  and  1  lb.  back 
pressure  realizes  55  per  cent  of  the  Rankine  cycle.  Under  what  operating  conditions 
may  an  Otto  cycle  engine  realizing  50  per  cent  of  its  cyclic  efficiency  equal  the  per- 
formance? 

Prob.  2.  Solve  Problem  1  for  a  Diesel  cycle  realizing  the  same  fraction  of  its  cyclic 
performance. 

Prob.  3.  What  would  be  the  mean  eflFective  pressures  for  the  three  cases,  the  steam, 
the  Otto,  and  the  Diesel  gas  cycles? 

Prob.  4.  Plot  to  T^  coordinates  the  pure  cycles  and  estimate  the  probable  diagram, 
accounting  for  the  losses  given,  and  check  bj''  areas  the  efficiencies  reported. 

Prob.  6.  Plot  to  P7  coordinates  the  pure  cycles  and  estimate  the  position  of  the 
probable  diagram,  accounting  for  the  losses  given,  and  check  by  areas  the  mean  effective 
pressures  reported. 

106.  Gas  Cycle  Perfonnance  as  Affected  by  Variability  of  the  Specific 
Heats  of  Gases,  Applied  to  the  Otto  Cycle.  All  results  so  far  obtained  for 
gas  cycles  have  been  derived  on  the  assumption  that  the  specific  heats  of 
gases  are  constant,  but  it  is  known  that  at  high  temperatures  such  as  charac- 
terize the  Otto,  for  example,  specific  heat  varies,  so  it  is  necessary  to  examine 
the  effect  of  this  variability  on  cyclic  performance. 

When  specific  heats  vary,  it  has  been  assumed,  in  accordance  with  thermo- 
dynamic prediction,  that  they  are  functions  of  the  temperature  only,  and 
this  is  true  if  the  gases  are  perfect.  Actual  gases  depart  from  this  law  and 
the  most  notable  example  is  superheated  steam,  for  which  the  specific  heat  is 
fairly  well  established  and  now  known  to  be  a  function  of  both  pressure  and 
temperature.  It  is,  therefore,  quite  likely  that  practically  all  gases  are  similar 
in  this  respect.  The  usual  procedure  is  to  assume  a  linear  relation  between 
specific  heats  and  scale  temperature  above  32®  F.,  expressing  the  specific 
heat  atj  or  the  mean  specific  heat  to  a  given  temperature,  as  equal  to  the 
value  at  32®,  with  a  constant  multiple  of  the  temperature  excess  over  32°, 
added.    While  this  is  too  simple  a  irelation  probably,  to  correctly  state  the 
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facts,  it  is  yet  too  complicated  to  enable  the  derivation  of  cyclic  performance 
equations  that  shall  be  simple  enough  to  he  useful  in  engineering  practice. 

Careful  studies  of  the  indicator  cards  of  Otto  cycle  gas  engines  by  Clerk, 
Burstall  and  others  have  led  to  some  conclusions  as  to  specific  heats  that  may 
be  used  for  the  purpose  in  hand,  though  always  with  doubt  as  to  accuracy. 
Without  in  any  way  implying  inferior  merit  in  the  work  of  others  the  data 
of  Clerk  will  be  adopted  here,  and  these  are: 

C  =  26'5-»-  000G5K  1  ^^  *®"^  ^'  centigrade  scale  temperatures; 
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Fia.  163. — Comparisons  of  Otto  Cycles  for  Constant  and  for  Variable  Specific  Heat. 

r  —  9fi«;4-  nnnn9«!l  I  <— 32®  I  "^  *^rnis  of  Fahrenheit  scale  temperatures; 

C,  =  .1801+.0000283ri  .    ,  ,„,       u  -^    u    i  ^    *  ^ 

n       OC11  I   /^nnnooom  f  "^  tcmis  of  Fahrenheit  absolute  temperatures. 

Cp=.^oii-r.ouuu^ooi  J  « 

In  general,  then, 

C.  =  a+&r;     Cp=a'+pr;    /?=J(Cp-Q=J(a'-a);     y'  =  ^^. 

Referring  now  to  the  cycle,  Fig.  163,  the  first  phase  of  which  is  adiabatic 
compression,  it  will  appear  that  the  first  effect  of  the  above  variability  of 
specific  heat  relations  is  to  cause  the  adiabatic  compression  line  AB  to  lie 
below  the  corresponding  curve  for  constant  specific  heats  AB' ^  which  latter 
is  shown  dotted.    This  is  proved  algebraically  by  starting  with  the  general 
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equation  for  a  small  increment  of  heat  which  for  adiabatic  changes  is  put 
equal  to  zero. 

dH=-C4T+jPdV=-^(PdV+VdP)+jPdV--0, 
by  substituting  the  new  values  for  C«  and  R  and  integrating  this  becomes 

k-iW ''"■"' '"« 

This  is  the  new  adiabatic  relation  between  pressures  and  volumes,  when 
specific  heats  are  variable,  but  it  also  involves  the  temperature.  By  the 
general  gas  law,  the  other  relations  can  be  found  as  follows  for  T  and  V: 


la     l^aV  a 


-^  ^ 


Similarly  for  rand  P,  ^=(^*V  e-^^^*   '^'^ (920) 

FinaUyforPandy,  Pa7a^e^-''"''"=iir,    or    §=(^;)'^«^^'*"''""''*'''^     (921) 

By  means  of  these  three  new  adiabatic  equations  the  compression  line  is 
completely  determined  and  can  be  plotted,  though  the  solution  is  not  simple. 
The  next  phase  is  that  of  heat  addition  from  B  or  B\  to  C  or  C,  and  as  the 
specific  heat  increases  with  temperature  rise,  the  increase  in  temperature 
will  be  less  for  the  variable  than  for  the  constant  value  of  the  specific  heat. 
The  relation  between  temperature  rise  (Tc— T^)  and  the  quantity  of  heat 
added  is  given  by  Eq.  (922) : 

To  express  the  final  temperature  Tc  in  terms  of  the  heat  added,  Qi,  requires 
the  solution  of  the  second  degree  equation  above;   this  solution  is  given  by, 


rc='y/^[ei  +  (a+|n)n]  +  (?)'-|    As  before,  Pc=P,^  .     (923) 

By  means  of  these  equations  the  point  C  of  the  cycle  is  located  and  there 
.  remains  only  the  fixing  of  D  with  reference  to  C  and  A,    The  same  adiabatic 
relations  as  applied  to  the  compression  line  AB  also  apply  to  the  expansion 
line  CD  and  in  addition,  Fc  =  F6  and  YA^Ya* 

a- (ft) -'"-"(«' ^  ^.(0'>"-(«;  l.l^rf>-'%,  my 

The  efficiency  of  the  cycle  is  given  by 

no           n            (Ta-Ta)\a+hTa+Ta)] 
£r  =  — TT— -l-TT-l r= a =!•      •     •     (925) 

wi         wi       (r.-n)|^a+|(rc+r5)J 
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When  the  specific  heat  is  constant,  P=^0,  and  this  expression  reduces  to  that 
previously  found  for  the  constant  specific  heat,  Otto  cycle;  but  it  must  be 
remembered  that  for  equal  compressions  and  heat  additions,  the*  tempera- 
tures for  the  variable  specific  heat  are  not  the  same  as  those  for  the  constant 
value. 

Substitution  of  the  various  temperatures  in  terms  of  prime  variables  in 
the  equation  for  efficiency  gives  an  expression  that  cannot  be  solved.  How- 
ever Wimperis  secured  a  solution  by  a  series  of  algebraic  approximations  that 
assumed  equal  temperatures  for  the  points  B,  C,  and  2>,  for  the  two  cases 
of  constant  and  variable  specific  heat  which,  in  reaUty,  cannot  be  for  equal 
compressions  and  heats  added.  Calling  the  efficiency  for  the  former  case 
E',  he  found, 


E 


=£;'|i-||[(i-F)rc+ra]| (926) 


Clerk's  calculations  of  the  efficiencies  are  given  in  Table  XXXII  compared 
with  those  for  constant  specific  heat  for  the  same  temperatures.  These  rela- 
tions are  clearly  of  limited  value  since  equal  temperatures  cannot  result  from 
equal  compressions  and  heat  additions,  nor  can  any  other  temperatures  for 
the  cycle  be  equal  if  the  maxima  are. 

Graphic  methods  are  more  satisfactory,  the  plotting  of  the  cycle  shows 
the  relation  at  a  glance,  and  the  degree  of  accuracy  in  evaluating  work  and 
heat  area  to  obtain  mean  effective  pressure  and  thermal  efficiency  is  entirely 
a  question  of  cross-section  paper  and  scale  used. 


Table  XXXII 

OTTO   CYCLE   THERMAL   EFFICIENCIES   FOR  CONSTANT   AND   VARLA.BLE 
SPECIFIC  HEATS.    EQUAL  LIMITING  TEMPERATURES 


Compression. 

/Volume  before\ 
\  Volume  after  / 

Thermal  Efficiency. 

Variable  Specific  Heat. 

Constant 

Max.  temp.  »29U^  F. 

Max.  temp.- 183  2«F. 

Specfic  Heat. 

2 
3 
4 

5 

7 

.197 

.286 
.354 
.384 
.439 

.200 
.293 
.356 
.394 
.433 

.242 
.356 
.426 
.473 
.541 

Prob.  1.  A  gas  engine  operates  on  an  Otto  cycle,  and  the  ratios  of  volumes  before 
and  after  compression  is  5.  What  is  the  cyclic  efficiency,  assuming  constant  specific 
heats?    What  according  to  Wimperis'  approximation? 

Prob.  2.  If  in  a  gas  engine  the  temperature  of  compression  is  500**  F.  absolute  and 
1200  B.T.U.  are  added  per  pound  of  gas,  what  will  be  the  temperature  rise  if  the 
specific  heat  is  considered  constant,  and  what  if  it  follows  the  values  as  given  by  Clerk? 
What  will  be  the  difference  in  pressure  rise  due  to  the  two  values  of  specific  heat? 
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107.  Actual  Performance  of  Otto  and  Diesel  Gas  EngineSi  and  its  Rela- 
tion to  the  Cyclic.  Diagram  Factors  for  Mean  Effective  Pressure  and  Therfual 
Efficiency.  Effect  of  Load  on  Efficiency.  Heat  Balance  of  Gas  Engines: 
Alone  and  with  Gas  Producers.  AH  modem  gas  engines  are  operated  on  the 
internal-combustion  method  of  adding  heat  to  the  mass  of  working  gas  both 
explosively  and  non-explosively,  a  fact  that  is  responsible  for  one  group  of 
limitations  in  the  results  obtainable.  There  are  two  direct  consequences 
of  importance,  first,  the  charge  must  be  renewed  each  cycle,  fresh  air  and 
fuel  coming  into  the  working  chamber  and  hot  products  of  combustion  leav- 
ing alternately,  with  the  other  phases  between;  and  second  the  obtainable 
temperature  rise  with  its  corresponding  pressure  increase  in  Otto  cycle  engines, 
or  volume  increase  in  Diesel  cycle  engines,  is  fixed  by  fuel-air  mixture  prop- 
erties. Furthermore,  as  aU  these  operations  take  place  in  cylinders  having 
pistons  that  require  lubrication  and  must,  therefore,  be  kept  cool  enough 
to  prevent  destruction  of  the  lubricant,  a  heat  exchange  takes  place  between 
gases  and  walls  alternately  in  each  direction  that  causes  corresponding  pres- 
sure, volume,  and  temperature  changes  in  the  gas,  not  contemplated  by  the 
cycle  nor  subject  to  computation  or  formulation.  Besides  these  influences  there 
are  others  chargeable  to  mechanical  construction  or  adjustments  that  are 
responsible  for  further  departure  in  the  pressure,  volume,  and  temperature 
changes  from  the  ideal  cyclic  ones,  as  for  example,  too  early  an  exhaust  cur- 
tails expansion;  too  late  a  closure  of  admission  valve  similarly  delays  the 
beginning  of  compression  and  reduces  the  total  amount.  In  Otto  cycle  engines 
where  mixtures  are  exploded  the  combustion  line  may  not  be  vertical  and 
heating  fail  to  be  truly  at  constant  volume,  while  in  Diesel  cycle  engines  where 
the  fuel  bums  as  fast  as  it  enters,  inaccurately  graduated  injection  may  cause 
the  combustion  to  depart  from  that  of  true  constant  pressure — too  rapid  a 
feed  causing  pressure  to  rise;  too  slow  a  feed  permitting  a  fall  of  pressure. 

It  is  not  surprising,  therefore,  to  find  that  the  mean  effective  pressure, 
thermal  efficiency,  or  other  characteristic  performances  differ  in  real  gas  engines 
from  their  cyclic  equivalents,  but  this  does  not  in  any  way  reduce  the  value 
of  cyclic  analysis,  in  fact  it  emphasizes  the  necessity  for  it.  There  are  two 
sorts  of  contributions  of  practical  value  in  the  cyclic  analysis  taken  in  conjunc- 
tion with  the  performance  of  real  engines.  The  first  is  of  the  fundamental 
scientific  order,  giving  numerical  value  to  the  extent  of  the  possible  improvement 
of  real  engines  of  any  one  class  and,  pointing  out  just  where  the  losses  occur,  with 
the  amount  of  each,  indicates  where  any  improvement  must  be  made.  The 
second  is  of  more  direct  practical  value  to  builders  and  users  of  engines,  as  it 
is  concerned  with  the  prediction  of  results,  for  a  given  cylinder  and  fuel — ^just 
what  horse-power  and  fuel  consumption  may  be  expected,  or  what  cylinder 
size  is  required  for  a  given  output.  In  these  latter  cases  the  cyclic  analysis  is 
responsible  for  the  farm  of  equations  for  mean  effective  pressmre  and  thermal 
efficiency,  actual  tests  furnishing  numerical  values  for  the  constants  of 
proportionaUty. 

As  cyclic  performance  is  to  be  the  basis  of  all  computations  on  the  approach 
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to  perfection  of  performance  in  real  engines  and  of  their  probable  power  and 
efficiency,  it  is  necessary  to  select  the  standard  cyclic  equations  as  a  first 
step.  It  has  been  shown  that  comparatively  simple  performance  equations 
are  derivable  for  the  Otto  and  Diesel  cycles  if  the  specific  heats  of  gases  are 
assumed  to  be  constant,  whereas  it  is  known  that  they  are  not  constant.  But 
with  any  proposed  law  of  variation  in  specific  heats  it  has  also  been  shown 
that  the  equations  for  cyclic  performance  are  very  difficult  of  any  solution 
and  impossible  to  solve  exactly.  It  is  therefore  not  easy  to  decide  on  a  course 
of  procedure  for  practical  computations  in  the  first  group  of  comparisons  that 
are  concerned  with  the  approach  to  perfection  of  real  engines.  Strictly  speaking, 
they  should  be  compared  with  cyclic  performance  as  computed  on  the  basis 
of  variability  of  specific  heats,  but  in  view  first,  of  the  uncertainty  of  the  law 
of  variation,  and  second,  of  the  complexity  of  the  cyclic  equations,  this  is 
not  yet  feasible  as  a  matter  of  regular  engineering  routine,  however  desirable 
it  may  be  in  exceptional  cases.  It  b,  therefore,  generally  agreed  that  the 
cyclic  results  based  on  constancy  of  specific  heats  shall  be  used  as  a  basis  of 
comparison  of  real  engine  performance;  in  the  simple  everyday  predictions 
of  probable  power  and  efficiency  this  is  quite  as  good  as  any  other,  because 
a  single  constant  factor  can  include  all  cyclic  departures  as  well  as  the  losses 
in  the  engine  itself. 

The  next  step  in  establishing  the  cyclic  standard  is  to  fix  the  physical 
properties  of  the  working  gases,  for  it  must  be  remembered  that  these  work- 
ing gases  include  some  fuel,  some  air,  and  some  products  of  combustion  left 
in  the  cylinder  from  a  previous  explosion.  Every  change  in  fuel,  or  in  pro- 
portions of  fuel,  to  air,  and  burnt  gases,  involves  a  different  specific  heat  for 
the  working  mixture  and  even  for  a  constant  mixture,  the  expansion  stroke 
being  made  only  with  burnt  or  burning  gases,  will  have' different  specific 
heats  than  the  compression  stroke  where  the  mixture  is  yet  unbumt. 
Attempts  have  been  made  to  evaluate  the  specific  heats  for  these  various . 
mixtures,  but  this  practice  is  defensible  only  in  those  exceptional  cases 
where  approach  to  perfection  is  under  study,  and  here  variability  of  specific 
heat  with  temperature  and  pressure  must  be  taken  into  consideration  as  well 
as  variability  due  to  chemical  composition,  a  procedure  so  far  impossible. 
This  has  led  to  the  assumption  that  for  the  cycle  the  working  gases  have  the 
physical  properties  of  aUf  or  are  air,  have  specific  heats  known  to  apply  to 
air  at  32*^  F.,  and  that  these  do  not  vary. 

On  this  basis  the  thermal  efficiency  of  real  en^es  is  compared  with  a  so- 
called  air<ard  standard  which  is  the  cycle  most  nearly  corresponding,  but 
with  air  as  the  gas.  Compared  to  this  air-card  standard,  actual  performance 
is  found  to  be  surprisingly  constant,  regardless  of  the  fuel,  the  compression, 
or  the  size  of  engine;  the  ratio  or  diagram  Jadarj  ranging  from  .40  to  .60  for 
Otto  cycle  engines.  In  some  cases  the  reason  for  an  increase  or  decrease  in 
this  number  can  be  found,  but  in  general  this  is  not  possible.  For  example, 
it  is  generally  higher  in  large  than  in  small  engines,  and  higher  when  the 
cylinder  and  piston  heat-absorbing  surface  per  cubic  foot  of  working  gases 
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is  small;  but  other  influences  may  entirely  coimteract  these  and  the  precise 
effect  of  each  separate  influence  cannot  be  evaluated. 

According  to  the  above,  Otto  cycle  engines  yield  efficiencies  referred  to 
indicated  horse-power  that  are  somewhere  about  half  the  corresponding  air- 
card  efficiencies,  so  that  if  absolutely  perfect  they  apparently  would  be  only 
twice  as  good  as  they  now  are,  or  would  consume  only  half  the  fuel.  Wimperis 
has  made  some  comparisons  by  means  of  his  formula  based  on  Clerk's  linear 
variation  of  specific  heat  with  temperature,  and  finds  that  when  the  air  card 
with  constant  specific  heat  yields  efficiencies  of  54  per  cent  for  a  compression 
from  7  to  1  volumes,  the  air  card  with  variable  specific  heats  yields  44  per 
cent  and  46  per  cent,  for  a  maximum  temperature  of  1600*'  C.=2912*'  F.  and 
1000°  C.  =  1832**  F.,  respectively.  If  for  these  cases  the  diagram  factor  based 
on  constant  specific  heats  were  .50,  then  based  on  variable  specific  heats,  it 
would  be  .615  and  .59  respectively,  showing  the  performance  to  be  really 
nearer  to  perfection  than  at  first  appeared. 

A  similar  computation  made  by  Meyer  on  test  data  of  a  Deutz  en^e, 
8.67  X 13  ins.,  with  a  volumetric  compression  ratio  of  8.9,  delivering  about  10  H.P. , 
showed  air-card  efficiencies  of  39.75  per  cent  and  40.30  per  cent,  based  on  con- 
stant specific  heat,  and  29.69  per  cent  and  31.78  per  cent,  when  based  on  his 
values  of  variable  specific  heat;  the  corresponding  diagram  factors  are 
.666  and  .655  for  the  former,  and  .89  and  .83  for  the  latter.  From  the  stand- 
point of  constant  specific  heat  the  performance  could  be  half  as  good  again, 
but  if  the  variability  values  are  right  the  improvement  possible  is  only  about 
one-ninth  better  than  was  obtained,  to  be  quite  perfect. 

For  these  Otto  cycle  engines  some  little  assistance  in  estimating  the  value 
of  the  diagram  factor  is  afforded  by  the  determinations  and  the  specific 
instances  cited  in  the  Tables  (No.  LXXX,  Handbook  of  Tables).  Calculating 
from  Meyer's  test  for  a  four-cycle  engine  7.8X11.8  ins.,  250  R.P.M.,  with 
four  different  compressions  from  40  to  80  lbs.  per  square  inch  above  atmos- 
phere. Clerk  finds  the  diagram  factor  practically  constant  at  .58  even  when 
the  air-card  efficiencies  range  from  33  per  cent  to  44  per  cent.  He  also 
finds  from  Burstall's  tests  for  the  English  Engineering  Society  Gas  Engine 
Research  Committee,  on  a  four-cycle  engine,  6X12  ins.,  200  R.P.M.,  with 
compressions  ranging  from  30  to  105  lbs.  per  square  inch  above  atmosphere, 
values  of  diagram  factors  from  .38  to  .59,  while  air-card  efficiencies  range 
between  33  per  cent  and  47  per  cent,  though  not  regularly.  He  points  out, 
however,  a  generally  higher  diagram  factor  for  low  maximum  temperatures, 
the  values  ranging  from  .50  to  .59,  when  the  maximum  temperature  is 
about  1100^  C.=2012''  F.,  whereas  the  factor  lies  between  .40  and  .50  for 
maximum  temperatures  of  about  1750°  C.  =  3182°  F.  Clerk  also  reports  values 
of  the  diagram  factors  of  .6  and  .66  respectively  for  a  10-in.  National  and  a 
26-in.  Crossley  engine,  and  while  the  difference  favors  the  larger  engine  it 
is  not  enough  to  warrant  any  conclusion. 

The  load  that  a  constant-speed  engine  carried  will  change  its  perform- 
ance because  the  governing  mechanism  when  in  operation  always  introduces 
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losses  greater  at  one  time  than  at  another,  and  the  hand-control  mechanism 
does  the  same  for  variable^peed  engines.  Such  variations  are  considered 
here  as  incidental  rather  than  fundamental  data,  and  a  test  series  by  Hop- 
kinson  on  a  four-cylinder  Daimler  automobile  engine,  3.56x5.11  ins.,  will 
serve  to  illustrate  the  point.  At  speeds  of  400,  600,  1000,  1100,  and  1225 
R.P.M.,  the  actual  thermal  efficiencies  were  19.5  per  cent,  21.5  per  cent,  24.2 
per  cent,  24.6  per  cent,  and  22.3  per  cent,  referred  to  I.H.P.  Since  the  com- 
pression ratio  by  volumes  was  3.85,  the  cyclic" efficiency  is,  1  — (~7r)    =41.8 

\3.85/ 

per  cent,  so  that  at  the  successively  higher  speeds  the  diagram  factors  apparently 
were  .48,  .53,  .58,  .59,  and  .54.  These  are  not  the  real  diagram  factors, 
because  at  low  speeds  the  ei^ine  was  throttled  and  the  cycle  changed  by  the 
lowered  suction  line. 

Examination  of  a  very  laige  number  of  tests  show  that  for  various  fuels 
used  in  typical  Otto  engines,  the  diagram  factors  lie  somewhere  within  the 
following  limits,  for  natural  gas,  coal  gas,  carburetted  water,  and  producer 
gas,  .45  and  .55;    for  blast  furnace  gas,  gasolene  and  kerosene  vapors  pre- 
viously   made   and    taken    in 
diuing  suction,  from  ,40  to  .50,     .i    » 
but  when  injected  during  com- 
pression,    the    mixture     non- 
homogeneous,  the  factors  may 
fall  quite  low  or  be  very  high, 
depending    on    circumstances, 
difficult,  if  not  impossible,  to    |  | 
predict.    These  figures  are  for   S.igM 
ordinary    commercial    engines, 
not  for  special  engines  operated 
under    finest    test    conditions 
where  the  factor  slightly  exceeds     ■'      o  s  »  u  m 

Ctae  most  interesting  and  Fio- 164.— Variation  of  Otto  Cycle  Gas  Engine  Dia- 
vnliifthlp  RPrips  nf  t^^s  for  ^*"  Factora  with  Compression,  in  Small  Gasolene 
valuable  senes  Ol  tests  tor  ^nd  Alcohol  Engines, 
diagram  factor  is  that  con- 
ducted by  Strong  for  the  U.S.G.  Survey  on  a  10-H.P.  Naab  and  a  15-H.P. 
Otto  engine,  using  gasolene  and  alcohol,  the  results  of  which  are  shown 
in  Fig.  164.  In  this  series  the  compression  was  varied  from  85  to  215  lbs. 
per  square  inch  above  atmosphere  and  both  fuels  were  tested  in  each  engine 
with  unusual  care.  At  6  atmospheres  absolute  compression,  the  diagram 
factors  were  .65  for  gasolene  and  .716  for  alcohol;  at  8  atmospheres,  ,66  and 
,724,  respectively,  this  being  the  maximum  compression  for  gasolene;  but 
at  compressions  of  11  and  15  atra.  absolute  for  alcohol,  the  factors  were  .732 
and'  .74.  Strong  finds  that  the  efficiency  is  given  by  the  equations  noted  in 
the  diagram.  The  efficiencies  obtained  in  the  respective  tests,  divided  by  the 
expression  for  maximum  attainable  efficiency,  shown  by  the  upper  curve, 
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will  give  the  corresponding  diagram  factor.  Diesel  cycle  engines  have  dia- 
gram factors,  at  about  their  rated  load  corresponding  to  fuel  admission  for  10 
per  cent  of  the  stroke,  of  very  closely,  .50,  though  it  must  be  admitted  that 
there  are  insufficient  data  available  to  make  this  quite  as  well  established 
as  the  factors  for  Otto  engines. 

Prediction  of  thermal  efficiency  for  a  given  engine  is,  through  the  use  of 
established  diagram  factors,  reduced  to  a  simple  operation  of  finding  the  cyclic 
or  air-card  efficiency  for  the  allowable  compression  piressure,  and  multiplying 
it  by  the  factor.  From  this  the  heat  consumption  per  hour  and  gas  con- 
sumption follow  directly. 

Let    B= thermal  efficiency  of  air  card; 

£i= thermal  efficiency  of  engine  referred  to  I.H.P.; 

Bb= thermal  efficiency  of  engine  referred  to  B.H.P.; 

B  H  P 
Em  =  mechanical  efficiency  =  y  U '   ' ; 

l.xl.x. 

F= diagram  factor; 

ff  =  B.T.U.  per  cu.  ft.  gas,  standard  conditions,  29.92  ins.  Hg  and  32*^  F. 

Then  Ei=EF  (a);    Eb==EiEm  =  EFEm <b) (927) 

B.T.U.  per  hr. _ 2545  _ 2545  .  .      B.T.U.  per  hr. _2545  _  2545    ...       .      . 
perl.H.P.  Ei       EF    ^''^'       per  B.H.P.         Eb^EjEm^^'      ^^ 

Cu. 
per 

That  these  equations  may  be  numerically  evaluated  requires  some  data  which 
are  given  in  the  following  Tables  XXXIII  and  XXXIV;  the  former  showing 
mechanical  efficiency  as  a  function  of  type  of  engine  structure,  and  the  latter 
allowable  compressions  as  functions  of  the  fuel  class,  from  2  atm.  to  35  atm. 
The  allowable  compressions  are  always  limited  by  the  temperature  of  ignition 
of  the  mixture,  when  mixtures  are  under  compression,  and  by  the  eflfective- 
ness  of  the  internal  wall' cooling.  When  only  air  is  compressed,  the  compres- 
sion may  be  anything,  but  is  generally  hmited  by  the  consideration  of  cost. 
Mechanical  efficiencies  include  aU  losses,  mechanical  friction,  fluid  friction, 
the  work  of  charging  and  exhausting,  and  in  addition  the  precompression  or 
pump  work  in  two-cycle  engines. 

Predictions  of  gas-engine  horse-power  are  best  made  by  establishing  values 
for  the  mean  effective  pressure  of  the  whole  cycle  referred  to  one  stroke,  with 
which  the  horse-power  of  any  gas  engine,  two  cyde  or  four,  and  of  any  number 
of  cylinders  may  he  found,  by  mvUiplying  this  mean  effective  pressure  by  the  piston 
area  in  sqv^are  inches,  the  stroke  in  feet,  the  total  number  of  cycles  per  minvie  in 
all  working  chambers,  and  dividing  the  product  by  33,000.  The  prediction  of 
mean  effective  pressure  of  gas-engine  cycles  is,  therefore,  a  matter  of  con- 
siderable practical  importance  not  only  as  directly  fixing  the  horse-power,  but 
as  an  indication  of  good  working  of  the  whole  mechanism.  Any  loss  in 
weight  of  charge  by  suction  resistances,  or  heating  on  entrance,  as  well  as 


[.ft.  gas  per  hr.  ^  2545  ^  2545  ,  .    Cu.f t.  gas  per  hr.  ^  2545  _   2545    (6) .  (929) 
r  I.H.P.  (Std.)     EiH     EFH  ^^^ '  per  B.H.P.  (Std.)     EbH  "  EjEmH 


COMPARISON  OF  STEAM  AND  GAS  CYCLES 


601 


any  failure  to  compress  as  much  as  the  fuel  will  stand,  or  to  realize  the  full 
temperature,  pressure  or  volume  increase  on  combustion,  or  to  completely 
expand  and  expel  burnt  gases  with  least  resistance,  all  these  effects  will  be 
shown  in  reduced  mean  effective  pressures. 


Table  XXXIII 
MECHANICAL  EFFICIENCIES  OF  GAS  ENGINES  =^jr  = 


B.H.P. 


I.H.P.  (motor  cylinders) 


Meohftnical  Effidenoy. 

Tsrpe  of  Engine. 

Four  Cycle. 

Two  Cyde. 

Small  high-si)eed  automobile  multi-cylinder,  single  acting 

.75 

.85 
.87 
.84 
.82 
.80 
.90 
.86 
.84 
.83 
.81 
.77 

*  *     sinele-cylinder  boat  eninne,  sinele  custins 

68 

' '     or  medium  single-cylinder  stationary,  single  acting 

*  *      *  *        * '       two-cylinder  stationary,  sinsle  actine 

.7 

*  *      * '        * '       three-cylinder  stationary,  sinele  acting 

* '      * '        '  *       four-cylinder  stationary,  single  acting 

Large  single-cylinder  stationary,  single  acting 

.70 

*  *     two-cylinder  stationary,  single  acting 

to 

' '     four-cylinder  stationary,  single  acting 

80 

Double-acting  single  cylinder 

75 

'  *           '  *■     tandem,  two  cylinder 

.73 

'  *           *  *          *  *       twin  four  cylinder 

.69 

Table  XXXIV 

ALLOWABLE  COMPRESSION  OF  GAS  ENGINES  IN  STANDARD  ATMOS- 
PHERES ABSOLUTE 


Fuel. 


GajBoline  in  suction  mixture 

Kerosene  in  suction  mixture 

Alcohol  in  suction  mixture 

Oil  injection  in  hot  bulb  before  compression. . 

Oil  injection  after  compression 

Carburetted  water  gas 

Coal  gas 

Natural  gas 

Producer  gas 

Blast-furnace  gas 

Coke-oven  gas : 


CompressioQ  in  Standard  Atmoepbere8(Ab8.)  for  Water- 
cooled  Engines. 


6  to8 

7  with  water  injection 

3  with  hot  mixture  without  water 

9  to  13 
4 

18  in  Franchetti-Otto  cycle  engine 

35  in*  Diesel 

6to8 

6to9 

8  to  11 
8  to  11 

10  to  13 
8  to  10 


Referring  to  the  ideal  diagram  of  the  cycle,  Fig.  165,  without  any  losses, 
except  the  heat  suppression  during  combustion. 

Let  ( Fa --V»)= displacement = volume  of  fresh  charge  per  cycle; 

y»= clearance  volume —volume  of  neutral  gases  added  per  cycle; 
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Let 


Then 


whence 


but 


pr= foot-pounds  work  per  cycle; 
£= air-card  thermal  efficiency; 
J?/ = thermal  efficiency  referred  to  I.H.P.; 
Qi  =  heat  supplied  per  cycle; 
(m.e.p.)'=mean  eflFective  pressure,  pounds  per  square  inch  for  com- 
pression and  expansion  strokes  referred  to  one  stroke; 
jff =B.T.U.  per  cubic  foot  gas  (std.)i  low  value; 
F= diagram  factor. 

W=lU(m.e.vy(Va-V,)^77SEFQi  =  77s\l-(p)  ''  IfQi       (930) 

(m.e.pr  =  5.4(^J[l-(g)""]       ....     (931) 
Qi Heat  liberated  per  cycle  Heat  per  cycle 


Va  —  Vb    Cu.f t  fresh  mixture  taken  in  per  cycle    Displacement  per  cycle' 

therefore,  if  the  working  charge  during  suction  be  always  at  32**  F.  and  one 
standard  atmosphere  pressure,  then 

Tr — ^7  =B.T.U.  per  cu.ft.  fresh  mixture  (std.)  =  —7-7  ....     (932) 

where  a  =  cubic  feet  of  air  per  cubic  foot  of  gas  for  best  mixture. 

Substituting  Eq.  (932)  in  Eq.  (931),  the  mean  effective  pressure  becomes 

(m.e.p.)'  =  5.4Fr?-T[l-(g)  '  ]   (a);     =5.4F^[l-(gy'']   (6)        (933) 


P 

30 


.a 

A 
m 
o 

a 

0 


20 


a+l_ 

It  appears  from  this  equation 
that  the  same  diagram  factor  F 
applies  to  mean  effective  pres- 
sure as  to  thermal  efficiency. 
For  convenience  in  calculation 
the  values  of  the  bracket  are 
set  down  in  Table  LXXXII  in 
the  book  of  tables  and  these  are 

to  be  multiplied  by  ,    and 

a+1 

by  the  diagram  factor  (F)  applied 
to  efficiencies  previously  dis- 
cussed. 

Values  of  H  for  various  typ- 
ical gases  will  also  be  found  in 
the  tables  (Table  LXXVII). 

The    actual    indicator    card 

Fig.  165.-Otto  Cycle  Standard  Reference  Diagram    jg  subject    to  losses    in    suction 
without  Suction  or  Exhaust  Lines.  ,       ,         . .  1  .  i_    ^       1    ^ 

and  exhaustmg  which   tend   to 
reduce  the  mean  effective  pressure.    The  exhaust  stroke  ends  at   a  pres- 
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sure  slightly  greater  than  atmosphere,  so  that  no  new  charge  at  atmos- 
pheric pressure  can  enter  till  an  expansion,  actually  or  in  effect,  has  lowered 
the  pressure  at  this  point;  some  volume  of  atmospheric  fresh  mixture  begins 
to  enter  in  effect,  and  this  continues  to  the  end  of  the  suction  stroke  where 
compression  begins  at  a  pressure  less  than  atmosphere.  This  resisted  suction 
is  characterized  by  a  negative  mean  suction  pressure  to  be  subtracted  from  the 
positive  mean  pressure  of  the  upper  loop.  There  is,  however,  another  suction 
effect  and  that  is  a  volume  increase  of  the  original  fresh  cool  charge,  due  to 
mixture  with  hot  burnt  gases  in  the  clearance  and  to  its  passage  over  hot  metal 
surfaces,  reducing  the  weight  of  the  charge,  and  the  real  volumetric  efficiency. 
Various  tests  have  shown  that  the  mixture  suffers  a  rise  of  temperature  during 
suction,  ranging  from  125°  F.  to  200°  F.,  and  mean  suction  resistances  depend- 
ing on  speed  and  valve  openings  from  less  than  1  lb.  square  inch  to  over  5  lbs. 
These  data  together  lead  Gtildner  to  assign  values  of  real  volumetric  efficiency 
according  to  the  following  Table  XXXV  with  values  of  terminal  suction 
pressure,  pa,  from  which  the  mean  suction  resistance  is  estimated  at  two- 
thirds  of  the  terminal. 

A  similar  situation  exists  for  the  exhaust  stroke,  where  a  mean  resistance 
is  encountered,  ranging  from  half  a  pound  to  three  or  four  pounds  per  square 
inch,  depending  on  the  design  and  valve  setting,  and  this  is  added  to  the 
suction  resistance.  The  sura  is  to  be  subtracted  from  the  mean  pressure  of 
the  compressing  and  expanding  area  ABCDAj  Fig.  165,  to  obtain  the  mean 
effective  pressure  of  the  whole,  referred  to  one  stroke,  neglecting  the  small 
inconsequential  area  at  the  beginning  of  exhaust. 

Table  XXXV 


GULDNER'S  VALUES   OF   OTTO   ENGINE   REAL   VOLUMETRIC   EFFICIENCY 
.  WITH  ESTIMATED  MEAN  SUCTION  RESISTANCES 


Type  of  Engine. 

0 

True  Volumetric 
Efficiency  BV. 

Terminal     Suction 
Pressure,       Lbs. 
per  Sq.  In.  Abs. 

Estimated     Mean 
Suction      Pres- 
sure,   Lbs.    per 
Sq.  In. 

Slow-sDeed  mechanical  valve 

.88  to  .93 
.80  to  .87 
.78  to  .85 
.65  to  .75 
.50  to  .65 

12.8  to  13.7 
12.5  to  13.3 
11.8tol2.5 
11.5  to  12.2 
8.8  to  11.0 

1.2to    .7 

Slow-bDeed  automatic  valve '' 

4.5  to    .9 

Hiirh-«Deed  mechanical  valve 

1.9  to  1.5 

Hish-SDeed  automatic  valve 

2.1  to  1.3 

Very  high-speed  air-cooled  automatic  valve 

3.9to2.5 

If  the  gas  and  air  mixture  exist  at  a  temperature  external  to  the  cylinder, 
other  than  32°  F.  and  at  a  pressure  other  than  one  standard  atmosphere,  then 
the  heat  per  cubic  foot  of  mixture  measured  external  to  the  cylinder,  will  not 

H 

have  the  value previously  assigned,  but  a  correction  may  be  applied. 

a+1 

Let  rm  =  absolute  temperature  F  of  the  mixture  external  to  the  cylinder; 

hm  =  absolute  pressure  of  the  mixture  external  to  the  cylinder,  inches  Hg. 
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Then  from  Eq.  (588), 
B.T.U.  per  cu.ft.  of  fresh  mixture  externally  measured 

-«-(^)-m(a)  <«)^  -(r?i)ir.<»)-  <-' 

It  has  been  shown  that  the  mean  pressure  of  the  compression  and  expansion 
strokes  referred  to  one  stroke  is  given  by  an  expression  containing  the  term 

Qi  Heat  per  cycle 


or 


Va—Vb    Displacement  per  cycle' 

(Displacement  per  cycle)  X-BF=cu.ft.  externally  measured  mixture,  per  cycle 

Qi     ^g  ^/ Heat  per  cycle \ 

Va—Vi,       ^     \Cu.ft.  of  externally  measured  mixture  per  cycle/ 

Substituting  Eq.  (935)  in  Eq.  (931),  giving  the  mean  eflfective  pressure 
for  a  compression  and  expansion  stroke,  and  subtracting  the  mean  resistance 
on  suction  p«  and  on  exhaust  p«  there  results  for  Otto  cycle  gas  engines 

(m.e.p.)  =  5.4x^-'(4-,)^[l-(^j'']-p.-p.    ...    (936) 
.W£.(^)^[,_  (5)-]  _,._,,   ....     (937) 

For  Diesel  cycle  engines  the  following  Eq.  (938)  will  serve: 

(m.e.p.)  =F£vX (m.e.p.  of  the  cycle)  — p*— p«.        .     .     .     (938) 

As  already  shown  for  steam  engines,  the  efficiency  and  fuel  consumption 
of  gas  engines  is  not  the  'same  at  all  loads,  even  when  expressed  in  terms  of 
indicated  horse-power,  the  variations  being  due  to  the  kin^  of  control 
used.  There  is,  however,  an  interesting  relation  that  should  be  noted,  based 
on  the  fact  that  the  thermal  efficiency  referred  to  I.H.P.  would  be  constant 
if,  (a)  there  were  no  suction  and  exhaust  resistances;  (b)  the  ignition  were 
always  adjusted  to  give  vertical  explosion  lines;  (c)  all  the  fuel  used  were 
burned  at  the  right  time.  There  are  three  typical  methods  of  control,  each 
3delding  a  characteristic  fuel  or  heat-consumption  load  curve:  the  quality 
control  mainly  used  in  oil  engines;  the  hit  and  miss  in  cheap  engines  that  need 
not  regulate  closely;  and  the  suction  throttle,  with  sometimes  a  fourth,  suction 
cut-o£f.  The  first  two  have  always  the  same  compression  characteristics  and 
valve  resistances;  while  with  the  throttle,  resistance  varies  all  the  time  with 
load  so  it  would  be  expected  that  two  characteristic  curves  would  result.  For 
the  former,  fuel  per  hour  or  B.T.U.  supplied  per  hour,  gives  a  straight  line 
when  plotted  to  load,  except  where,  at  overload,  excess  and  unbumt  fuel 
causes  a  change  of  curvature.  This  is  equivalent  in  steam  engines  and 
turbines  to  the  straight   Willans   line;    the  curve   which   characterizes  the 
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throttle  type  throughout  is  expressed  as  a  second  degree  equation  similar  to 
that  found  for  cut-ofif-govemed  steam  engines.    Several  eflSciency  curves  of 
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FiQ.  166. — ^Variation  of  Gas  Engine  Thermal  Efficiency  with  Actual  Load. 

each  engine  type  are  shown  in  Fig.  166  on  actual,  and  in  Fig.  167  on  a  frac- 
tional load  basis  to  bring  all  sizes  in  accord. 

Any  examination  of  the  question  of  gas-engine  eflSciency  would  be  incom- 
plete without  at  least  a  brief    review  of  the  ultimate  disposition  of  the  heat 
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Fia.  167. — ^Variation  of  Gas  Engine  Thermal  Efficiency  with  Fractional  Load. 

supplied,  that  does  not  become  converted  into  work.  The  heat  balance  of  gas 
engines  and  complete  plants  is  the  term  applied  to  a  tabular  or  graphic  state- 
ment of  the  disposition  of  the  heat  supplied  in  fuel,  in  the  form  of  gas  or  oil 
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for  engines,  or  in  the  form  of  coal  or  coke  for  gas  producer  and  engine  plants 
together.  These  balances  are,  of  course,  different  for  different  sizes  and  styles 
of  engines,  for  different  fuels  and  engine  loads,  but  more  widely  different  for 
complete  plants  of  many  units  operating  on  a  fluctuating  load.  In  a  recent 
paper  by  Andrus  and  Porter  some  data  were  presented  showing,  for  average 
plant  working  conditions  in  England,  that  the  overall  efficiency  of  complete 
gas  plants  averages  about  14  per  cent  from  useful  power  to  heat  of  coal, 
over  periods  ranging  from  one  month  to  a  year.  The  minimum  reported 
was  12.4  per  cent  and  the  maximum  15.05  per  cent.  They  also  compared 
similar  data  for  steam  plants  which  showed  an  average  of  6.83  per  cent  overall 
eflSciency  for  periods  of  one  to  twelve  months,  but  here  the  lowest  was  only 
3.70  per  cent  and  the  highest  9.30  per  cent,  showing  in  round  numbers  about 
twice  as  good  a  return  for  gas  systems  as  for  steam.  Comparing  engines  alone 
it  will  be  found  that  the  proportion  is  different,  charging  heat  in  steam  or 
in  gas  as  heat  supplied,  the  performances  are  closer  on  the  average,  though 
the  best  gas  or  oil  engine  performance  has  about  twice  the  eflSciency  of  the 
best  steam  engine  or  turbine. 

One  interesting  overall  estimate  of  heat  balance  by  CJoster  for  marine 
plants  is  as  follows: 

Table  XXXVI 

COMPARATIVE  HEAT  BALANCES  OF  PRODUCER  AND  ENGINE  PLANTS 


Gas  Producer 
Plant. 

Steam  Plants. 

Turbine. 

Reciprocating 
Engines. 

B.H.P 

Friction  loss 

25.0 
1.4 

30.4 

20.0 
3.2 

20.0 

13.0 

1.0 

56.0 

30.0 

10.8 
1  2 

Exhaust  loss 

58  0 

Gas-enirine  jacket  loss 

Gas-eninne  radiation,  etc 

Producer  or  boiler  loss .  / 

30  0 

100.00 

100.0 

100.0 

The  numbers  give  the  per  cent  of  the  heat  of  coal  converted  into  work, 
or  otherwise  disposed. 

Table  LXXXI  in  the  book  of  tables  gives  the  heat  distribution  for  several 
different  engines  alone  to  show  the  range  of  variations. 

There  is  no  doubt  that  one  of  the  prime  factors  in  the  failure  of  the  per- 
formance of  real  gas  engines  to  agree  with  that  of  the  corresponding  cycle, 
is  the  combined  eflfect  of  leakage  and  heat  exchanges  between  walls  and 
working  gases;  it  is  certain  that  all  jacket  loss  is  derivable  from  heat  trans- 
mitted from  gases  to  walls.  These  exchanges  have  been  much  studied,  but 
it  must  be  confessed  with  as  yet  little  conclusive  result.  Such  investigations 
are  quite  useless  if  any  leakage  is  taking  place,  and  if  the  physical  constants 
of  the  gases  are  not  established.    Just  as  some  investigators  have  been  misled 


COMPARISON  OF  STEAM  AND  GAS  CYCLES  607 

by  aix-compres8or  lines  into  believing  leakage  to  be  evidence  of  cylinder- 
wall  cooling,  so  have  others  been  finding  heat  losses  from  pressure-volume 
measurements,  which  are  nothing  more  than  leaks.  One  additional  cause 
of  difficulty  with  the  gas  engine,  which  make  the  T  equivalent  of  its  PV 
product  of  doubtful  value,  is  the  non-homogeneity  of  the  charge. 

If,  however,  all  these  precautions  be  observed,  then  the  gains  and  losses 
of  heat  by  the  gas  may  be  found  by  studying  the  PV  lines.  Accordingly, 
if  on  any  part  of  the  PV  diagram  or  indicator  card  the  pressure  P,  and 
volume  7,  be  known,  and  the  change  of  pressure  dP  to  the  change  of  volume 
dV  measured  a  short  distance  on  each  side  of  the  point,  the  heat  change  for 
that  particular  volume  change  may  be  determined  from  Eq.  (948)  in  which 
dH  is  given  in  ft.-lbs. 

It  must  be  noted,  however,  that  this  is  true  for  constant  specific  heats  only, 
but  even  so,  it  is  of  some  value  and  changes  in  sign  indicate  whether  heat  is 
being  received  (-h),  or  lost  (— ),  by  the  gas  at  that  time. 

Prob.  1.  An  engine  operates  on  the  Otto  cycle  and  the  pressures  after  and  before 
compression  are  85  lbs.  and  14  lbs.  per  square  inch  gage.  The  diagram  factor  being 
taken  as  .5  and  the  mechanical  efficiency  as  .8,  what  is  likely  to  be  the  hourly  consump- 
ition  per  B.H.P.,  of  gas  having  a  heating  value  of  600  B.T.U.? 

Prob.  2.  For  a  large  4-cycle  single-cylinder  stationary  engine  operating  on  natural 
gas,  find  the  probable  consumption  of  gas  per  B.H.P.  per  hour,  assuming  900  B.T.U. 
as  the  heating  value  of  the  gas.  Use  Table  XXXIII  for  efficiency  and  consult  book 
of  tables  for  other  necessary  information. 

Prob.  3.  An  Otto  cycle  engine  works  with  a  ratio  of  pressing  of  5  and  uses  producer 
gas  No.  6,  Table  LXXI,  Handbook  of  Tables.  What  will  be  the  horse-power  if  this 
engine  is  a  single-acting  2-cycle  one,  running  at  150  R.P.M.  and  having  a  cylinder 
20X30  ins.? 

Prob.  4.  Estimate  the  horse-power  and  fuel  consumption  for  a  gas  engine  of  any  type 
and  size,  on  any  fuel. 

108.  Actual  Performance  of  Piston  Steam  Engines  and  Steam  Turbines 
at  Their  Best  Load  and  its  Relation,  to  the  Cyclic.  Effect  on  Efficiency  of 
Initial  Pressure,  Vacuum,  Superheat,  Jacketing,  and  Reheating.  Heat 
Balances  of  Steam  Power  Plants.  Steam  plants  including  boilers,  engines 
and  auxiliaries,  are  very  much  more  complex  both  structurally  and  with 
reference  to  thermal  changes  than  gas  plants,  so  it  is  not  surprising  that 
analysis  of  thermal  losses  and  heat  distribution  is  more  difficult.  There  are 
vast  numbers  of  these  plants  in  existence  bearing  little  or  no  similarity  in 
detail  in  the  stationary  class,  though  the  representatives  of  the  locomotive 
and  marine  groups  do  fairly  well  agree  with  their  respective  type  forms, 
though  less  so  to-day  than  a  few  years  ago.  It  would  not  be  very  profitable 
to  study  analytically  all  the  various  test  data  of  steam  plants  and  of  the 
separate  component  units,  so  the  treatment  of  the  subject  will  be  mainly 
confined  to  methods  of  determining  the  influence  of  controlling  factors. 
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The  overall  heat  balance  will  be  most  variable,  as  shown  in  the  com- 
parison of  the  balance  of  a  large  street  railway  steam  central  station,  and 
a  locomotive,  together  with  Gebhardt's  estimates  of  a  small  non-condensing 
and  a  simple  condensing  stationary  plant,  as  given  in  Table  XXXVII. 

Those  losses  that  occur  in  boilers  have  already  been  examined  and  plant 
auxiliary  requirements  are  items  that  need  no  separate  detaUed  thermodynamic 
analysis,  but  the  performance  of  the  engine  or  turbine  does.  It  is  not  so  much  with 
the  actual  efficiency  of  a  given  steam  engine  that  this  analysis  is  concerned  but 
rather  with  the  best  obtainable  efficiency  under  whatever  conditions  prevail. 

Table  XXXVII 


STEAM   PLANT  HEAT   BALANCES 


» 

Stationary  Plant. 

Simple, Non- 

CondenflinK, 

Gebhardt. 

Refined 

Condensing, 

Qebhardt. 

Large  Central 
Station  Con- 
densing, Stott. 

Locomotive, 

G08B. 

Supplied 
Boiler 

in  coal 

1.00 

•  •    •    ■ 

a     •     •     ■ 

•  V      •      • 

•     •    ■    • 

.50 

J 

1.00 

1 

• 
■   •   •   ■ 

.180 
.050 
.070 

1.00 

«    •    •    » 

•  •    ■    ■ 

•  •    •    • 

•   •   •   • 

.227 
.024 
.080 

1.00 

>    •    •    • 

•  •    •    • 

•  •    ■    • 

f  SenRJble  heat  of  stack. . 

Unburned  fuel  loss 

.  Radiation,  etc 

.19 
.17 
.07 

• 

Piping 

and 

auxil- 

'  Used  for  boiler  feed 

Used  by  condenser  pumps 
Piping     and     auxiliary 

•     ■     •     ■ 
■      •     •     • 

•   •   •   • 
«   •   «   • 

«   ■   ■   • 

■  ■   >   • 

•  ■    •    • 

•  •    •    • 

«    •    •    ■ 

.162 

.010 
.024 

.021 

•   ■  ■   « 

•  «    •    • 
■    •    •    • 

•  •    •    ■ 

.099 

.014 
.016 

.023 

iaries 

Returned  by  feed  heater 
and  economizers 

•      •     •      • 

r  Discharged  by  engine 
exhaust 

•  •   ■   « 

•  •   •   ■ 

•  •   •   « 

.022 

«   •   •   • 

•  •   •   • 

•  •   ■   • 

•  •   •   • 

.624 
.183 
.037 
.146 

■  ■   •   • 
•   •   •   • 

■  •   •   • 

«   •    •   • 

.601 
.114 
.008 
.106 

■    ■    •    • 

Engine 

• 

•  Converted  into  I.H.P. . 

Engine  friction 

Converted  into  B.H.P. . 

•     •     >     • 

■  •     ■      ■ 

■  •      •      • 

.054 

Totals  (I.H.P.  excluded) 

1.00 

■       •       •       V 

1.162 

1.162 

1.099 

1.099 

1.00 

with  a  view  to  making  clear  a  policy,  or  tlie  value  of  imposing  one  or  another 
condition  of  service.  It  has  already  been  shown  that  the  steam  consumption 
per  H.P.  hour  varies  with  load  according  to  a  characteristic  curve  always 
having  a  minimum  point,  and  since  eflSciency  is  directly  related,  so  must  every 
steam  engine  have  a  best  efficiency  at  some  load.  The  method  to  be  used 
in  determining  this  efficiency  is  that  of  comparison  with  the  corresponding 
cyclic  efficiency,  using  for  this  purpose  the  Rankine  cycle.  This  compari- 
son will  show,  first,  the  approach  to  perfection  of  the  actual  machine,  but 
also  it  will  demonstrate:  secondly,  the  specific  value  of  high  initial  pressures, 
low  terminal  pressures,  superheat  or  initial  wetness.  Exactly  similar  methods 
of  comparison  will  demonstrate  the  value  of  reheat  in  compound  engines  and 
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throw  some  light  on  the  desirability  or  undesirability  of  using  jackets  on 
steam  cylinders  of  piston  engines,  and  on  the  limiting  conditions  of  staging 
and  vane  speed  of  turbines. 

The  first  step  in  this  analysis  is  to  ascertain  from  accurate  tests  of  different 
steam  engines,  the  best  load  thermal  efficiency,  with  the  initial  and  final  con- 
ditions of  the  steam,  and  by  comparison  with  the  Rankine  cycle  establish 
cyclic  efficiency  factors.  A  number  of  these,  for  both  piston  and  turbine 
engines  is  given  in  Table  LXXXV  in  the  Handbook  of  Tables. 

Examination  of  this  table  brings  out  clearly  two  important  characteristics 
of  steam  engines  and  turbines,  first,  that  the  efficiency  factors  for  both  classes 
are  substantially  the  same  and  approach  80  per  cent  as  a  high  limit,  which 
is  better  by  about  15  per  cent  than  that  found  for  gas  engines;  second,  that 
the  factor  may  be  very  low,  less  than  50  per  cent.  This  is  due  to  the  fact 
that  piston  engines  leak  and  suffer  heat  exchanges,  and  that  expansion  is 
limited  by  the  valve  adjustment  and  cylinder  ratios.  In  turbines,  whereas 
expansion  is  always  complete,  the  vane  and  steam  jet  speed  relations  may  be 
improper  or  friction  losses  occur  in  the  flow  path.  Where  such  turbine  losses 
exist  they  do  not  differ  greatly  in  range  from  the  diflferent  losses  in  piston 
engines  even  at  best  load.  It  is  most  interesting  to  note  that  so  far  as  capa- 
bilities of  conversion  of  steam  heat  into  work  are  concerned,  as  measured  by 
this  factor  there  is  little  to  choose  between  these  two  classes  of  machines, 
though  piston  engines  appear  to  be  able  to  make  a  Uttle  better  use  of  the 
steam  than  turbines,  when  constructed  to  do  so,  and  allowed  to  in  service. 

In  all  cases  where  cylinder  leakage,  heat  exchange,  and  expansion  losses, 
or  turbine  velocity  and  flow  friction  losses,  are  not  intentionally  suffered  to  meet 
load  or  first-cost  conditions,  the  factor  for  steam  engines  and  turbines  is  con- 
sistently and  materially  higher  than  in  gas  engines.  This  indicates  that  there 
is  much  more  room  for  improvement  of  efficiency  in  gas  than  in  steam  engines, 
though  it  is  not  yet  clear  whether  the  present  modes  of  operation  forbid  its 
realization  or  not.  The  doubt  is,  however,  all  on  the  side  of  the  gas  engine, 
as  the  nature  of  the  losses  in  steam  machines  is  fairly  well  understood  and 
the  value  of  the  various  factors  that  control  them  have  been  experimentally 
determined  many  times. 

It  takes  no  elaborate  thermal  study  to  see  that  the  higher  the  initial 
steam  pressure  and  the  lower  the  terminal  pressure  the  better  should  be  the 
efficiency.  As  experimental  data  to  illustrate  this  point  the  test  results  of  Goss 
on  locomotives  will  be  used.  Several  series  of  runs  are  available,  some  with 
superheated  steam  and  some  with  saturated,  each  with  boiler  pressures  from 
100  to  250  lbs.  per  square  inch  gage,  some  of  which  are  shown  graphically 
in  Fig.  168,  on  which  hnes  are  located  to  indicate  the  Rankine  cycle  efficiency 
and  water  rate  at  the  left.  These  results  are  replotted  in  the  center,  to  a  scale 
of  efficiency  factors,  as  functions  of  boiler  pressure,  but  it  must  be  remembered 
that  in  no  case  is  expansion  complete  in  a  locomotive  and  the  degree  must 
be  less  for  the  higher  pressures.  The  corresponding  T^  diagrams  are  also 
given  at  the  right.    Examination  of  these  curves  indicates  clearly  that  no 
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great  improvement  in  efficiency  or  water  rate  follows  tbe  pressure  rise,  and  what 
chaises  occm-  tend  first  to  decrease  the  steam  consumption  and  later  to 
increase  it,  the  minimum  in  one  case  being  at  200  Ibe.,  per  sq.  inch  gage  and  in 
the  other  a  little  less,  with  the  exception  of  the  saturated  steam,  which  con- 
sistently improves  in  performance.  The  Rankine  cycle  regularly  improves, 
so  it  appears  that  as  pressures  rise  the  performance  departs  more  and  more 
from  that  of  the  Rankine  cycle,  the  factor  being  highest  at  140  lbs.,  64  per  cent 
for  superheated,  and  at  100  lbs.,  55  per  cent  for  saturated  steam,,  showing 
an  increase  in  losses  due  to  leakage,  initial  condensation,  and  curtailed  expan- 
sion. To  actually  prove  the  value  of  high  initial  pressure  would  require 
test  data  of  several  engines  each  designed  for  a  successively  higher  pressure 


Pio.  168. — Three  Disgrams  showing  the  Value  of  High  Initial  Pree6urc«  with  Superheat«d 
aad  Saturated  St«am  in  Locomotive  Engine*). 

and  operated  under  its  own  best  conditions,  but  no  such  data  are  available. 
The  real  limit  to  high  pressures  is  not  thermal,  but  one  of  expense,  gains  due 
to  excess  pressures  over  175  lbs.  for  stationary  plants  and  200  lbs.  per  sq.in. 
gage  for  locomotives  are  obtained  at  too  great  cost  generally  to  warrant  it. 
Lowerii^  the  back  pressure  should  have  the  same  effect  as  ruslng  the 
initial  pressure,  in  improving  efficiency,  though  to  a  very  much  greater  degree 
as  appears  from  both  the  pressure-volume  and  temperature-entropy  diagrams, 
Fig,  169.  These  are  drawn  for  adiabatic  expansion  from  175  lbs.  per  square  inch 
initial  pressure  absolute,  with  dry  saturated  steam,  to  one  atmosphere, 
ABCD;  for  a  5  lb,  per  square  inch  rise  of  initial  pressure  there  is  added  the 
area  BCEF,  which  is  small  compared  to  that  obtained  from  a  5  lb.  per  square 
inch  reduction  of  back  pressure,  given  by  area  ADGH.  Whether  a  real  enpne 
is  capable  of  taking  advantage  of  this  or  not  depends  on  its  structure  and 
adjustment.  For  example,  if  the  cylinder  volume  is  represented  by  AD' 
on  the  PV  diagram,  the  gain  due  to  reduced  back  pressure  will  be  AD'G'JJ 
instead  of  ADGH,  since  expansion  must  stop  at  D",  so  that  piston  engines 
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that  ordinarily  do  not  completely  expand  the  steam,  can  hardly  be  expected 
to  utilize  all  the  available  gain.  The  situation  is  better  for  turbines  where 
the  expansion  is  always  complete,  but  even  here  the  full  advantage  is  not 
realizable,  unless  the  vane  speeds  and  stewn-jet  velocities  are  correctly  related. 
If  so  related  for  the  higher  back  pressure,  a  reduction  of  it  will  result  in  higher 
jet  speeds  and,  unless  vane  speeds  and  R.P.M.  correspondingly  increase,  the 


VolHine  Id  OuUc  Veet 

Fia.    169. — XHTect  on  Steam  Engine  Performance  of  Raising  the  Initial  Steam  PresHure  5  Iba. 

and  Lowering  the  Back  Preasure  by  5  lbs.  per  sq.in. 

steam  will  leave  the  vanes  with  some  residual  velocity  and  some  kinetic  energy 
not  utilized. 

All  experimental  data  prove  that  both  piston  engines  and  turbines  do  gain 
in  eflBciency  with  lowered  back  pressure  and  very  much  more  than  with  corre- 
sponding increase  of  initial  pressure,  the  amounts,  of  course,  depending  on 
the  pressures  themselves;  it  is  also  experimentally  established  that  turbines 
are  benefited  more  than  piston  ei^nes.    To  illustrate  the  e£Fect  of  back 
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pressure  on  a  turbine,  the  test  data  of  a  1250  K.W.  Westinghouse  turbine  is 
given  in  Table  XXXVIII,  with  the  corresponding  Rankine  cycle  efficiencies 
and  cyclic  efficiency  ratio  calculated  and  added. 

Table  XXXVIII 

STEAM  TURBINE  EFFICIENCY  WITH  VARYING  BACK  PRESSURE  AND  STEAM 
APPROXIMATELY  AT  CONSTANT  INITLA.L  PRESSURE,  DRY  SATURATED 


Initial  pressure  pounds  per  square  inch  absolute 

Back  pressure  inches  Hg  absolute 

Pounds  of  steam  per  B.H.P.  hour  (best) 

Pounds  of  steam  per  I.H.P.  hour  for  94%  mech.  efficiency. 

Actual  thermal  efficiency  referred  to  I.H.P.  per  cent 

Rankine  cycle  efficiency  per  cent 

/       Actual  efficiency      \ 

\Rankine  cyde  efficiency/ 


161 

162 

161 

5 

4 

3 

14.39 

14.10 

13.59 

13.63 

13.25 

12.78 

17.22 

17.42 

17.92 

25.30 

26.18 

27.08 

68.05 

66.56 

66.16 

161.6 

2 
13.49 
12.68 
17.84 
28.64 

62.29 


The  eflSciency  factor  varies  from  62  per  cent  for  2  ins.  Hg  to  68  per  cent 
for  5  ins.  Hg,  indicating  that  not  so  much  use  is  made  of  the  high  velocities  of 
the  lower  back  pressure  as  of  the  lesser  jet  velocities  of  the  higher  back 
pressure. 

There  are  no  similar  tests  available  for  reciprocating  engines  but  the 
performance  of  a  large  28X54X48  ins.,  non-condensing  engine,  running  on 
a  26-inch  vacuum,  indicates  its  ability  to  utilize  as  much  of  the  available 
gain  as  the  turbine,  in  this  particular  case,  more.  This  engine  required 
19.4  and  13.65  lbs.  of  steam  per  hour  per  I.H.P.  for  non-condensing  and 
condensing  operation,  with  a  back  pressure  of  one  atmosphere  and  4  ins.  Hg 
absolute,  respectively,  and  an  initial  pressure  of  165  lbs.  per  square  inch 
absolute.  These  water  rates  for  initially  dry  steam  correspond  to  actual 
thermal  efficiencies  of  12.86  per  cent,  and  16.83  per  cent,  for  which  the 
equivalent  Rankine  cycle  efficiencies  are  17.3  per  cent,  and  26.29  per  cent, 

XL  X  XI.       X-     /Actual  thermal  efficiencyX         xi_      ^  •  r    x     •  i 

so  that  the  ratio  [^ — r-. \ — :^—, — -),  or  the  efficiency  factor  is  eqaal 

\Rankine  cycle  efficiency/ 

to  .743  for  one  atmosphere  back  pressure,  and  .644  for  4  ins.  Hg  absolute 
back  pressure. 

The  turbine  is  not  only  able  to  utilize  a  fairly  large  fraction  of  the  available 
gain  due  to  reduction  of  back  pressure,  but  is  generally  much  cheaper  to 
build  than  piston  engines,  especially  for  very  low  back  pressures  which  require 
in  piston  engines  abnormally  large  low-pressure  cylinders.  Thus  the  practice 
has  been  established  of  using  turbines  for  the  low  ranges  of  pressure  in  preference 
to  piston  engines,  ^nd  of  combining  reciprocating  engines  and  turbines  to 
work  together — ^the  turbine  taking  the  exhaust  steam  from  the  engine  at  what- 
ever release  pressure  it  is  discharged.  This  practice  has  been  found  especially 
valuable  in  adding  capacity  to  existing  overloaded  reciprocating  engines. 
The  most  notable  example  of  this  is  the  installation  at  the  59th  Street  power 
station  of  the  Interborough  Ry.  in  New  York  City.  Here  the  original  instal- 
lation consisted  of  15,000  K.W,  twin  horizontal-vertical  compound  engines 
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42X86X60  ins.;  need  for  more  power  led  to  an  investigation  of  the  relative 

advantages  to  be  obtained  by  installing  new  high-pressure  turbines,  or  of 

adding   low-pressure   turbines  to   existing   reciprocating  engines;    the  latter 

were  adopted  on  the  basis  of  a  guarantee  of  8  per  cent  better  efficiency  than 

the  former,  and  a  7500  K.W.  low-pressure  turbine  was  added  to  one  piston 

engine  unit  for  trial.    Careful  tests  were  conducted  which  proved  beyond 

question  the  value  of  the 

combination,  an  average 

thermal  efficiency  between 

loads  of  6500  K.W.  and    2 

15,500  K.W.,  of  20.6  per   t 

cent  being  obtained.   The    i 

engine    alone    showed    a    ^ 

best  thermal  efficiency  of    s 

10.3  per  cent  on  177.7  lbs.     | 

per    square    inch    initial    f 

pressure  gage,  with  8.9"  F.     = 

superheat,    and    a    back    | 

pressure    of    a  little  less 

than   2  ins.  Hg  absolute, 

for  which    the    Rankine 

cycle  efficiency  is  15.6  per 

cent,  80  that  the  engine 

realized  at  best  66.2  per    ^ 

cent  of  the  Rankine  cycle.     | 

When  operated   together,     | 

however,  the  rise  of  back     | 

pressure    on    the    engine     I 

enabled    it    to    realize   a     * 

larger    per    cent    of   the 

Rankine  cycle,  the  figure 

rising  to  79  per  cent,  while 

the  best  that  was  obtained 

for  the  low-pressure  tur-  .  .  ,„,_,. 

bine  was  about  64  oer  Fio-  170.-Efl«t  of  Superheat  on  Efficiency  ofTranrformmg 
ome   was   aoout   b4    per  ^^^  ^j  gj^^  ■^^^  ^^^, 

cent,   though  not  at  the 

same  load.  Operated  together,  the  overall  performance  was  the  best  on 
record,  the  thermal  efficiency  being  21,8  per  cent,  which  corresponds  to 
about  78  per  cent  of  the  Rankine  possibilities,  a  remarkable  performance 
probably  not  exceeded  in  service  by  any  single  unit  of  whatever  type. 
At  this  time  the  initial  pressure  was  199.1  lbs.  per  square  inch  absolute  for  the 
engine,  and  10.35  lbs.  per  square  inch  absolute  for  the  turbine  with  a  final 
back  pressure  of  .46  lb.  per  square  inch  absolute,  the  initial  steam  being 
about  1  per  cent  wet. 

Experiments  by  Carpenter  and  Sawdon  on  a  Shuman  24X24  ins.  simple 
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engine  with  low  pressures  varying  from  8  to  16  pounds  absolute  indicate  that 
the  efficiency  ratio  is  essentially  constant  at  about  50  per  cent,  which  is  con- 
siderably lower  than  is  easily  obtainable  in  low-pressure  turbines. 

Superheat  is  another  important  factor  in  steam-engine  efficiency,  as  exam- 
ination of  the  T41  diagram  will  prove.  In  Fig.  170  is  shown  a  series  of 
Rankine  cycles  for  190  Ibe.  per  square  inch  absolute  initial,  and  2  ins.  Hg 
absolute  back  pressure,  for  every  50°  of  superheat  up  to  250°,  The  curve 
(1)  shows  the  efficiency  of  the  whole  cycle  ABCNA  to  ABCHIEiA,  and  indicates 
a  slow  and  regular  improvement  with  increase  of  superheat  from  29i  per  cent 
efficiency  for  zero  superheat  to  31  per  cent  efficiency  for  270°  superheat.  The 
other  curve  (2)  gives  the  efficiency  of  the  superheat  part  of  the  cycle  alone  as 
represented  by  the  areas  CDMNC  to  CHINC,  and  this  also  increases  with  the 
amount  of  superheat  and  faster  than  the  whole  Rankine  cycle  of  which  it  is  a 
part.  According  to  this,  a  gain  in  thermal  efficiency  with  increase  of  super- 
heat is  to  be  expected  very  nearly  proportional  to  the  superheat  as  line  (1) 
is  nearly  straight,  but  as  m^ntenance  costs  increase  rapidly  beyond  a  moderate 
superheat  practice  has  fixed  on  values  about  100°,  occasionally  going  as  high  as 
200°,  as  the  economic  limit. 

Piston  engines  as  exemplified  in  locomotive  tests  showed  an  improve- 
ment in  efficiency  by  superheatii^,  depending  on  the  boiler  pressure,  of 
2  per  cent  for  120  lbs.  gage  pres- 
sure, 2.3  per  cent  for  180  lbs.  gage, 
and  only  1.'3  per  cent  for  240  lbs. 
as  would  be  expected,  though 
I  another    factor    of  variability  of 

'  amount  of  superheat  is  introduced 

I  by  the  peculiarities   of  the  loco- 

S  motive  structure.     All  gains  are 

I  based   on  the  performance  with 

saturated  steam  as  a  standard  of 
comparison.  The  superheat  varies 
in  these  machines  with  the  boiler 
pressure  and  rate  of  boiler  firing 
j-n.  .  nuT>«».uip«Hi>'<iv        ^^^   jj^   jjjg   tests   ran  over  and 

no.  m.-EBM  of  Su^h«t  on  Looooiotiv.       ^^^    ^^.      .^  ^^  ^^^  ^^ 

given  in  Fig.  171,  compared  with 
the  Rankine  cycle.  This  comparison  shows  a  greater  gidn  by  superheat  than 
corresponds  to  the  Rankine  cycle  expectations  as  the  efficiency  factors  with 
superheat  are  much  higher;  it  is  also  shown  by  the  greater  distance  between 
the  actual  and  the  Rankine  curves  for  saturated  and  superheated  conditions. 
This  result  is  most  interestii^,  usually  explained  on  the  theory  of  lessened 
leakage  with  superheated  steam,  and  less  wall  heat  absorption  due  to  the 
insulating  action  of  a  layer  of  gaseous  steam  which  is  always  more  effective 
than  a  film  of  water,  as  already  shown. 

Somewhat  better  data  are  avwlable  for  showii^  the  improvement  in 
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efficiency  due  to  superheat  with  turbines,  as  tests  are  available  at  constant 
pressures  with  superheat  as  the  only  variable.  Hodgkinson's  results  for  a 
1250  K.W.  Westinghouse  turbine  well  illustrate  this.  With  an  initial  pressure 
of  162  lbs.  per  square  inch  absolute  and  a  back  pressure  of  2  ins.  Hg  absolute 
the  water  rate  per  I.H.P.  hour  on  an  assumed  mechanical  efficiency  of  94 
per  cent  was  for  dry  saturated  steam,  12.7  lbs.,  12.4  for  75°  superheat,  and  for 
100°  superheat  12.05  lbs.  These  data  correspond  to  actual  thermal  efficiencies 
of  17.80  per  cent,  17.55  per  cent,  and  17.86  per  cent  and  the  corresponding 
Rankine  cycle  efficiencies  are  28.68  per  cent,  28.90  per  cent,  and  29.01  per  cent, 
so  that  the  cyclic  efficiency  ratios  are  0.6206,  0.6073  and  0.6156. 

Tests  on  the  use  of  superheated  steam  in  pumping  engines  has  led  to  the 
estimates  by  Foster  of  a  saving  over  saturated  steam,  depending  on  the 
efficiency  of  the  unit  previously,  as  follows:  6, 10,  20,  40  per  cent,  when  the  duty 
is  150,  100,  50,  and  10  million  foot-pounds  useful  pump  work  per  million  heat 
units  supplied.  These  figures  are  higher  than  those  of  the  Jacobus  tests  of 
a  New  York  pumping  unit  with  and  without  superheated  steam,  which  showed 
a  gain  of  18.5  per  cent  with  207°  superheat  and  80  lbs.  gage  pressure  when 
the  duty  was  about  28  million,  based  on  heat  in  the  steam. 

The  fact  that  changes  in  initial  pressure,  back  pressure  and  superheat 
in  any  one  type  of  engine  will  produce  a  definite  and  regularly  varying  change 
in  efficiency,  has  led  builders  to  adopt  curves  of  correction  for  their  machines. 
Thus  Emmet  states  with  respect  to  vacuum,  that  near  27  ins.  Hg  the  change 
in  efficiency  per  inch  is  6.6  per  cent,  near  28  ins.,  7.8  per  cent;  near  29  ins., 
9.5  per  cent;  and  according  to  Parsons  each  inch  between  23  and  28  ins.  affects 
efficiency  3  per  cent  in  a  100-K.W.,  4  per  cent  in  a  500-K.W.,  and  5  per  cent 
in  a  1500-K.W.  turbine.  If  the  turbine  is  correctly  designed  for  best  economy 
the  gain  per  inch  of  vacuum  will  be  almost  exactly  that  for  the  Rankine  cycle, 
but  if  not  so  designed,  no  prediction  can  be  made.  It  is  fairly  well  agreed  that 
superheat  corrections  are  properly  fixed  for  prevailing  pressures  at  about 
10  per  cent  per  100°  F.  superheat,  up  to  about  100°  F.  superheat  as  a  max- 
immn,  but  it  does  fall  off  in  the  higher  ranges,  being  about  8  per  cent  per  100° 
between  100°  and  150°.  However,  as  superheat  affects  steam  jet  velocity,  just 
as  high  initial  or  low  back  pressure  does,  it  is  clear  that  the  realization  must 
depend  on  design  proportions. 

The  cylinder  jacket  of  piston  engines  is  a  factor  in  steam  engine  efficiency, 
the  analysis  of  which  cannot  be  based  on  the  Rankine  cycle.  It  is  expected 
that  the  jacket  will  impart  heat  to  the  working  steam  during  expansion  by 
condensing  some  live  steam  outside  the  cylinder  wall.  Exact  analysis  ther- 
mally, of  this  sort  of  expansion  is  quite  impossible  because  the  law  of  heat 
gain,  as  expansion  proceeds  in  the  working  steam,  depends  on  laws  of  transfer 
that  are  not  established.  Sometimes  it  is  assumed  that  heat  will  be  received 
at  a  rate  to  keep  the  working  steam  at  constant  quality  and  this  will  serve  to 
show  the  sort  of  effect  that  the  process  of  heat  addition  during  expansion  may 
be  expected  to  produce.  Such  a  case,  for  initially  dry  saturated  st^am  at 
160  lbs.  per  square  inch  absolute  pressure,  expanding  to  2  lbs.  absolute,  com- 
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pared  with  the  coirespoading  Rankinc  cycle  shows  that  the  saturated  expan- 
sion cycle  has  an  efficiency  of  24.11  per  cent,  which  is  less  than  the  26.07  per 
cent  for  adiabatic  expansion,  so  from  purely  thermal  grounds  a  loss  rather 
than  a  gain  is  to  be  expected  from  jackets  on  this  assumption  of  the  cycle. 
However,  tills  does  not  prove  that  in  real  ei^nes  jackets  may  not  l)e  efficiency 
aids,  since  in  the  case  of  superheat  more  gain  may  be  reaUzed  than  expected, 
but  on  the  other  hand  with  pressure  range  increases,  less  was  realized,  so  test 
data  are  necessary  once  more.  A  compound  en^e  9X16X14  ina.  at  265 
R.P.M.  tested  by  Carpenter  at  112  lbs.  per  square  inch  gage,  at  22-in. 
vacuum  showed  a  minimum  steam  consumption  per  I.H.P.  hour  of  18.6 
lbs.  with  both  cylinders  jacketed,  and  19.1  lbs.  without  jackets,  on  initially 

dry  steam,  which  is  a  reduction  of  7^=2,6  per  cent,  but  at  .some  loads 

there  was  an  actual  loss  by  the  use  of  jackets.  This  is  true  for  practically 
all  cases  that  have  been  subject  to  test,  and  the  conclusion  is,  that  a  gwn  of  about 
2  per  cent  may  be  expected  from  jackets  when  the  engine  works  always  at 
the  load  at  which  the  gain  is  realizable,  which  is  possible  for  pumping  engines, 
for  example,  but  when  engines  have  to  do  work  at  variable  loads  the  net  effect 
is  either  a  loss  or  so  small  as  not  to  warrant  the  expense  of  obtaining  it. 

Reheating  the  steam  between  the  high-  and  low-pressure  cylinders  as  a 
means  of  improving  economy,  is  in  much  the  same  class  as  jacketii^  cylinders, 
in  fact  it  is  really  a  process  of 
jacketing  receivers  of  multiple- 
expansion  engines.  What  may  be 
expected  thermodynamically  from 
J  perfect  rcheatii^,   that  is,  up  to 

*  the  initial  temperature,  of  steam 
^  initially  dry  saturated  at  160  lbs. 

I  per  square  inch  absolute  pressure 

expanding  adiabatically  to  2  lbs. 
absolute,  ts  shown  in  F^.  172  for 
I  the  case  of  equal  division  of  work 

1  without  reheating.     The  work  dia- 

*  gram  without  reheat  is  bounded  by 
ABCDA,  the  heat  of  reheat  which 
first  dries  and  then  superheats  the 
steam  is  given  by  the  area  EFJGIB, 

°  **  Entropy      "  *°   *     ^^^    viork   dcrivcd  from   the   heat 

Fia  172.^t*^  Cycle  with    Perfect  Receiver    «^   '^''*«^^    ^^    FJGHDF    and    the 

Itebcating  ia  Compound  Engine  Repreeented    complete  work  diagram  with  reheat 

by  Two  Rankine  Cycles.  is    ABCFJGHA.       Evaluation     of 

these    areas    shows    the    thermal 

efficiency    without    reheat   to    be    26.07    per    cent,    with  reheat  25.03  per 

cent,  which  is  a  slight  loss.    Independent  laboratory  tests  made  some  years 

ago  on  a  triple  expanmon  Corliss  engine  of  2U0  H.P.  and  on  a  compound 
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Corliss  of  150  H.P.  respectively,  with  and  without  reheat  in  the  receivers, 
showed  a  net  gain  of  about  1.5  per  cent  by  reheating  at  certain  loads,  and  a 
loss  or  no  measurable  diflference  at  other  loads,  which  agrees  with  practical 
experience  in  the  use  of  reheating  receivers.  These  receivers  are  always 
troublesome  to  keep  tight  and  well  drained,  therefore  the  tendency  is  to  use 
simple  well-lagged  receivers  and  apply  heat  in  the  form  of  superheat  initisdly, 
which  does  yield  a  gain  in  efficiency  at  all  times. 

One  interesting  test  on  a  large  Mcintosh  &  Se3rmour  engine,  29X60X56  ins. 
in  the  power  station  of  the  Boston  Edison  Co.,  by  Cooke,  shows  the  com- 
bined effect  of  both  reheat  and  jackets,  data  being  available  with  heaters 
both  in  and  out  of  service.  At  full  load,  with  an  initial  pressure  of  160 
lbs.  gage  and  95°  of  superheat,  26-in.  vacuum,  the  indicated  water  rate  was, 
for  two  runs,  10.85  and  11.18,  or  11.01  lbs.  mean,  with  both  jackets  and 
reheaters  in  use,  and  without  them  11.55  lbs.    Therefore,  the  gain  by  the  use 

.54 

of  both  was    '  ^^=4.7  per  cent  at  full  load.    At  half  load  the  water  rates  were 

11.55 

.28 
10.33  with  reheaters  and  jackets,  and  10.61  without  them,  or  a  gain  of  =2.64 

per  cent. 

In  nearly  all  cases  it  has  been  found  that  expected  gains  in  efficiency  due 
to  increases  of  initial,  decrease  of  back  pressure,  increase  of  superheat,  use  of 
jackets  and  receiver  reheating,  do  not  agree  with  that  realized  and  the  reason 
must  be  sought  in  interferences  due  to  leakage  and  heat  exchanges  between 
walls  and  working  steam.  Analysis  of  these  influences  has  failed  to  give 
results  worthy  of  reproduction,  so  these  factors  must  as  yet  be  classed  with 
the  unknown  so  far  as  any  prediction  is  possible,  just  as  in  the  case  of  wall 
heat  exchange  and  leakages  in  the  cylinders  of  ^as  engines.  One  of  the  most 
interesting  methods  of  attack  yet  offered  is  that  recently  used  b^?  Clayton, 
as  it  deals  directly  with  the  detection  of  missing  water  and  leakage,  and 
their  separate  evaluation,  though  it  has  not  yet  been  applied  to  enough  cases 
to  warrant  any  general  conclusions  on  these  troublesome  quantities.  By 
making  very  careful  tests  of  piston  engines  for  the  determination  of  steam 
consumption  and  studying  the  correct  indicator  cards  when  the  clearance 
was  accurately  known,  Clayton  secured  data  for  plotting  the  pressure  vol- 
ume expansion  line  using  for  the  purpose  logarithmic  cross-section  paper 
on  which  any  equation  of  the  form  of  PF*= Constant,  becomes  a  straight 
line  if  s  is  constant.  As  might  be  expected  from  the  purely  thermal  investi- 
gation of  the  values  of  s  for  steam,  it  was  found  to  be  substantially  constant 
over  the  length  of  one  expansion  line  if  not  too  long,  but  a  variable  with 
respect  to  the  initial  wetness  or  quality  of  the  steam  at  cut-off.  Knowing 
the  quality  of  the  steam  supplied  to  the  cylinder,  any  direct  knowledge 
of  the  volume  or  from  it  the  quality  of  the  steam  in  the  cylinder  at  cut-off, 
gives  by  differences  the  initial  condensation  if  leakage  is  absent;  this  difference 
is  itself  the  missing  water  per  charge  of  steam- water  mixture  supplied.  The 
slope  of  the  expansion  lines  gives  the  value  of  s.  Fig.  7,  and  if  s  is  a  function 
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of  initiiil  wetness  only,  it  follows  that  the  slope  of  the  expansion  line  is  a 
measure  of  missing  water.  Preliminary  tests  showed  8  to  vary  from  .70  to  1.34, 
depending  on  engine  type,  size,  speed,  pressures,  and  ratio  of  expansion,  but 
it  always  increased  in  any  one  engine  with  increase  of  cut-off  and  was  always 
above  1.0  and  as  high  as  1.34  for  superheated  steam,  while  for  wet  steam  it 
was  usually  less  than  1.0  and  as  low  as  .7.  For  a  12X24  in.  Corliss  engine, 
no  value  of  8  below  1.00  was  found  for  values  of  cut-oflf  quality  above  80  per 
cent,  and  no  value  above  1.10  for  cut-off  quality  less  than  72  per  cent;  in  the 
region  of  «=^  to  8  =  1.00,  cut-off  quality  ranged  from  50  to  70  per  cent,  the 
several  values  corresponding  equally  to  saturated  steam  with  long  cut-offs 
and  superheated  steam  with  short  cut-offs,  indicating  an  independence  of 
cut-off  quality  with  respect  to  cut-off  and  a  primary  dependence  of  «  on  cut- 
off quality.  The  average  of  all  results  is  given  by  Eq.  (940)  from  which  the 
maximum  departure  was  4.6  per  cent. 

CutH)flf  quality  =  1.258«-. 614 (940) 

Further  tests  showed  these  constants  to  vary  with  the  pressures  and 
speeds,  but  no  general  equation  was  derived  from  which  it  could  be  evaluated. 
The  conclusion  is,  therefore,  that  in  any  one  engine  or  perhaps  in  all  engines 
of  one  type,  such  an  equation  as  the  above  holds  and  can  be  experimentally 
found,  so  that  once  established  a  single  indicator  card  may  serve  to  determme 
the  missing  water  as  well  as  the  indicated  water,  provided  leakage  is  absent  or  its 
quantity  evaluated.  Incidentally,  the  failure  in  reed  engine8  of  the  old  assump^ 
tion  of  logarithmic  expansion  is  well  established  and  renders  the  use  of  the  expo- 
nential  equations  for  horse-power  and  indicated  water  raiCf  more  necessary  than 
they  have  been  regarded  in  the  past. 

Prob«  1.  Steam  is  being  used  in  an  engine  at  100  lbs.  per  square  inch  initial  pressure 
and  20  lbs.  per  square  inch  absolute  back  pressure.  Show  by  PV  and  T^  diagrams  the 
efficiency  gain,  if  initial  pressure  be  doubled  while  back  pressure  is  held  constant,  and 
the  gain  if  the  initial  be  held  constant  and  the  back  pressure  lowered  to  5  lbs.  per 
square  inch  absolute.  The  engine  cylinder  volume  may  be  taken  as  75  per  cent  of  the 
volume  of  1  lb.  of  steam  at  20  lbs. 

Prob.  2.  By  means  of  a  T^  diagram  show  the  increase  in  efficiency  due  to  super- 
heat of  100^,  200^,  300^,  400^,  500^,  in  a  turbine  using  steam  at  an  initial  pressure 
of  150  lbs.  per  square  inch  absolute  and  running  on  a  3  in.  vacuum. 

Prob.  3.  An  engine  is  running  with  an  imjacketed  cylinder  on  an  initial  pressure 
of  125  lbs.  per  square  inch  absolute  and  a  back  pressure  of  5  lbs.  Show  by  the  T^ 
diagram  the  change  in  efficiency  if  there  was  a  jacket  imparting  sufficient  heat  to  cause 
the  expansion  line  to  be  saturated. 

Prob.  4.  The  engine  of  Problem  3  is  run  imder  the  same  conditions  except  that 
there  is  initially  200^  of  superheat.  Without  the  jacket  adiabatic  expansion  occurs 
and  with  it  the  steam  is  constantly  superheated  200^.  What  will  be  the  difference 
in  efficiencies  with  and  without  the  jacket  in  this  case? 

Prob.  5.  A  compound  engine  runs  on  an  initial  pressure  of  185  lbs.  gage  and  a  back 
pressure  of  5  lbs.  absolute.  The  cut-off  is  so  adjusted  as  to  give  a  receiver  pressure  of 
30  lbs.  absolute.    Show  by  7"^  diagram  the  efficiency  with  and  without  complete  reheat 
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for  (a)  no  initial  superheat;  (6)  2D0^  superheat  and  reheat  to  this  temperature;  and  (c) 
200^  superheat  and  reheat  to  saturation  temperature  of  initial  pressiu^. 

Prob.  6.  Find  the  efficiency  for  the  engine  of  the  last  problem,  considering  the  low- 
pressiu^  cylinder  to  be  jacketed  and  low-pressure  expansion  to  follow  the  saturation 
law. 

Prob.  7.  Predict  the  thermal  efficiency,  heat  consumption,  and  water  rate  for  any 
piston  steam  engine  or  turbine  under  any  working  conditions,  at  best  load. 


CHAPTER  XVII 

FLOW  OF  EXPANSIVE  FLUIDS  THROUGH  ORIFICES,  NOZZLES,  DUCTS, 

FLUES,  CHIMNEYS  AND  PIPES 

109.  Flow  of  Hot  Water,  Steanii  and  Gases  through  Orifices  and  Nozzles. 
Velocity,  Weight  per  Second,  Kinetic  Energy,  and  Force  of  Reaction  of  Jets. 
Nozzle  Friction  and  Reheating.  Relative  Proportions  of  Series  Nozzles 
for  Turbines  for  Proper  Division  of  Work  of  Expansion.  Any  expansive 
fluid  such  as  steam,  either  superheated,  dry  saturated,  wet,  or  even  a 
liquid  at  the  boiling-point,  as  well  as  all  the  gases,  should  on  suffering  a 
loss  of  pressure  in  passing  through  a  nozzle  or  orifice  of  any  kind,  expand  adia- 
batically  and  transform  into  work  some  of  its  heat  content — the  amount 
depending  on  the  quality  of  the  fluid.  What  actually  occurs  is  an  approximation 
to  this,  as  close  as  interferences  permit,  and  these  interferences  are  of  the 
friction  and  impact  order.  In  the  nozzle  itself  friction  will  have  the  effect  of 
lowering  velocity  developed  previously,  and  so  converting  kinetic  energy 
back  into  heat,  and  as  this  is  a  continuous  process,  the  net  effect  is  the 
same  as  if  heat  were  added  during  expansion,  the  expansion  line  will  there- 
fore take  a  position  above  as  shown  in  Fig.  173  on  the  entropy  curve  instead 
of  being  vertical,  as  it  would  be  for  an  adiabatic  change.  The  usual  way  of 
defining  this  fine  and  the  energy  change  responsible  for  it  is  to  say  that  x  per 
cent  of  the  energy  developed  by  a  partial  expansion,  assumed  for  a  small  drop 
in  pressure  to  be  adiabatic  is,  after  the  expansion  is  completed,  added  to  the 
fluid  as  heat  at  constant  pressure.  Thus  in  Fig.  173  let  the  initial  condition 
be  represented  by  B,  C,  D,  or  B,  for  the  cases  of  water,  wet,  dry  saturated, 
and  superheated  steam  respectively.  If  expansion  proceeds  adiabatically 
from  D  for  example,  the  work  developed  in  the  form  of  kinetic  energy  is  repre- 
sented by  the  area  BDHA.    Adding  at  constant  pressure  an  amount  of  heat 

equivalent  to  (7;^)x(area  BDHA),  the  final  condition  will  be  as  repY-esented 

by  the  position  of  point  H',  and  a  line  joining  a  series  of  such  points,  is  the 
representation  of  expansion  with  reheat  constantly  going  on.  If  all  the  work 
developed  be  converted  back  into  heat  the  expansion  line  would  follow  the 
law  of  constant  energy,  and  then  the  kinetic  energy  of  the  jet  and  the  velocity 
would  both  be  zero.  Of  course,  this  limiting  case  is  never  reached  in  a  nozzle, 
but  is  reached  when  gases  and  vapors  escape  through  so-called  porous  plugs  or 
diaphragms  or  when  a  jet,  once  formed,  loses  velocity  by  impact;  for  such 
cases  the  final  condition  of  the  fluid  may  be  found  by  these  methods.'  For 
gases  that  are  perfect,  the  final  temperature  would  be  the  same  as  the  initial, 
since  the  internal  energy  is  a  fimction  of  temperature  only,  but  real  gases 
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will  always  suffer  a  small  t€mperature  change  usually  to  be  neglected  in 
engineering  computations.  Any  jet  undei^oii^  friction  reheat  leas  than  100 
per  cent,  and  this  includes  those  through  all  real  nozzles  and  orifices,  will 
have  a  velocity  to  be  calculated  according  to  an  expansion  line  lying  between 


Fia.  173.— Effect  of  Nozile  R«heat  Due  to  Friction  in  Nowle  Expansion  on  Final  Condition 
and  Available  Gain  in  Kinetic  Energy. 

the  adiabaiic  and  the  conslatU  energy  line,  just  where,  depetuis  on  the  amount 
of  reheat. 

After  the  jet  leaves  the  nozzle  with  the  above  velocity  and  corresponding 
kinetic  energy,  it  may  for  a  time  retain  all  of  it,  lose  all  of  it  or  lose  part,  depending 
on  subsequent  friction  and  impact.  In  the  throttling  steam  calorimeter  the 
jet  is  brought  to  rest  by  impact  and  all  kinetic  energy  converted  back  into 
heat,  so  the  final  condition  of  the  steam  will  be  that  corresponding  to  a  heat 
content  equal  to  what  it  had  originally,  but  at  the  lower  pressure,  and  like- 
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wise  the  same  as  if  it  had  escaped  through  a  porous  plug  emerging  with  no 
velocity,  continuously  expanding  along  the  constant  total  heat  line.  Relations 
between  initial  and  final  qualities  can  be  read  off  on  T^  or  MoUier  diagrams 
by  following  constant  total  heat  lines.  About  the  same  thing  happens  when 
steam  or  air  passes  through  reducing  valves — some  velocity  is  developed  and 
subsequently  all,  or  nearly  all  is  lost  by  impact  on  walls  or  on  the  mass  of 
fluid  on  the  low-pressure  side;  experience  shows  that  the  loss  is  practically 
complete  so  that  perfect  gases  will  not  suffer  any  temperature  change  ulti- 
mately, and  steam  or  hot  liquids  will  have  a  final  quality  due  to  equal  total 
heats.  Hot  liquids  thus  will  always  be  partly  converted  into  vapor  as  in 
boiler  blow-offs  and  refrigerating  expansion  valves,  while  steam  may  be  dried 
wholly,  or  in  part,  or  more  superheated  than  it  was  originally. 

In  steam  turbines  the  jet  once  formed  is  brought  to  moving  vanes  and 
there  has  its  direction  of  motion  changed  so  that  it  leaves  the  vanes  with  a 
velocity  with  respect  to  them,  but  ideally  with  no  velocity  with  respect  to  the 
casing  or  nozzle.  When  this  process  is  perfectly  executed  the  whole  kinetic 
energy  of  the  jet  is  imparted  to  the  moving  vane  wheel,  but  actually  there  is 
developed  some  vane  friction  which  acts  as  additional  reheat,  giving  the 
steam  a  new  quality  higher  than  it  had  before  it  reached  the  vane,  which 
is  to  be  measured  by  an  added  amount  of  energy  equivalent  to  the  vane  reheat 
expressed  as  y  per  cent  of  the  energy  of  expansion.  This  is  very  important 
in  those  turbines  that  have  a  series  of  successively  expanding  nozzles,  as 
work  to  be  developed  in  the  second  depends  in  part  on  the  nozzle  and  vane 
reheats  of  the  first.  Such  reheat  is,  therefore,  not  as  mudh  a  loss  in  such 
multi-stage  turbines  as  in  those  of  one  stage,  but  always  constitutes  one  of 
the  main  energy  losses  in  these  machines,  the  other  losses  being  leakage  and 
windage  friction  of  the  rotor  in  the  steam  atmosphere,  which  latter  adds  more 
reheat.    The  whole  reheat  is  commonly  taken  as  40  per  cent,  on  the  average. 

To  calculate  the  velocity  of  a  jet  two  factors  are  necessary:  first,  the  work 
that  would  be  done  by  adiabatic  expansion,  and  second,  the  reheat  factor. 
This  reheat  factor  is  for  turbine  nozzles  about  10  per  cent,  but  is  not  established 
for  other  forms,  like  valve  orifices  The  determination  of  velocity  without 
nozzle  friction  has  already  been  explained;  the  PV  formula  of  Chapter  I  is 
to  be  used  for  gases,  but  for  steam  the  MolUer  diagram  is  the  most  expedi- 
tious, as  both  the  work  done  and  velocity  can  be  read  off  directly.  Determina- 
tions of  final  quality  of  the  fluid  jet  can  also  be  made  for  the  case  of  no  reheat 
from  the  same  diagram  directly,  and  by  a  simple  additional  step  the  quality 
can  be  found  graphically  as  illustrated  in  Fig.  174.  This  is  a  section  of  the 
Mollier  diagram  for  steam,  where  AB  represents  adiabatic  expansion,  during 
or  after  which,  20  per  cent  of  reheat  occurs.  To  find  the  final  quality  lay  off 
BC  =  .2XAB,  so  that  AC  represents  the  effective  work  and  BC  the  heat  of 
reheat.  A  horizontal  through  C  cutting  the  constant-pressure  line  through 
B  locates  D,  the  condition  of  final  quality.  It  is  interesting  to  note  that  if 
this  heat  is  constantly  added,  that  is,  if  the  reheat  is  a  constant  fraction  in  the 
nozzle,  the  quality  at  any  pressure  can  be  found  by  a  similar  construction 
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used  by  Roe,  With  B  as  a  center,  an  arc  CE  is  drawn,  and  a  tangent  to  it 
drawn  through  A.  Similar  tangent  arcs  drawn  from  other  centera  give  the 
means  of  finding  the  quality  at 
the  pressure  indicated  by  that 
center,  by  the  intersection  of  hori- 
zontals tangent  to  the  tops  of  the 
arcs,  with  constant-pressure  lines 
through  the  centers.  The  line  AD 
then  represents  the  variation  of 
condition  of  the  steam  in  the  nozzle. 
If  it  receives  vane  or  other  reheat 
beyond  the  nozzle  the  jet  will 
have  a  sudden  change  in  quality 
at  the  end  of  this  nozzle  condition 
line. 

The  weight  of  flow  of  expansive 
fluids  in  pounds  per  second  per 
square  inch  of  orifice,  has  a  critical 

value   at   a   pven   pressure   ratio,  ^^  ^^ 

which  divides  a  range  of  pressures  Entiopi 

over  which  the  flow  does  not  change  t'lo-  174,— Graphic  Method  of  Locating  Noi^le 
with    pressure    change,     from     the        Steam    Expansion    Line  and    Final  Quality 

^    .  ,        7^  '  _     „  with  Given  Per  Cent  Friction  Reheat, 

other  region  where  it  does.     In  the 

first  Chapter  it  was  shown  by  PV  analysb  that  this  critical  pressure  was  a 
function  of  the  exponent  -j  given  l^  Eq,  (26)  or  by  Eq.  (941). 

At  the  critical  pointY^^SilPSSSSS.).  (2   N^ (94I) 

\Imtial  pressure/     \Y+1/ 

This  is  easily  fixed  for  gases  not  undergoing  wide  temperature  changes  because 
for  them  y  is  constant,  but  for  vapwrs  the  variability  of  f  makes  it  more 
difficult.  However,  for  the  conditions  in  turbine  nozzles  the  ratio  is  usually 
taken  at  the  round  number  of  .58,  though  it  depends  on  the  quality,  the  pres- 
sures and  temperatures  of  the  steam.  Careful  investigation  of  this  critical 
phenomenon  seems  to  indicate  that  at  some  point  in  every  orifice  the  pres- 
sure falls  to  this  critical  value  of  itself,  and  that  the  weight  of  flow  is  fixed  by 
the  pressure  at  that  point  regardless  of  how  much  lower  the  pressure  may 
fall.  Furthermore,  it  appears  that  at  this  critical  point  of  the  orifice  or 
throat,  each  fluid  acquires  a  fixed  velocity  peculiar  to  itself,  about  the  same, 
according  to  Emden,  as  the  velocity  of  sound  in  the  medium,  and  for  steam 
this  is  between  1400  and  1500  ft.  per  second  for  such  conditions  as  exist 
in  turbine  nozzles.  Beyond  this  critical  point,  further  expansion  may  take 
place,  increasing  the  velocity  above  the  critical  value  but  not  the  weight, 
provided  the  orijice  or  nozzle  is  so  shaped  as  to  keep  the  fiow  axial  and  prevent 
sidewise  dissip(Uion,  in  which  case  the  nozzle  is  on  expanding  nozde. 

Weight  of  flow  for  steam  and  for  air,  have  been  calculated  from  Eq.  (25), 
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(942) 


using  7=1.4  for  air,  and  by  the  MoUier  diagram  for  steam.  These  are  given 
in  graphical  form,  charts  66  and  67  in  the  book  of  tables,  to  which  are  added 
some  curves  of  experimental  flow  laws  stated  sjrmbolically  below: 

60p'°^  (Grashof)  (a) 

61.43p  (Napier)  (6) 

49.6p  (Harter)  (c) 

3.6p  (16.3-96  log  p)  (Rateau)(d) 

60p-^^  [1+.00065X (degrees 

superheat)]  (Moyer)     (a) 

49.6p  to  45.0p  for  superheat 
0°  to  185°  F.  at  160  lbs.  sq. 
in.  (Harter) 


Lbs.  dry  saturated  steam 
per  sq.in.  area  per  hour 


Lbs.  superheated  steam  per 
sq.in.  area  per  hr. 


'  Lbs.  air  per ' 
sq.in.  area 
per  hour 


^       ^  1  (Fliegener) 

1900-^==-  for  more  than  2  atm.  to  atm. 
vTi  (Fliegener) 


(ft) 


(a) 


(fc) 


(943) 


(944) 


The  superheated  steam  Napier  coefficients  and  corresponding  experimental 
steam  weights  are  also  given  in  the  Handbook  of  Tables,  Chart  No.  68,  repro- 
duced from  Harter's  report. 

For  steam,  the  best  and  most  used  relation  is  that  of  Grashof ,  which  for 
wet  steam,  such  as  always  found  entering  low-pressure  turbines,  becomes 

60  p»7 


(Lbs.  wet  steam  per  square  inch  area  per  hr.)  = 


(945) 


Vdryness  fraction 

By  means  of  these  equations  the  size  of  nozzle  throat  or  narrowest  point 
actually  or,  in  effect,  to  pass  a  given  weight  of  steam  or  air  can  be  calculated, 
or  inversely,  the  weight  that  will  pass  a  given  area.  The  form  of  the  nozzle, 
however,  affects  the  result  by  making  the  actual  minimum  area  differ  from  that 
which  is  effective,  because  of  stream  contraction.  The  effective  area  may  be 
only  60  per  cent  of  the  actual  throat  area  if  sharp  comers  exist.  The  product  of 
weight  per  hour  and  foot-pounds  per  pound  of  steam  gives  the  kinetic  energy  of 
the  jet  in  foot-pounds  per  hour,  which  has,  of  course,  a  horse-power  equivalent. 
This  jet  horse-power  will  not  be  realized,  however,  unless  the  nozzle  beyond 
the  throat  has  a  proper  shape  and  a  prop)er  ratio  of  maximum  terminal  nozzle 
area,  to  that  of  the  throat,  to  enable  the  full  expansion  work  to  be  realized 
beyond  the  nozzle  throat.  The  ratio  of  the  largest  area  of  the  nozzle — that  at 
the  mouth,  to  the  least — that  at  the  throat,  is  the  expansion  ratio  of  the 
nozzle  for  which  two  usable  values  not  in  accord,  are  given  by  Eq.  (946); 

(Zeuner) 


/Mouth  area\ 
\  of  nozzle    / 
/Throat  area 
\  of  nozzle 


) 


(~) "'" "^  I  ^**^°  —<^^     (Moyer) 


(a) 


.172 


.175 


(— )  **+.7l  when£i>25  (Moyer) 


(c) 


(946) 
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where  pi  and  p2  are  the  initial  and  final  working  pressures  for  the  nozzle. 
Between  throat  and  mouth  various  curves  and  angles  are  used,  with,  how- 
ever, not  so  much  difference  in  results  as  might  be  expected;  about  the  com- 
monest practice  is  to  use  an  angle  of  20°  and  a  straight-line  element.  Too 
sudden  an  expansion  due  to  too  wide  an  angle  wiU  cause  the  steam  to  rebound 
from  side  to  side  and  set  up  waves  that  result  in  increased  frictional  reheat. 
Too  long  a  nozzle  also  brings  about  increased  friction;  too  large  a  mouth 
results  in  overexpansion,  with  subsequent  compression  and  more  waves,  and 
too  small  a  mouth,  incomplete  expansion. 

The  reaction  force  on  the  nozzle  due  to  the  exit  of  the  jet  is 

(Reaction  in  lbs.) =^x-^  [(lbs.  steam  per  sec.)  X  (jet  velocity  ft.  per  sec.)]    (947) 

A  series  of  steam  turbine  nozzles  of  different  forms  were  tested  for  efficiency 
of  conversion  of  heat  into  kinetic  energy  by  means  of  measured  weights  and 
reaction  forces,  by  Selby  and  Kemble,  and  the  best  results  were  obtained  with 
a  straight  taper  of  14°  31',  and  roimded  entrance.  With  initial  absolute 
pressures  of  100  to  145  lbs.  per  sq.  in.,  back  pressures  from  1.12  to  1.63  lbs. 
per  sq.  in.  absolute,  the  flow  varied  from  389  to  558  lbs.  per  hour  and  the 
ratios  of  the  work  equivalent  to  the  kinetic  energy  computed  from  flow  weights 
and  reactions,  to  the  Rankine  cycle  were,  98.3,  97.9,  97.5,  and  97.1  per  cent 
respectively,  showing  how  nearly  perfect  such  nozzles  may  be  made. 

When  several  nozzles  are  in  series  and  the  same  steam  weights  pass  through 
all,  their  absolute  and  relative  sizes  can  be  fixed  by  the  previous  relations 
if  the  pressures  in  the  intermediate  chambers  be  fixed,  because  each  may  be 
treated  independently  of  the  other  except  for  initial  quality  of  approach 
to  each,  which  must  be  determined.  Thus,  assume  expansion  to  take 
place  in  four  pressure  stages  or  four  nozzles  or  sets  of  nozzles,  each  with 
X  per  cent  uniform  frictional  reheat,  and  with  y  per  cent  vane  reheat  between 
nozzles,  then  will  the  whole  expansion  process  be  according  to  the  line 
ABCDEFGHI  of  Fig.  175  to  both  T^  and  H^  coordinates  for  equal  division 
of  pressures  from  200  lbs.  to  1  lb.  per  square  inch  absolute,  and  with  originally 
dry  saturated  steam.  This  line  is  determined  by  drawing  the  four  constant 
pressure  zones,  each  50  lbs.  per  square  inch,  across  the  two  diagrams,  dropping 
a  vertical  AM  on  the  H^  chart,  giving  the  Rankine  cycle  work  for  the  first 

stage  pressure  range,  laying  off  B'M^  (ttj;)  XAM,  the  nozzle  reheat  loss,  and 

WW'=\ — )  XAM,  the  vane  reheat  loss,  referred  to  the  same  Rankine  cycle 
MOO/ 

basis,  so  that  point  B  locates  the  condition  of  the  steam  at  exit  from  first 

nozzle,  and  C  its  condition  at  the  entrance  to  the  next.    The  work  of  the  first 

stage  is,     1  — ( JX  (Rankine  cycle  work)     for  the  two  pressures,  and  the 

first-stage  efficiency  is,     1— [  .^  )   -     A  similar  construction  applies  to  the 
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other  stages,  and  where  graphically  carried  out  will  show  unequal  work  and 
stage  efficiencies  even  with  equal  per  cents  of  reheat,  when  the  stages  are 
equally  divided  as  to  pressure  range.  It  is  more  usual  to  divide  the  work 
per  etage  equally;  if  the  sta^  efficiencies  were  100  per  cent  this  could  be 
easily  carried  out  by  dividing  the  vertical  AN  representing  the  whole  expan- 
sion work  on  the  H^  diagram  into  four  equal  parts,  through  each  of  which 
the  constant  pressure  lines  could  be  drawn.  With  any  nozzle  and  vane 
reheat  losses,  however,  this  will  not  give  equal  stage  work,  but  is  a  good 
starting  point  for  a  graphical  trial  and  error  method  of  finding  the  pressure 


Fio.  175. — Multi-«tttge  Series  NoezIc  Expansion  of  Steam,  with  Noizle  Reheat,  z=20  Per 
Ceat,  and  Vane  Reheat,  ir—20  Per  Cent.  Stages  Equally  Divided  as  to  Preeeure  Range. 
Work  of  StsgM  Unequ^. 

division  that  will  give  it,  after  which  the  nozzle  sizes  can  be  found  to  maintain 
that  pressure  relation. 

Prob.  1.  Steam  at  100  Ibe.  per  square  inch  absolute  contdning  5  per  cent  moisture 
eitpands  in  a  nozzle  to  10  lbs.  per  square  inch  absolute  with  20  per  cent  nozzle  reheat. 
What  is  the  final  quality,  velocity,  and  horse-power  per  square  inch  of  nozzle  and  what 
fraction  ia  each  of  that  which  would  result  without  nozzle  friction? 

Prob.  2.  How  would  the  results  of  the  previous  problem  differ  by  changing  final 
pressure  to  1  lb.,  initial  pressure  to  150  and  200  lbs.,  and  initial  quality  to  50  per  cent, 
100  per  cent  or  100°  superheat,  in  any  combinations? 

Prob.  3.  Air  at  150  lbs.  per  square  inch  absolute  and  1000°  F.  expands  into  a  standard 
atmosphere,  where  its  temperature  in  the  jet  is  400°  F.  If  the  reheating  had  been  uni- 
form, plot  the  T4  expansion  curve,  find  s  and  the  reheat  factor. 

Prob.  1.  What  would  be  the  nozzle  reaction  per  square  inch  of  orifice  for  Problems 
1  and  3  and  what  dimensions  should  expanding  nozzles  have? 

Prob.  6.  Water  from  a  boiler  with  150-Ib.  gage  pressure  is  blown  off.  What  per 
cent  will  evaporate?  How  much  will  the  evaporation  change  with  initial  pressure?  Plot 
a  curve. 

Prob.  6.  Air  flows  from  a  tank  where  the  pressure  is  150  lbs.  per  square  inch  absolute, 
to  a  standard  atmosphere  through  a  |-in.  diameter  throat  nozzle.    How  many  cutuc 
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feet  of  free  air  must  be  supplied  per  hour  to  maintain  the  tank  pressure  and  what  com- 
pressor horse-power  will  be  required  if  two  stage? 

Prob.  7.  A  steam  turbine  .has  four  f-in.  diamet'^r  nozzles  in  parallel,  the  back 
pressure  is  2  lbs.  per  square  inch  absolute.  How  much  steam  per  hour  and  what  jet 
velocities  result  for,  (a)  150  lbs.  per  sqiiare  inch  absolute  and  100^  superheat  initially,  (6) 
same  pressure  and  dry  saturated  steam,  (c)  100  lbs.  per  square  inch  absolute  and  dry  satu- 
rated steam,  {d)  same  pressure  as  in  (c)  and  75  per  cent  quality.    Use  Mollier  diagram. 

Prob,  8.  Compare  results  of  Problem  7  with  those  computed  by  the  formulas  of 
Grashof,  Napier,  Rateau,  Harter,  Moyer. 

Prob.  9.  For  same  initial  pressiire  and  temperature  and  same  final  pressures  com- 
pare the  preceding  results  on  steam  flow  with  air  flow,  using  rational  formula  and 
Fliegener's  empiric  form. 

Prob.  10.  If  four  nozzles  of  a  steam  turbine  are  in  series,  and  the  first  }-in.  diameter 
is  supplied  with  dry  satiu*ated  steam  at  180  lbs.  per  square  inch  absolute,  what  must 
be  the  sizes  of  the  other  three 

(o)  to  equally  divide  the  pressure  range  with  no  nozzle  and  no  vane  reheat 

(6)  ''  *'  **  "  ''  20%  vane  reheat 

(c)  "  "  "  '*  20%  nozzle  and  no     vane  reheat 


20% 

no 

20% 

no 

20% 


(d)  "  "  "  "  20% 

(e)  to  equally  divide  the  temperature  range  with  no 

(f)  ''  *'  '*  "  no 
{g)             "              ''             '*             "  20% 
(A)             *'              ''             ''             ''  20% 
The  back  pressure  is  2  lbs.  per  square  inch  absolute. 

110.  Flow  of  Expansive  Fluids  under  Small  Pressure  Drops  through  Orifices, 
Valves,  and  Venturi  Tubes.  Relation  between  Loss  of  Pressure  and  Flow. 
Velocity  Heads  and  Quantity  of  Flow  by  Pitot  Tubes.  When  gases  and  vapors 
flow  with  a  small  diflference  between  initial  and  final  pressures,  the  flow  charac- 
teristics have  a  special  engineering  importance  great  enough  to  warrant  more 
precise  determinations  of  equations  and  constants  than  those  which  apply  to 
flow  in  general  or  with  large  pressure  drop.  The  loss  of  pressure  through  the 
valves  of  air  compressors,  steam  and  air  engines  and  gas  engines,  and  its 
relation  to  velocity  and  weight  of  flow  per  square  inch  of  opening,  are 
examples  of  one  class  of  application.  Others  of  a  similar  nature  include  the 
flow  of  gas  through  burner  nozzles,  air  from  ventilating  duct  openings  and 
through  fan  passages;  also  various  meter  orifices  including  the  Venturi  and 
Pitot  tubes  involve  in  their  use,  similar  relations. 

As  a  starting-point  for  the  analysis  of  all  these  cases,  the  flow  through 
an  orifice,  assumed  to  be  adiabatic,  must  be  adopted.  Accordingly,  calling 
Pi  the  initial  and  P2  the  final  pressure  in  pounds  per  square  foot,  Eq.  (25),  of 
Chapter  I,  gives  the  flow  when  the  difference  is  not  too  great. 

r  1       2±r 

(Lbs.  per  sec.  per  sq.ft.)  =  J= V2g  ^  yj[(^) ""-- (^')  '].  .     .     .     (948) 

Applying  this  to  air  passing  through  a  round  orifice  of  d  ins.  diameter,  this  be- 
comes for  air  at  60°  F. 
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fLbs.   air  per  sec.   through]  _  r^.o^jPil    1  1    1  (qaq) 

\   circleofdins.dia.at60°F.J~-"*^*^\7iLfti.'*"    R/'"'\       '    "    '     ^      ' 

RTi 
Substituting  Vi=— 5— ,  and  noting  that  p  =pr.  lbs.  per  sq.  in.  this  becomes 

"1 


(950) 


(Lbs.  air  per  sec.   through!      _Q^-pp/_J_ J^   .     ' 

1    circle  of  d  ins.  dia.  at  60°  F.J     •"**^*»  ^' Vfl/ «»    ^^i.m  W 

With  orifice  friction  and  poor  orifice  fonns  the  actual  area  may  not  be 
efifective,  so  there  must  be  introduced  coefficients  representing  these  influences 
as  experimentally  established.  It  is  found,  however,  that  the  actual  flow 
values  agree  fairly  well  with  a  simpler  and  more  practical  formula  for  very 
small  pressure  drops.  Such  a  formula  can  be  developed  on  the  theory  that  when 
the  drop  in  pressure  is  small  the  work  derived  by  expansion  may  be  neglected, 
and  the  fluid  may  be  considered  as  non-expansive,  and  of  a  density  correspond- 
ing to  the  mean  pressure  on  the  two  sides  and  to  the  original  temperature, 
supposed  to  remain  constant.    For  this  case 

Let  ftir=the  difference  in  pressure  in  inches  of  water; 
Ha  =  the  head  in  feet  of  air  corresponding  to  hw; 

P=mean  pressure,  lbs.  sq.ft.  =  — ^-5 — ^] 

T 
FA  =  cu.ft.  per  lb.  air  =  53.34^; 

il= sq.ft.  area  of  orifice; 
tt= velocity  in  feet  per  second; 
tc;= pounds  air  per  second. 
Then  since  5.2  pounds  per  square  foot  is  equal  to  one  inch  of  water  column, 

Ha  =  Va{P2-Pi)  =  5.27AfciF,    and    ^^  =  w,  so  that 

Pounds  air  per  sec.  1 
per  sq 


I  air  per  sec.  I  _w _  u  _y/2gHA  ,  ^     _y/2gXb.2hwV a   ,,v 
.ft.  of  orifice  J     A'Va  Va   ^^^'   -  Va  ^^ 

=V 53.34r      ^'^'    -^'50&yjh^        id) 


.  (951) 


For  a  round  orifice  of  d  ins.  diameter  this  becomes 


I  Lbs.  air  per  sec. 
through  circle 
of  d  ins.  diam.^ 


.7854(P 
144 


X2.506^hwf    (a);    =.01366(P.^^fe,^(6).      (962) 


If  the  discharge  is  from  a  low-pressure  chamber  into  a  standard  atmosphere, 
this  becomes  very  nearly 

Lbs.  air  per  sec.  to  atmos.  through 
circle  of  d  ins.  diam. 

The  b(^t  determinations  of  the  constants  for  either  the  approximate  formula, 
Eq.  (952),  or  the  exact  one,  Eq.  (950),  are  those  made  by  Durley,  whose  exper- 


=  .6283d2j^. (953) 
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imental  coefficients  for  various  orifices  are  given  in  Table  XXXIX.  His  results 
show  that  the  coefficient  for  small  orifices  increases  with  the  head  but  more 
and  more  slowly  and  is  constant  for  a  2-in.  diameter  orifice,  after  which  it 
decreases.  Increase  of  diameter  involves  small  coefficients,  but  it  was  shown 
that  temperature  had  no  effect  between  40°  F.  and  100°  F.;  this  is  probably 
so  for  even  wider  ranges.  The  orifice  must  be  not  more  than  j^  the  area  of  the 
approach  chamber  for  these  coefficients  to  apply.  They  are  all  for  a  plate  .057 
in.  thick  and  for  sharp  edges;  changing  the  thickness  or  roimding  the  edges  will 

Table  XXXIX 

COEFFICIENT  OF  DISCHARGE  C  FOR  AIR  UNDER  VARIOUS  WATER 
HEADS  AND  DIAMETERS.  OF  ORIFICE   (Dtjrlby) 


Diameter  of 

l-inch  Water. 

2-inch  Water. 

3-inoh  Water. 

4-inch  Water. 

5-inoli  Water. 

Orifice.     Inches. 

ft 

.603 

.606 

.610 

.613 

.616 

i 

.602 

.606 

.608 

.610 

.613 

1 

.601 

.603 

.606 

.606 

.607 

ij 

.601 

.601 

.602 

.^03 

.603 

2 

,600 

.600 

.600 

.^600 

.600 

2i 

.699 

.699 

.699 

.698 

.698 

3 

.599 

.698 

.697 

.696 

.696 

3J 

.699 

.697 

.696 

.695 

.694 

4 

.698 

,697 

.696 

.694 

.693 

4J 

• 

.698 

.696 

.696 

.693 

.692 

Weight  of  air  discharged  per  second  =  .6283Cd*^  1  —  lbs.     (Barometer  at  30  inches.) 


change  the  coefficient.  Moss  reports  some  tests  with  rounded  approach 
orifices  in  which  the  coefficient  was  as  high  as  C= 0.942. 

When  the  thickness  of  the  plate  is  great  in  proportion  to  the  diameter  of 
the  orifice,  the  latter  becomes  a  short  tube  for  which  differences  enter.  It 
appears  that  the  old  results  of  Weisbach  on  air  for  both  small  orifices  and 
short  tubes  are  fairly  good  and  these  are  reproduced  in  the  Tables. 

His  general  conclusions  on  the  coefficients  for  these  small  orifices  give  them 
values  between  .97  and  .99  for  orifices  with  rounded  entrance,  .56  to  .79  for 
sharp  edge  in  thin  plates,  .81  to  .84  for  short  straight  tubes,  .92  to  .93  for 
short  tubes  with  rounded  entrance  and  .90  to  .99  for  converging  orifices. 

When  the  fluid  is  not  air,  the  flow  is  to  be  determined  by  the  general  law 
of  proportionality  as  a  function  of  density.  The  velocities  due  to  pressure 
drop  for  different  gases  and  vapors  in  these  cases  are  to  each  other  inversely 
as  the  square  root  of  the  density;   thus,  for  any  gas  of  specific  volume,  Va,  or 


density,  =-,  its  velocity  is  given  in  terms  of  that  of  air  by, 

Vq 


Uo  =  Ua 


(954) 
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wV 
Putting  this  in  terms  of  weights  by  the  relation,-^- =u, 


'a    \Vo  I 


^^y>A^J^=^WA\Kr (955) 


so  that  flow  weights  are  to  each  other  directly  as  the  square  roots  of  the  densities. 

One  very  common  and  important  case  of  orifice  flow  with  small  pressure 
drop  is  that  through  the  valves  of  gas  engines  and  compressors,  valves 
of  the  poppet  type  with  both  flat  and  conical  seats,  the  flow  being  in  both 
directions,  that  is,  toward  the  cylinder  and  from  it,  while  the  valve  always 
seats  away  from  the  cylinder  in  the  direction  of  the  action  of  the  superior 
pressure.  Experimental  determinations  of  the  coefficients  for  such  flows 
were  made  in  the  laboratories  of  Columbia  University  on  both  mechanically 
op)erated  and  spring-closed  valves,  all,  however,  of  small  size.  One  valve 
had  a  flat  seat  1.58  in.  diameter,  and  the  other  two,  conical  45°  seats  1.5 
and  2.0  ins.  diameter  respectively.  These  were  supplied  with  measured  air 
flowing  in  either  direction  first  with  the  valves  fixed  at  known  lifts,  and  later 
rising  and  falling  with  the  piston  known  amounts  and  at  measured  rates. 
From  the  data  obtained  the  relation  between  flow  and  pressure  drop  up  to 
30  ins.  of  water  was  obtained  and  compared  with  the  flow-pressure  drop  rela- 
tion for  no  losses  for  which,  u  =  y/2gHA-  The  ratio  of  the  measured  velocity 
or  volume  to  that  computed  for  no  loss,  as  above,  gave  the  coefficient  of 
eiflux  for  the  given  pressure  drop.  The  corresponding  coefficients  are  not 
easily  obtained  for  intermittent  flow,  the  more  direct  method  being  to  compare 
momentary  velocities  actual  and  computed,  at  each  point  of  the  rise  and  fall 
of  the  valve  for  the  measured  pressure  drop,  and  plot  a  curve  of  pressure 
drop  to  velocity,  as  shown  in  Fig.  176  (a).  To  give  a  direct  comparison 
between  the  steady  and  the  intermittent  flow,  the  corresponding  curves  for 
steady  flow  are  plotted  in  Fig.  176  (6).  It  is  impossible  to  give  any  single 
generalization  of  these  results,  as  the  coefficients  varied  from  0.2  to  1.0, 
dep)ending  on  type  of  valve,  its  Uft  and  the  rate  or  flow  as  well  as  direction 
of  flow,  and  the  only  thing  that  appears  to  be  sure  is,  that  such  flow  is  very 
complex  indeed,  and  may  involve  very  serious  losses,  but  on  the  other  hand 
may  be  very  highly  efficient. 

Venturi  tubes  are  usually  made  by  a  converging  pipe  of  straight  cone  form 
and  small  angle,  ending  in  a  short  small  diameter  cylinder,  which  discharges 
into  a  diverging  cone  of  smaller  angle,  ending  in  the  original  diameter;  while 
designed  originally  for  measuring  the  flow  of  water  they  have  been  found  of 
great  practical  value  in  measuring  gases.  The  larger  sizes  are  especially  use- 
ful, since  gas  meters  of  the  volumetric  displacement  type  of  equal  capacity,  are 
prohibitively  costly.  In  such  a  tube  the  same  weight  of  fluid  is  passing  each 
point,  and  neglecting  frictional  losses  and  static  head  differences  which  apply 
to  tubes  set  vertically,  but  not  to  horizontal  ones,  the  sum  of  the  velocity  head 
and  pressure  head  is  constant.  Therefore  calling  Pi  and  P2  the  upstream  and 
throat  pressures  lbs.  per  square  foot;  and  Ai  and  A2  the  corresponding  areas  in 
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Ui' 


square  feet,  the  equation  of  condition  is,    Pi+-^=P2~\ 


U2 


2 


2g 


2g 


.     (956) 


If  the  fluid  be  of  constant 
density  as  it  passes  from 
the  large  area  to  the  small 
one,  the  velocities  must 
vary  inversely  as  areas, 
sipee   equal   volumes  pass 

each  point  in  this  case,  — 

A2 

=  -r-  Therefore  the  throat 

velocity  W2  will  be  given 
by  Eq.  (957),  for  constant 
density 
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W2  =  — 


V^l2_^22 


V2j7(Pi-P2) 

(957) 


Oas  Velocity -Feet  per  Hln. 

Fig.  176  (a). — Intermittent  Flow  through  Poppet  Valves. 


When  gases  and  vapors 
undergo  very  small  pres- 
sure drops  Eq.  (957)  may 
be  applied  to  their  flow 
in  Venturi  tubes,  but  when 
the  difference  between  up- 
stream and  throat  pres- 
sures is  so  small  as  to 
warrant  the  use  of  this 
relation,  it  is  too  small 
for  the  accurate  readings 
needed  to  determine  the 
quantity  flowing.  There- 
fore, for  such  cases  it  is 
necessary  to  return  to  the 
fundamental  equation  for 
expansive  fluids,  equating 
the  increase  in  kinetic 
energy  to  the  work  of 
the  cycle  as  for  turbine 
nozzles: 


u^—u^ 
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Fig.  176  (6).— Steady  Flow  through  Poppet  Valvee.    Rela- 
tion between  Pressure  Drop  and  Velocity. 
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In  Eq.  (958),  8i  is  the  density  of  the  fluid  on  the  high  pressure  or  upstream 
side  in  pounds  per  cubic  foot.  Since  equal  weights  must  pass  both  the  up- 
stream and  throat  sections,  the  velocities,  densities  and  areas  must  be  related 

thus: 

1 


W^Wi—W2  =  AiUiii=A2U2h  =  A2U2h 


therefore 


A2  82        A2(P2\y  /.v 


(959) 


Substituting  this  value  of  wi  in  Eq.  (958),  solving  for  U2  and  introducing  the 
resulting  value  of  U2  in  the  expression  for  w,  Eq.  (959),  the  weight  of  flow  is 
found  as  in  Eq.  (960) : 

/~ — 


Lbs.  of  gas  or  vapor  1        _  .  /^2\7 
per  second        J  ^  \^/ 


2ff 


T-1 


Pi  81 


(960) 


°'(8) 


In  the  actual  use  of  Venturi  tubes  the  value  of  (p^j  should  .be  between 

.95  and  .995,  which  values  correspond  nearly  to  throat  velocities  from  300 
to  100  ft.  per  second  for  low-pressure  gases  near  one  atmosphere  in  pressure, 
but  for  higher  gas  pressures  very  much  higher  values  may  be  used.  For 
steam  the  Mollier  diagram  may  be  advantageously  used  in  Eq.  (961) : 


^1!['-(f;)'^1-"«x 


Work  of  Rankine  cycle  between 
Pi  and  P2,  in  heat  units  by 
Mollier  diagram 


.  (961) 


At  the  works  of  the  Lackawanna  Steel  Co.,  Coleman  made  a  check  test 
on  one  of  these  meters,  using  throat  velocities  of  572  and  208  ft.  per  second 
with  steam  \  per  cent  wet  at  110  lbs.  per  square  inch  pressure,  and  weighing 
the  feed  water,  found  errors  of  only  +.056  per  cent  and  —.84  per  cent. 
Checking  another  meter  on  air  in  a  6-in.  line,  by  measuring  velocity  heads 
across  both  upstream  and  throat  diameters  by  Pitot  tubes,  the  weights 
found  by  the  former  were  .88289  lb.  per  second  and  by  the  latter  .88986, 
giving  .9922  as  the  ratio  of  Venturi  to  Pitot  indications.  Other  tests  with 
the  Pitot  tube  along  one  diameter  only,  gave  results  that  averaged  .9963 
in  a  10-in.  Venturi  tube  and  .9976  in  a  6-in.  tube.  The  Pitot  tube  gives 
the  velocity  head  of  the  gas  in  inches  of  water  directly  at  the  point  of  meas- 
urement, the  center  of  a  small  area  a,  and  the  average  gas  velocity  over 

the  whole  area  is,  -=--=  (w) (average).    In  the  same  plant  Dr.  Lucke  checked  a 

16-in.  Venturi  tube  against  the  displacement  of  the  gas  pumps  of  a  1000  H.P. 
Korting  two-cycle  gas  engine,  against  a  regular  proportional  gas  meter  in 
the  blast-furnace  gas  pipe,  and  the  Venturi  results  agre^  with  the  pump  dis- 
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placement  within  1  per  cent,  whereas  the  proportional  meter  disagreed  with  all 
other  data. 

The  Pitot  tube  carries  a  double  orifice  at  the  end  of  a  double  tube  that  can 
be  inserted  in  a  pipe  through  stuffing  boxes  to  allow  the  orifice  to  be  located 
anywhere  along  the  pipe  diameter.  One  orifice  points  upstream  and  measures 
the  velocity  head  by  reducing  to  zero  the  velocity  of  the  small  portion  of  the 
stream  that  strikes  it,  to  which  is  added  the  static  gas  pressure;  while  the  other 
measures  the  gas  pressure  proper  by  an  orifice  tangent  to  the  flow.  The  dif- 
ference in  pressure  between  the  two  orifices  is  the  velocity  head  ooly.  When 
the  fluid  is  of  constant  density  with  respect  to  pressure,  the  velocity  is  given  by 
u=y/2gH  where  H  is  the  head  in  feet  of  fluid  corresponding  to  the  destroyed 
velocity.  Usually  water  or  mercury  is  used  in  the  Pitot  tube  giving  velocity 
head  in  inches  of  water  or  mercury.  These  heads  are  related  to  gas  heads 
according  to  Eq.  (962),  where  Hwj  and  Hmi  are  heads  in  feet  of  water  and 
mercury: 

„_„    /lbs,  per  cu.ft.  waterX  .  v       _„    /lbs,  per  cu.ft.  mercuryX  .,.       /qao^ 
'~    ^\  lbs.  per  cu.ft.  gas  /  V'^'     ~    ^\     lbs.  per  cu.ft.  gas     /  ^  ^  *     ^      ^ 

When  air  is  the  fluid  its  density  is  to  be  determined  from  its  pressure,  tem- 
perature, and  gas  constant,  72  =  53.34,  if  it  is  dry,  but  when  moist  by  the  Smith- 
sonian Eq.  (963),  where  pv  is  the  partial  pressure  of  the  water  vapor  in  the  air: 

Lbs.     per  I      r  .080723  ]  /barometer  in  ins.  Hg-.378pF\      ,      . 

.;  ?M  ~Ll+.0020389(<-32°)]v  29.921  /'     ^^^^ 

I    moist  air  J       *- 

These  relations  are  proper  for  such  very  small  velocities  as  correspond  to 
no  appreciable  change  of  density  of  the  gas  for  the  pressures  used;  to  obtain 
measurable  velocity  heads,  the  density  variation  cannot  as  a  rule  be  neglected, 
and  in  such  cases  the  standard  nozzle  relation  must  be  used  as  a  starting-point. 

.  T-J. 


2ff 


'-f-rMH^n <-) 


If  P2  is  the  pressure  measured  at  the  impact  orifice,  W2=0,  and,  tti=tt. 

^l^RT2^R1'i{y)  '' (965) 

Substitutmg  Eq.  (965)  in  Eq.  (964)  there  is  obtained: 

This  is  developed  into  a  series  by  Taylor  as  follows: 


"->K[FF(^M^^±^^']^    .  (.er, 
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Introducing  the  readings  of  P2  and  Pi,  in  inches  of  mercury  hM2  and  Ajri,  and 
multipl3ring  by  60,  the  velocity  in  feet  per  minute  for  air,  is  given  by: 

Velocity    of  1  rjr — -^r — r 

air  m  feet      ^ifmA^yji^'^^j^  .    (968) 

per  minute  J  \        1      / 

Calculation  of  velocity  by  this  Eq.  (968)  and  by  the  equation  neglecting  den- 
sity changes,  gives  comparative  results  which  have  been  plotted.  These  are 
presented  in  the  book  of  tables  Chart  No.  69,  reproduced  from  Kneeland. 

Prob.  1.  In  a  test  on  air  flow  sharp-edged  orifices  of  sheet  iron  were  used,  to  which 
Durley's  coefficients  apply.  For  the  following  data  what  was  the  volume  and  weight 
of  air  flowing  in  each  case?    Air  temperature  =70°  F. 

Oiifioe  dia.  in.  'Head  in  inches  of  water. 

1       1.4,      1.95,    2.8,      4.1,    and    4.8 

2       1.25,    1.7,      2.25.  "      4.8 

3       1.60,     1.95,    2.65,  ''      5.0 

Prob.  2.  What  size  of  orifice  would  pass  200  cuit.  of  air  with  5-inch  water  pressure 
drop,  if  (a)  the  coefficient  were  100  per  cent,  (6)  if  Durley's  coefficient  were  used? 

Prob.  3.  Air  flows  from  a  tank  into  the  atmosphere  at  the  rate  of  75  cu.ft.  per  minute. 
The  pressure  in  the  tank  is  25  lbs.  per  square  inch  absolute,  and  temperature  60^  F. 
According  to  Weisbach  how  big  should  the  hole  be? 

Prob.  4.  A  gas  burner  is  supplied  at  2-inch  water  pressure  and  passes  5  cu.ft.  of 
gas  per  hour,  the  density  being  60  per  cent  that  of  air.  What  area  of  burner  is  needed? 
Check  this  by  comparing  with  a  standard  gas  tip. 

Prob.  5.  A  Venturi  in  an  air  pipe  showed  an  upstream  pressure  of  17  lbs.  per  square 
inch  absolute  and  a  throat  pressure  2}  ins.  Hg  less.  The  throat  diameter  is  6  ins.,  pipe 
diameter  20  ins.    At  60^  F.,  what  quantity  was  flowing? 

Prob.  6.  If  the  pipe  diameter  of  Problem  5  had  been  12  ins.,  what  would  be  the  differ- 
ence in  pressure  between  throat  and  upstream  in  inches  of  water  when  the  upstream 
velocity  is  6000  ft.  per  minute? 

Prob.  7.  Gas  is  being  measured  by  the  Pitot  tube.  The  pressure  is  50  lbs.  per  square 
inch  gage  and  the  tube  reading  is  2)  ins.  Hg.  If  the  gas  density  is  .8  that  of  air,  pipe 
4  ins.  diameter,  temperature  40^  F.,  what  is  the  flow  rate,  (a)  by  exact  and,  (6)  by  approxi- 
mate formula? 

Prob.  8.  A  steam  Venturi  tube  gave  the  following  readings: 

Dia.  Prewure,  lbs.  tq.in.       Gage  quality. 

Throat 2  ins.  90  95% 

Upstream 4  ins.,  100  100% 

What  weight  of  steam  was  flowing  and  Vhat  was  the  upstream  velocity? 

111.  Flow  of  Gases  and  Vapors  in  Pipes,  Fluesi  DuctSi  and  Chimneys. 
Relation  between  Quantity  of  Flow  and  Loss  of  Pressure.  Friction  Resist- 
ances. Draught  and  Capacity  of  Chimneys.  Pipe  or  conduit  flow  of  gases 
and  vapors  is  characterized  by  comparatively  small  losses  in  pressure  com- 
pared to  the  mean  pressure,  that  is,  by  low  values  of  the  ratio  of  initial  to 
final  pressure.  It  is  characterized  also  by  complete  conversion  into  heat  of 
all  the  kinetic  energy  lost  by  friction,  and  by  appreciable  gains  or  losses  of 
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heat  by  wall  conduction  and  surface  radiation — gains  when  the  fluid  temper- 
ature is  lower  than  the  surroundings  as  it  is  with  refrigerating  media,  and 
losses  otherwise,  as  for  steam.  All  relations  between  the  rates  of  flow  and  the 
change  of  fluid  conditions  corresponding  to  it  can  be  numerically  evaluated 
only  when  friction  energy  and  heat  conduction  can  be  evaluated,  and  these 
quantities  depend  so  much  on  structural  details  as  to  defy  algebraic  analysis. 
Accordingly,  while  some  thermal  relations  for  pipe  flow  may  be  set  down, 
the  really  useful  equations  for  engineering  work  are  empiric. 

Reduction  of  pressure  with  no  conduction  losses  in  a  pipe  line  would  result 
in  the  doing  of  work  and  the  development  of  kinetic  energy  equal  to  that  of  the 
Rankine  cycle  for  steam  and  its  equivalent  for  gases.  Since,  however,  the 
velocity  is  constant  in  a  uniform  pipe,  neglecting  the  change  of  density  cor- 
responding to  the  pressure  drop,  the  above  gain  in  kinetic  energy  is  the 
frictional  energy,  which  being  converted  into  heat  characterizes  the  process 
as  one  of  constant  total  heat  if  in  a  non-conducting  container.  The  velocity 
obtained  should,  therefore,  be  that  due  to  attaining  the  work  of  a  cycle 
bounded  by  a  constant  total  heat  line  between  two  constant  pressure  lines, 
corrected  for  actual  thermal  loss  by  conduction.  The  desired  relation  between 
pressures  lost  in  a  pipe  of  given  dimensions  and  the  corresponding  energy 
was  first  established  on  somewhat  questionable  empiric  grounds  by  Unwin,  who, 
reasoning  from  experimentally  established  laws  for  water,  put  the  loss  of  pressure 

in  terms  of  head  of  fluid  as  proportional  to,  (a)  the  velocity  head,  //^=f  —  j, 
(b)  the  length  (L)  directly;  and  (c)  inversely  as  the  mean  hydraulic  radius, 

m^l  - — : — - — ) .    (Loss  of  fluid  head  due  to  friction)  =  upr-)—  =  liff— .     (969) 
\penmeter/  \Zg/m  m 

The  name,  coeflScient  of  friction,  is  given  to  the  constant  of  proportionality, 
usually  designated  by  li. 

With  this  as  a  basis  and  on  certain  reasonably  fair  assumptions,  the  relation 
between  flow  velocity  and  pressure  drop  can  be  derived.  These  assumptions 
are,  that  the  fluid  behaves  like  a  perfect  gas  according  to  PV^wRT^  that  the 
work  of  friction  is  the  product  of  friction  head  in  feet  of  fluid  and  weight 
of  fluid  flowing,  that  negative  work  is  done  by  the  fall  of  pressure  equal  to 
the  change  of  pressure  into  the  voliune,  and  finally,  that  the  change  in  kinetic 
energy  in  passing  from  high  to  low  pressure  is  equal  to  the  sum  of  the  pressure 
change  work,  and  friction  work,  neglecting  all  other  influences. 


1 


Work  done  by 
change  of 
pressure 


Work  of 
friction 


Change  in  kinetic  energy  in 
passing  from  high  to  low 
pressure  regions  in  pipes 

These  quantities  are  evaluated  algebraically  as  follows: 

Let  w  =  velocity,  mean,  in  feet  per  second; 

Pi  and  P2= initial  and  final  pressures,  pounds  per  square  foot; 
p\  and  ^2="  initial  and  final  pressures,  pounds  per  square  inch; 
y= cubic  feet  per  pound  fluid  at  mean  pressure; 


(970) 
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Let  t/m  =  velocity  in  feet  per  minute; 

11?= pounds  fluid  per  second; 
A  =area  pipe  in  square  feet; 
w=mean  hydraulic  depth; 
L  =  length  of  pipe  in  feet; 
D  and  d= diameter  of  pipe  in  feet  and  inches  respectively. 

Then  for  an  infinitely  small  pipe  length  dh  and  a  correspondingly  small 
velocity  and  pressure  change  du  and  dF 

f  Change  in  kinetic  energy  1      i«?r/    ijn2      2i    ^   j    /  \  jtt /l\     /n^rtx 

j    at  ends  of  pipe  length    I  =2^t(«+'^«>-«l=-^'^"(°);     =«^  (^>    ^^^D 

w                   1/  dvi 
because  H=^,  and  dH=^ ,  and  the  square  of  a  differential  may  be  neglected 

in  comparison  wilh  the  differential  itself. 

Also       (Work  done  by  change  of  pressure)  =  —  wV  dP= ^~  dP      (972) 

and    (Work  of  friction)  =  (Loss  of  head  in  feet)  X  (Lbs.  fluid)  =  XJI^^.    (973) 

Substituting  these  values  in  Eq.  (970),  developing  and  integrating  between 
the  required  limits  of  head,  pressure,  and  length,  there  is  obtained 


«=    /'^^T-f-^-^f, (974) 


Pi^ 


(^i+'*g) 


in  which  u  is  the  velocity  at  the  beginning  of  the  L  foot  section. 

For  pipe  lengths  of  usual  size  and  the  small  allowable  pressure  drops,  or 

small  (  p^j ,  it  is  usually  fair  to'drop  ( log*  p^ ) ,  in  comparison  with  the  quantity 

to  which  it  is  added,  hence  the  velocity  becomes: 


„=^p^^=,^p^P  feet  per  second      .    (975) 

„„       xi_      •      •     f    •      1  x»  fl'^ca  xD^      D        d         d 

When  the  pipe  is  of  circular  section    m  =  — -, — r—  ==  Tzr-y^ = t = tfttta  =  ts  i 
^  ^  perimeter    4XxI>     4     12X4    48 

p 

p  =  7-7-7 f  and  tin  (feet  per  minute)  =60w  (feet  per  second); 

w« = (Const.)  X  yj^^^^^^  =  (Const.)  Xyj^^^^i^-  per  minute.     (976) 

xZ>2 
The  corresponding  weight  is  given  by,  t^m=ilt4»»8=— j-WwS  =  .00645<Piim8. 


(Pounds  of  fluid  per  minute)  =  (Const.)  X  -W ^^  2  (^) 

=  (Const.)X.^p^|^  (6) 


(977) 
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In  all  ordinary  cases  of  pipe  flow  the  ratio  of  the  absolute  pressure  at  the 
end  of  a  length  to  that  at  the  beginning  is  sensibly  equal  to  1,  at  least  to 
greater  limits  of  accuracy  than  the  coefficient  of  friction  can  be  established, 
or  the  premises   of   the  above  formula  can  be  accepted  as  sound.    When 

this  is  so  the  ratio, ^^— ,  becomes 


(Pl-P2)(pi+P2) 


=  (pi - P2) (l+^)  =2(pi -p2),  (approx.) 


Vi 
which  on  substitution  gives  the  second  form  of  Eq.  (977)  the  following  value 


u;«=  (Constant)  X-^l^^^^^^ (978) 

The  first  determination  of  the  value  of  the  coefficient  of  friction  based  on 
experiments  of  some  accuracy  is  that  made  by  Unwin  on  data  obtained  from 
tests  of  the  compressed-air  mains  of  Paris,  all  less  than  one  foot  in  diameter. 

His  value  is  given  by,  t;=.003(  1+-^].     .    * (979) 

This  indicates  that  the  velocities  vary  as  the  square  root  of  diameter  divided 
by  the  above  fraction  of  diameter,  whereas  for  liquids,  velocities  by  some  for- 
mulas are  given  as  functions  of  the  square  root  of  diameter,  and  by  others  gen- 
erally believed  to  be  better,  as  increasing  with  diameter  faster  than  the  square 
root.  No  better  values  appearing  for  many  years,  engineers  have  adopted 
and  used  the  above  results  with  practical  success,  though  it  must  be  confessed 
without  scientific  accuracy;  experience  has  led  to  various  values  of  the 
constants,  the  most  used  of  which  is  the  Babcock  value  in  Eq.  (980).     Careful 


»-87    P^f^ (980) 

analysis  of  existing  information  by  Martin  in  1903  led  to  the  adoption 
by  him  of  a  different  constant,  \/7000,  giving  the  following  series  of  formulas, 
all  equivalent,  but  put  in  convenient  form  for  solution  of  any  desired  quantity. 

/7000d^S(pi-p2)_.,.     tiSeP  w_     f7000d^{pi--p2)      mP    .,. 


3.05to    3.056V    „.         (p,-K)d  4MdHo   . 

■  «4+i)_';^.+f)_«'KHf). 

^^    '^^'~      7000  8d«     ~       7000d«  65360d      ' ^^^' 
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^.(i+M)    P.(.+%»)   ^l(.+M)    ,^,^,.^^ 

"""      49S2ds      ~        49d«        ~       464d       ~  8         '     *     ^^^^ 

where       (pi — P2)  =loss  of  pressure  in  pounds  per  square  inch; 

iro=loss  of  pressure  in  feet  of  fluid; 

y  =  cubic  feet  of  fluid  per  minute; 

u = velocity  in  feet  per  second ; 

8= density  of  fluid  in  pounds  per  cubic  foot; 

to = weight  of  fluid  flow  pounds  per  minute; 

d= diameter  of  pipe  in  inches; 

L=lengthofpipeinfeet. 
Also    27.7 (pi —P2)  =loss  of  pressure  in  inches  of  water; 
2.04(pi— P2)  =loss  of  pressure  in  inches  mercury. 

These  formulas  are  applicable  to  all  fluids,  steam,  both  saturated  and  super- 
heated, compressed  air,  ammonia,  carbon  dioxide  and  to  the  combustible  gases, 
but  not  with  equal  degrees  of  accuracy  over  the  whole  range  of  kinds  of  fluid, 
rates  of  flow  and  density.  Engineers  should  determine  for  themselves  the 
correct  numerical  constant  to  be  used  in  the  general  equations  to  meet  the 
conditions  of  service  in  any  given  case. 

One  general  investigation  for  steam  recently  conducted  by  Eberle  under 
the  auspices  of  the  German  Society  of  Engineers  has  led  to  an  important 
and  useful  conclusion,  inasmuch  as  it  estabhshed  the  coefiicient  of  friction 
as  being  independent  of  pipe  diameter,  steam  pressures,  quality  and  velocity 
for  very  considerable  ranges.  The  velocities  varied  from  2000  to  15,000 
ft.  per  minute,  pressures  from  three  to  ten  atmospheres,  with  steam  saturated 
as  well  as  superheated  to  180°  F.,  in  pipes  from  3  ins.  to  6  ins.  diameter 
approximately,  while  the  coefficients  varied  some  20  per  cent.  For  low 
pressures  such  as  are  found  in  steam-heating  systems  and  steam  exhaust 
pipes  it  is  probable  that  the  coefficient  is  too  high.  The  simplified  formula 
is  given  by  Eq.  (986),  2r 

(P1-P2)  =  2.667X10-5X^8  (Eberle)     ....     (986) 

A  number  of  pipe  flow  formulas  have  been  analyzed  and  reduced  to  com- 
mon terms  by  Gebhardt.    These  are  given  in  the  book  of  tables  for  reference. 

Actual  pipe  lines  have  bends,  branches  and  valves,  together  with  enlarge- 
ments and  reductions  of  cross-section,  all  of  which  introduce  resistances,  as  well 
as  the  skin  friction  of  the  pipe,  which  are  very  much  more  difScult  to  evalu- 
ate. The  general  method  of  procedure  is  to  give  the  resistance  in  terms  of  the 
equivalent  length  of  straight  pipe  but  this  is  of  little  practical  value,  as  the 
proportions  of  elbows  differ  in  every  make  of  fitting.  There  is  need  for  ac- 
curate tables  of  data  in  commercial  work  relating  to  the  various  lines  of 
fittings  used  in  practice. 

When  low-pressure  gases  like  air  or  furnace  products  flow  in  ducts,  flues, 
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and  chimneys,  there  arises  a  special  case  of  flow  conditions  characterized  by 
a  possibility  and  often  a  probability  that  the  whole  skin  f rictional  resistance  due 
to  straight  pipe  may  be  entirely  overbalanced  by  the  aggregate  of  the  special 
resistances  due  to  bends,  branches  and  changes  of  cross-sectional  areas.  There 
are  two  typical  cases  of  such  low-pressure  gas  flow:  first,  that  in  which  the 
flow  is  all  horizontal,  or  if  vertical  the  whole  system  must  be  at  constant 
temperature — this  is  a  typical  duct-flow  condition;  second,  that  in  which 
there  is  a  vertical  flow  not  necessarily  straight  upward  in  which  the  gases  are 
hotter  than  other  gases  communicating  with  them — this  is  a  typical  chimney- 
flow  condition.  Each  case  must  be  treated  by  itself  in  order  that  workable 
equations  and  constants  may  be  developed;  the  former  will  be  taken  up  first. 
Usually  direct  flow  takes  place  from,  or  to,  the  free  atmosphere,  or  a  place 
where  at  least  the  pressure  is  that  of  the  atmosphere  whether  the  temperature 
is  the  same  or  not.  The  problem  always  takes  the  form  of  fixing  the 
excess  pressure  over  atmosphere  that  will  deliver  a  required  quantity  of  air  or 
gases  through  ducts  of  a  given  size,  or  inversely  the  size  for  a  given  capacity, 
when  the  whole  resistance  is  that  due  to  the  system  of  passages.  The  whole 
resistance  is,  therefore,  to  be  evaluated  and  this  consists  of  various  frictional 
resistances  due  to  straight  duct  walls,  to  changes  of  direction  of  flow,  to  changes 
of  cross-section  of  duct,  to  inlet  and  to  outlet  orifice  contractions.  To  these 
resistances  in  terms  of  feet  of  heacj  of  gas,  or  pounds  per  square  foot,  ounces 
per  square  foot,  or  inches  of  water,  there  is  to  be  added  the  velocity  head  to 
obtain  the  total  equivalent  head  or  pressure  that  must  be  applied  to  dead  air, 
to  establish  flow  at  the  required  velocity  against  the  imposed  resistances. 

V? 

Let  Ha—K'  =head  of  gas  equivalent  to  velocity  of  flow; 

Pr=-o—= pressure  pounds  per  square  foot  equivalent  to  velocity  head; 

8  =  density  of  gas  in  pounds  per  cubic  foot; 
Pf= pounds  per  square  foot  static  pressure  lost  in  wall  friction. 
Pi2= pounds  per  square  foot  static  pressure  lost  in  changes  of  flow 

direction,  cross-section,  inlets  and  outlets. 
P= whole  static  pressure  equivalent  to  velocity  and  all  resistances; 
Pf= friction  factor,  which,  applied  to  velocity  head  gives  the  frictional 

loss  of  pressure; 
Ffi= resistance  factor,  which  applied  to  velocity  head  gives  the  loss  of 
pressure  due  to  resistances; 
Ii= coefficient  of  friction  for  straight  walls; 
C  =  circumference  or  perimeter  of  duct  in  feet; 
il  =area  of  duct  in  square  feet; 
L= length  of  duct  in  feet. 
Then 

Velocity  pressure         Pv 

in  pounds  per  square  foot (987) 


P= 


+ Frictional  pressure  Pf 
-[-Resistance  pressure  Pr 
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Hence 


P  =  '^{\+Fp+Fr)   but      Fp^XjJ^ (988) 


''=f('+^' !+-«)= 


Velocity  pressure 


^  '      (989) 


+ Maintained  resistance 


fH+^') 


This  can  easily  be  evaluated  numerically,  when  there  are  available  experimental 
values  of  the  coefficient  of  friction  for  straight  ducts,  and  of  the  flow  change 
resistance  F^,  but  as  it  seldom  if  ever  happens  that  a  duct  is  uniform,  and  as 
these  values  depend  on  the  dimensions,  there  must  be  a  summation  of  the  pres- 
sures lost  at  each  point  of  change  in  each  straight  section.    Hence, 

Maintained  resistance = |- 1  2 (y^^j)  +  ^u^fA  .       .     .     (990) 

Values  of  the  coefficient  of  friction  are  given  graphically  in  Chart  No.  70,  in 
the  Handbook  of  Tables.  For  straight  ducts  of  brick  or  iron  for  velocities  up 
to  50  ft.  per  second,  and  for  iron  ducts  different  values  are  given  for  perim- 
eters or  circumferences  from  8  to  100  ins.  These  values  as  well  as  the  flow- 
change  factors,  also  given  in  the  tables,  are  those  recommended  by  Ohmes 
from  Rietschel  for  ventilating  ducts,  and  are  intended  for  the  usual  velocities 
therein  attained,  6  to  24  ft.  per  second,  when  served  by  fans,  and  3  to  8  ft. 
per  second  when  the  flow  is  due  to  natural  or  convection  draft. 

These  pressures  that  are  lost,  due  to  the  resistances,  are  convertible  from 
pounds  per  square  foot  to  inches  of  water  by  the  usual  factor,  but  in  this  branch 
of  engineering  practice  they  are  usually  given  in  ounces  per  square  foot; 
this  value  follows  directly  from  the  formulas,  if  the  density  is  used  not  in  terms 
of  pounds  per  cubic  foot  but  in  ounces  per  cubic  foot.  Of  course,  there  may  be 
other  resistances  in  the  flow  path  such  as  filter  screens  or  pipe  coils  serving  to 
heat  or  cool  the  air,  and  any  such  resistance  is  to  be  separately  evaluated  and 
added. 

When  the  flow  of  gases  in  the  system  depends  on  convection  that  follows 
the  heating  of  a  rising  column,  which  is  replaced  by  a  falling  cold  column,  the 
flow  characteristics  are  dependent  on  the  temperatures  and  vertical  heights 
involved;  the  most  important  practical  case  of  such  flow  is  that  in  chimneys, 
though  in  some  ventilating  systems  a  corresponding  case  is  found. 

Let       £?  =  vertical  distance  in  feet  equal  to  the  difference  in  level  between 

inlet  and  outlet  of  the  heated  column  of  gases; 
P= difference  in  pressure  at  base  of  hot  column  between  it  and  the 
atmosphere,  to  be  called  the  draft,  here  given  in  lbs.  per  sq.ft. 
Aw = draft  in  inches  of  water; 
Hg= equivalent  head  of  hot  gas; 

r^  =  temperature  of  hot  column  abs.  assumed  constant  throughout; 
7^= temperature  of  outside  air  abs.; 
.084  =  density  of  products  of  combustion  at  32°  F.  and  29.92  ins.  Hg; 


Then 
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^       ,      ..       .  ,    .                       ,               u-    r    *    492 X. 084    41.43 
8^= density  of  hot  gases,  pounds  per  cubic  foot= ^ =  -= — 

398 
for  products  of  combustion,  or  -=r-  for  outside  air; 

i  c 

.0807= density  of  pure  dry  air  at  32**  F.  and  29.92  ins.  Hg; 

8c = density  of  pure  cold  air  at  32®  F.  and  29.92  ins.  Hg= 

492  X. 0807  ^39.8 

Tc  Tc' 

C  =  circumference  or  perimeter  of  stack  in  feet; 

A  =  area  of  stack  in  square  feet; 

u;= weight  of  gases  per  second. 

Weight  per  cubic  foot  of  1  v^  —  ,  Pressure  at  base  of  height  H  \        (q(i\\ 


hot  or  cold  gases 


in  pounds  per  square  foot  J 


Hence  for  pure  air  in  the  chimney  the  difference  in  pressures  at  the  base  is 
given  by  P=ff(8c-8H)=39.8ff(^-^) (992) 

For  products  of  combustion  of  assumed  density  in  the  chimney  the  corre- 
sponding pressure  difference  is  P=-ff(-~ —  7^) (^^) 


The  equivalent  head  of  hot  gases  is  given  by, 

39.8    41.43 

rr  P  _      P      _TJ       Tc  Th 

^^""  Ih    41.43  41.43 


^H 


^.961^- iV     .    .     (994) 


This  is  equivalent  to  draft  in  inches  of  water,  the  usual  unit  of  measurement, 

Aif=52I"^(t7""^)^^^^^^"^®^^^^®  («);  =7.64ff^jr-2rjfor  air(6) 

(995) 

Solving  for  a  chimney  temperature,  ^^==600®  F.,  or  7^=1060*^  F.,  this  gives  f 
in.  of  draft  per  100  ft.  of  height.  However,  these  are  the  full  static  pressures  or 
their  equivalents  and  after  IBow  is  established  some  pressure  will  be  changed  to 
velocity,  and  some  more  used  up  in  overcoming  the  maintained  resistances 
in  coal  beds,  boiler  tube  banks,  and  economizers  in  furnace-chimney  flow, 
which  correspond  to  tempering  coils  and  filters  in  heating  and  ventilating  duct 
flow.    Calling  these  special  resistances  Fs  the  general  relation  becomes: 

All  these  resistances  due  to  flue-wall  friction,  entrances,  outlets,  bends  or  changes 
of  cross-section  can  be  evaluated  as  in  ventilating-duct  work,  but  fuel-bed, 
economieer,  and  boiler-tube  resistances  cannot  be  so  evaluated,  because  in 
them  resistance  conditions  and  also  the  velocity  and  temperature  of  gases 
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are  constantly  changing,  due  to  changes  of  boiler  load.  It  is,  therefore,  nec- 
essary in  dealing  with  furnace  chimney  draft  to  proceed  even  more  em- 
pirically than  for  air  ducts;  the  usual  method  is  to  apply  a  general  factor 
inclusive  of  all  interferences  and  resistances,  yielding  a  numerical  result  near 
enough  to  the  truth  to  be  of  practical  value.  Thus,  Stirling  suggests  that  as 
an  overall  correction  factor  is  to  be  appUed  there  is  nothing  to  be  gained  in 
assuming  the  gases  to  be  different  in  composition  from  air,  so  that  the  static 
maintained  draft  after  flow  is  established,  as  measured  in  the  base  of  the  stack, 
will  be  that  for  no  flow,  less  something  to  account  for  velocity  and  friction 
resistances  all  together,  derived  somewhat  as  follows: 

The  flue  friction  loss  in  head  is  given  by  -jp  ^t^o^  ducts,  butwB=  (-^  ), 

and  for  a  given  weight  or  volxmae  per  second  flowing,  the  velocity  is  inversely 

w 
proportional  to  the  area,  so  that  w^8  =  (Constant)  X^g-   Therefore,  the  draft  loss 

would  be  (Constant)  X  5 — I3~/"J3'  where /is  given  the  empiric  values  of 
Eq.  (997)  and  the  maintained  draft  is  given  by  Eq.  (998), 

f  .0015  for  steel  stacks,  gas  temperature  =  600*^  F.  or  7^=1060 
/=  I  .0011  for  steel  stacks,  gas  temperature ^SSO""  F.  or  Th^  810      .    (997) 
1 .0020  for  brick  stacks,  gas  temperature  =  500**  F.  or  Th=  960  J 

'  k.=1MH[[jr-l.)]-fv,^, (998) 

As  a  matter  of  fact  the  actual  maintained  draft,  while  it  is  a  prime  factor  in 
the  rate  of  combustion  of  coal,  is  not  of  such  great  importance  in  the  problem 
of  flow  through  chimneys  as  the  capacity  of  chimneys.  This  capacity  is  pri- 
marily given  in  terms  of  weight  of  gases  per  hour,  but  for  practical  application  it 
is  common  to  express  it  in  terms  of  fuel-burning  capacity,  or  boiler  horse-power 
equivalent  to  the  weight  of  gases  per  hour,  by  assuming  values  for  the  con- 
version factors. 

Let    G= weight  of  gases  per  hour; 

(rm^" maximum  weight  of  gases  per  hour; 
if = proportionality  coefficient. 


Then  G = 3600u; = 3600A  w  Ih = ^eOQAKyy2gHohH 

=3600.1i(:^2(/ff  L961^- 1)  X^ 

=  U9148ii:  ^^2(;i?(.961^-iy    ......    (999) 

It  is  clear  that  as  Tb  becomes  greater  the  draft  and  the  velocity  correspond- 
ing to  it  increase,  but  the  density  becomes  less,  so  that  there  would  appear  to 
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be  some  temperature  at  which  the  weight  would  be  a  maximum,  and  this  is 
to  be  found  by  differentiation.    Accordingly,  putting  the  above  in  the  form, 


G= 149148X4 ^2(7/?(.961y^-yy     and  making    ^=0,  gives 

-.961y^+jr3=0,     or    7^1^=1^=2.08170      .     .     (1000) 

This  shows  that  the  capacity  will  be  a  maximum  when  the  absolute  temperar 
ture  of  the  hot  column  is,  in  round  numbers,  twice  that  of  the  cold  surrounding 
air.  Under  these  conditions  the  capacity  is  found  by  substituting  this  internal 
temperature  in  Eq.  (999),  which  gives 

(?«  =  149148ii:^V2^ff(2-l)  =  1196250/J:^\/ff.     .     .     (1001) 

When  the  problem  is  that  of  stack  design,  it  is  this  maximum  capacity  that  is 
the  important  quantity,  but  it  must  be  remembered  that  unless  the  gas  tem- 
perature is  right,  the  stack  will  work  at  a  lesser  capacity  and  the  actual  or  prob- 
able capacity  of  a  stack  at  a  temperature  other  than  that  giving  maximum 
capacity  is  a  determination  quite  frequently  necessary.  In  stack  designing  the 
gas  temperatures  are  never  known,  though  they  may  be  approximated,  but 
instead  of  making  approximations  for  each  quantity  separately  as  involved  in 
the  stack  capacity,  this  is  set  down  most  commonly  in  terms  of  coal-burning 
capacity  or  boiler  horse-power  under  some  of  the  following  assumptions:  (a) 
The  stack  will  operate  at  maximiun  capacity;  (6)  The  air  temperature  is  50°  F., 
or  rc=510,  and  7^=2.08X510  =  1061,  or  «h=601°  F.  (c)  Twenty-four  pounds 
of  air  will  be  required  per  pound  of  coal  yielding  25  lbs.  of  gases;  (d)  Five 
pounds  of  coal  per  hour  will  be  equivalent  to  one  boiler  horse-power. 

The  justice  of  these  assumptions  need  not  be  discussed,  as  they  are  purely 
arbitrary,  and  the  user  of  these  equations  may  modify  them  at  will,  starting 
from  the  fundamental  relations,  but  it  is  on  such  assumptions  that  most  of  the 
existing  stacks  have  been  designed  and  the  coefficient  K  determined  to  apply 
to  them.    Introducing  the  assumptions  it  follows  that: 

(''°t.!::"LTi-jx(i)-»^^^ (■"») 

The  value  of  the  coefficient  Kj  which  here  may  be  regarded  as  a  general  correc- 
tion factor,  though  it  is  often  called  a  coefficient  of  discharge,  is  most  commonly 
taken  as,  X=.3,  but  Kent  has  used  another  value  combined  with  the 
assumption  that  next  the  walls  there  will  be  a  dead  layer  of  gas  so  that  the 
effective  area  {KA)  will  be  the  actual  area  less  the  cross-section  of 
this  dead  gas.      This  layer  is  arbitrarily  taken  as  being  2  ins.  thick,   so  that 

2  2 

it  will  subtract  about —icZ)  and  — X4D  sq.ft.,  from  the  area  A  for  round  and 
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square  stacks  respectively,  leaving  the  effective  area  as,  (-4  —  .59 VZ)  for  round, 
and  (-4  — .666-\/-4)  for  square,  or  approximately,  (-4  — .6\/A)  for  both.  This 
substituted  in  Eq.  (1003)  yields  the  Kent  formula  Eq.  (1004), 

(Boiler  horse-power  for  the  stack)  =  .333(A  -  .&y/A)  VH  .     .     (1004) 

From  this  formula  Kent  has  calculated  a  table  of  heights  and  capacities 
which  is  commonly  employed  for  determining  dimensions  of  chimneys  for 
steam  boilers.  This  table  (No.  LXXXVI)  is  given  in  the  Handbook  of 
Tables.  The  Stirling  method  of  calculation  for  chimneys  assumes  the  draft 
to  be  obtained  from  Eq.  (995  b).  Allowing  24  lbs.  air  per  pound  of  coal  the 
air  will  weigh  96  per  cent  of  the  flue  gas.  On  this  assumption  a  theoretical 
draft  pressure  will  be  obtained  as  given  in  Table  LXXXVII  in  the  book  of 
tables.  The  available  draft  will  be  the  tabular  valiie,  less  the  amount  con- 
sumed by  friction  in  the  stack,  which  can  be  calculated  from  Eq.  (998).  If, 
however,  the  diameter  of  stack  be  determined  from  Eq.  (1005),  the  net  draft 
may  be  assumed  to  equal  80  per  cent  of  the  tabular  values.  If  this  value 
be  accepted  a  very  simple  formula  for  height  of  chimney  is  obtained  from 

Eq.   (9956)  which  becomes:    /iiir=6//^(  — —  ^^).     For  atmospheric  pressure, 

and  temperatures  of  60°  F.,  and  600®  F.,  respectively,  the  draft,  hw=0.O0QH; 
for  a  stack  temperature  of  450®  F.,  this  becomes:   hw—0,005H. 

It  follows  from  this  formula  that  by  increasing  the  height  of  a  stack  of 
certain  diameter  it  can  be  made  to  produce  the  same  available  draft  as  one 
of  a  larger  diameter,  the  additional  height  being  required  to  overcome  the 
greater  friction  loss.  Consequently,  among  the  various  stacks  which  could 
meet  the  requirements  there  must  be  one  which  can  be  constructed  cheaper 
than  the  others.  By  deducing  an  equation  connecting  the  cost  of  stacks 
with  their  height  and  diameter,  and  using  it  in  connection  with  the  formula 
for  available  draft,  it  has  been  found  that  the  minimum-cost  stack  has  a 
diameter  depending  solely  upon  the  horse-power  of  the  boilers  it  serves,  and 
a  height  proportional  to  the  available  draft  required.  Assuming  120  lbs. 
of  flue-gas  per  hour  for  each  boiler  horse-power  this  method  gives: 

For  an  unlined  steel  stack,  Dia.  in  inches=4.68  (H.P.)'^*         (a) )     /inr|c\ 
For  stacks  lined  with  masonry,  Dia.  in  inches.  =4.92  (H.P.)*^*  (6) ) 

This  formula  gives  the  curve  in  Chart  71  in  the  book  of  tables,  from  which 
the  stack  diameter  for  any  boiler  horse-power  can  be  taken.  Stacks  with 
diameters  thus  determined  are  assumed  to  have  an  available  draft  which 
bears  a  constant  ratio  to  the  theoretical  draft  of  practically  80  per  cent. 

A  great  many  empiric  chimney  formulas  are  available,  all  derivable  from  the 
same  fundamental  expressions  here  developed,  but  with  different  values  for  the 
constants;  however  since  they  are  all  empiric  beyond  the  first  steps  they  are 
omitted  here.  Chimneys  intended  to  carry  off  the  products  of  combustion  of 
gas  and  oil  fires  must  be  proportioned  somewhat  differently  from  those  for  coal 
fires,  in  which  the  fuel  bed  causes  the  main  resistance.    The  general  procedure 
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with  coal  fires  is  to  first  fix  the  height  that  will  give  the  draft  needed  to  bum 
the  coal  at  the  desired  rate  on  the  grates,  and  then  select  an  area  sufficient  to 
carry  off  the  gases  produced.  With  gas  and  oil  fires  the  draft  is  of  minor  con- 
sequence so  that  a  shorter,  wider  stack  may  be  just  as  serviceable  for  a  gas 
or  oil  fire  as  a  narrow  high  one  of  equal  capacity,  whereas  with  coal  fires  the 
height  is  needed  for  and  controlled  by  the  bed  resistance  or  rate  of  combustion. 

For  a  more  extended  discussion  of  chimney  draft  and  design  reference 
is  made  to  an  excellent  comparison  in  Gebhardt's  Steam  Power  Plant  Engi- 
neering. 

Prob.  1.  Simultaneous  readings  showed  the  pressure  at  the  ends  of  a  6  inch-steam 
pipe  line,  650  ft.  long,  to  be  120  lbs.  gage  and  105  lbs.  gage  respectively.  What 
was  the  flow  as  found  by  Babcock  formula?    By  the  Eberle? 

Prob.  2.  It  is  desired  to  transmit  1000  cu.ft.  of  compressed  air  per  minute  a  dis- 
tance of  2  miles  and  with  pressure  drop  not  to  exceed  20  lbs.  If  the  air  is  initially  under 
a  pressure  of  100  lbs.  per  square  inch  gage,  what  size  pipe  will  be  needed? 

Prob.  3.  Natural  gas  is  being  transmitted  at  a  pressure  of  150  lbs.  per  square  inch 
gage  through  a  10-in.  pipe.  What  will  be  the  amount  which  may  be  transmitted  with 
a  loss  of  5  lbs.  per  sq.  inch  per  mile.  What  size  pipe  would  be  required  to  carry 
1000  cu.ft.  (std.)  per  minute  with  this  drop? 

Prob.  4.  A  4-in.  pipe  600  ft.  long  is  canying  dry  saturated  steam  at  a  pressiue  of 
100  lbs.  per  square  inch  gage  initially,  with  a  drop  of  5  lbs.  Check  the  weight 
flowing. 

Prob.  5.  For  the  same  pipe  find  the  pressure  drop  if  the  quantity  flowing  should 
be  doubled. 

Prob.  6.  A  furnace  burning  1000  lbs.  of  coal  per  hour  has  a  stack  4  ft.  in  diameter 
and  150  ft.  high.    If  pounds  of   air  per  pound  of  coal  is  25,  outside  temperature  « 
gO°  F.,  and  stack  temperature  400°  F.,  what  will  be  the  draft? 

Prob.  7.  What  will  be  the  maximum  weight  of  coal  which  can  be  burned  with  this 
stack  for  the  given  amount  of  air  per  pound  of  coal? 

Prob.  8.  A  stack  in  Glasgow  has  a  height  of  435  ft.,  a  diameter  of  13  ft.*  6  ins. 
and  is  stated  to  have  a  capacity  of  10,000  H.P,  or  50,000  lbs.  of  coal  per  hour.  Check 
these  figures. 

Prob.  9.  The  concrete  stack  at  the  University  of  Minnesota  is  11  ft.  6  ins.  in 
diameter,  235  ft.  high.  A  straight  horizontal  breeching  leading  to  it  is  11  ft.  by  10  ft. 
in  section,  110  ft.  long;  the  chimney  serves  eight  350  H.  P.  boilers.  What  overload 
capacity  has  it  ? 


CHAPTER  XVIII 

EFFICIENCY  OF  COMPRESSED   AIRrENGINES  WITH  AND  WITHOUT 

PREHEAT 

112.  Thermal  Efficiency  of  Compressed  Air  Engines  Alone  and  in  Com- 
bination with  Air  Compressors.  Effect  of  Preheating  and  Reheating.  Com- 
pressor Suction  Heating  and  Volumetric  Efficiency.  Wall  Action.  For 
certain  special  service  conditions  compressed  air  supplied  to  piston  engines, 
is  the  most  desirable  method  of  developing  the  necessary  power,  and  for  this 
reason  a  brief  review  of  the  thermal  characteristics  not  only  of  the  en^es 
but  of  the  whole  system  including  the  compressors,  is  of  value.  It  is,  however, 
important  for  another  reason,  and  that  is  the  possibihty  of  securing  much 
better  results  than  have  yet  been  obtained  with  air  engines,  which  would 
have  the  effect  of  bringing  the  system  into  wider  use  than  at  present.  In 
mines,  where  exhaust  steam  or  gas-engine  exhaust  gases  would  foul  the  air 
that  must  be  breathed  by  the  workers,  or  even  set  fire  to  combustible  gases 
in  coal  workings,  compressed-air  engines  are  the  only  available  sources  of 
power  except  electric  motors,  and  are  now  used  as  haulage  locomotives,  hoists, 
pumps,  drills  and  cutters.  Practically  aU  excavation  work  must  be  conducted 
under  conditions  that  are  served  by  compressed-air  power  and  the  use  of  very 
small  units  Uke  hammers,  riveters,  drills  and  cUppers  is  almost  universal  in 
shops.  Probably  nothing  has  called  wider  attention  to  the  possibiUties  of 
large  scale  use  of  compressed  air,  than  the  recent  installation  of  a  system 
of  compressed-air  deep-mine  hoists  in  the  Butte,  Mont.,  mines.  This  is 
especially  remarkable  in  view  of  the  fact  that  the  compressors  are  operated 
electrically  from  transmitted  water  power;  it  was  found  better  to  use  elec- 
tricity to  operate  compressors  discharging  into  storage  reservoirs  from  which 
the  air  passed  through  heaters  on  the  way  to  hoisting  engines,  than  to  operate 
the  hoists  electrically.  One  factor  in  this  conclusion  is  the  special  construc- 
tion of  the  engine  which  as  the  cage  descends  operates  as  a  compressor  storing 
air  by  the  energy  of  the  falling  hoist,  and  acts  as  a  brake  at  the  same  time. 
Another  similar  development  has  recently  been  accomplished  in  a  different 
direction  by  the  perfection  of  the  Porter  compound  compressed-air  locomotive 
for  use  in  mines,  lumbering  operations,  or  other  places  where  fire  is  much 
feared;  also  in  hauling  cars  about  the  yards  of  large  manufacturing  plants 
where  cleanliness  as  well  as  avoidance  of  fire  risk  is  important,  and  where 
the  service  is  so  intermittent  that  a  steam  locomotive  might  bum  more  coaJ 
to  keep  up  pressure  standing,  than  in  hauling  loads. 

It  seems  a  very  simple  operation  at  first  glance  to  admit  to  a  cylinder  of  ordi- 
nary steam  engine  construction,  a  charge  of  compressed  air  instead  of  steam, 

046 
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but  two  important  difficulties  or  objections  appear,  peculiar  to  the  substitu- 
tion of  the  air  for  steam.  In  the  first  place  unless  there  is  considerable  expan- 
sion the  economy  wiU  be  very  poor  and  the  work  obtained  only  a  small  fraction 
of  that  expended  in  compressing  the  air;  andsecond,  as  a  consequence  of  the 
expansion  the  air  will  become  very  cold,  even  a  moderate  amount  of  expansion 
lowering  its  temperature  much  below  the  freezing-point  and  filUng  cylinder  and 
ports  with  ice  from  the  moisture  of  the  air  unless  it  be  dried  previously.  If,  how- 
ever, the  air  be  heated  either  by  internal  combustion,  as  it  can  well  support  a 
fire  itself,  or  by  external  heat  application  as  it  passes  through  chambers  or  tubes 
heated  by  steam  or  the  hot  products  of  coal,  oil  or  gas  fires,  it  will  increase 
in  volume  thereby  and  one  cubic  foot  of  cool  compressed  air  will  become  two  or 
three  cubic  feet  of  hot  compressed  air,  if  its  absolute  temperature  be  doubled 
or  trebled,  thus  making  it  capable  of  doing  two  or  three  times  the  work  of  the 
cool  air.  By  this  means,  more  power  can  be  obtained  than  is  required  to  run 
the  compressor;  in  fact  if  compressor  and  engine  be  coupled  together  there  will 
be  possible  a  sufficient  net  output  of  power  to  warrant  calling  the  combined  unit 
a  form  of  gas  engine.  Heat  so  added  to  compressed  air  is  termed  preheat  and 
the  heat  of  preheat  is  converted  into  work  in  part,  whether  the  compressor  and 
engine  work  separately  at  a  distance  or  are  coupled  together  as  a  single  power- 
generating  imit.  It  will  be  shown  later  that  if  high  pressures  are  used,  the 
efficiency  of  transformation  of  the  heat  of  preheat  into  work  may  be  very  high,  in 
fact  the  same  as  a  Brayton  gas  cycle,  which  in  turn  is  the  same  as  the  modem 
standard  Otto  gas-engine  cycle  for  equal  compressions.  This  preheat,  more- 
over, removes  any  difficulties  of  freezing  and  in  some  cases  only  sufficient  heat- 
ing is  used  to  accomplish  this. 

Reheating  the  air  between  the  cylinders  of  compound  compressed-air 
engines  in  the  receiver,  is  exactly  the  same  in  kind  and  effect  as  preheating  and 
yields  efficiencies  that  correspond  to  the  pressure  at  which  it  is  taken  up;  the 
higher  the  pressure  the  more  return  will  be  available  for  the  heat  used,  but  as 
practiced  other  factors  than  thermal  efficiency  may  control  the  operation. 
One  very  remarkable  case  of  this  sort  is  that  of  the  Porter  locomotive  in  which 
the  air  is  stored  at  a  pressure  of  about  800  lbs.  per  square  inch  in  the  tank, 
which  gives  the  tank  the  large  compressed-air  weight  and  low  pressure  volume 
capacity,  needed  for  a  long  haul.  This  air  thoroughly  dried  by  the  high 
compression  then  passes  through  a  reducing  valve  where  it  develops  kinetic 
energy  of  expansion,  immediately  losing  it  by  impact  and  so  not  suffering  any 
temperature  drop,  when  lowering  pressure  from  800  to  250  lbs.  per  square  inch. 
At  this  latter  pressure  and  at  approximately  atmospheric  temperature,  it  is 
admitted  to  and  expanded  in  the  high-pressure  cylinder,  exhausting  to  the 
receiver  at  a  temperature  as  much  below  that  of  the  atmosphere  as  practicable, 
about  SO*'  below  zero  F.  This  permits  it  to  be  reheated  from  the  aimospheric 
air  itself y  which  is  blasted  through  the  receiver  tubes,  the  working  air  so 
warmed,  subsequently  expanding  in  the  low-pressure  cylinder  converts  some 
of  the  heat  of  the  atmosphere  into  work.  This  process  is  therefore,  peculiarly 
interesting,  inasmuch  as  it  is  a  means  of  utihzing  for  useful  work  some  of  the 
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heat  of  the  atmosphere,  incidently  improving  economy  in  the  use  of  the  com- 
pressed air  about  30  per  cent,  and  avoiding  at  the  same  time  cylinder  frees- 
ing  or  interference  with  lubrication. 

It  has  been  shown  that  so  far  as  economic  performance  independent  of 
cylinder  capacity  is  concerned,  compressors  ^ve  the  same  result  with,  as 
without  clearance,  therefore,  in  con^dering  the  efficiency  of  combined  air 
engines  and  air  compressors,  it  will  be  assumed  that  the  compressor  has  no 
clearance  which  assumption  materially  simplifies  the  work.    With  respect 

to  the  en^e,  the  same 
P**"  would  be  true  if  the  com- 

pression   were     complete; 
since  it  can  be  made  so, 
fiMM  thb   assumption  will  also 

^.  be  made,  and  the  air  en^e 

b  treated  as  if  it   had    sero 

^UM>  clearance.    If   in  any  case 

a  it   has    clearance    without 

&  complete     compression     it 

jij„,  will     require     more    com- 

pressed ail  per  unit  of  work 
done,  which  is  an  avoidable 
waste,   most   easily   elimi- 
Toi,«.iDOu.Ft.  o*te^    ^y     making    com- 

Pio.  m.-Simple  CompreBBed-air  Engme,  uid  Single-      Pression  complete. 

Btage  Compressor.  Combined  Diagram.  Consider     Fig.    177,  as 

representing  a  zero  clear- 
ance single-stage  adiabatic  compressor  card  ABCG  on  which  the  isothermal 
is  dotted,  AD.  Then,  if  the  air  after  compression  be  cooled  to  its 
original  temperature  in  the  receiver  or  pipe  line,  which  usually  happens, 
the  volume  of  cool  compressed  air  available  for  work  is  CD.  This  may  be 
assumed  to  be  admitted  to  an  air  engine  without  clearance  loss  and  there 
adiabatically  expanded  along  DE  completely,  or  used  non-expansively  along 
DF.  These  two  cases  represent  limiting  economic  performances,  best  and 
worst.  The  efficiency  of  the  whole  process  is  given  by  the  ratio  of  the  en^e 
work  area,  to  the  compressor  work  area,  wh^ice,  for  aingl^^oQe  adiabatic 
compression  and  simple  compressed-air  engines, 


Efficiency = 


„     area  CDFG  .  ,  , 

iit  =  ~-  ~r^Djp  for  sero  engine  expansion  (a) 

„      area  CDEG  .              ,  *          ■                 •  ,t\ 

' ~  — ""  CltAC        complete  engine  expansion  (o) 


(1006) 


These  areas  may  be  evaluated .  algebraically  by  a  modification  of  the  methods 
indicated  in  Chapter  II. 

Let  P»  =  highest  pressure,  pounds  per  square  foot; 
Ps=lowest  pressure,  pounds  per  square  foot; 
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a 


Let  -^  =  ft/> = pressure  ratio ; 

Ta= atmospheric  temperature  absolute; 

TV = maximum  delivery  temperature  of  compressor. 

From  Eq.  (46)  making  s  =  r,    Area  CBAG = -~PaVa(Rp'^  - 1  ] . 


Area.  CDFG=PaV^ 


ar  a 


m- 


Area  CDEG=^—^,PaVa 


7-1 

Rp  y  -1 

7-1 

L  ftp  ^ 


Substituting  these  algebraic  values  for  the  areas  in  Eq.  (1006) : 


Ei  = 


Y-1 


^PcVaU^'^-lj 


Rp-1 


fli 


[Rpy  -l) 


(a) 


£^2  = 


Y-1 

r    '^"^     1 
ftp  y  -1 

7-1 

L  ftp  T^    J 

1 


-tiP^Va[Rp  T    -ij       ft^   7 


(6) 


(1007) 


If  the  compressor  were  two  stage  and  the  engine  simple,  the  diagrams  would 
appear  as  in  Fig.  178.  The  results  will  be  different,  as  the  denominator  in  the 
efficiency  equation,  which  is  the  work  of  the  compressor,  has  a  different  expres- 
sion given  by  Eq.  (1008). 

2y  7~i 

(Work  of  compressor,  two-stage,  no  clearance)  =— i^r  PaVJJtp  27  —  1).      (1008) 

Calling  the  new  efficiencies  Ez  and  £4  for  two-stage  compression  compared 
with  zero  engine  expansion  and  complete  engine  expansion  respectively, 

7-1 


^3  = 


_Y-1 


2y 


Rp-\ 


(      2j:i 
Rp\Rp  ^■'  - 


Ei^h 


[ftp  ^  -11 

7-1 

ftp  y 
7-1 

Lftp  2r  _  1 J 

=  i 

r    y~^     1 

ftp  2t  +1 

7-1 

L  ftp  ^    J 

(6)    (1009) 


A  complete  investigation  of  all  the  possible  cases  of  combination  of  com- 
pressor with  engine  would  be  too  lengthy  to  be  given  here,  but  the  methods 
used  may  be  applied  to  other  combinations,  by  the  aid  of  the  equations  of 
Chapters  II  and  III  for  compressors,  and  Chapters  IV,  V  and  VI  for  engines 
with  exponential  laws  for  the  expansion. 

The  effect  of  preheating  the  air  between  compressor  and  engine  may  be 
shown  in  two  different  ways.  According  to  the  first  method,  the  fraction  of  heat 
so  supplied  that  is  ultimately  converted  into  work,  can  be  determined  by  divid- 
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ing  the  net  work  area,  between  the  compression  and  expanaon  lines,  by  the  foot- 
pound equivalent  of  the  heat.  This  will  give  the  efficiency  of  the  combination 
as  a  transformer  of  heat  of  preheat 
into  work,  and  is  the  thermal  effi- 
ciency of  a  gas-engine  cycle  con- 
sisting of  phases  made  up  by  the 
lines  in  question.  The  other  way 
compares  the  whole  work  of  the 
air  en^ne  taken  as  useful  output, 
to  -the  sum  of  the  compressor  work 
and  the  foot-pound  equivalent  of 
the  heat  supplied;  this  gives  the 
efficiency  of  the  whole  combination 
as  it  is.  Both  results  are  of  value, 
each,  however,  for  what  it  shows. 
vai»m«iB™.«.  1°  ^'E-  179,  the  sin^e  compres- 

Fio.  178.— Simple  Compre88ed.air  Engine,  and  ^or  with  simple  air  enpne  is  repro- 
Two-st^e  Compremor,  Combined  Diagram.  duced  with  various  amounts  of 
preheat,  and  the  T*  diagram  drawn 
to  correspond  to  the  thermal  cycle  thus  created.  The  preheat  is  added  from 
D  to  Z)',  D  to  B,  or  D  to  D",  the  first  being  small  in  amount,  insufficient  to 
bring  the  temperature  and  volume  of  the  cooled  air  to  the  values  corre- 


,.»    '5'=|i'" 

T 

i^=ff  ::::::: 

.■  - 

1    „_trt 

r:-B^:::::: 

T         -- ;.-,. 

I— J  \^ 

:;::::;^  :::: 

-■  t-..  '- 

"   :;• 

..,---.  . 

;__j_    4--  T-"^- 

•''',''''  '■'  '   ' 

Vglanw  tn  Cubic  FHt  EiKnpj 

Fio.  179. — ^Effect  of  Preheat  on  Compresaed-air  Engine  Performance. 

Bponding  to  compressor  delivery,  the  second  just  reproduces  these  values,  the 
third  makes  the  volumes  and  temperatures  larger. 

Preheat  to  compressor  delivery  temperature  will  result  in  an  engine 
exhaust  temperature  equal  to  that  of  the  atmosphere  or  compressor  suction. 
Less  preheat  than  this  will  cause  the  exhaust  to  be  cooler  than  the  atmos- 
phere;   the  minimum  allowable  amount  should  be  that  which  will  prevent 
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freezing  or  interference  with  lubrication.  If  the  air  be  very  dry,  such  as 
would  be  the  case  if  compressed  to  1000  lbs.  per  square  inch  or  even  less,  the 
exhaust  may  be  20  to  30°  F.  below  zero  without  making  much  trouble;  with 
more  moisture,  such  as  would  be  carried  by  air  at  100  to  200  lbs.  per  square  inch 
pressure,  the  final  temperature  may  be  as  low  as  10  to  15®  F.,  since  the  high 
initial  temperatures  will  prevent  ice  sticking  to  the  walls.  While  in  many  cases 
the  preheat  used  is  just  sufficient  to  prevent  freezing,  that  is,  the  initial  tem- 
perature absolute,  at  the  beginning  of  expansion,  high  enough  for  the  ratio 
of  expansion  to  give  the  above  final  temperatures,  the  real  economic 
value  of  preheat  is  obtained  only  with  larger  amounts.  There  is  no  reason  why 
temperatiu'es  as  high  as  the  hottest  superheated  steam  should  not  be  used, 
500®  to  600®  F.  in  engines  of  exactly  the  same  structure,  or  in  excess  of  this  to 
any  degree  if  gas-engine  structures  are  used  as  a  model.  These  large  preheats 
give  no  higher  per  cent  thermal  return  than  the  lower  ones,  but  they  do  make 
it  possible  to  operate  larger  engines  with  smaller  compressors,  materially 
reducing  the  first  cost  of  the  equipment. 

The  efficiency  of  the  heat  of  preheat  alone  is  that  of  a  cycle  bounded  by  the 
maximum  and  minimum  pressure  lines  and  two  adiabatics,  the  first  adiabatic 
corresponding  to  the  work  that  would  be  obtained  without  preheat,  and  the 
second  that  corresponding  to  expansion  from  the  temperature  and  volume 
produced  by  the  preheat.  On  the  diagram.  Fig.  179,  this  cycle  is  represented 
for  the  three  different  amounts  of  preheat  by,  EDI/E'E,  EDBAEy  and 
EDiy'E''E  to  both  PV,  and  T^  coordinates.  These  are,  of  course,  all  Brayton 
gas  cycles,  having  established  efficiencies  given  by: 

1  T 

(Efficiency  of  heat  of  preheat)  =  1 :^  =  1 — ^.      .     .     (1010) 

This  is  true  no  matter  how  much  heat  is  added  and  no  matter  what  the  temper- 
atures. It  is  exactly  the  same  as  an  Otto  gas  cycle  efficiency  for  equal  com- 
preasions,  and  is  very  high,  yielding  not  less  than  twice  as  high  a  return  for  the 
heat,  as  obtained  from  the  heat  of  steam  in  a  steam-driven  compressor  cylinder, 
and  may  be  three  or  four  times  as  high,  depending  entirely  on  the  conditions  of 
steam  and  air  pressures.  It  proves  the  desirability  of  using  very  high  air  pres- 
sures for  high  thermal  per  cents  of  return  from  the  heat  of  preheat.  Thus 
with  compressed  air  at  13  atmospheres  or  191  lbs.  per  square  inch  absolute 
for  a  14.7  lbs.  standard  atmosphere,  the  thermal  efficiency  would  be,  ideally, 

jB=1— TT«YJ9  =  52  per  cent. 

If  the  diagram  factors  for  gas  engines  applied  to  these  cases  the  realizable 
amount  would  be  about  half  of  this,  or  26  per  cent,  but  without  water  jackets 
it  is  likely  that  fully  f  would  be  realized,  so  the  probable  thermal  efficiency  of 
the  heat  of  preheat  would  be  approximately  40  per  cent,  a  very  high  value  that 
will  bear  experimental  investigation. 
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The  other  standard  of  efficiency,  that  for  the  whole  system,  is  given  by: 


Efficiency  of  compressor  and 
engine  with  preheat 


Work  of  the  engine 


(Work  of  compressor) 
_+(Pt.  lb.  equiv.  to  heat  of  pi*eheat). 


The  foot  pound  equivalent  of  the  heat  of  preheat  is  equal  to,  778  X  (the 
heat  of  preheat)  =  778 Xt^p  (Temperature  after  preheat— Temperature  before). 
If  the  temperature  before  preheat  be  taken  as  equal  to  that  of  the  atmosphere, 
which  corresponds  to  complete  cooling  of  the  compressed  air  in  receiver  and 
pipe  line,  this  becomes,  calling  the  final  temperature  Tg^  air  temperature 
Ta,  and  w  the  weight  of  air, 

(Ft.  lb.  equivalent  to  heat  of  preheat)  =778ti?C,(rii-!rA).      .    (1011) 

The  work  of  the  engine  with  preheat  is  equal  to  that  without,  plus  that  gained. 

7-1 


The  work  without  preheat  was  given  by,  — ^  PaVa 

Y —  1 


Rp  y  -1 
I   Rp^ 


,  while  the 


(Work  done  by  preheat)  =  778  (Efficiency  of  preheat)  X  (Heat  of  preheat) 

X  77Sv)Cp{Th  -  Ta)  .    Hence 


1 

1 

1 

7-1 

Rp  ^ 

Work  of  en^ne  with  preheat 


__Y_ 
Y-1 


PaV. 


ar  a 


Rp  -r    -1 

+ 

r    y^     1 
Rp  y  -1 

7-1 

I  Rp  y    J 

7-1 

I  Rp  y     J 

X778v}C,(Ta-TA). 


(1012) 


But    PaVa=wRTa=77Sw(C,-C,)TA,    and 


Y     __C. 


Y-1     C, 


—  —  1 

c. 


Cp     Cf 


SO  that 


— i--.p.Fa = 778v)CpTAy     whence 


(Work  of  engine  with  preheat) 

7-1 


=  778u?C 


p 


Rp  y  "1 
Rp 


{Ta +Ta-  Ta) = 778v}C,Tb 


Efficiency  of  compressor  and)  _ 
engine  with  preheat        |~ 


77SwCpTh 


Rp  y  -1 
Rp 

7-1 


(1013) 


Rp  y  -1 
Rp 


Y-1 


[/2p^-lJ 


PaVa \Rp   y-l\  +778wC,iTa- Ta) 


y-1 

Rp  y  -1 


«,[^(«,-r_,)+(i-g)]' 


(1014) 


(t^)*  "^^y   ^^  expressed  as  a  function  of  pressures  and  volumes  measured 
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The  same  methods  apply,  but  of  coiu'se,  different  equations  result,  for  the  more 
complex  cases  of  any  number  of  compressor  stages,  combined  with  any  nimiber 
of  expansions  with  both  preheat  and  receiver  reheat.  However  these  will  not 
be  given  here  owing  to  lack  of  space.  Those  mterested  will  find  the  subject 
more  fully  treated  in  Dr.  Lucke's  larger  work  on  Engineering  Thermo- 
dynamics. 

Just  as  in  steam  and  gas  engines  there  is  a  heat  exchange  between  walls  and 
gases  due  jbo  the  difference  in  temperature,  sometimes  in  one  and  sometimes 
in  the  other  direction,  so  also  is  there  a  heat  exchange  between  air  and  cylinder 
walls  in  both  an  engine  and  an  air  compressor,  which  must  be  taken  into  account 
in  any  discussion  of  their  performance,  when  passing  from  the  cyclic  possibili- 
ties to  the  probabilities  for  real  machines.  Two  general  methods  of  attack  are 
available;  the  first  is  that  developed  for  gas  engines  and  is  concerned  with 
heat  exchanges  during  expansion  and  compression.  It  was  shown  that  the 
rate  of  heat  gain  or  loss  by  the  gas  per  unit  of  volume  change  given  by, 

/dir 

directly  from  an  indicator  card  if  the  clearance  be  accurately  known  and  if 
the  cylinder  and  valves  be  tight.  The  only  net  effect  of  this  exchange  that  is  of 
any  practical  value  is  to  change  the  value  of  the  exponent  "  «  "  giving  it  some 
value  other  than  the  adiabatic.  While  for  compressors  and  air  engines  this  sort 
of  analysis  shows  heat  exchanges  that  are  alternately  positive  and  negative,  the 
net  effect  is  not  serious  enough  to  warrant  the  use  of  any  exponent  other  than  the 
adiabatic  value,  s= y  =  1.4  for  air.  Other  values  have  been  frequently  reported, 
but  with  the  exception  of  cases  confined  to  small  cylinders  at  low  piston  speeds, 
all  are  open  to  suspicion  as  they  are  in  the  direction  that  the  effects  of  leakage 
would  be.  In  cylinders  the  air  is  in  about  the  best  condition  that  could  be 
found  for  prevention  of  heat  transfer,  so  it  is  difficult  to  conceive  of  *'  a  "  having 
any  materially  different  value  than  the  adiabatic  s  =  y  =  1.4. 

There  is,  however,  another  period  in  compressors  and  air  engines  where  a 
material  heat  exchange  occurs,  and  that  is  during  entrance,  corresponding  in 
engines  to  admission  at  the  high  pressure  up  to  cut-off,  and  in  compressors  to 
suction  at  the  low  pressure.  The  effect  in  air  engines  is  to  cool  the  admitted 
air,  so  that  for  each  cubic  foot  measured  at  conditions  external  to  the  cylinder 
and  admitted,  there  will  be  in  the  cylinder  less  than  a  cubic  foot  before  expan- 
sion begins,  and  at  a  temperature  lower  than  that  of  the  air  supply.  This  is 
similar  in  kind  to  the  initial  condensation  of  steam  engines  and  has  the  effect 
of  increasing  the  consumption  per  hour  per  I.H.P.  over  the  indicated  value, 
but  in  air  engines  it  has  the  additional  effect  of  bringing  the  exhaust  air  to  a 
lower  temperature  because  expansion  starts  with  air  colder  than  the  supply. 
In  compressors  the  effect  is  to  prevent  the  cylinder  taking  in  as  much  as  cor- 
responds to  the  product  of  its  apparent  volumetric  efficiency ^and  displacement, 
measuring  volumes  at  pressures  and  temperatures  external  to  the  cylinder. 

Determination  of  the  effect  of  both  compressor  suction  heating  and  engine 
initial  cooling  have  been  made  by  measuring  the  volume  supplied  or  delivered 
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at  pressures  and  temperatures  external  to  the  cylinder  and  comparing  these 
volumes  with  those  indicated.  The  results  can  be  expressed  in  terms  of  volumes 
or  in  terms  of  the  temperature  changes  that  correspond  to  the  volume  diflfer- 
ences,  and  as  cylinders  work  at  such  widely  different  temperatures  and  the  effect 
is  one  of  temperature,  the  latter  is  to  be  preferred.  The  problem  may  then  be 
stated:  How  much  will  the  volume  change  during  admission  to  air  compressor 
or  engine  cylinders,  when  the  difference  between  initial  and  final  temperatures 
of  the  air  in  passing  through  has  a  known  value?  Some  general  conclusions 
are  available  that  will  make  it  possible  to  closely  approximate  this  effect. 
The  result  is  generally  to  change  the  volume  from  10  to  30  per  cent,  reducing 
it  for  engine  admission  and  increasing  it  for  compressor  suction,  or  rather, 
the  temperature  rise  is  from  25  to  50  per  cent  of  the  difference  between  the  tem- 
peratures of  supply  and  delivery  air,  entering  and  leaving  the  cylinders.  One 
series  of  long-run  tests  of  an  ammonia  compressor  using  weighed  anhydrous 
showed  the  rise  in  temperature  during  admission  to  average  about  33  per  cent 
of  the  difference  between  maximum  and  minimum  fluid  temperature.  A 
small  air  engine  working  on  an  atmospheric  temperature  supply  of  compressed 
air  showed  a  volumetric  reduction  of  10  per  cent  on  entrance,  which  is  equivalent 
to  a  reduction  of  temperature  of  about  30  per  cent  of  the  difference  between 
supply  and  exhaust-air  temperatures.  One  valuable  contribution^  that  of 
Trinks,  that  the  extent  of  the  surface  exposed  to  the  suction  heating  has  no 
material  influence  on  the  heating  effect,  was  established  by  measuring  air 
for  an  8X8  in.  compressor  fitted  with  different  clearance  surfaces  but  with 
constant  clearance  volume.  The  whole  range  of  results  shows  an  increase  of 
20  to  25  per  cent  in  the  volume  of  air  while  entering.  Many  examples  of 
separate  data  of  the  same  sort  all  lead  to  the  conclusion  that  the  volumes  will 
be  affected  as  much  as  corresponds  to  a  temperature  rise  during  entrance  of 
25  to  50  per  cent  of  the  difference  between  initial  and  final  temperature, 
although  it  is  impossible  to  relate  the  figures  to  speed,  cylinder  size,  construc- 
tion, kind  of  cylinder  cooling,  temperature  range  or  any  other  factor  that 
might  seem  to  affect  it,  but  which  frequently  fails  to  produce  an  anticipated 
effect. 

This  being  the  case  the  volume  relations  may  be  set  down  as  follows  for 
air  engines: 

(Cubic  feet  air  indicated  at  cut-off\  _  /Absolute  temp,  air  at  cut-off\         /loic^ 
Cubic  feet  air  supplied         /      \  Absolute  temp,  air  supplied  /    ' 

But  if  the  temperature  after  entrance  is  equal  to  that  at  supply,  less  25  to  50 
per  cent  of  the  difference  between  discharge  and  supply  air,  then 

(Temp,  at  culK)ff)  =  (Temp,  supply)  -  (.25  to  .50)  X  (i^T^p.eXl^))  ^^°^^^ 

/Cu.ft.  air  indicatedX  ..  f  25  to  50 w  [  i  Mbs.  temp.  exhaustX  1  /iai7\ 
\Cu.  ft.  air  supplied/  L       \Abs.  temp,  supply /J*  '     ^        ^ 
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Similarly,  for  compressors, 

/CuJt.  air  indicated  on  suction  line\  _  /Abs.  temp,  air  after  suctionX  .-  ^-  ^. 

\  Cu.f  t.  air  supplied  /      \   Abs.  temp,  air  supplied    /'    ' 

(Temp.aftersuction)  =  (Temp.supply)  +  (.25to.50)x(f^i^^^*^^^^^^  ?j  (1019) 

Hence     (Cu.ft.airind.X  F  ^^^^        M^^ 

\Cu.ft.  air  sup./  L  \Abs.  temp,  au"  sup./      J 

It  is  customary  in  compressors  to  use  the  term  volumetric  efficiency: 
£f= apparent  volumetric  efficiency  and  J5V  =  real  volumetric  efficiency,  thus 

F  —  ^^'^^'  ^^^  indicated  on  sudtion  line  nn9n 

^~  Displacement 

j^,  _ Cubic  feet  air  supplied Rv ao^i'i 

"-        Displacement        ~i+(.25  to  .50)\(^^J-  .^""P"  ^'  ^^^Vll 

>  L  \Abs.  temp,  air  sup./       J 

Prob.  1.  Air  at  135  lbs.  pressure  per  square  inch  gage  and  70^  F.  is  admitted  to 
a  cylinder  in  which  the  cut-off  is  i.  What  will  be  the  temperature  after  expansion? 
What  will  it  be  for  i  cut-off,  with,  and  without  considering  initiai  cooling? 

Prob.  2.  At  what  temperature  must  air  be  initially,  to  prevent  freezing  of  exhaust, 
if  the  expansion  is  from  80  lbs.  per  square  inch  gage  to  atmosphere? 

Prob.  3.  Air  is  compressed  adiabatically  in  one  stage  from  atmosphere  to  10  atmos- 
pheres absolute,  and  then  used  in  a  single-cylinder  steam  engine  without  preheat  or 
expansion.  What  will  be  the  efficiency  of  the  system,  and  to  what  value  would  it  be 
raised  by  using  complete  expansion  in  the  engine?  The  compressor  may  be  assumed 
to  have  zero  clearance  and  the  engine  to  have  complete  compression. 

Prob.  4.  Should  the  high  pressure  be  only  5  atmospheres  instead  of  10,  how  would 
the  results  differ? 

Prob.  5.  Should  the  compressor  of  Problem  3  be  two-stage  would  the  results  be 
changed,  and  if  so,  to  what  extent? 

Prob.  6.  What  would  be  the  efficiency  of  the  heat  of  preheat  in  a  case  where  air  was 
used  at  a  pressure  of  120  lbs.  per  square  inch  gage,  the  low  pressure  being  zero  gage, 
and  the  air  preheated  100^  F.  above  atmosphere.  Would  the  result  be  different  if 
the  pfeheating  were  doubled,  and  if  so,  how  much? 

Prob.  7.  What  would  the  efficiency  of  compressor  and  engine  when  the  high 
pressure  is  140  lbs.  per  square  inch  absolute,  the  low  pressure  14.1  lbs.  per  square  inch 
absolute,  and  the  air  perheated  300^  above  that  of  the  original  temperature?  Would 
the  result  be  different  if  the  amount  of  preheat  were  doubled?  If  halved?  If  so,  by 
how  much?    What  is  the  efficiency  of  the  heat  of  preheat  alone? 

Prob.  8.  In  an  air  engine  it  was  found  that  the  temperature  of  the  exhaust  was 
10**  F.  and  that  of  the  supply  air  350**  F.  What  would  be  the  likely  limit  of  the  ratio 
of  cubic  feet  of  air  indicated  to  cubic  feet  supplied,  and  the  horse-power  expected  of  the 
air  engine  per  horse-power  of  compressor. 

Prob.  9.  Air  is  being  adiabatically  compressed  from  atmosphere  to  100  lbs.  per 
square  inch  gage.  The  atmospheric  temperature  is  50**  F.  and  apparent  volumetric 
efficiency  is  95  per  cent;  what  will  be  a  fair  value  for  the  real  volumetric  efficiency? 


CHAPTER  XIX 

MECHANICAL  REFRIGERATION.    QUANTITY  OF  FLUID,  HORSE-POWER  AND 

HEAT  ABSTRACTED  PER  TON 

113.  Mechanical  Refrigeration,  General  Description  of  Processes  and 
Structures.  Thermal  Cycles  and  Refrigerating  Fluids.  Limiting  Tempera- 
tures and  Pressures.  It  is  just  as  important  that  some  substances  be 
cooled  to  temperatures  lower  than  the  surroundings  and  kept  cool  for  long 
periods  of  time,  as  it  is  to  heat  and  keep  hot  other  substances.  Until  the 
thermal  processes  here  discussed  were  understood  this  could  be  done  ooly  to 
the  limited  degree  corresponduig  to  the  use  of  natural  ice  with  or  without  salts 
to  lower  the  melting-point.  The  preservation  of  foods,  the  cooling  of  bever- 
ages, and  the  manufacture  of  ice,  are  all  illustrations  of  important  cooling  proc- 
esses, involving  the  abstraction  of  heat  from  a  great-  variety  of  substances. 
The  perfection  of  apparatus,  however,  to  accomplish  these  ends  has  re- 
sulted in  a  very  much  wider  application  of  that  same  equipment,  with  suit- 
able modifications,  to  other  equally  important,  though  more  purely  industrial 
purposes,  the  refrigerating  processes  becoming  one  step  in  the  general  scheme 
of  production  of  some  result  not  itself  a  cooled  body.  For*  example,  the  dry- 
ing of  air  is  best  accomplished  by  cooling  it  to  as  low  a  temperature  as  will 
reduce  the  moisture  in  saturated  air  to  the  desired  low  value;  or  just  as  moist 
air  is  necessary  in  cotton  spinning,  so  is  drv  air  in  the  manufacture  of  photo- 
graphic films.  Dried  air  is  useful  also  in  the  drying  and  dry  storing  of  wood, 
fabrics,  crystals  and  powders,  and  in  the  blowing  of  blast  furnaces,  where  each 
pound  of  moisture  by  dissociation  into  hydrogen  and  oxygen  consumes  heat 
of  coke  combustion.  Other  examples  of  the  use  of  refrigeration  as  a  process 
are  found  in  the  manufacture  of  confections,  the  storage  of  furs,  the  working 
of  tobacco,  the  recovery  of  parafEne  from  oil,  shaft  sinking  through  soft  or  wet 
earth  by  freezing  the  whole  mass,  and  finally  the  control  of  the  rate  of  fermen- 
tation in  various  liquors  and  the  rate  of  germination  of  seeds  or  growth  of 
bacteria. 

To  accomplish  the  cooling  of  any  given  substance  and  to  maintain  it  at 
a  low  temperature  continuously,  requires  primarily  that  some  other  still  colder 
substance  to  be  termed  the  refrigerating  fluid  be  brought  close  to  it,  so  heat 
may  flow  by  reason  of  the  temperature  difference  to  the  colder  refrigerating 
fluid  through  plates  or  pipes  separating  them.  It  is  evident,  therefore,  that 
any  sort  of  contact  conditions  that  may  be  suitable  or  convenient  will  serve 
to  cool  anything,  if  only  a  still  colder  refrigerating  fluid  be  available,  so  that 
thermally  considered,  the  problem  of  refrigeration  really  consists  in  the  dis- 
covery of  means  for  making  some  fluid  as  cold  as  may  be  necessary  at  the 
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lowest  cost,  without  danger  to  operators  or  injury  to  the  apparatus.  As 
the  absorption  of  heat  by  any  cold  refrigerating  fluid  would  ultimately  raise 
its  temperature  as  high  as  the  body  giving  up  heat  to  it,  continuity  of  the 
refrigerating  process  involves  as  another  essential  element,  the  circulation 
of  the  refrigerating  fluid,  removing  continuously  that  which  has  taken  up  some 
heat  and  replacing  it  with  fresh  quantities.  As  a  result,  there  would  be  accu- 
mulating somewhere  beyond  the  refrigerator  large  amounts  of  refrigerating  fluid 
colder  than  the  cooled  substances  and,  of  course,  colder  than  the  surrounding 
atmosphere  and  earth,  so  the  disposition  of  this  fluid  must  be  provided  for. 
Such  refrigerants  as  have  been  found  suitable  are  expensive,  so  they  cannot 
be  thrown  away  after  once  performing  a  refrigerating  function,  but  must 
be  restored  to  their  original  condition  to  be  used  again  and  again. 

These  fluids  as  the  media  for  the  execution  of  the  refrigerating  cycles  must  be 
treated  in  mechanical  apparatus  of  suitable  form.  This  apparatus,  in  type 
at  least,  is  now  fairly  well  standardized  and  falls  in  one  of  three  so-called  sys- 
tems of  mechanical  refrigeration  which  must  be  understood  in  principle  before 
attempting  any  anal3rsis  or  calculations  of  performance.  These  three  systems 
are: 

A.  The  dense-air  system,  so  called  because  the  air  which  is  the  medium  is 
never  allowed  to  fall  to  atmospheric  pressure,  so  as  to  reduce  the  size  of  the 
cylinders  and  pipes  through  which  a  given  weight  is  circulating. 

B.  The  compression  system,  using  ammonia,  carbon  dioxide  and  sulphur 
dioxide,  and  so  called  to  distinguish  it  from  the  third  system,  because  a  com- 
pressor is  used  to  raise  the  pressure  of  the  vapor  and  deliver  it  to  the  condenser 
after  removing  it  from  the  evaporator. 

C.  The  absorption  system,*  using  anunonia,  and  so  called  because  a  weak 
water  solution  removes  vapor  from  the  evaporator  by  absorption,  the  richer  aqua 
ammonia  so  formed  being  pumped  into  a  high-pressure  chamber  called  a  gen- 
erator in  commimication  with  the  condenser,  where  the  ammonia  is  discharged 
from  the  liquid  solution  to  the  condenser  by  heating  the  generator,  to  which 
the  solution  is  delivered  by  the  pump. 

No  matter  what  the  system  may  be,  it  will  require  circulating  water  to  receive 
its  heat,  and  the  temperature  of  the  water  determines  the  highest  temperature 
allowable  in  the  system  and  indirectly  the  highest  pressure,  so  one  structural 
element  is  a  cooler  or  condenser,  or  both,  to  which  circulating  water  is  sup- 
plied. In  some  cases  it  will  be  found  that  the  same  water  may  be  used  in 
series  over  two  different  parts  when  the  temperature  in  one  is  higher  than 
in  the  other.  Another  structural  element  common  to  all  is  the  refrigera- 
tor proper,  in  its  usual  form  a  coil  of  pipe  in  which  the  air  of  the  air  system 
is  warmed  and  the  ammonia  or  carbon  dioxide  evaporated.  This  pipe  may 
be  placed  directly  in  a  room  to  be  kept  cool,  in  which  case  the  arrange- 
ment is  called  direct  expansion,  but  more  usually  the  coil  or  an  equivalent 
structure  forms  part  of  a  brine-cooling  chamber,  the  cold  brine  from  which  is 
circulated  by  pumps  through  room  coils  or  through  ice-making  tanks,  holding 
cans  that  contain  the  water  to  be  frozen;   though  a  great  variety  of  com- 
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Fig.  180. — ^Diagrammatic  Arrangement  of  the  Air  System 

of  Refrigeration. 


binations  of  direct  cooling  and  brine  circulation  are  in  use.  It  will  be 
assiuned  in  what  follows  that  in  all  cases  a  brine  cooler  will  be  used  with  the 

understanding     that     the 
^cooling  coils  may  instead, 
cool   anything  other  than 
brine  directly. 

The  air  system  is  il- 
lustrated diagrammatically 
in  Fig.  180,  for  a  closed 
system,  in  which  air  pre- 
viously dried  of  moisture 
is  continuously  circulated, 
showing  a  compressing 
cylinder  delivering  air 
through  a  water  cooler  to 
an  expansion  cylinder, 
which  in  turn  sends  the  air 
through  refrigerating  coils 
back  to  the  compressing 
cylinder.  As  the  work  done  by  the  expansion  of  the  cooled  compressed  air  is 
less  than  that  needed  to  compress  the  air  from  the  refrigerating  coils  through 
the  same  pressure  range, 
there  will  be  necessary  a 
source  of  power  to  supply 
the  difference,  so  a  steam 
or  gas-engine  cylinder  is 
added. 

The  compression  sys- 
tem for  ammonia,  carbon 
dioxide  or  other  similar 
condensible  vapors  is  illus- 
trated in  Fig.  181,  dia- 
grammatically, the  ar- 
rangement of  equivalent 
parts  being  maintained  as  Low  Pw^u©  Liquid 
in  the  air  system.  Fig.  180, 
to  bring  out  differences 
more  clearly.  Here  the 
condenser  replaces  the  air 

cooler,  and  the  vapor  deliv-  pj^,  ISl.— Diagrammatic  Arrangement  of  Ammonia  or 
ered  to  it  by  the  compres-       Carbon  Dioxide  CJompression  System  of  Refrigeration. 

sor  is   changed  therein  to 

liquid  at  the  same  pressure,  which  liquid  escapes  through  a  throttle,  generally 
termed  an  expansion  valve,  to  the  refrigerating  coils  where  the  pressure  is  low 
and  evaporation  thereby  induced,  the  discharge  vapor  from  the  coils  being 
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regularly  drawn  off  by  the  compressor  suction.  Of  course,  other  elements  are 
added  in  practice,  for  example,  a  bypass  piping,  so  the  condenser  may  be  pumped 
out  into  the  refrigerator  for  cleaning  or  repairs,  a  charging  connection  for 
taking  in  fresh  ammonia,  a  forecooler  at  the  condenser  to  remove  superheat, 
which  may  use  warmer  water  than  the  condenser  itself,  a  liquid  receiver  beyond 
the  condenser  to  store  a  quimtity  of  fluid  to  meet  sudden  fluctuations  of 
demand  while  vapor  returns  slowly,  a  purge  valve  at  the  highest  point  of 
the  condenser  to  blow  off  non-condensible  gases  from  the  system,  a  liquid 
separator  on  the  compressor 
suction  to  prevent  the  liquid 
of  wet  vapors  entering  the 
cylinder,  oil  or  glycerine  traps 
between  compressor  and  con- 
denser to  prevent  entrance 
into  the  latter  of  any  such 
matter  used  in  the  cylinder 
and  discharged  from  it,  and 
other  similar  elements  often 
in  large  numbers,  none  of 
which,  however,  affects  the 
fundamental  thermal  process. 
The  absorption  system  of 
apparatus  for  ammonia  is  rep- 
resented in  Fig.  182,  diagram- 
matically,  which  illustrates 
only  one  of  several  possible 
arrangements,  but  a  common 
one  that  serves  as  a  basis  for 
analysis.  Here  the  condenser, 
anhydrous  ammonia  liquid 
line,  expansion  valve,  evapo-  ^"**' 
rating  coils  and  brine  cooler 
are  the  same  as  before,  all 
differences  being  concerned 
with  the  drawing  off  of  the 
vapor  produced  in  the  refriger- 
ating coils  and  its  delivery  at 


— UqaM  M  Hg 


n 


inalywi 


Ammonia  k 
Water  Vapoc^ 


Steam 


<  BtroDf  Liquor 


StroDff  JJqaor 

Waak  Uqnor 
RaKuUtlDK  Valra  . 

Waak  Liquor 


Generator 


US 


Waak  Uqaor 


Bxpanalon  TalTS 


I  xcl^iifVKr 


T 


Snetton 
Bectilatlns 


Abaorber 


SlroDg  Liquor^ 


Low  PrMaars 
Mfl. 


c 


Brloa  Oootor 


\ 


•  Brina- 


Low  PreMQi*  Ti 


■'^ 


Fig.  182. — Diagrammatic  Arrangement  of  the  Ammonia 
Absorption  System  of  Refrigeration. 


the  higher  pressure  to  the  condenser.  This  is  accomplished  by  treating  an  aque- 
ous solution  of  ammonia,  alternately  allowing  it  to  absorb  ammonia  from  the 
evaporating  coils  in  an  absorber  at  a  rate  determined  by  a  regulating  valve  and 
the  temperature  and  concentration  of  the  solution,  and  later  heating  this  richer 
solution  in  a  generator  by  means  of  steam  coils.  Thus,  referring  to  the  diagram, 
the  low-pressure  vapor  passes  from  the  evaporating  coils  through  the  suction- 
regulating  valve  to  the  absorber  chamber  where  it  meets  a  weaker  aqueous 
solution,  being  absorbed  and  so  developing  heat,  which  is  carried  off  by  the 
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circulating  water  coil,  which  latter  controls  the  temperature  of  absorption. 
A  more  concentrated  and  cool  solution  of  strong  liquor  is  then  pumped  from  this 
low-pressure  absorption  chamber  to  the  high-pressure  heating  chamber  or 
generator,  passing  on  the  way  through  a  heat  exchanger  where  it  gets  wanner 
by  cooling  weak  liquor  flowing  in  the  other  direction.  The  heating  in  the 
generator  will  drive  off  both  ammonia  and  water  vapor,  but  mainly  the  former, 
and  this  vapor  mixture  rises  through  a  double  cooling  chamber  or  analyzer 
and  rectifier.  It  is  first  cooled  a  little  by  contact  with  the  incoming  strong 
liquor  in  the  analyzer,  and  later  more  cooled  in  the  rectifier  by  circulating 
water  that  has  been  used  in  the  condenser.  At  each  cooling  step  some  water 
vapor  is  thrown  down  and  returns  with  such  ammonia  as  it  absorbs  on  the  way 
to  the  generator,  while  the  ammonia  not  so  reabsorbed  passes  to  the  con- 
denser, as  the  cooling  has  not  been  carried  far  enough  in  analyzer  and  rectifier 
to  condense  it.  A  little  water  vapor  will  pass  over  the  condenser,  making 
its  delivery  consist  not  of  pure  anhydrous  ammonia,  but  rather  of  an  aque- 
ous solution,  mainly  NH3,  which  behaves  nearly  enough  like  anhydrous 
for  practical  purposes,  unless  by  mismanagement  it  finally  attains  too 
much  water,  which  must  be  removed  before  continuing  the  refrigeration 
effectively. 

The  thermal  and  work  processes  on  the  refrigerating  fluid  itself  which 
make  possible  the  absorption  by  it  of  heat  in  the  low-temperature  ranges,  and 
its  ultimate  restoration  to  a  condition  which  will  permit  a  repetition,  consti- 
tute the  so-called  refrigerating  cycles,  and  as  the  fluid  may  be  either  a  gas,  or 
a  liquid-vapor,  there  may  be  a  very  great  variety  of  refrigerating  cycles,  at 
least  as  many  as  there  are  for  transforming  heat  into  work  by  both  vapor 
and  gas  systems. 

In  general,  whether  the  fluid  be  a  gas  or  a  vapor,  it  will  pass  through  a 
cycle  consisting  of  heat  absorption  in  low  ranges  of  temperature  as  one  phase, 
and  if  the  original  condition  is  to  be  restored,  heat  absorbed  must  be  given 
up  to  surroundings  which  will  constitute  another  phase;  between  absorption 
of  heat  at  low  temperatures  and  its  discharge  to  air  or  water  later  at  tem- 
peratures higher  than  their  own,  the  fluid  itself  must  be  raised  in  temper- 
ature and  this  can  be  done  by  doing  work  on  it,  so  a  third  phase  will  be  one 
of  compression.  At  least  one  more  phase  is  needed  to  close  the  cycle,  but  there 
may  be  more  than  one.  If  the  fluid  be  a  gas,  the  absorption  of  heat  by  it  in 
the  refrigerator  as  it  circulates  is  most  feasibly  accomplished  at  constant  pres- 
sure, so  heating  at  constant  pressure,  A  to  £,  would  be  the  first  phase.  Fig.  183, 
the  next,  adiabatic  compression,  BtoC,  followed  by  heat  abstraction  or  cooling, 
C  to  Z>,  again  at  constant  pressure,  the  final  temperature  always  above  that 
of  the  available  water  which  is  to  carry  it  away,  closing  the  cycle  by 
adiabatic  expansion  Z)  to  A  to  lower  the  temperature  to  the  original  value. 

It  will  be  noted  that  this  is  a  Brayton  gas-engine  cycle  executed  in  the 
reverse  direction,  and  therefore  all  the  thermal  relations  established  for  that 
cycle  in  Section  104  of  Chapter  XV  may  be  used  with  appropriate  modifica- 
tions for  this  reverse  refrigerating  cycle  when  its  analysis  is  taken  up  later. 
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Should  a  liquid-vapor  be  used,  absorption  of  heat  by  it  at  a  temperature 
lower  than  in  the  refrigerator  will  evaporate  liquid,  and  this  is  the  first  phase; 
compression    adiabatically 

will  raise  temperature  and  hi — i — i — i — i — i — i — ||i 
pressure  to  such  values  as 
will  permit  condensation, 
since  heat  is  given  up  to  the 
circulating  water;  these 
steps  constitute  the  second 
and '  third  phases,  while 
liquid  cooling  accompanied 
by  reduction  of  pressure 
closes  the  cycle,  though 
there  are  modifications  to 
be  noted  depending  on  qual- 
ity of  the  vapor  at  various 
points  and  the  manner  in 
which  the  drop  in  pressure 
after  condensation  takes 
place.  If  after  condensation 
is  complete  at  D,  Fig.  184, 
the  liquid  adiabatically 
expands  D  to  A,  it  will  have  the  quality  at  A  at  the  low  temperature.  If, 
however,  it  merely  escapes  through  a  valve  it  will  follow  the  line  of  constant 
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FiQ.  183. — ^Refrigeration  Cycle  for  a' Gaseous  Fluid. 
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Fig.  184. — ^Vapor-liquid  Fluid,  Refrigerating  Cycle. 

total  heat  D  to  A'  and  be  more  wet,  which  is  more   nearly  the  process  as 
practiced.   From  the  point  A  or  A',  evaporation  proceeds  at  a  constant  tempera- 
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ture  lower  than  that  in  the  refrigerator  until  no  more  liquid  remains,  B",  after 
which  it  may  be  superheated,  B''B'".  At  any  time,  that  is,  when  the  quality 
has  any  value,  such  for  example  as  corresponds  to  points  -B,  B',  B"  or  B'"y 
the  heat  absorption  may  be  stopped  by  removal  of  the  vapor-liquid  from  the 
refrigerator  to  the  compressor,  for  adiabatic  compression  to  condenser  pres- 
sure. Here,  four  different  compression  lines  are  shown,  the  first,  BC,  illustrating 
adiabatic  compression  from  wet  vapor  to  less  wet  vapor;  B'C,  from  wet  to  dry 
saturated  vapor;  B"C",  from  dry  saturated  to  superheated;  B'"C'",  from 
superheated  to  more  superheated  states.  When  the  vapor  after  adiabatic 
compression  is  superheated  the  first  action  in  the  condenser  is  not  condensation, 
but  a  sort  of  precooling  for  the  removal  of  superheat,  C'CC'^  after  which 
true  condensation  proceeds  C  to  D,  at  which  it  is  complete. 

As  the  constant  total  heat  line  DA'  for  the  liquid  passage  from  condenser 
to  refrigerating  evaporator  is  fairly  close  to  the  liquid  line  DA"' tor  the  common 
refrigerating  fluids,  it  is  customary  to  consider  the  resulting  heats  as  equal  in  nu- 
merical value  for  the  small  temperature  raises  involved,  and  this  procedure  is 
justified  by  the  fact  that  the  error  is  very  small,  smaller  than  that  in  locat- 
ing the  lines,  and  not  less  accurate  than  the  knowledge  of  the  properties  of 
these  fluids.  Therefore,  the  refrigerating  cycle  involving  the  use  of  a  vapor- 
liquid  fluid  may  be  taken  as 'the  Rankine  cycle  reversed,  and  all  the  methods 
and  conclusions  developed  for  this  cycle,  as  a  heat  to  work  transforming 
process,  are  available  with  suitable  modifications  when  analyzing  it  as  a 
refrigerating  cycle. 

It  is  clear  from  the  preceding  discussion  that  any  gas  or  any  liquid  may  be 
used  as  a  refrigerating  fluid  when  subjected  to  these  cycles  of  operation  with  only 
one  limitation,  and  that  is  they  must  not  pass  through  the  critical  state.  This 
does  not  mean,  however,  that  all  are  equally  available,  for  they  are  not,  and  the 
first  consideration  of  importance  that  reduces  the  number  to  a  very  few  is 
the  pressure  necessary  to  cause  evaporation  at  such  low  temperatures  as  refrig- 
erants must  assiune,  a  high  limit  for  which  may  be  taken  at  0^  F.  and  a  low 
limit  at  —50®  F.  If  the  pressures  corresponding  to  the  saturated  vapor  at  such 
temperatures  are  too  low,  there  would  be  needed  very  large  pipes  and  com- 
pressors to  handle  the  necessary  quantity.  This  consideration  with  others  to  be 
taken  up  later,  limits  the  available  fluids  to  the  following,  having  the  boiling- 
points  at  atmospheric  pressure  corresponding  and  in  order:  sulphuric  ether, 
C2H6O,  34*^  C.  =  93°  F.;  sulphur  dioxide,  SO2,  -10*^  C.  =  14®  F.;  methyl 
chloride,  CH3CI,  -22®  C.  =  -8°  F.;  methyl  ether,  C2H6O,  -24°  C.  =  -11®  F. 
ammonia,  NH3,  -33®  C.  =  -27®  F.;  carbon  dioxide,  CO2,  -79®  C.=  -110®  F. 
nitrous  acid,  N2O,  -88®  C.  =  -126®  F.;  ethylene,  C2H4,  -103®  C.  =  -152®  F. 
oxygen,  O2,  -181®  C.=  -294®  F.;  air,  -192®  C.=  -314®  F.;  nitrogen,  N2, 
-198®  C.  =  -324®  F.;  hydrogen,  H2,  -243®  C.=  -416®  F. 

The  other  items  in  the  elimination  of  the  less  desirable  fluids  are;  (a)  the 
condenser  pressure  corresponding  to  ordinary  circulating  water  temperatures 
which,  if  too  high,  require  thick  and  expensive  pipes  and  unduly  expensive 
compressors;  (b)  the  latent  heat  of  evaporation  at  the  refrigerator  or  evaporat- 
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ing  pressures  which,  if  too  small,  require  the  circulation  of  exceissive  quantities 
of  fluid  to  produce  a  given  amount  of  refrigeration;  (c)  the  volume  of  vapor 
per  pound  at  the  low  pressure  which,  if  top  large,  requires  too  large  a  com- 
pressor to  circulate  the  required  quantity,  the  compressor  size  being  a  function 
of  the  cubic  feet  of  vapor  per  B.T.U.  of  latent  heat  taken  by  it  from  the 
refrigerator;  (d)  the  cost  per  lb.  of  the  fluids  which  must  be  replaced  to 
supply  leakage;  {e)  the  corrosiveness  of  the  fluid  on  the  metal  parts.  All 
these  influences  have  resulted  in  the  placing  of  anhydrous  ammonia  in  the 
first  rank  of  refrigerating  fluids,  being  used  in  the  production  of  over  90  per 
cent  of  all  the  mechanical  refrigeration  now  in  service,  with  carbonic  acid 
and  sulphur  dioxide  next  in  order,  and  practically  all  others  eliminated  except 
air,  which  is  used  entirely  as  a  gas — the  only  gas  so  used. 

Referring  to  the  air  system.  Fig.  180,  it  will  be  readily  seen  that,  while  any 
range  of  temperatures  desired  may  easily  be  obtained  with  reasonable  pres- 
siu*es,  some  standard  is  desirable  for  purposes  of  comparison,  so  it  will  be 
assumed  that  the  air  must  leave  the  refrigerating  coils  at  0*^  F.  and  enter 
at  —80**  F.,  also  that  the  cooling  water  available  will  permit  an  initial  tem- 
perature in  the  expansion  cylinder  of  70*^  F.  If  expansion  in  this  cylinder 
is  complete,  as  it  may  be  if  the  cut-off  is  suitably  adjusted,  the  pressure  ratio  is: 


^j      =(1.4)««=3.2  (approx.). 


(1023) 


If  the  pressure  in  the  refrigerating 
coils  is  one  atmosphere  that  in  the 
water-cooling  coils  must  be  3.2 
atmospheres  absolute,  but  if  high 
pressures  are  carried  in  the  refriger- 
ating coils  to  reduce  the  size  of 
equipment,  four  atmospheres,  for 
example,  the  high  pressure  will  be 
thirteen  atmospheres  absolute.  The 
indicator  diagram  of  the  compressor 
without  losses  is  shown  for  this  latter 
case  by  ABCD  of  Fig.  185,  on  which 
BC  represents  the  volume  of  hot  air 
actually  delivered  by  the  compressor 
due  to  the  clearance  volume  Vc.  If 
this  be  cooled  and  admitted  to  an  PiQ.  185.— Dense  Air  Refrigeration,  Compressor 
expansion  cylinder  having  a  clearance         and  Engine  Combined  Indicator  Cards. 

volume  Vh)  and  working  with  com-  

plete  compression  GH  and  expansion  EF,  the  admission  volume  HE,  is  to 
the  compressor  delivery  volume  JBC,  as  the  absolute  temperatures  after 
and  before  cooling.  These  two  indicator  cards  when  combined  become 
equivalent  to  the  PV  cycle  of  Fig.  186^  on  which  CB  represents  the  delivered 
volume  of  hot  compressed  air,  and  CE,  the  admitted   volume   of  resultant 
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cooled  air,  or  EB  the  reduction  in  volume  due  to  cooling,  EF  the  expansion, 
FA  the  refrigerator  heating  of  the  air  and  AB  the  compression,  substantially, 
as  described  previously.  Compressor  suction  and  delivery  valve  losses, 
and  suction  heating,  as  well  as  incomplete  or  overexpansion  and  compres- 
sion in  the  expansion  cylinder,  with  admission  cooling  of  the  air  therein, 
will  distort  the  diagram  of  actual  machines,  but  the  effects  of  such  distortion 
are  easily  imderstood  and  need  not  be  subjected  to  analysis,  the  cycle  above, 

representing     the    perfect 
T"! — I — ' — '     ■     ■ — •  conditions,  will  give   best 

possible  results  that  are  to 
be  determined  analytically. 
Considering  the  com- 
pression system  for  ammo- 
nia and  other  condensible 
vapors,  Fig.  181,  only  two 
fluids,  ammonia  and  car- 
bon dioxide,  will  be  dis- 
cussed here.  It  will  be 
assumed  for  convenience 
that  the  vapor  leaving  the 
coils  in  which  pressure  is 
assumed  constant  through- 
out, is  dry  saturated,  and 
that  the  condenser  is  so  constructed  that  the  pressure  therein  corresponds 
to  liquid  leaving  at  70®  F.;  actually  it  will  be  higher.  Under  these  circimi- 
stances  the  compressor  suction  pressure  will  be  29.7  lbs.  per  square  inch 
absolute  for  ammonia,  and  313.7  lbs.  per  square  inch  for  carbon  dioxide, 
while  the  corresponding  condenser  pressures  will  be  128.4  lbs.  per  square 
inch  for  ammonia  and  851.5  lbs.  per  square  inch  for  carbon  dioxide,  all  abso- 
lute and  taken  directly  from  tables  of  the  properties  of  saturated  vapors. 

P  P 

Accordingly,  the  pressure  ratios  are,  -=^=4.32  for  ammonia,  and  -5^=2.72 

Pl  Pl 

for  carbon  dioxide,  and  neglecting  wall  action  in  the  compressor  as  well  as 
pipe  heating  or  cooling,  the  temperature  of  the  gas  after  delivery  from  com- 
pressor to  condenser  will  be  as  given  by  Eq.  (1024),  taking  7=1.3  for  both 
vapors  superheated.   . 

/P«\  ~r'  _  f  460(4.32)-«^  =  645®  F.  abs.  for  ammonia  (a)  1 

Is-UypJ       -  I  460(2.72)«»*  =  580®  F.  abs.  for  carbon  dioxide  (6)  J  '  ^        ^ 

For  these  pressures  the  two  compressor  indicator  cards  are  drawn,  Fig.  187, 
for  the  assumption  of  no  losses  and  for  equal  per  cents  of  clearance,  ABCD 
representing  ammonia  and  A'B'C'D'  carbon  dioxide.  On  each,  the  suction 
volume  is  DA  or  D'A\  and  the  delivery  volume  BC  or  B'C,  so  they  are  equiv- 
alent to  no  clearance  cards  with  these  bottom  and  top  lengths.  As  the  func- 
tion of  the  condenser  is  that  of  volume  reduction  at  constant  pressure,  its  action 
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may  be  equally  well  represented  by  the  delivery  line  BC  and  B'C,  Fig.  188; 

and  similarly,  the  coil  evaporation  at  constant  pressure  is  also  represented  by 

the  suction  line  DA  and 

D'A\  so   that    the   whole 

process  is  represented   by 

the  PV  cycles,  ABCD  and 

A'B'C'D\    for  which   the 

corresponding     T^    cycles 

are   shown   at    the   right, 

each  for  one  potmd  of  sub-    i 

stance. 

Referring  to  the  ab- 
sorption system,  Fig.  182, 
it  will  be  assumed  that  the 
condenser  discharge  is  pure 
anhydrous  and  m  this  case 
the  coil  and  condenser 
pressures  will  be  the  same 
as  for  the  compressing 
system.  Obviously,  a  con- 
siderable range  of  liquor  strengths  may  be  used  and  a  still  wider  range 
of  temperatures  maintained  in  both  absorber  and  generator,  so  for  the  pur- 
pose of  calculation  some  common  values  must  be  assigned  to  these  quantities 
for  preliminary  calculation.  Accordingly,  it  will  be  assumed  that  the 
generator  has  a  temperature  of  250°  F.,  which  corresponds  to  saturated  steam 
at  29.82  lbs.  per  sq.in.  absolute  or  nearly  15  lbs.  gage  pressure,  receiving  rich 
liquor  slightly  less  than  32  per  cent  ammonia  by  weight,  at  205**  F.  It  is  less 
than  the  32  per  cent  delivered  from  the  absorbed  because  at  the  higher  tempera- 
ture a  small  amount  of  the  liquid  has  changed  to  gas.  It  will  also  be  assumed 
that  the  weak  liquor,  22  per  cent,  enters  the  absorber  at  115*^  F.  so  that  the 
exchange  has  reduced  it  115*^,  while  the  32  per  cent  liquor  leaves  the  absorber  at 
100**  F.  and  is  warmed  in  the  exchanger  10*^  less  than  the  weak  is  cooled  because 
of  superior  si)ecific  heat,  so  that  its  rise  of  temperature  is  115°— 10**  =  105°;  it 
thus  enters  the  generator  at  100°  F.  + 105° = 205°  F.  Finally,  it  will  be  assumed 
that  the  pressure  in  the  absorber  is  2  lbs.  per  sq.in.  gage  lower  than  in  the  evapo- 
rating coils  by  reason  of  the  action  of  the  regulating  valve,  which  makes  the 
absorber  pressure  for  ammonia  vapor  at  0°,  29.7—2=27.7  lbs.  per  sq.in.  abso- 
lute. Referring  to  the  table  of  proi)erties  of  ammonia  water  solutions  and  the 
corresponding  charts  in  the  book  of  tables,  it  appears  that  a  solution  at^the 
pressure  27.7  lbs.  per  sq.in.  absolute  in  the  absorber  and  at  a  temperature  of 
100°  F.  would  if  saturated  contain  34  per  cent  by  weight,  so  that  the  32  per 
cent  solution  which  leaves  is  not  saturated.  In  the  generator  the  condenser 
pressure,  assumed  at  128.4  lbs.  per  sq.in.,  is  maintained  at  the  temperature  of 
the  22  per  cent  solution  leaving  it,  namely,  230°  F.;  if  saturated  this  liquid 
would  contain  24  per  cent  by  weight  instead  of  the  22  per  cent  actual. 
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These  quantities  are  all  subject  to  almost  infinite  variation,  yet  something 
must  be  assumed  approximately  corresponding  to  practice,  as  a  basis  of  com- 
parative computation,  and  in  this  case  it  is  especially  important,  since  no 

thermal  diagrams  nor 
■g/  cycles  can  be  conveni- 
ently established  to  rep- 
resent in  general  terms 
the  whole  process. 

This  general  descrip- 
tion of  the  methods  and 
the  functions  of  the  more 
common  mechanical  re- 
frigerating systems,  will 
serve  as  a  basis  of  both 
absolute  and  comparative 
calculations  concerning 
them,  in  which  the 
important  quantities  to 
be  determined  are:  the 
quantity  of  refrigerating 
fluid  that  must  be  circu- 
lated per  minute  to  pro- 
duce a  unit  of  refrigerat- 
ing effect;  the  size  and 
displacement  of  cylinders 
necessary;  the  work  that 
must  be  done  per  unit 
of  refrigeration  and  the 
general  relations  between 
heats  gained  and  lost  by 
the  fluid  and  the  work 
that  must  be  done  on  it. 

114.  Perfoimance  of 
Mechanical  Refngerating 
Cycles  and  Systems. 
Quantity  of  Fluid  Circu- 
lated per  Minute  per  Ton  Refrigeration,  Horse-power,  and  Heat  Supplied 
per  Ton.  Refrigeration  per  Unit  of  Work  Done  and  its  Relation  to  Thermal 
Efficiency  of  the  System.  As  in  the  cases  of  the  steam  boiler  and  gaa 
producer  where  capacity  is  to  be  measured  in  terms  of  a  quantity  of  heat  per  min- 
ute delivered,  a  capacity  unit  has  been  established  and  given  the  arbitrary  term 
"  horse-power,"  with  a  different  meaning  in  each  case,  so  in  dealing  with  refrig- 
erating systems  engineering  practice  has  developed  and  adopted  a  somewhat 
similar  term,  but  with  a  more  rational  basis,  as  the  unit  of  capacity,  and  this  id 
the  ton  refrigeration.    If  the  latent  heat  of  fusion  of  ice  be  taken  as  144  B.T.U., 
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Fig.  188. — ^Ammonia  and  Carbon  Dioxide  Refrigerating 

Cycles. 
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which  is  nearly  correct,  and  the  ton  as  2000  lbs.,  then  one  ton  of  ice  in  melting 
would  absorb  from  its  surroundmgs  2000X144=288,000  B.T.U.,  and  if  this 
were  accomplished  in  a  day  of  24  hours,  heat  would  be  flowing  at  the  rate  of 
288,000  B.T.U.  per  24  hours,  or  12,000  B.T.U.  per  hour,  or  200  B.T.U.  per 
minute.  Whenever  the  refrigerating  fluid  absorbs  heat  at  these  rates  it  is  said 
to  be  developing  a  ton  refrigeration,  or  when  brine  absorbs  heat  at  the  same 
rate  it  likewise  is  said  to  be  developing  a  ton  refrigeration »  so  that  capacity 
may  be  measured,  as  in  the  refrigerating  fluid,  or  in  the  brine,  and  also  as  from 
the  body  giving  up  heat  such  as  beef,  or  water  ice.  When  at  one  point  of  the 
system,  heat  is  being  transferred  at  the  ton  refrigeration  rate,  it  will  not  be 
necessarily  at  other  points  in  the  system,  so  it  is  essential  to  establish  a  stand- 
ard that  shall  be  invariable  and  that  is  in  the  fluid  itself.  Therefore,  a  system  has 
one  ton  refrigerating  capacity  when  the  refrigeraiing  fluid  is  absorbing  heat  in  the 
primary  refrigerating  coils  at  the  rate  of  288,000  B,T.U.  per  24  hours,  12,000 
B.T.U.  per  hour,  or  200  B.T.U.  per  minvJte  though  the  useful  effect  in  cooling  or 
freezing  wiU  be  less  if  there  be  any  gains  or  losses  between. 

Each  pound  of  fluid  is  capable  of  taking  up  in  the  refrigerating  coils  a  definite 
amount  of  heat  to  be  called  refrigeration  per  pound  of  fluid,  so  that  to  produce 
the  ton  refrigeration  a  definite  weight  of  fluid  in  pounds  per  minute  must  be 

circulated  according  te  the  general  formula: 

200 
(Lbs.  of  fluid  per  minute  per  ton)  =  (^^^^^^^^^^^  ^^  lb.  ^f  fluid)'     '    ^^^^S) 

This  is  a  general  expression  for  which  there  is  a  volumetric  equivalent  given 
by  Eq.  (1026),  where  the  volume  is  that  of  delivery  from  the  refrigerating  coils. 


Cu.ft.  fluid  deliv- 
ered from  refrig- 
erating coils  per 
min.  per  ton 


—  Qnn/^^"'  ^^'  P^^  ^^'  ^^^^  ^^  ^^^^  deliveryX      .  v 
\     Refrigeration  per  lb.  of  fluid     / 

^( 200 \      . 

\Refrigeration  per  cu.ft.  fluid  at  coil  del./ 


(1026) 


Assmning  no  heating  or  cooling  of  the  fluid  between  the  points  of  coil  delivery 
and  compressor  entrance,  the  same  volume  as  left  the  coils  will  approach  the 
compressor  in  compression  systems,  but  on  entering  the  compressor  it  will  be 
heated  and  expanded;  it  will  also  suffer  a  loss  of  pressure,  and  re-expansion  in 
the  compressor  will  delay  entrance.  Defining  the  true  volumetric  efficiency 
Ev}  as  the  ratio  of  the  volume  drawn  from  the  suction  measured  at  conditions 
of  pressure  and  temperature  external  to  the  cylinder,  to  the  displacement 
volume,  the  compressor  displacement  per  ton  capacity  may  be  set  down  as  in 
Eq.  (1027),  for  the  air  and  compression  systems. 

Compressor    dis- 


) 


,  *'^       t.   [     r  200 /Cu.ft.  per  lb.  fluid  at  coil  deliveryXI, 
placement  cuft.  \=[-e^\    Refrigeration  per  lb.  of  fluid"  j  J  ^° 
per  min.  per  ton  J      ^  *^ 

^r 200 ]  .,. 

L  Ev'CReing.  per  cu.ft.  fluid  at  coil  del.)  J  ^  ^ 


(1027) 
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That  which  corresponds  in  the  absorption  system  to  compressor  displacement 
in  the  other  systems,  is  the  displacement  of  the  pump,  which  is  equal  to  the 
cu.ft.  of  strong  liquor  per  minute  that  is  capable  of  carrying  oflf  the  quantity  of 
ammonia  circulating,  if  its  volumetric  efficiency  is  100  per  cent,  and  this  it 
may  be  substantially  if  of  suitable  type  and  properly  run. 

Let  WB=\h8,  rich  liquor  to  be  circulated  per  lb.  of  NH3  taken  up  in  absorber; 
C«=per  cent  NHa  in  rich  liquor; 
Cur = per  cent  NHs  in  weak  liquor. 

Then  (tq7))»  ai^d  Itt^)  =  pounds  NHs  per  pound  solution  weak  and  rich; 
"      (  — inn  ^ ) »  ^^^  {  — mrT^ )  "  ^^^'  water  per  lb.  solution  weak  and  rich ; 

"      (inn  ^n    )»  ^^^  i^nn  ^ n  )  =pounds  NH3  per  pound  water  in  weak 
MOO  -  Cw/  Vioo  -  ChJ         ^^  ^^j^  ^jy^j^^ 

Therefore,  the  weight  of  ammonia  gained  per  pound  of,  water  when  the 
solution  passes  from  the  weak  to  the  rich  stat«  is,    (innJ!r  /""(ino-^r   )   * 

But  1  lb.  of  water  is  associated  'with  L^_^^  1   pounds  of  rich  solution, 

therefore,  the  poimds  of  NH3  taken  up  per  ,pound  of  rich  liquor  formed,  is 
equal  to  the  pounds  NH3  gained  per  pound  of  water,  divided  by  pounds  of 
rich  liquor  per  pound  of  water;  and  the  pounds  rich  liquor  formed  per  pound 
of  NH3  taken  up  is  the  reciprocal  of  this,  given  by  Eq.  (1028) : 

/_100_\ 
,„  \100-Cj  _  IOO(IOO-Cb^)  _100-Cir  . 

(      C^      \     (      (^w     yCB{m-Cw)-Cw(m-Ca)'~  Cn-Cw'  ^       ^ 
\100-Cj     \100-Cir/ 

The  displacement  of  the  pump  per  ton  will,  therefore,  be  the  product  of  the 
weight  of  rich  liquor  per  pound  of  NH3  absorbed,  into  the  cu.ft.  of  liquor  per 
pound,  and  the  poundi^  of  NH3  per  minute  per  ton. 

'  Rich  liquor  pump  ]       /inn    n  \      /r^    t^        •  u\ 

J.     1  4.  /100—Cir\^ /Cu.ft.     nch\^ 

'    displacement  per    =1  y^ — 7^— )  X I ,.  lu  )  X 

.     .  .  \Cr-Cw/     Vliquorperlb./ 

I    mmute  per  ton     J 

Solution  of  all  these  equations  for  weights  and  volumes  of  fluids  and  the  corre- 
sponding displacements  per  minute  per  ton,  depends  on  the  evaluation  of  the 
term,  (Refrigeration  per  pound  of  fluid).  In  the  case  of  the  air  system  this  is, 
of  course,  nothing  more  than  the  product  of  specific  heat  at  constant  pressure 
into  the  temperature  rise  in  the  coils.  For  the  liquid  vapor  system  it  is  made 
up  of  parts  depending  on  the  final  quality  of  vapor  discharge  which  may  be  set 
down  as  in  Eq.  (1030) : 


200 


Refrigeration 
per  lb.  NHs 


.  (1029) 
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f  ^  [(Temp,  air  leaving  coils)  —  "I  „       .        .  ,  . 
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These  are  all  tabular  quantities  except  the  heat  of  air  and  of  vapor  superheat, 
which  are  easily  evaluated,  but  to  facilitate  determinations,  Charts  Nos.  72 
for  ammonia  and  73  for  carbon  dioxide  have  been  calculated  and  are  given 
in  the  Handbook  of  Tables. 

From  the  data  of  these  charts  applied  to  the  preceding  equations  the  dis- 
placements of  compressors  and  pumps  can  be  computed  by  the  slide  rule, 
introducing  the  chart  quantities  in  the  equations.  When  superheated  vapor 
densities  are  to  be  evaluated  either  vapor  may  be  assumed  to  behave  as  a 
perfect  gas,  volumes  being  directly,  and  density  inversely  proportional  to 
absolute  temperatures.  The  volume  per  pound  of  ammonia  solutions  is  to  be 
evaluated  from  that  of  water  in  the  steam  tables,  dividing  the  water  value 
by  the  specific  gravity  of  the  solution  table.  This  may  be  checked  by  the 
use  of  Chart  No.  74,  hi  the  Handbook  of  Tables,  from  which  the  value  may 
be  read  ofif  directly. 

With  a  givren  weight  and  volume  of  fluid  per  minute  per  ton  passing  through 
the  cylinders,  the  maximum  and  minimum  pressures  for  which  are  determined  by 
the  temperature  desired  in  the  coils  and  that  available  by  the  cooling  water  in 
coolers  or  condensers,  it  follows  that  a  definite  horse-power  per  ton  refrigeration 
will  result  for  each  system  and  each  operative  condition  of  any  one.  The  cycle 
of  operations  to  FY  or  T^  coordinates  offers  a  means  of  evaluating  the  work 
in  foot-pounds  per  pound  of  fluid  which,  when  multiplied  by  the  pounds  per 
minute  per  ton,  gives  work  in  foot-pounds  per  minute  X)er  ton,  and  this  divided 
by  33,000  is  the  horse-power  indicated,  per  ton  refrigeration.  These  same 
cycles,  but  more  particularly  those  drawn  to  T^  coordinates,  also  offer  means 
of  directly  evaluating  the  work  per  B.T.U.  absorbed  by  the  fluid  in  the  refrig- 
erator, the  procedure  being  similar  to  that  used  with  engine  cycles  in  obtaining 
the  ratio  of  work  to  heat  supplied,  which  was  the  efficiency  of  the  work  develop- 
ing cycle. 

Compression  is  always  actually  or  substantially  adiabatic  and  vapors 
may  be  wet,  dry  saturated  or  superheated;  since  the  value  of  "  5  "  may  and 
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usually  is  a  variable  as  quality  changes — ^which  makes  the  PV  method  uncer- 
tain— ^the  T*  method  of  evaluating  the  work  of  compression  for  wet  vapors 
is  the  only  one  that  can  be  relied  upon  for  accurate  results.  The  Mollier 
diagram  for  NH3  and  CO2  gives  these  results  directly,  so  in  Charts  Nos.  75 
and  76,  in  the  Handbook  of  Tables  are  ^ven  the  T^  diagrams  for  NH3  and 
CO2,  and  in  Charts  Nos.  77  and  78,  the  corresponding  Mollier  diagrams.  It 
must  be  remembered  that  the  results  from  these  Mollier  diagrams  give  the 
work  in  B.T.U.  for  the  whole  cycle,  which  is  similar  in  form  to  the  Rankine 
for  steam. 

The  diagrams  also  give  the  B.T.U.  absorbed  per  pound  at  the  lower  tem- 
perature, so  the  ratio  of  the  work  to  refrigeration  can  be  taken  directly  from 
the  diagrams.  This  is  the  measure  of  the  value  of  the  process  for  refrigera- 
tion, sometimes  though  improperly  termed  efficiency,  improper  in  that  it  is  a 
different  meaning  for  the  word  than  that  heretofore  used.  To  facilitate 
calculation  still  further  and  also  to  show  most  clearly  the  influence  of  the 
several  factors  that  control  it,  this  ratio, 

B.T.U.  work  of  refrigerating  cycle 
B.T.U.  absorbed  at  low  temp. 

has  been  plotted,  and  is  ^ven  in  Charts  Nos.  79  and  80  (Handbook  of  Tables), 
for  ammonia,  and  Charts  Nos.  81  and  82,  for  carbon  dioxide,  to  coordinates 

similar  to  those  used  for 
the  Rankine  cycle  effi- 
ciency, which  is  a  similar 
ratio,  the  work  there, 
however,  being  divided  by 
the  heat  taken  in  at  the 
high  temperature. 

The  evaluation  of  this 
performance  ratio  for  the 
gas  cycle  is  best  made 
algebraically  by  methods 
similar  to  those  used  in 
the  analysis  of  the  Bray- 
ton  work  cycle.  This 
cycle  is  shown  in  Fig.  189,  ABCD,  to  both  PV  and  T*  coordinates.  Here 
heat  is  taken  up  from  D  to  A  in  the  refrigerator  and  abstracted  from  JB  to  C 
in  the  cooler,  so  the  work  done  between  the  two  adiabatics  is  equal  to  the  dif- 
ference on  the  T^  diagram  between  the  areas  under  CB  and  DA : 


P 

180 


2180 


I 


1 

T 

-« 

tf 

( 

4 

♦- 

^ 

•^ 

1 

V 

-• 

wu 

C 

^ 

-- 

t 

li 

V 

i 

^ 

^ 

0 

1 

^^ 

^J 

J  L— 

A 

V^ 

01 

400 

i 
D 

,^ 

^ 

—* 

1 

Sl 

N 

H 

'N 

V 

\ 

\ 

^ 

\ 

w 

\ 

^ 

>«, 

1^, 

no 

D 

"^ 

A 

__ 

M     0 


«V(*        •<»        •«        •<»        .04 

Vol.  In  On.  Ft.  Entropy 

Fig.  189. — Air  System.     Diagram  for  Elvaluating  Work  in 
B.T.U.  per  Unit  of  Heat  Absorbed  in  Refrigeration. 


'  Work  of  air  refrigerat- 
ing cycle  in  B.T.U. 
per  pound  of  air 


^  /Heat  given  up  to\  _  /Heat  taken  in  at\  .  . 
\  the  water  cooler/     \the  refrigerator  /  ^^' 


Cp{T,-Tc-Ta+T4) 


(1031) 


MECHANICAL  BEFRIGERATION 


671 


/Work  of  air  refrigerating  cycle\  _  ^     ^g"  ^tf  _  t 
\   Heat  given  to  water  cooler    /  Tt—To" 


a 


('-%) 


1-  — =1 


d 


7-1 

7 


1 


-(ft)""-© 

-(f:)"'-(fty"" 


^^Eb=^ 


^■i'-r) 


'  Efficiency 
of    Bray- 
ton   work 
cycle 


(a) 


(&) 


(1032) 


T  (l— — M 
/Work  of  air  refrigerating  cycleX     Tt,—  Te     .  _     \      TJ     . 

\Heat  absorbed  in  refrigeration/  "Ta—Ta      ""71/1  ^Tl\ 


7-1 


El 


1-^j 


(a) 


(6) 


(c) 


(1033) 


The  importance  of  expressing  the  ratio  of  work  done  to  refrigeration  effect 
for  the  air  cycle  in  terms  of  the  Brayton  work-cycle  efficiency,  is  due  purely 
to  convenience  of  calculation  as  this  efficiency  is  the  same  as  that  of  the  Otto 
cycle  for  the  same  compression,  curves  for  which  have  been  given  in  Section 
104  that  can  be  used  to  solve  these  refrigerating  problems. 

Pressure-volume  determinations  are  equally  available  for  the  determi- 
nation of  the  work  of  the  compressors  of  the  air  and  the  compression-vapor 
systems;  of  the  engine  of  the  air  system,  and  of  the  piunp  of  the  absorption 
system,  but  these  methods  need  not  be  repeated  here  as  they  are  completely 
presented  in  Part  I,  except  that  for  pump  work,  which  is  to  be  evaluated 
as  for  expansive  fluids  with  no  cut-oflf  or  compression,  but  without  any  re- 
expansion  of  clearance  fluid.  It  will  be  found  for  the  vapors  even  if  they  are 
superheated,  that  the  work  as  determined  by  PV  methods  does  not  check  the 
work  as  determined  by  T<l>  methods;  the  difference  being  a  measure  of  the 
uncertainty  of  the  physical  properties — specific  heat  of  liquid  and  of  super- 
heated vapor,  latent  heat  and  densities  of  liquid  and  vapor.  Of  course,  these 
data  might  be  manipulated  to  give  checking  results  for  work,  but  this  is  an 
improper  procedure;  the  best  practice  is  to  use  both  methods  and  assume  the 
correct  result  to  lie  somewhere  between,  but  nevertheless  indeterminate  with 
precision,  until  a  redetermination  of  properties  has  been  made  experimentally. 

From  the  values  of  the  work  in  heat  units,  per  unit  of  heat  absorbed  in 
refrigeration  the   horse-power  per  ton  refrigeration    follows  by  the   simple 
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transformations  below,  which  show  a  direct  proportionality,  for   the   com- 
pression systems. 

778 
(I.H.P.  per  ton  refrigeration)  =  ««^rT^X( Work  in  B.T.U.  per  min.  per  ton) 

^778X200     /Work  in  B.T.U.  per  minute  \ 
33000    ^  VB.T.U.  absorbed  per  minute/ 

^1.71x1^  Work  in  B.T.U.  \     .^ 

\B.T.U.  absorbed  at  low  temp./     ^        ^ 

The  heat  supplied  to  the  system  per  ton  refrigeration  is  as  important  a 
determination  as  the  work  or  horse-power  per  ton,  and  in  the  case  of  the  absorp- 
tion system  more  so,  as  the  rich  liquor  pump  work  is  very  small  while  the  heat 
supplied  to  the  generator  is  large,  both  together  representing  the  heat  equiva- 
lent of  the  energy  necessary  to  get  the  low-pressure  vapor  into  the  high-pressure 
condition.  The  heat  supplied  to  develop  power  in  steam  or  gas  engines  is 
given  by  Eq.  (1035).    See  also  Eq.  (828). 
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Introducing  the  ratio  of  I.H.P.  of  compressor  to  I.H.P.  of  engine,  which  is  less 
than  unity,  the  heat  consimiption  per  I.H.P.  of  compressor  follows: 
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The  actual  I.H.P.  of  the  compressor  per  ton  refrigeration  will  be  the  cycle  H.P. 
per  ton  divided  by  the  diagram  factor  of  the  refrigerating  cycle,  which  includes 
all  losses,  but  whieh  is  nearly  100  per  cent,  certainly  in  any  good  compression 
not  less  than  95  per  cent. 

Therefore,       (B.T.U.  supplied  per  hour  to  engine,  per  ton  refrig.) 

2545 ]  ^  r  I.H.P.  eng.  ]  ^  fCycLH.P.  per  ton] 

Efficiency  of         Efficiency        [I.H.P.  comp.  J    [Refrig.  diag.  fact. J  ^        ^ 
engine  cj'cle  factor 

These  quantities  have  all  been  evaluated  except  the  ratio  of  compressor  to 
engine  horse-power,  which  is  the  mechanical  efficiency  of  the  drive  depend- 
ing on  mechanical  construction,  speed,  and  size,  and  must  therefore  be 
estimated. 
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For  the  absorption  system  the  heat  supplied  to  the  pump  is  to  be  evaluated 
in  a  manner  equivalent  to  the  above;  but  the  heat  of  steam  supplied  to  the 
generator  must  be  determined  separately  from  the  properties  of  aqueous 
solutions  of  ammonia.  This  heat  is  a  very  much  larger  amount  though  not 
necessarily  at  so  high  a  temperature  as  that  required  for  economical  power 
generation.  It  is  a  little  surprising  to  find  that  this  heat  cannot  be  evaluated 
with  precision  because  of  lack  of  data  on  the  thermal  properties  of  the  solu- 
tions, but  estimates  may  be  made  on  various  assumptions.  The  most  com- 
mon assumption  made  in  evaluating  the  heat  supplied  to  the  generator  per  ton 
refrigeration  or  per  poimd  of  anhydrous  anunonia  circulating,  to  which  it  is 
directly  related,  is  that  nothing  but  NH3  vapor  will  be  discharged  and  that 
the  heat  of  its  liberation  is  equal  to  the  heat  of  absorption  of  the  same  amount 
under  inverse  circumstances.  For  example,  the  equations  of  Section  74,  give 
the  heat  of  absorption  per  pound  of  ammonia  absorbed,  when  a  solution  of 
one  strength  becomes  of  higher  anunonia  content.  Inversely,  if  a  rich 
liquor  becomes  weaker  through  the  loss  of  the  same  amount  absorbed  as 
above,  there  will  be  required  an  equal  amount  of  heat.  It  is,  however, 
quite  impossible  to  discharge  ammonia  vapor  from  a  solution  without  also 
discharging  water  vapor;  the  difficulty  involved  here  lies  in  fixing  the 
amount  of  water  vapor  so  carried  off  and  the  evaluation  of  heat  of  its  evapo- 
ration, which  must  be  added  to^hat  of  the  ammonia  discharged.  With  an 
analyzer  above  the  generator,  condensing  and  returning  some  water  vapor 
with  its  heat  by  incoming  rich  liquor  as  in  the  diagram.  Fig.  182,  it  is  neces- 
sary only  to  consider  the  water  content  of  the  NH3  vapor  beyond  this  point, 
which  is  less  than  at  generator  discharge,  so  the  error  of  neglecting  the  heat 
of  vaporization  of  the  water  vapor  is  appreciably  less  when  an  analyzer  is 
present.  If  data  were  available  to  give  the  amount  of  water  vapor  in  a  satu- 
rated mixture  beyond  the  analyzer,  and  the  temperature  of  vapor  evolution 
at  a  given  pressure  in  the  generator  itself,  the  heat  equivalent  of  the  water- 
vapor  discharge  could  be  found,  but  neither  of  these  are  known.  The  law 
of  molecular  rise  of  boiling-point  does  not  apply  to  ammonia  water  solu- 
tions, so  the  boiling-p>oint  or  temperature  of  vapor  evolution  for  a  given 
liquor  cannot  be  calculated  for  a  given  pressure.  The  best  that  can  be  done 
at  present  is  to  neglect  the  water  vapor  entirely  and  remember  that  the  heat 
required  by  the  generator  will  be  something  (x)  more  than  thus  found.  On 
this  basis 

C.T.U.  supplied  to  generatorX  _  /Heat  of  absorption  per  pound  NHsX 
per  lb.  NH3  circulating     /     \  between  Cw  and  Cr  ) 
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The  heat  balance  for  refrigerating  systems  might  be  set  down  as  for  power- 
generating  systems,  equating  energy  taken  in  to  that  given  out,  but  as  such 
heat  balances  are  long  and  complicated  without  the  introduction  of  vitiating 
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assumptions  they  will  be  omitted.  For  any  particular  case  in  which  they 
may  be  required  the  methods  discussed  in  previous  sections  provide  the 
necessary  material  as  far  as  it  is  at  present  possible  to  do. 

Example.  Construction  and  use  of  Charts  Nos.  72  and  73,  Handbook  of  Tables. 
These  diagrams  are  for  the  purpose  of  finding  the  refrigerating  effect  per  pound  of 
fluid,  which  is  made  up  of  the  latent  heat,  or  as  much  of  it  as  is  available,  less  the  heat 
necessary  to  cool  the  liquid  from  its  original  temperature  to  that  due  to  the  pressure 
in  the  coils,  plus  the  heat  absorbed  in  superheating  the  vapor. 

A  horizontal  scale  of  pressures  is  laid  off  in  both  directions  for  a  vertical  axis  carrying 
a  B.T.U.  scale.  In  the  section  to  the  right  of  the  center  axis  curves  are  drawn  repre- 
senting various  temperatures  of  the  liquid  before  entering  the  refrigerator  coils.  These 
are  so  drawn  that  the  vertical  scale  opposite  the  intersection  of  a  vertical  from 
any  pressure  with  any  curve  gives  the  latent  heat  for  that  pressure  less  the  heat 
required  to  cool  the  Hquid.  This  is  the  available  heat  for  refrigerating  if  the  vapor 
leaves  the  coils  dry  and  saturated.  In  the  section  to  the  left  of  the  center  axis  are 
two  sets  of  curves,  the  lower,  representing  temperatures  of  the  vapor  leaving  the 
coils,  is  so  drawn  that  the  value  of  the  left-hand  vertical  scale  opposite  a  point  of 
intersection  of  a  vertical  from  any  pressure  with  any  curve,  gives  the  heat  absorbed  in 
superheating  the  vapor.  The  sum  of  this  and  the  value  found  in  the  first  section  gives 
the  total  refrigerating  effect  for  the  case  when  the  vapor  leaves  the  coils  in  a  super- 
heated state.  The  upper  curves  in  this  section  represent  quality  of  the  vapor  if  the 
liquid  has  not  been  entirely  evaporated  and  are  so  drawn  that  the  value  on  the  vertical 
scale  opposite  the  point  of  intersection  of  a  vertical  from  any  pressure  with  any  curve, 
shows  the  heat  unavailable  for  refrigerating,  due  to  incomplete  evaporation  of  the  liquid, 
and  the  difference  between  this  value  and  that  found  in  the  first  section  gives  the  total 
refrigerating  effect  for  the  case  of  wet  vapor  leaving  the  coils. 

As  an  example  let  it  be  required  to  find  the  refrigerating  effect  per  pound  of 
ammonia  when  the  pressure  in  the  coils  is  20  lbs.  gage,  the  temperat\u%  of  the 
liquid  before  entering  the  coil  is  70**  F.  and  (a)  Vapor  leaves  dry  and  saturated; 
(6)  Vapor  leaves  92.5  per  cent  dry;  (c)  Vapor  leaves  at  a  temperature  of  30**  F.  From 
20  in  the  right-hand  section  project  up  to  curve  70**.  The  value  on  the  vertical 
scale  at  this  point  is  502  B.T.U.,  which  is  the  value  for  case  (a).  From  20  in  the  left- 
hand  section  project  to  curve  92.5  per  cent;  the  value  on  the  left-hand  vertical 
scale  is  43,  therefore,  for  case  (6)  the  result  is  602— 43«459  B.T.U.  For  case  (c), 
project  from  20  to  "curve  30**,  the  value  on  the  vertical  scale  corresponding  to  which 
is  12.5,  hence  the  result  for  this  case  is  502+12.5  » 514.5. 

Prob.  1.  In  a  cold-storage  room  it  is  estimated  that  350  lbs.  of  ice  melt  every  minute. 
What  would  be  the  capacity  of  a  machine  to  do  an  equal  amount  of  refrigeration?  What 
will  be  the  capacity  of  a  machine  required  to  make  100  tons  of  ice  per  day  from  water 
at  60**  F.,  the  ice  being  at  a  temperature  of  25**  F.? 

Prob.  2«  Three  types  of  machines  are  under  consideration,  (a)  dense  air;  (6)  ammonia 
compression;  (c)  carbon  dioxide  compression.  In  every  case  the  temperature  of  the 
gas  or  vapor  leaving  the  coils  is  20**  F.  In  the  air  system  the  air  enters  the  coils  at  a 
temperature  of  —50°  F.  In  the  case  of  the  ammonia  system  the  pressing  in  the  coils 
is  15  lbs.  per  square  inch  absolute,  the  liquid  temperature  before  entering  is  60**  F.; 
in  the  carbon  dioxide  system  the  pressure  is  300  lbs.  per  square  inch  gage,  and  the  tem- 
perature before  entering  the  coils  is  80**  F.  What  must  be  the  compressor  displacement 
for  each  case  for  a  common  true  volumetric  efficiency  of  80  per  cent? 


MECHANICAL  REFRIGERATION  675 

Prob.  3.  If  the  ammonia  should  leave  the  coils  in  Prob.  2  with  5  per  cent  unevapor- 
ated,  what  effect  would  there  be  on  the  temperature  of  the  vapor  and  on  the  compressor 
size?  If  the  carbon  diosude  should  leave  dry  and  saturated  what  would  be  the  change 
in  these  two  quantities? 

Prob.  4.  An  ammonia  absorption  system  works  so  that  the  temperature  of  the 
anhydrous  liquid  entering  the  coils  is  70**  F.  and  that  of  the  vapor  leaving  the  coils 
is  30**  F.  with  a  pressure  of  one  atmosphere,  what  is  the  displacement  of  the  rich  liquor 
pump,  the  rich  liquor  being  30  per  cent  NHt,  and  the  weak  liquor  20  per  cent  by  weight? 

Prob.  5.  In  a  refrigerating  system  it  is  desired  to  maintain  a  temperature  of  10°  F. 
in  the  coils,  and  there  is  available  for  condensing  purposes  water  having  a  temperature  of 
70**  F.  What  will  be  the  required  cylinder  displacement  per  minute  of  the  compressor, 
and  the  horse-power  per  ton  refrigeration  for  an  ammonia-compression  system,  and 
a  similar  system  using  CO,?    What  would  be  the  relative  worth  of  the  two  systems? 

Prob.  6.  Air  is  used  for  refrigeration  in  a  system  where  the  highest  pressure  which 
it  is  desirable  to.  carry  is  150  lbs.  gage,  the  cooling  water  temperature  is  60°  F.,  and  the 
cold  air  is  desired  to  have  a  temperature  of  —50°.  What  will  be  the  temperature  of  the 
air  leaving  the  refrigerator  if  each  pound  absorbs  15  B.T.U.?  What  will  be  the  low 
pressure,  work  done,  ratio  of  work  to  heat  absorbed  in  refrigerator  and  given  to  cooler? 
Draw  the  PV  and  T^  diagrams. 

Prob.  7.  In  an  ice-making  plant  making  100  tons  of  ice  per  day  from  water  at  40°  F. 
the  ice  is  at  20°  F.  when  removed  from  the  cans;  the  cooling  water  available  has  a 
temperature  of  60°  F.  and  the  pressure  in  the  coils  is  10  lbs.  gage.  If  the  engine  driving 
the  compressor  has  a  thermal  efficiency  of  12  per  cent,  the  work  required  to  overcome 
friction  in  the  engine  and  compressor  is  15  per  cent  of  the  engine  horse-power,  and  the 
compressor-diagram  factor  is  90  per  cent,  how  many  B.T.U.  must  be  supplied  to  the 
engine  per  hour,  for,  (a)  an  ammonia  plant;  (h)  a  carbon  dioxide  plant? 

Prob.  8.  An  absorption  system  is  in  operation  so  as  to  produce  50  tons  refrigera- 
tion. The  cooling  water  for  the  condenser  is  at  50°  F.  and  the  liquid  NH,  is  cooled 
to  within  10°  of  this  value.  The  temperature  of  the  vapor  leaving  the  coils  is  20°  F.  and 
the  pressure  in  them  is  10  lbs.  gage.  The  strength  of  the  ammonia  liquor  varies  between 
15  and  30  per  cent.  Assuming  that  25  per  cent  more  heat  must  be  supplied  to  the  gen- 
erator than  is  needed  to  liberate  the  ammonia,  what  will  be  the  B.T.U.  supplied  to  gen- 
erator per  hour  per  ton  refrigeration? 
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Absolute  pressure,  4 
temperature,  286 
Absorption  of  gases  by  liquids,  333 
process  of,  281 
system  of  refrigeration,  657,  659,  665 
heat  exchange  in,  665 
Acceleration,  velocity  and  work,  5 
Adiabatic  changes  for  ^ases  compared  with 
isothermal,  diagrams  of,  521 
expansion  and  cyclic  analysis,  537 
Camot  cycle,  554 
of  steam,  values  of  a  for,  617 
processes  of,  18 
Rankine  cycle,  541 
relation,  variable  specific  heat,  594 
Adiabatics  for  gases,  519 

for  steam,  523 
Adsorption,  334 

Air,  amount  required  for  combustion 
of  carbon,  457 
of  gases,  455 
Air  cardj  standard,  597 
coefficient   of   discharge   through   orifices 

(table),  629 
composition  of,  346 
compressors,  see  Compressors, 
compressed,  engines,  efficiency  of,  646 

possibilities  of,  647 
expansion  of  through  nozzles,  624 
flow  of,  Fliegener  formulas  for,  624 
gas,  418 
characteristic  dia^am  of,  426 
density  and  calonfic  power  of,  427 
explosive  pressures,  454 
heats  of  reaction,  424 
h3rpothetical,  423 

mixture,  best,  calorific  properties,  456 
weight  and  volume  proportions,  421 
humidification  of,  276 
reheating,  for  air-engines,  149,  647 
saturation  of,  331 
system   of  refiigeration.    See  Dense  air, 

system  of 
vapor  pressure  of  atmospheric,  332 
Allowable  compression  in  gas  engines  (table), 

601 
American  mineral  oil  products  (table),  413 
Ammonia,  absorption  of,  335 
anhydrous  liquid,  specific  heat,  295 

P'T  relations,  315 
aqueous  solution,  specific  heat,  297 
heat  of  absorption,  335 
of  complete  dilution,  336 
of  partial  dilution,  337 


Ammonia,  latent  heat  of,  how  obtained,  322 
use  of  as  refrigerant,  657 
weight  of  in  refrigerating  system,  668 
wow:  in  refrigeration  by,  673 
Analysis,  cyclic,*  534 
of  boiler  flue  gas,  458,  460 
of  fuel,  344,  390 

proximate,  how  made,  390 
of  producer  gas,  433 
Anthracite  coal,  395 

rate  of  combustion,  470 
sizes  and  ash  content  (table),  396 
Areas,  measurement  of,  34 
Ash  and  formation  of  clinker,  397 
fusion  of,  398 

in  fuel,  how  determined,  390 
A.  S.  M.  E.  formula  for  B.  T.  U.  in  coal,  399 
rules,  boiler  horse-power,  473 
commercial  cut-off,  263 
Atkinson  gas  cycle,  566,  577 
Atomic  weights,  209;  example  of,  344 
Avogadro,  law  of,  3(fe 

volumetric  and  weight  relations  with,  347 

Back  pressure,  effect  of  on  efficiency  of  steam 

turbines  (table),  612 
Balance,  heat  of  boilers  (table),  487 
of  gas  engines,  605 
of  refrigerating  systems,  673 
of  steam  plants,  608 
Barometric  pressure,  4 
Baum^  specific  gravity  scale,  oil  specifica^ 

tions  with,  413,  415 
Beau  de  Rochas  (Otto),  gas  cycle,  565 
Best  air-gas  mixture,  456 
load^  steam  engines  and  turbines,  607 
receiver    pressure,   two-stage  compressor, 
74,87 
Bituminous  coal,  description  of,  394 
rate  of  combustion^  470 
used  for  coke  making,  407 
Black  body,  362 
Blast  furnace  gas,  418 

calorific  power  and  density  of,  427 
Blau  gas,  415 

BoUer  furnace  temperatures.  457 
steam,  efficiency  of,  484,  493;    table  of 
(Donkin),  487 
heat  absorption  of,  476,  482 
heat  balance  of  (table),  488 
horse-power  of,  473 
test,  Purdue  locomotive,  477 
U.  S.  Geol.  Survey,  478 
Boiling-  and  freezing-points,  311,  316 

677 
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Boiling-  and  freezing-points  of  liquids,  con- 
stant temperature  process,  280 
point,  rise  of,  316 
Boudouard's  equilibrium  relations,  CO  and 

COj  (table),  420 
Boyle's  law,  303 

and  liquefaction  of  gases  or  vapors,  441 
Brake  horse-power,  37,  258 
Brayton  gas  cycle,  566,  579 

as  reverse  refrigerating  cvcle,  660 
work  of  refrigeration  with,  671 
Breckenridge,  boiler  tests,  478 
Brines^  freezing-point  for,  316 

specific  heat  of,  294 
British  thermal  unit  (B.  T.  U.)  and  calories, 
value  of ,  290 
and  ecjuivalent  evaporative  power,'349 
formula  for  coals,  399,  401 
Joule's  equivalent  in,  503 
per  cubic  foot  of  gases,  how  deter- 
mined, 354 
Brown  gas  engine  and  cycle,  564 
Bunte,  table  of  detonating  mixtures,  466 
table  of  water  gas  characteristics,  428 

Calorie,  definition  of,  288,  290 
Calorific  power  and  density 

of  blast  furnace  eas,  427 
of  coke  oven  ana  retort  ooal  g98»  411 
of  oil  gas,  416 
of  producer  gas,  447 
definition  of,  350 
high  and  low,  349 
of  coals,  398,  401 
of  natural  sas,  405 
of  oil  distillates,  formula  for,  414 
of  oils,  403 

of  volatile  of  coals,  curve  of,  401 
Calorimeter,  use  of,  349 
Calorimetry,  288 
Cannel  coals,  description  of,  395 
Capacity  of  single-stage  compressor 
no  clearance,  logarithmic  law,  57 

exponential  law,  66 
with  clearance,  logarithmic,  60,  62 
exponential,  70, 71 
two-stage  compressor,  best  receiver  pressure 
no  clearance,  75 
with  clearness,  88 

any  receiver  pressure,  with  clearness,  81 
Carbon  dioxide,  critical  temperature,  303 
density  of  liquid  and  vapor,  322 
isothermals  for,  304 
latent  and  total  heat  of ,  how  obtained, 

322 
use  of  as  refrigerant,  657,  664 
oxide  ratio,  420 
Camot  gas  cycle,  568,  581 
steam  cycle,  540,  554 

comparison  with  Otto,  589 
diagram  of,  555 
efficiency  of,  556,  569 
work  and  efficiency,  654,  658 
Carpenter,  test  on  White  automobile  boiler, 

478 
Centigrade  and  Fahrenheit  temperature,  284 
heat  units,  288 


Change  of  Oi  in  air  to  CO  and  COi  (table), 

421 
Characteristics    of    explosive    mixtures    of 

Pintsch  oil  zas  and  air  (table),  455 
Charcoal,  production  of,  407 
Charles,  law  of,  303 
Chemical  reaction,  combustion,  process  of, 

281 
Chimneys,  boiler  horse-power  of,  643 

capacity  of,  642 

draft  in,  641,  644 
Chimneys,  height  of,  642.  644 

Kent's  HMinula  for,  644 

pipes,  flues  and  ducts,  flow  of  gas  in,  640 
Clapeyron   equation    for  latent   heat,   320, 

508 
Classification  of  coal  by  composition,  392 

of  fuels  (table),  389 

of  heat  transfer,  367 

of  heating  processes,  277 
Clearance,  amount  of  in  piston  engines,  150 

and  steam  consumption,  139 

effect  of  in  compressed  air  engines,  648 
in  piston  engines,  145 
in  receiver  engines,  207,  218,  222,  229. 

232,  247 
in  compressor  capacity,  112 

expressed  as  per  cent  of  displacement,  31 

method  of  finding,  31 
Coal,  anthracite  sizes  and  ash  content,  396 

bituminous,  used  in  coke  making,  407 

calorific  power  of,  398,  401 

classification  of  by  composition  (table),  392 

description  of  various  kinds,  393-396 

gas,  properties  of,  395 

pulverized,  in  gas  making,  446 

rates  of  combustion  of,  470 

sizes  of,  396 

sulphur  in,  397 
Coeflicient    of    discharge    for    air    through 
orifices  (table),  629 

of  expansion,   solids,   liquids,   gases   and 
vapors,  299 

of  friction  for  ^  flow,  636.  637 

of  heat  transmission,  362,  366 
in  condensers,  383 
variation  in,  376,  380 

of  pressure  change  for  gases,  299 
Coke,   calorific  power  and  density  of    gas 
(table),  411 

effect  of  temperature  and  time  on  yield 
of,  408 

manufacture  of,  407 

oven  and  retort  coal  gases  (table),  410 
Combustible  in  fuel,  390 
Combustion  and  related  reactions,  341 

effects,  450 

exothermic,  endothermic^  281,  341 

explosive  and  non-explosive,  450 

heat  of,  air  gas,  425 
producer  gas,  443 

heats  of,  351 

process  of,  281 

rate  of,  467 

temperatures  due  to,  453 
Commercial  cut-off,  257,  263 

rating  of  boilers,  474 
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Comparative  heat  balances  of  producer  and 

engine  plants  (table),  606 
Comparison  of  coke  oven  and  retort  coal 
gas  (table),  410 

of  hypothetical  water  gas  (tables),  430, 431 
of  steam  and  gas  power,  588 
Composition  of  air,  346 
of  flue  ga^  460 
of  hypothetical  air  gas  (table),  423 

no  COt  and  no  CO  (table),  424 
of  oil  gas,  455 
of  producer  gas  (table),  441 
of  water  gas  (table),  430 
Compound  engine,  finite  receiver 
exponential  law,  195,  229 
logarithmic  law,  186,  222 
indicator  cards  from  as  taken  and  as 

combined,  153,  154 
infinite  receiver,   logarithmic  law,    173, 
207 
exponential  law,  182,  218 
without  receiver,  logarithmic,  199 
exponential,  205,  237 
Compounding,  effect  of,  150,  159 
Compressed  air  engine  and  air  compressor, 
efficiency  of.  648 
air  en^pnes,  allowable  temperatures,  651 
diagram  factors  for,  651 
effect  of  preheating,  647,  650 
effect  of  reheating,  647 
efficiency  of,  646 
value  of  8  for,  653 
volumetric  efficiency,  653,  655 
work  of,  652 
Compression   allowable    with    gas   and    oil 
engines  (table),  601 
and  expansion,  work  of,  11 
effect  of  on  diagram  factor,  gas  engines,  599 
exponential,  50 
in    gas    engines,    producer    gas,    alcohol, 

gasolene,  464,  589 
isothermal,  50,  see  also  under  Conipressors 
multi-stage,  53,  see  also  under   Compres- 
sors, 
system  of  refrigeration,  657,  658 
indicator  cards  for,  663,  665 
work  of,  11 
Compressions  commonly  used  in  gas  engines 

(table),  465 
Compressor  capacity,  regulation  of,  108 
characteristics,  100,  105 
limiting  pressures  for,  107 
maximum  work  of,  98 
multi-stage,  maximum  work,  100 
work  and  capacity  of,  48,  50 
Compressor     single-stage^     exponential,     in 
terms  of  dimensions,  70 
isothermal,  in  terms  of  dimensions,  61 
no  clearance,  exponential,  64 

logarithmic,  56 
with  clearance,  exponential,  68 
isothermal,  59 
three-stage,  91 

two-stage^  any  receiver  pressure,  exponen- 
tial, m  terms  of  dimensions,  81 
best  receiver  pressure,  exponential,  in 
terms  of  dimensions,  87 


Compressor  single-stage,  no  clearance,  ex- 
ponential, 74 
with  clearance,  exponential,  78 
Compressors,  economy  of,  96 
efficiency  of,  96,  104 
structure  and  processes,  48 
volumetric  efficiency  of  air,  653,  655 
work  in  at  partial  capacity,  107 
of  for  refrigeration,  671 
Condensers,  coefficient  of  heat  transfer,  383 

experiments  on  by  Orrok,  382 
Conauctivity  in  solids,  effect  of  joints  on,  360 
of  solids,  liquids  ana  gases,  358,  360 
thermal,  357 
Constant  and  variable  temperature  processes, 
282 
gas,  R,  295,  305 
of  proportionaUty,  365 
-pressure  heating  of  gases,  512 
-temperature  heating  of  gases,  515 
total  heat  lines,  method  of  determination, 

528 
-volume  heating  of  gases,  513 
Consumption  of  steam  engine,  259,  618 
effect  of  cut-off  on,  266 
variation  with  load,  267 
rate  of,  40,  266 
of  simple  engine,  no  clearance, 

logarithmic,  125;  ex|X)nential,  130 
with  clearance,  logarithmic,  134 
exponential,  141 
of  compound  engine,  infinite  receiver 

no  clearance,  losarithmic,  176 
exponential,  183 
finite  receiver,  no  clearance 
exponential,  197 
logarithmic,  189 
no  receiver,  no  clearance 
logarithmic,  201 
exponential,  205 
infinite  receiver,  with  clearance 
logarithmic,  210 
exponential,  219 
finite  receiver,  with  clearance 
logarithmic,  227 
exponential,  230 
no  receiver,  with  clearance 
logarithmic,  234 
exponential,  239 
of  triple  expansion  engine,  no  clearance 
infinite  receiver,  logarithmic,  241 
Convection,  358 
Conversion  factors  in  combustion  of  hexane 

(table),  346 
Critical  pressure,  steam,  314 
temperature,  steam,  314;  curve  of,  323 
carbon  dioxide,  303 
Cut-off,  best,  259,  265 
commercial,  257,  263 
in  compound  engines,  178,  182,  191,  198, 

209,220 
in  triple  expansion  engines,  242 
relation  of  to  water  rate,  266 
Cycle  and  work  phases,  20 
gas,  562 
Atkinson,  566,  577 
Brayton,  566,  579 
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Cycle,  gas,  Brown,  564 
Caraot,  568,  581 
Diesel,  566,  580 
Ericsson,  565,  573 
Lenoir,  564 

Otto,  565,  575,  578;  Otto  complete  ex- 
pansion, 578 
and  Langen,  564 
Stirling,  565,  571 
steam,  Camot,  554 
Rankine,  541 
Cycles,  ^BtSf  562 

efficiency  of  with  compression,  572,  575, 

583 
non-Ksompression,  569 
refrigerating,  657,  660,  666,  670 
steam,  538,  540,  554 
Cyclic  analysis,  535 
results  of,  589 
efficiency,  534,  559 

factors  for  steam,  609,  612 
relation  to  actual  gas  engineSj  596 
Cylinder  ratio,  compound  engine,  finite  re- 
ceiver 
no  clearance,  logarithmic  law,  193 
exponential  law,  198 
no  receiver,  no  clearance,  logarithmic,  202 

exponential,  ^06 
infinite  receiver  with  clearance,  logarith- 
mic, 213.  215 
sizes,  graphical  methods  for,  272 

Dalton's  atomic  law,  308,  327 

Davis,  total  heat  of  steam,  diagram  of,  321 

formula  for,  530 
Dense  air  system  of  refrigeration,  657, 658, 663 

indicator  cards  for,  663 
Densities  of  minend  oils,  413 
Density  and  calorific  power  of 

blast  furnace  gas  (table),  427 

coke  oven  and  retort  coal  gas  (table), 

411 
natural  gas  (table),  405 
oil  gas  (table),  416 
producer  gas  (table),  447 
water  gas  (table),  434 
of  crude  oiE,  414 
of  gases,  relation  of,  310 
of  kerosene,  correction  for  due  to  tem- 
perature, 413 
variation  with  temperature,  299 
Detonating  mixtures,  gas  and  air  (table),  466 
Dew  point,  331 
Diagram  factor,  255 

gas  engine,  with  mean  effective  pres- 
sures, 602 
with  compressed  air  engine,  651 
Otto  and  Diesel  engines,  597 
Diain^m  of  work,  9 

PV  for  reference,  50 
Diesel  cycle  engines  confined  to  oil  fuel,  589 
engines,  performance  of,  596 
gas  cjrcle,  566,  580 
Dieterici  equation  for  specific  heat  of  water, 

530 
Dilution,  complete  and  partial  ammonia,  336 
Displac^ent,  pimip  in  refrigeration,  668 


Displacement,  specific,  definition  of,  40 

Dissociation,  neat  of,  351 
of  gases  and  liquids,  process,  280,  281 

Distance,  unit  of,  1 

Distillates,  oil,  calorific  power  of,  414 
petroleum,  vapor  pressure  of,  330 

Distillation  of  mineral  oils,  412 

Distribution  of  work  in  multi-expansion  en- 
gines, 148 

Donkin,  table  of  boiler  efficiencies,  487 

Dowson  gas,  428 

Draft,  ef^ct  of  on  combustion,  469 
on  efficiency  of  boilers,  493 
in  chinmeys,  641,  644 

Dry  vacuum  pumps,  48 

Ducts,  chimnevs,  pipes  and  flues,  flow  in,  634 

Dulong  formula  for  calorific  power,  399 

Durley,  coefficient  of  discharge  for  air,  629 

Economical  load,  more  than  one  engine,  267 
Economy  of  compressors,  96 

of  low  pressure  steam  turbines,  613 
Efficiencies,  air  card,  598 
Otto  cycle  with  constant  and  variable  spe- 
cific heats,  595 
Efficiency,  38 
cyclic,  534,  559 

effect  of  high  initial  pressure  on,  610 
of  load  on  gas  engine,  598,  605 
of  low-back  pressure  on  (steam),  610 
of  reheater  on,  616 
of  steam  jackets  on,  615 
of  superheated  steam  on,  613 
of  vacuum  on,  615 
factors  for  steam,  cyclic,  609,  612 
of  Camot  cycle,  556,  559 
of  compressed  air  engines,  646 

and  air  compressors,  648,  652 
of  compressors,  96,  104 
of  gas  and  steam  power,  588 
of  gas  cycles 

Atkinson,  578 
Brayton,  580 
Brown,  570 
Camot,  582 
Diesel,  581 
Ericsson,  574 
Lenoir,  570 

Otto,  576,  595;  Otto  complete  expan- 
sion, 579 
and  Langen,  570 
StirUng,  572 

with  compression,  571,  575,  583 
non-compression,  569,  584 
of  gasification,  air  gas,  425 
of  neat  of  preheat,  651 
of  Otto  cycle,  thennal  (table),  595 
of  process,  gasification,  water  gas,  433 
of  Rankine  cycle,  541,  559 
of  reaction,  producer  gas,  443 
of  refrigeration,  671 
of  steam  boilers,  484,  493 

table  of  (Donkin),  487 
of  steam  engines,  534 
of  transformation,  gas,  419 
mechanical,  258 
of  gas  engines  Stable),  601 
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Efficiency,  volumetric,  104 

compressed   air   engines   and   compres- 
sors, 653 
gas  en^e,  603 
Endothermic  reaction  defined,  281,  341 
Energy,  intrinsic,  503 
Engine,  combined  diagrams  of,  153 
(fiagram  factor,  255 

multiple-expansion,  work  and  power  of,  246 
power,  252 

reference  cycles,  simple,  120 
compound,  157 
Engine  steam,  indicator  cards,  typical,  118 
with  incorrect  valve  setting,  120 
steam,  jacketed,  615 
water  rate,  40,  259 

variation  with  load,  267 
Engine,  single  c^rlinder  without  clearance 
logarithmic  law,  125 
exponential  law,  130 
Engine,  with  clearance,  logarithmic,  134 
exponential,  141 
compound,  infinite  receiver,  no  clearance 
logarithmic  law,  173 
exponential  law,  182 
with  clearance,  logarithmic,  207 
exponential,  218 
finite  receiver,  no  clearance 
logarithmic,  186 
exponential,  195 
with  clearance,  logarithmic,  222 
exponential,  229 
without  receiver,  no  clearance 
logarithmic,  199 
exponential,  205 
with  clearance,  logarithmic,  232 
exponential,  237 
triple  expansion,  infinite   receiver,    logar 
rithmic,  240 
Engineering  thermodynamics,  497 
Entropy,  definition  of,  499 
-heat  diagram,  use  of,  626 
of  the  liquid,  512 
of  superheated  steam,  512 
Equilibrium  of  liquids  and  vapors,  329 
van  't  Hors  law  of,  343 
ratio  of  gases,  Boudouard,  419 
table  of,  420  ' 
Equivalent  evaporative  power     B  T.  U.,  349 
Ericsson  ^as  cvcle,  565,  573 
Evaporation,  factor  of,  474 

of  liquids,  humidification  of  gases,  280 
of  solids,  sublimation,  process,  280 
steam  boiler,  472 
unit  of,  473;  units,  349 
Evaporative  power,  349 
Exothermic  reaction  defined,  281,  341 
Expansion,  adiabatic,  18 
Camot  cycle,  554 
for  gases,  519 
for  steam,  523 
Rankine  cycle,  541 
and  compression,  work  of,  11 
coefficients  of,  299 
exponential,  19 

extended  Otto  for  gas  cycle,  577 
infinite,  of  gases,  327 


Expansion,  isothermal,  18 
of  free  gases,  liquids,  and  solids,  processes, 

278,  279 
of  solids,  liquids,  gases  and  vapors,   co- 
efficients for^  299 
of  steam,  logarithmic.  531 
multi-stage  througn  nozzles,  626 
values  of  s  for,  617 
Experiments  on  boiler  evaporation,  477 
on  carbon-oxide  ratio,  420 
on  heat  transfer,  378 
on  i^ition  temperatures,  462 
on   influence   of   initial   steam   pressures 

(locomotive),  609 
on  steam  heat^  r^sum6  of,  321 
on  steam  turbme  nozzles,  625 
on  superheated  steam,  results  of  used  by 
Marks  and  Davis,  297 
Explosion  pressures,  air  and  gas  mixtures,  454 
Explosive  and  non-explosive  combustion,  450 

mixtures,  air  gas  (table),  466 
Exponent  s,  17 
for  air,  653 
for  steam,  525,  617 
graphic  method  of  finding,  18 
Exponential  compression,  50 
expansion,  19 

Factor,  diagram,  255 

heat  suppression,  454 
of  evaporation,  474 
Fahrenheit  temperature,  285 
Falk,  ignition  temperatures,  462 
Femald,  U.  S.  G.  S.  tests  on  producers,  dis- 
cussion of,  437,  445 
First  law  of  thermodynamics,  504 
Fliegener,  formula  for  air  flow,  624 
Flow  of  air,  624 
of  expansive  fluids  critical  value  of,  623 
of  gases  and  vapors  with  small  pressure 
drops,  627,  632 
in  chimneys,  640 
in  ducts,  638 
through  valves,  630 
through  nozzles  and  orifices,  623 
of  hot  water,  620 
of  'steam,  620^  624 
Flue  gas  analysis,  458 
composition  of,  460 
losses  in  boilers,  485,  492 
Flues,  pipes,  ducts  and  chimneys,  flow  of 

gases  and  vapors  in,  634 
Fluid,  quantity  of  per  hour  per  I.H.P.,  40 

weight  of  for  refrigeration,  669 
Foot-pound,  of  work,  1 
Force^  unit  of,  1 
Fractionation  of  oils,  403,  413 
Freezing-points,  311,  316 

effect  of  pressures  on,  508 
for  brines,  316 
Friction,  flue  and  chimney,  642 

horse-power,  37,  258 
Fuel  analyses,  344 

proximate,  345;  how  made,  390 
ultimate,  345,  390 
ash  in,  how  determined,  390 
carbon  andTiydrogen  in„  343 
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Fuel,  coals,  described,  393-6 

combustible  in,  390 

fixed  carbon  in,  how  detennined,  390 

general  classification  (table),  389 

how  defined,  390 

U^ite,  393 

mineral  oil.  402 

mixtures  of  chemical  elements,  344,  387 

moisture  in,  how  determined,  390 

natural  gas,  402 

origin  of,  390 

peat,  393 

volatile  in,  how  determined,  390 

wood,  391 
Furnace,  boiler,  temp^eratures  of,  457 
Fusion,  and  sublimation,  311 

of  ash,  398 

Gas,  air^  418 
and  oil  engines,  compressions,  589,  601 
and  steam  power,  comparison  of,  588 
and  vapor  mixtures,  and  pressures,  327 
Blau,  415 
blast  furnace,  418 
constant,  R,  295,  305 
cycles,  562 

Atkinson,  566,  577 

Brayton-Joule,  566,  579 

Camot,  568,  581 

Diesel,  566,  580 

efficiency    of,    with    compression,    572, 
575,583 

Ericsson,  565,  573 

Lenoir,  564 

non-compression,  570,  584 

Otto,  565,  575,  578;    complete  expan- 
sion, 578 

Otto  and  Langen,  564 

Stirling,  565,  571 
Gas  consumption,  efficiency,  m.  e.  p.,  and 

work.    Sec  Separate  cycles, 
density  and  specific  volume,  307 
Dowson,  428 

efficiency  of  transformation,  419 
engine,  compression  in,  464,  589 

cycles  of,  562 

efficiencies,  mechanical  (table),  601' 
thermal  (table),  595,  605 

heat  balance,  605 

horse  power,  prediction  of,  600 

performance,  compared  to  cyclic,  596 
curves  of,  605 

preignition  in,  464 

suction,  resistance  of,  603 
Gases,  absorption  of  by  liquids,  333 
process,  281 
adiabatics  for,  519 

and  air,  flow  of  in  ducts,  flues  and  chim- 
neys, 638 
B.  T.  U.  per  cubic  foot  of,  how  determined, 

354 
density  of,  310    " 
dissociation  of,  process,  280 
expansion  of  free,  process,  279 
flow  of  through  pipes,  638 

through  valves,  630 

through  Venturi,  and  Pitot  tubes,  632 


Gases,  liquefaction  of,  304 
Gases  and  vapors,  weight  and  volumetric 
relations  of,  347 
heat  transmission  by,  365 
heating  of  under  constant  pressure,  512 
constant  volume,  513 
constant  temperature,  515 
.   hot  transmission  of  heat  from,  378 
humidification  of,  process,  280 
mean  specific  heat  of,  453 
perfect,  specific  heat  of,  507 
preignition  of,  464 

pressure  rise  in  confined,  process,  279 
pressure,   volume  and  temperature  rela- 
tions, 302 
specific  heats  of,  295 

table  of,  296 
variability  of  specific  heat  of,  296 
Gas  flow,  coefficient  of  friction,  635,  637 
density  and  calorific  power  of,  411 
from  coke  ovens  and  retorts,  410 
from  pulverized  co^,  446 
generator,  428 
oil,  manufacture  of,  415 
Pintsch,  415 
producer,  428 
horse-power  of,  447 
plants,  heat  balance  of  ^  606 
temperature  variation  m,  446 
various  types  of,  435 
yield  of,  444 
standard,  339,  353 
thermometer,  285 
turbine,  566 
-water,  428 
Gasification  of  fixed  carbon  and  coke,  418 
Gasolene,  assumed  as  heptane,  456 
Gay-Lussac,  law  of,  303,  308 
Generator,  heat  supplied  to  in  absorption 

refrigeration  system,  673 
Gibbs  phase  rule,  311 
Goss,  boiler  tests,  477 

Goutal,  formula,  calorific  power  of  coals,  399 
Graphic  method  of  finding  s,  18 
cylinder  sizes.  272 
methods,  work  and  power,  246,  272 
representation  of  work,  7,  9 
GUldner,  table  of  volumetric  efficiency  for 
gas  engine,  603 

Harter,  formula  for  flow  in  nozzles,  624 
Heat,  absorption  of  boilers,  476 
and  gas  consumption  in  engines,  569 
and  matter,  274 
and  work  relations,  496 
balance  of  boilers  (table),  488 

of  gas  and  oil  engines,  605 

producer  plants  (table),  606 

refrigeratmg  systems,  673 

of  steam  plants  (table),  608 
convection  of,  358 
diagram,  temperature-entropy,  defined,  499 

use  of,  626 
effects  important  in  engineering,  274,  278 
effects  of  various  processes,  278-282 
-entropy  diagram,  use  of,  626 
equations,  fundamental,  for  boilers,  481 
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Heat,  exchange  in   absorption  refrigeration 
system,  665 
flow  by  radiation,  362 
resistance,  361 
Heat  gains  or  losses,  entropy  of,*?!! 
internal  conduction  of,  357 
latent,  320,  325.    See  Latent  heat, 
mechanical  equivalent  of,  289 
of  combustion,  351 
of  air  gas,  425 
of  water  ^as,  432 
of  dissociation,  351 
of  formation,  combustion  of  hydrocarbons, 

355 
of  the  liquid  g,  in  steam,  293,  530 
of  preheat  in  compressed  air  engines,  647, 

650 
quantity  of  supplied  per  ton  refrigeration, 

672 
radiation,    Stefan   and    Bolzmann's   law, 
362 
Heat  resistance  due  to  gas  films,  381 
specific,  291 
variability  of,  296 

•    effect  of  on  conductivity  of  gases,  360 
suppression  factor,  454 
totsd  of  vapors,  319 
transfer,  classincation  of,  367 
coefficient  for  condensers,  383 
rate  of,  laws  of,  381 
transmission  of,  356 
between  separate  fluids,  364 
by  gases,  365 

from  hot  ^£ises,  experiments  in,  378 
variation  m  coefficient  of,  375 
Heating  processes,  classification  of,  277 

surface  in  boilers,  477 
Heats  of  reaction,  348 
for^r  gas,  424 
for  water  gas,  432 
Heck,  formula  for  missing  water,  264 
Height  of  chimneys,  642^  644 
Henry's  law,  334 
Hexane,  combustion  of,  344 
conversion  factors  for,  346 
High  calorific  power,  349,  351 

initial  pressures,  effect  of,  610 
Hodgkinson,  test  of  steam  turbine,  615 
Horse-power,  boiler,  of  chimneys,  643 
brake,  37,  258 
definition  of,  2 
effective,  37 
friction,  37,  258 
indicated,  36,  252 
of  boilers,  473 
of  gas  producers,  447 
of  nozzles  and  jets,  46 
per  pound  m.  e.  p.,  36 
per  ton  refrigeration,  669,  672 
prediction  of  in  gas  engines,  600 
Hot  water,  flow  of  through  nozzles,  620 
Humidification  of  air,  276 

and  gases,  process,  280 
Humidity,  331 

Hydrocarbons,  heat  of  formation  in  combus- 
tion of,  355 
Slaby's  formula  for  calorific  value  of,  355 


Ice-^water-vapor,  triple  point,  313 
Ignition,  effect  of  propagation  on,  465 
producer  gas,  465 

table  of  calculated,  463 
self,  464 

temperatures^  461 
Indicator,  and  mdicator  cards,  29 
cards,  dense  air  refrigeration,  663 
combining  of,  from  compound  engines, 

153 
for  compression  system  of  refrigeration, 

665 
from  triple  expansion  engines,  156 
from  compound  engines,  152 
relation  of  te  pressure-volume  diagrams, 

29 
steam  engine,  with  incorrect  valve  set- 
ting, 120 
triple  expansion  engines,  157 
typical  for  singlenstage  compressor,  101 
typical  steam  engine,  118 
Indicated  consumption,  261 
horse-power,  ^,  252 

of  engines,  various  types,  see  under 
Efficiency. 
Indicated  water  rate,  261 
Initial  pressure,  effect  of  high  on  efficiency, 

610 
Interborough  Ry.,  tests  on  steam  plant,  612 
Intercooling,  53,  100 
Internal  conduction  of  heat,  357 
Intrinsic  energy,  defined,  503 
Isomers,    403 

Isothermal    compound    with   adiabatics   of 
gases,  diagram  of,  521 
compression,  50 
expansion,  18 
processes,  18 
Isothermals    or    PV   products    for    carbon 
dioxide,  304 

Jacketed  cylinders  for  steam  engines,  615 
Jacobus,  tests  on  Detroit  Edison  Co.,  boiler, 

478 
Jet,  calculation  of  velocity  of,  622 

velocity  of  steam,  546,  559 
Joule's  equivalent  in  foot-pounds,  503 

gas  cycle  (Brayton),  566 

Kerosene  and  distillate  oils,  412 

and  gasolene,  calorific  power  of,  formula 
for,  414 
crude  oils  for  (table),  414 

assumed  as  dodecane,  456 

temperature  correction  for  density,  413^ 

vapor  pressure,  of  class,  330 
Kerosene,  weight  of,  413 
Kilogram-degree-centigrade,  288 
Kilogrammeter,  1 

Latent  heat,  320,  325 
and  entropy,  530 
Clapeyron's  equation,  320 
external  and  internal,  325 
formula  for,  530 
of  ammonia,  how  obtained,  322 
of  carbon  dioxide,  how  obtained,  322 
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Latent  heat  of  fusion,  325 
of  steam,  221 
of  vaporization,  319 
Law  oC  thermod3mamics,  first,  504 

second,  506,  556 
Lenoir  gas  engine,  and  cycle,  564 
Lignite,  303 

reactions  of  by  heating,  407 
Liquefaction  of  gases  and  vapors,  304 
Liquids  and  vapors,  equilibrium  of,  329 
effect  of  heat  on,  description  of  processes, 
278  et  seq. 
Load  curves  for  gas  engines,  605 
for  steam  engines,  2&& 
division  for  steam  engines,  272 
effect  of  on  efficiency  of  gas  engines,  598, 
605 
Locomotive  boiler  test.  Goes,  477 

Vauclain,  indicator  cards,  152 
Locomotives,  effect  of  initial  pressures,  610 
Logarithmic  expansion  of  steun,  531 

temperature  difference,  372 
Low  back  pressure,  steam,  effect  of,  610 
calorific  power,  349 
pressure  capacity,  56,  104 

see  also  Compressors, 
pressure  steam  turbines,  economy  of,  613 

Mallard  and  Le  Chatelier,  experiments  on 
flame  propagation,  467 
ignition  temperatures,  462 
mean  specific  heat,  values  of,  453 
Mariotte's  law,  303 

Marks,    formula,    pressure-temperature    of 
steam,  314 
and    Davis,     superheated    steam,     297; 
curves,  2^ 
Mass  flow,  definition  of,  381 
Maximum  work  of  compressors,  98 
Maxwell,  Clark,  conductivity  of  gases,  360 
Mean  back  pressure  defined,  27 
B.  T.  U.,  value  of,  290 
calorie,  ^9 

effective  pressure  and  mechanical  efficiency, 
diagram  of,  258 
compression  gas  cycles,  571,  575 
defined,  27 

non-compression  gas  cycles,  569 
of  compressors  by  means  of  charts,  113 
variation  of,  252 

of  single-stage  compressor,  no  clear- 
ance 
exponential  law,  64 
logarithmic  law,  56 
with  dearance,  logarithmic  law, 
59,61 
exponential  law,  68,  70 
of  two-stage  compressor,  no  clearance 
exponential,  74 
with  clearance,  exponential,  78 
any  receiver  pressure,  81 
best  receiver  pressure,  87 
of  three-«tage  compressors,  81 
of  simple  engine,  no  clearance 
.  logarithmic  law,  125 
enionential  law,  130 
with  clearance,  logarithmic,  134 


Mean  effective  pressure  of  simple  engine, 
with  clearance,  exponential,  141 
of  compound  engine  infinite  receiver  ' 
no  clearance,  logarithmic,  175 
exponential,  183 
with  clearance,  logarithmic, 
207 
exponential,    218 
finite  receiver,  logarithmic,  188 

exponential,  197,  231 
without  receiver,  logarithmic,  201 
with  compression,  233 
exponential,  205 
of  triple  expansion  engine,  241 
for  gas  cycles,  Atkinson,  578 
Brayton,  580 
Brown,  570 
Camot,  582 
Diesel,  581,  604 
Ericsson,  571 
Lenoir,  570 
Otto,  577,  604 
Otto  and  Langen,  570 
Stirling,  571 
steam  cycles,  Camot,  559 
Rankine,  541 
Mean  forward  pressure,  defined,  27 
variation  in,  252 
specific  heat  of  gases,  453 
temperature  difference,  365,  367,  372 
Measurement  of  areas,  34 
of  fl»s  flow,  627,  632 
of  PF  diagrams.  34 
Mechanical  efficiencies  of  gas  engines  (table), 
601 
efficiency,  38;  diagram  of,  258 
equivalent  of  heat,  288 
refrigeration.    See  Refrigeration. 
Melting  of  solids,  279  « 

points,  313 
effect  of  pressure  on,  508 
Mineral  oil  distillates,  calorific  power  of,  414 
fuel,  402 

oils,  distillation  of,  412 
densities  of  American  (table),  413 
Missing  water,  264;  from  indicator  card,  618 
Mixture,  air-gas,  best,  456 

of  gas  and  vaoors,  327 
Molecular  weight  relation   to  specific  vol- 
ume and  gas  density,  307 
Mollier  diagram,  527,  529 

use  of  for  nozzle  steam  flow,  623 
in  refrigeration  cycles,  670 
Moyer,  formula  for  nozzle  flow,  superheated 
steam,  624 
nozzle  throat,  624 
Multiple-expansion  engine,  work  and  power, 
246 
engines,  148 
Multiple-stage  compression,  53 

compressors,  maximum  work,  100 
expansion  or  steam  through  nozzles,  626 

Napier's  formula  for  flow  in  nozzles,  624 
Natural  ^,  calorific  power  of,  405 

density  of,  405 

fuel,  404 


INDEX 


685 


Negative  work,  20 

Net  work,  20 

Non-reversible,  and  reversible  processes,  282 

Nozzle  friction  and  reheat,  621 

Nozzles  and  jets,  horse-power  of,  46 

flow  through,  620 

for  steam  Sow.  formulas  for,  624 
best  form  of,  625 
in  series,  625 

steam  turbine,  experiments  on,  625 

weight  of  flow  through,  44 

Occlusion  of  liquids  bv  solids,  334 
Oil,  American  mineral  products,  413 
distillates,  calorific  power  of,  414 
fuel  with  Diesel  cycle  engines,  589 
gas,  calorific  power  and  density  of,  416 
manufacture  of,  415 
Oils,  calorific  power  of,  403 
crude,  density  of,  414 
fractionation  of,  403,  413 
mineral  as  fuel,  402 
Orifice,  discharge  of  air  through,  629 
Orifices,  flow  of  hot  water,  steam  and  gases 

through,  620 
Orrok,  experiments  by  on  condensers,  382 
Otto  and  Langen  gas  cycle,  564 
gas  cycle,  565,  575^  578 
affected  by  variability  of  specific  heat 

of  gases.  592 
thermal  emciencies  (table),  595 
engines,  performance  of,  596 
real    volumetric     efficiency,     Gtlldner 
(table),  603 

Partial  pressures  in  gas  and  vapor  mixtures, 

327 
Peat.  393 

calorific  power  of,  393 

reactions,    407 
Performance  of  Diesel  and  Otto  engines,  596 

of  refrigerating  cycles,  666 

of  steam  engines,  607 

and  turbines,  268;  together,  613 
Perry,  formula  for  missing  water,  264 

on  heat  absorption,  482,  490 
Petroleum  distillates,  vapor  pressure  of,  330 
Phases  and  cycles  of  work,  20 

thermal,  primary.  510;  secondary,  519 
Pintsch  oil  gas,  explosive  mixtures  of,  455 

how  made,  415 
Pipes,  flues,  ducts  and  chimneys,  flow  in,  634 
Piston  engines,  work  of,  115 

See  also  Engines. 
Pitot  tube,  flow  of  gases,  627,  632 
Positive  and  negative  work,  20 
Powdered  coal,  producer  gas,  446 
Power  and  work,  1 

defined.  2 

gas  ana  steam,  comparison  of,  588 . 

required  for  refrigeration,  672 

unit  of,  2 
Preheating,  effect  of  on  air  engines,  647,  650 
Preignition  of  gases,  464 
Pressure,  absolute,  4 

barometric    rise    of    in    confined    gases, 
liquids,  279 


Pressure-volume  change,  work  in  terms  of,  8 
diagram,  multiple  expansion  engine,  246 
diagrams,  relation  of  to  indicator  cards, 

29 
method  uncertain  for  refrigeration  cycle, 
670 
work  in  terms  of,  3 
Pressures,  limiting  for  compressors,  107 
of  gases  and  vapors,  327 
partial  in  gas  and  vapor  mixtures,  327 
Producer  gas,  428 
analysis  of,  433 
composition  of,  441 
density  and  calorific  power  of,  447 
heat  of  combustion  of,  443 
ignition  temperatures  of,  463 
fait,  419 
■   yield  of,  444 

plants,  heat  balance  of  (table),  606 
Producers,  gas,  435 
Propagation,  effect  of  on  ignition,  465 

rate  of,  467 
Proximate  analysis,  344 

how  made,  390 
Psychrometer,  description  of,  332 
Pulverized  coal  used  m  gas  making,  446 
Pump  displacement  in  refrigerating  systems, 

.668 
PV  diagrams,  measurement  of,  34 

standard.  50 
PV  method  for  horse  power  of  nozzles  and 
jets,  46 
for  velocity,  free  expansion,  42 
for  weight  of  flow  through  nozzles,  44 
PV  producta,  isothermals,  for  carbon  dioxide, 
304 

Quantity  of  fluid  per  hour,  40 

used  in  refrigeration,  667 
Quality  of  steam,  saturated,  x,  517 

superheated,  in  degrees,  314 

Radiation,  from  black  body,  362 
heat  flow,  formula  for,  362 
Rankine  cycle,  541 
diagram  of,  542 
example  of,  547 

relation  of  to  Otto  and  Diesel,  591 
reversed  for  refrigerating  sjretems,  662, 

670 
work  and  efficiency,  541,  548 
Rate  of  combustion  of  gases,  467 
of  anthracite  coals,  470 
of  bituminous  coals,  470 
effect  of  draft  on,  469 
of  heat  absorption  m  boilers,  480 
of  propagation  of  combustion,  467 
of  refrigeration,  667 
Rateau's  formula  for  flow  in  nozzles,  624 
Reaction,  heats^of,  348 
chemicuEil,  combustion,  281 
endothermic,  281,  341 
exothermic,  281,  341 
Receiver  pressure  two-stage  compressor 
best  receiver  pressure,  74,  78,  87 
any  receiver  pressure,  81 
three-stage  compressor,  91 
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Receiver  pressure  compound  engine,  finite 

receiver, 
logarithmic  law,  186,  222 
exponential,  195,  229 
triple  expansion  engine,  infinite  receiver, 
logarithmic  law,  240 
variable  pressures  in,  162 
Receivers  for  steam  engines.  149 

values  of  a  and  a^  for  (taole),  193 
Refrigerants,  how  select&d,  663 

list  of  available,  662 
Refrigerating  cycles,  657,  660,  666 
performance  of,  666 
fluid,  656 
substances,  275 
svstems,  heat  balance  of.  673 
Refrigeration,  Brayton  cycle  used  for,  671 
efficiency  of,  671 

heat  exchange  in  absorption  system,  665 
heat  supplied  per  ton,  672 
horse-power  per  ton,  669,  672 
indicator  cards  for  dense  air  system,  663 

for  compressor  system,  665 
mechanical,  656 
per  pound  fluid,  669 
Kankine  cvcle  for,  670 
systems  of,  657,  659,  663,  665 
unit  of,  666 

weight  of  ammonia  used  in,  668 
work  of,  670 
Regenerator,  use  of  with  Stirling  gas  engine, 

565,  571 
Regulation  of  compressor  capacity,  108 
Reheat  in  nozzle  friction,  621 
Reheating  of  air,  effect  of,  149 
Reheater,  steam,  effect  of  on  efficiency,  616 
Resistance  to  heat  flow,  361 

to  heat  transmission  due  to  ^as  films,  381 
Retort  coal  gas  comparison  with  coke  oven, 
410 
density  and  calorific  power  of,  411 
oil  gas.  yield  of  (table),  416 
Reversible  and  non-reversible  processes,  282 
Reynolds,  Osborne,  rate  of  heat  transfer,  381 

s  (exponent),  graphic  method  of  finding,  18, 
523 
value  of,  17 
for,  air,  653 
for  gases,  519 

steam  and  hot  water,  524,  617 
Saturated  steam,  314;  vapors,  311,  314 
Saturation  curve  for  steam,  324 
law,  expansion  or  compression  according 
to,  18 
Scotch  marine  boiler,  firebox  capacity  of,  363 
Second  law  of  thermodynamics,  506,  556 
Selby  and  Kemble  experiments  on  steam 

turbine  nozzles,  625 
Sherman  and  Kropff,  calorific  power  of  oils, 

403 
Single-stage  compressor,  56,  59,  61,  68,  70 
Sizes  of  coal,  396 

Slabv's  formula,  B.  T.  U.  of  hydrocarbons,  355 
Smoke,  how  formed,  458 
Solids,  evaporation  of,  process,  280 
expansion  of,  process,  278 


Solids,  melting  of,  process,  279 

solubility  of  in  liquids,  process,  281 
Solutions,    aqueous    (brines),  freezing-point 
of,  316 
rise  of  boiling-points,  316 
Specific  displacement,  definition  of,  40 
gravity,  specification  for  oils,  413,  415 
heat,  291 
defined  by  equation^  507 
effect  of  on  conductivity  of  gases,  360 
for  perfect  gases,  507 
of  anhydrous  ammonia,  294 
Specific  heats  of  gases,  effects  of  variability 
of  on  gas  cycles,  592 
constants  (table),  296 
mean  of,  gases,  453 
of  gases  and  vapors,  295 
of  solids,  formula  for,  293 
of  superheated  steam,  297 
of  water,  curve,  293 

Dieterici  equation  for,  530 
variability  of,  296 
Specific  volume,  relation  to  molecular  weight, 

307 
Stack,  see  Chimney. 
Standard  gas,  229,  353 
reference  cycles  for  simple  steam  engines, 
122 
for  compound  engines,  157 
PV  diagrams,  50 
Steam,  adiabatics  for,  523 
and  gas  power,  comparison  of,  588 
boilers,  see  Boilers, 
consumption,  40,  259 

with  variation  of  load,  267,  607,  618 
cycle,  Rankine,  relation  of  to  Otto  and 

DieseL  591 
cycles,  T^  and  PV  diajgrams,  538 
Camot,  and  derivatives,  554 
Rankine,  541 
engine,  consumption  of,  40,  259,  267,  618 
efficiency,  at  best  load,  607 
perfect  mechanism,  534 
referred  to  Rankine  cycle,  609 
indicator  card  for  reference,  118 
receivers,  149 
Steam  engines,  and  turbines  used  together, 
613 
effect  of  high  initial  pressure  on,  610 
of  low  back  pressure  on,  611 
of  superheated  steam  on,  613 
load  curves  of,  268 
performance  of,  actual,  607 
use  of  reheater  with,  616 
use  of  jackets  with,  615 
evaporation,  472 
expansion,  values  of  8  for,  617 
flow  of  through  pipes,  634,  637 
jackets,  effect  of  on  efficiency,  615 
let,  velocity  of,  546,  559,  622 
latent  heat  of,  221 
logarithmic    expansion    of,    changes    of 

quality,  531 
plant,  heat  balances  of  (table),  608 

tests  on  by  Interborough  Ry.  Co.,  612 
pressure,  initial,  effect  of  on  efficiency,  610 
saturation  curve  for,  324 
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Steam  engines,  superheated,  specific  heat  of, 
297 
curves  of,  298 
total  heat  of,   Davis  formula  for,   530; 
curves,  321 
Steam  turbines,  consumption  of,  270 
efficiency  of  (table),  612 
effect  of  vacuum  on,  615 
low  pressure  economy  of,  613 
used  with  steam  engmes,  613 
quality  of,  517 

value  of  8  for,  adiabatic  expansion,  525 
Stefan  and  Bolzmann  law,  heat  radiation,  363 
Stirling  gas  cycle,  565,  571 
Sublimation,  curves  of,  312 
process,  280 

vapor>solid  relations,  312 
Suction,  gas  engine,  resistance  of  (table),  603 
Sulphur    dioxide,    compression    system    of 
refrigeration,  657 
in  coal,  effect  of,  397 
Superheated  steam,  definition  of,  314 
effect  of  on  efficiency,  613 
specific  heat  of,  297 
vapors,  311;  definoitin  of,  314 
Symbols,  table  of,  xix 
Systems  of  refrigeration,  657 

Tait  producer,  air  gas,  419 
Tar,  from  coal  and  oil  retorts,  417 
Temperature  absolute,  286  • 
critical  of  steam,  314,  323 
due  to  combustion,  453 
effect  of  on  equilibrium  of  liquids,  329 
-entropy  diagram,  definition  of,  499 

method,  for  refrigeration  cycles,  670 
Fahrenheit  and  Centigrade,  285 
variation  in  gas  producers,  446 
Temperatures    allowable    with    compressed 
air  engines,  651 
constant  and  variable,  processes  of,  282 
ignition,  461,  465 

table  of  for  producer  gas,  463 
in  boiler  furnace,.  457 
Thermal  conductivity,  357 
cycle,  definition  of,  498 
cycles,  representing  heat  engine  processes, 
534 
for  refrigerating  processes,  657,  660,  666 
efficiency,  39,  498 
of  compressed  air  systems,  646 
Otto  cycle  for  constant  and  variable 

specific  heats  (table).  595 
of  gas  engin^,  effect  of  load  on,  605 
of  steam  engines,  Rankine  cycle,  548 
phases,  primary,  510,  512 
secondary^  519 
Thermodynamic  function  (Rankine),  499 
Thermodynamics,  definition  of,  497 
engineerins,  province  of,  497 
first  law  of,  504 
second  law  of,  506,  556 
Thermometry,  283 
Thermometer,  dry  and  wet  bulb,  322 

scales,  284 
Thomsen,  heat  of  combustion  of  CO  to  COt, 
352 


Thomsen,  heat  of  combustion  of  hydrogen 

350 
Three-stage  compressor^  91 
Ton  refrigeration,  definition  of,  666 
heat  suppUea  per,  672 
horse-power  of,  669,  672 
Total  heat  of  steam,  Davis  formula  for,  530 

diagram  of,  321 
Transfer  of  heat,  laws  of,  380 
Transformation  and   transmission   efficiency 

of,  37 
Transmission  of  heat,  356 

between  separated  fluids,  364 
coefficient  of,  362,  365 
from  hot  gases  experiments  in,  378 
Triple-expansion    engine,    infinite    receiver 
logarithmic,  240 
point-ice-water.  vapor,  313 
Turbine,  effect  of  low  back  pressure  on,  611 
gas,  possibility  of,  566 
steam  consumption  of,  270 
efficiency  of,  612 
Turbines  and  steam  engines  at  best  load,  607 

working  together,  613 
Two-stage  compressor,  74,  78,  81,  87 

Ultimate  analysis,  of  fuels,  345,  390 
Unit  of  capacity  for  refrigeration,  666 
of  evaporation,  473 
of  distance,  1 
of  force,  1 
of  power,  2 
of  work.  1 
Unit,  British  thermal,  B.  T.  U. 
and  calories,  va]ue  of,  290 
and  equivalent  evaporative  power,  349 
and  mechanical  equivalent  of  heat,  288 
Joule's  equivalent  in,  503 
U.  S.  gasolene-  and  kerosene-bearing  crude 
oils  (table),  414 

Vacuum    condensers,     coefficient    of    heat 

transmission  in.  383 
Vacuum,  effect  of  on  efficiency,  615 
Value  of  exponent  8j  17 

for    adiabatic    expansion    of    steam 

(table),  525 
for  compressed  air  engines,  653 
for  gases,  519 
for  not  water,  524 
for  steam  tests  showing,  617 
graphic  method  of  finding,  18,  523 
Valve    setting,    incorrect,    indicator  cards 

showing,  1& 
Valves,  flow  of  gases  through,  630 
van  't  Hoff's  law  of  equilibrium,  343 
Vapor  and  gas  mixtures,  327 
pressure  of  atmosphere,  332 
of  petroleum  distillates,  330 
Vapor-solid,  relations,  312 

tension,  311 
Vaporization,  311 
latent  heat  of,  319 
work  done  by,  319 
Vapors,  superheated,  311,  314 

total  heat  of,  319 
Variation  of  steam  consumption,  267 
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Vauclain  locomotive,  indicator  cardsi  162 
Velocity  and  acceleration,  5 
due  to  expansion,  42 
of  gas,  effect  of  on  heat  transfer,  380 
of  steam  jet,  546,  559 

determination  of,  622 
of  water,  effect  of  on  heat  transfer,  378 
Venturi  tube,  flow  of  gases  through^  627,  632 
Viscosity,  change  of  with  heat  addition,  280 
Volatile  of  coals,  calorific  power  of,  401 
Volume  and  pressure,  work  in  terms  of,  3 

or  density  variation  with  temperature,  299 
Volume-pressure  change,  work  by,  8 
Volumetric  and  weight  relations  of  gases,  347 
efficiency,  104 
compressors,  see  Efficiency, 
for  dense  air  and  compression  refrigera- 
tion systems,  667 
of  compressed  air  engines,  and  compres- 
sors, 653 
Otto  gas  engine,  Giildner  (table),  603 

Water  consumption,  40 
gas,  428 
characteristics  of  Bunte  (table),  428 
composition  of,  430 
density  and  calorific  power  of,  434 
efficiency  of  process,  433 
heat  of  combustion,  432 
heats  of  reaction,  432 
volumes,  weights,  and  heats,  429  ' 
missing,  264 
-rate,  cyclic,  Camot,  559;  Rankine,  546 

of  steam  ensines,  259^  267,  618 
specific  heat  oT,  curve,  293 
Water-vapor-ice,  triple  point,  curve,  313 

vapor  P'T  relations,  314 
Weight  and  volumetric  relation  of  gases,  347 

of  flow  through  nozzles,  44 
Weisbach,  coefficient  of  discharge  for  air,  629 
WUlans  line,  267;  in  steam  engmes,  604 
Wood,  composition  of,  391 

reactions  of  by  heating,  406 
Work  and  power,  1 

multiple  expansion  engine,  246 
and  capacity  of  compressors,  48,  50 
by  pressure-volume  change,  8 
compressors,  partial  capacity,  107 
defined;  1 

determination    by  mean    effective  pres- 
sure, 27 
diagram,  9 

distribution  in  multi-expansion  engines,  148 
^p^phical  representation  of,  7,  9 
m  terms  of  pressure  and  volume,  3 
of  acceleration,  5 

of  Carnot  cycle  and  derivatives,  554 
of  compressed  air  engine,  652 
of  compressors  bv  graphical  methods,  1 13 
of  expansion  and  compression,  11 
of  gas  cycles,  Atkinson,  578 
Brayton,  580 


I   Work  of  gas  cycles,  Brown,  570 
Carnot,  582 
Diesel,  581 
Ericsson,  573 
Lenoir,  570 
Otto,  576;  Otto  complete  expansion, 

579 
Otto  and  Langen,  570 
Stirling,  572 
of  piston  engines,  115 
of  Rankine  cycle,  541 
of  refrigeration,  670 
of  single-stage  compressor,  logarithmic 

no  clearance,  56;  with  clearance,  59 
no  clearance  exponential,  64 
with  clearance,  exponential,  68 
of  single-stage  compressor,  in  terms 

of  dimensions,  61,  70 
of  two^tage  compressor,  exponential 

no  clearance,  74;  with  clearance,  78 
in    terms   of   dimensions,    any    re- 
ceiver pressure,  81 
best  receiver  pressure,  87 
of  three-stage  compressor,  91 
of  simple  piston  en^ne,  no  clearance  - 

logarithmic,  125;  exponential  130 
with  clearance,  logarithmic,  134 
exponential,  141 
of  compound  engine,  infinite  receiver 

no  clearance,  logarithmic,  173 

exponential,  182 
with  clearance,  logarithmic,  207 
exponential,  218 
of  compound  engine  without  receiver 
no  clearance,  logarithmic,  199 

exponential,  205 
with  clearance,  logarithmic,  232 
exponential,  237 
of  compound  engine,  finite  receiver 

no  clearance,  logarithmic,  186 

exponential.  195 
with  clearance,  logarithmic,  222 
exponential,  229 
of  triple-expansion  engine,  240 
of  vaporization,  319 
phases  and  cycles,  positive  and  negative 

and  net  work,  20 
unit  of,  1 
Working  fluid,  must  be  expansive,  274 

X,  quality  of  steam,  517 

Yield  of  air  gas,  425 

of  coke  in  ovens  and  retorts,  410 

of  distillates  and  oil  gas,  412 

of  gas  in  coke  making,  410 
chart  of,  409 

of  producer  gas,  435,  444 

of  retort  oil  gas  (table),  416 

of  water  gas,  431 
Young,  data  of  for  carbon  dioxide  isothermals, 
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